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PACIFIC  ELECTRIC  RAILWAY  INTERURBAN  SYSTEM 


By  Rudolph  W.  Van  Norden' 


Tliere  are  few  places  where  Nature  has  g^athered 
together  so  much  for  man's  comfort  and  happiness  and 
so  Httle  for  his  discontent  or  hardship  as  in  the  great 
and  growing  district  surrounding  the  beautiful  city  of 
Los  Angeles.  Of  her  handiwork,  there  is  bewildering 
variety,  from  mountains,  bold,  precipitous  and  pic- 
turesque, to  valleys,  broad,  undulating  and  luxuriant 
in  a  riot  of  semi-tro])ical  verdure,  all  to  end  abruptly 


That  Los  Angeles  and  the  surrounding  country 
is  not  only  a  great  winter  resort,  but  one  of  the  greatest 
tourist  centers  in  the  world  is  well  known,  but  few 
who  have  not  lived  there  can  appreciate  the  remark- 
able development  which  has  taken  place  within  a 
comparatively  few  years,  or  the  highly  efficient  and 
modern  institutions  which  have  been  provided  for  the 
convenience  and  comfort  of  native  and  visitor. 


^'ie^\■   uf  El  ii<»   ^hjuntain   aiid    I'asadeiut    T'luin   Mt.   Lowe,  Above   the    Cluuils. 


in  the  limitless  expanse  of  the  blue  Pacific  with  its 
gently  sloping  beaches  interspersed  with  jagged  bluffs 
and  fantastic  rock  shores ;  the  whole  grouped  to  form 
panoramas  to  entrance  the  most  prosaic  mind.  For 
the  lover  of  outdoor  life.  Nature  provides  almost  any 
climate  desired,  for  the  bracing  air  from  the  ocean  is 
everpresent,  any  crop  may  be  grown  in  the  utmost 
profusion  of  quantity  and  of  unsurpassed  quality,  and 
health  or  pleasure  are  always  at  command  here,  where 
the  sun  shines  almost  every  day  of  the  year,  where 
the  air  is  ever  balmy  and  there  are  no  winters. 

'   Member  .^m.  Insi   E."E..  .\m.  Soc.  C.  E. 


That  the  interurban  system  of  electric  railways 
centering  in  Los  Angeles  is  the  most  perfect  and 
complete  in  the  world,  is  a  statement  often  made  by 
travelers  of  wide  experience,  and  while  there  are  many 
other  well  equipped  and  operated  systems  in  the  United 
States,  it  would  be  difficult  to  find  the  peer  of  the 
Pacific  Electric,  either  in  equipment  or  especially  in 
method  of  operation.  The  motto,  "speed,  safety  and 
comfort,'  is  literally  interpreted,  while  in  equipment, 
the  highest  class  of  standard  railway  practice  is  fol- 
lowed. But  the  management  and  method  of  operation 
are.  as  in  everything  else,  the  ruling  factors  of  success. 
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A  Stretch  ot  Main  Line  Parallelling  the  Huntington 
Drive. 

Here  the  governing  influence  is  like  a  happy  family,  all 
working  as  a  harmonious  whole  for  the  maintenance 
of  a  system  as  perfect  as  genius  and  brains  can  accom- 
plish. 

The  various  departments  are  clear  cut  and  well 
organized,  many  of  the  heads  having  been  with  the 
system  since  its  inception.  The  whole  is  under  the 
immediate  supervision  of  the  general  manager.  .Mr. 
J.  McAIillan,  to  whose  intimate  knowledge  of  every 
movement  in  each  department  is  largely  due  the 
remarkable  harmony  and  high  elTiciencv  which  ha- 
been  reached  in  this  system. 

It  would  be  hard  to  concei\e  of  a  more  perfect 
distribution  of  routes  to  serve  this  territory  of  won- 
derful developments,  than  has  been  made  in  the  build- 
ing of  this  system,  and  yet,  what  is  truly  more  remark- 
able, is  the  foresight  of  the  designer,  for  the  territory 
has  been  really  developed  as  the  result  and  following 
the  completion  of  the  \arious  lines.  Mr,  Epes  Ran- 
dolph, who  from  1900  to  1904  was  first  vice-president 
and  general  manager,  laid  his  plans  with  the  view  of 
making  the  most  complete  and  satisfactory  interurban 
system  in  the  world,  by  systematically  creating  the 
business  to  support  it ;  and  the  care  and  judgment  with 
which  he  carried  out  his  desire  and  accomplished  his 


purpose  amid  countless  obstacles,  is  manifested  in  the 
results  obtained  and  the  acknowledgment  and  credit 
universally  conceded. 

The  interurban  system  is  divitled  into  two  main 
divisions  under  which  are  operated  all  but  three  of  the 
lines.  Of  these  three,  two  are  operated  in  connection 
with  the  Los  Angeles  City  division  and  the  third,  the 
Mt.  Lowe  line,  is  operated  in  conjunction  with  the 
Pasadena  City  division.  The  tt^tal  trackage  is  about 
600  miles. 

Each  of  the  two  main  divisions,  the  Northern  and 
Southern,  are  like  great  fans,  or  better,  like  a  tree  with 
its  trunk  and  branches.  The  di\isions  meet  and  com- 
mence at  the  Pacific  Electric  building  at  Sixth  and 
.Main  streets,  in  Los  Angeles,  and  here  is  the  main 
depot  and  the  nucleus  of  the  entire  system,  from  which 
more  trains  are  daily  dispatched  than  from  any  five 
similar  depots  in  the  United  States. 

The  Northern  Division. 

Trains  on  the  Northern  division,  after  leaving  the 
depot,  pass  down  Main  street,  through  the  business 
section  of  the  city  and,  after  crossing  the  Los  Angeles 
river,  take  to  the  private  right  of  way.  This  for  a 
distance  of  three  miles  is  double  tracked  as  yet,  due 
!o  the  difficult  route  followed  and  the  cost  of  construc- 
tion, as  it  passes  between  hills  and  there  were  serious 
grades  to  overcome. 

The  right  of  way  soon,  however,  spreads  out  and 
the  four-track  section  commences  near  Eastlake  Park, 
line  of  the  many  beautiful  examples  of  landscape  gar- 
dening, which  show  the  possibilities  of  this  section  of 
California.  At  thi.>  point  is  also  the  junction  of  the 
C(>\  ina  line.  The  four-track  trunk  line  extends  north- 
cast  for  a  distance  of  6.5  miles,  paralleling  one  of  the 
principal  suburban  drives,  the  Huntington  boulevard. 
ihe  perfect  roadbed,  the  symmetrical  alignment  of 
track  and  poles  and  the  neatness  and  finish  of  the 
whole  are  at  once  the  pride  of  the  people  and  one  of 
the  show  places  of  the  district.  At  a  distance  of  7.42 
miles  from  Los  .Angeles,  another,  the  San  Gabriel 
branch,  meets  the  trunk  line  from  the  south.  Ai 
Oneonta  the  branch  over  which  is  the  heaviest  traffic 
of  this  division,  the  short  line  to  Pasadena,  meets  the 


■~--^/^5J^4g|gfea^i_ 


Junction  of   Pasadena  Short  Line   with 


^'^"^   Four-Track  Vrniil-;    Line.      Hotel    Raymond    in    the    Distance.      The    San 
(.abnel   Range  and   Mt.   Lowe  in   the  Center   Baclvground   Showing  the   Cable   Incline 
and   the  Summit   of  Echo    Mountain. 
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Fine    Example    of   Construction    on    Curve    of    Four- 
Track   Line   on   the   Northern   Division. 

trunk  line.  Still  further,  at  Oak  Knoll,  a  second  line 
to  Pasadena,  passing  through  a  recently  settled  dis- 
trict, leaves  the  main  line  and  here  is  the  terminus  of 
the  four  tracks. 

At  a  distance  of  10.8  miles  from  Los  Angeles  the 
Sierra  Madre  line  branches  away  from  the  continuing 
two-track  line,  which  is  known  as  the  Glendora  line. 

Before  the  trunk  line  of  the  Northern  division  was 
built,  there  was  in  operation  a  third  line  between  Los 
Angeles  and  Pasadena.  This  is  now  known  as  the 
"Old  Line"' ;  it  turns  to  the  north,  leaving  the  present 
trunk  line  immediately  after  crossing  the  river  and, 
following  streets,  reaches  Pasadena  by  a  somewhat 
devious  course,  passing  en  route  the  famous  Ostrich 
Farm  which  almost  everyone  has  seen  or  read  about. 
From  this  line  is  a  branch  to  Annandale,  a  suburb  of 
beautiful  hemes.  There  is  also  a  cross-country  con- 
nection to  th-^  trunk  line  over  which  the  Annandale 
cars  operate. 

The  Pasadena  short  line  was  the  solution  of  the 
problem  of  rapid  and  frequent  traffic  between  Pasa- 
dena and  Los  Angeles,  while  the  (Jak  Knoll  line,  al- 
most as  quick,  passes  through  the  terraced  im)])erties 
of  luxurious  homes. 


Running  east  and  west,  just  beyond  the  towns 
reached  by  these  lines  and  abruptly  rising  in  jagged 
l,innacles  and  precipices  is  the  San  Gabriel  mountain 
range.  Along  its  foot  and  among  the  foothills  and 
.spreading  arroyas  are  nestled  many  picturesque  towns 
and  country  residences.  It  is  these  places  that  are 
eventually  reached  by  the  various  branches  of  the 
road,  perhaps  the  most  charming  being  Sierra  Madre, 
at  the  foot  of  IMt.  Wilson.  The  branch  of  the  same 
name,  after  following  gentle  grades  through  orchards 
of  countless  fruit  trees,  passes  through  the  town  to  the 
very  foot  of  the  government  trail  up  Mt.  Wilson. 

The  Glendora  line  parallels  the  mountain  range, 
passing  always  through  an  everchanging  panorama  of 
orange  groves,  beautiful  homes  and  prosperous  towns, 
and  back  of  it  all  the  mountains  furnish  a  setting  in  a 
countless  variety  of  colors  and  effects  to  complete  this 
fairy  land  of  nature.  The  principal  town  through 
which  this  line  is  built  is  Monrovia,  then  there  is 
Arcadia  with  its  race  track ;  Azusa,  where  is  one  of 
the  power  plants  supplying  this  system  and  deriving 
its  power  from  water  gathered  in  the  nearby  moun- 
tains, and  lastly  Glendora.  The  most  interesting  fea- 
ture, from  an  engineering  standpoint,  is  the  concrete 
arch  bridge  over  the  San  Gabriel  River,  a  description 
lieing  given  elsewhere. 

The  San  Gabriel  line  passes  through  the  pretty 
town  of  Alhambra  to  San  Gabriel  and  eventually  to 
the  Masonic  Home.  San  Gabriel,  to  many  the  most 
interesting  spot  on  the  whole  system,  is  the  site  of  the 
old  mission,  built  in  1771  by  the  Spanish  Padres  under 


■Street  .Scene  in  Pa-salena. 


JIunicipal   Rock   Cru.sher   in   San   Dimas   Canyon. 

the  leadership  of  Junipera  Serra.  The  first  settlement 
of  the  valley  was  at  this  point  and  the  old  mission 
church  which  has  helped  to  make  the  charming  ro- 
mance of  early  California  life,  still  remains  in  a  good 
state  of  preservation,  the  joy  of  the  native  and  wonder- 
ment and  admiration  of  the  visitor. 

The  branch  to  Covina  takes  an  easterly  direction, 
jiassing  through  much  country  which  is  as  yet  un- 
developed. There  are,  however,  a  number  of  thriving 
towns,  and  wherever  there  are  towns,  one  may  see 
actually  miles  of  orange  orchards.  This  line  is  com- 
paratively new,  and  has  a  section  of  single  track  about 
five  miles  long.  As  is  the  case  throughout  the  system, 
iho  roadbed  has  been  designed  for  double  tracks  and 
it  will  not  be  long  before  it  will  be  so  constructed  in 
its  entirety. 
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At  one  point  there  is  a  long  trestle  crossing  the 
San  Gabriel  River.  To  the  casual  observer  the  rivers 
in  this  normally  dry  country  are  a  small  factor  in  the 
landscape.  But  a  storm  in  the  mountains,  such  as  is 
experienced  on  occasions  during  the  winter  months, 
may  turn  the  dry  arroya  into  a  raging  torrent,  almost 
before  one  has  had  time  to  realize  that  a  storm  is  on. 
Such  was  the  action  of  the  San  Gabriel  at  one  time, 
when,  within  one  and  a  half  hours,  the  water  rose, 
leaving  its  bed  for  a  new  course  a  half  mile  to  the  east 
and  took  out  looo  feet  of  the  roadbed  fill.  This  was 
replaced  by  standard  trestle  so  that  there  will  be  no 
danger  of  a  repetition  of  the  river's  action. 

The  present  terminus  of  this  branch  is  at  Covina, 
23  miles  from  Los  Angeles,  but  the  road  will  be  ex- 
tended through  San  Dimas  and  eventually  to  Pomona. 
The  road  is  now  graded  and  finished  past  San  Dima-. 
and,  through  a  spur,  to  the  municipal  rock  crusher  in 
the  San  Dimas  canyon.  Construction  work  on  this 
section  was  expedited  in  order  to  get  rock  shipments. 

Southern  Division. 
Trains  for  the  Southern  division  pass  through 
about  a  half  mile  of  streets  until  the  shops,  car  houses 
and  freight  yards  are  reached,  when  the  private  right 
of  way  is  entered.  This  is  the  commencement  of  the 
four-track  trunk  from  which  the  various  diverting  lini.-< 
are  taken. 


The  trunk,  like  that  of  the  Northern  division,  is  a 
magnificent  example  of  electric  railroad  con.struction, 
straight  as  an  arrow  for  a  distance  of  7.45  miles.  The 
poles  on  either  side  of  the  right  of  way  are,  in  align- 
inent,  as  perfect  as  the  track,  a  condition  unfortunately 
not  always  maintained  in  the  average  American  inter- 
urban  railway.  On  the  pole  tops  on  both  sides  arc 
carried  double  three-phase  transmission  lines,  which 
at  present  cany  the  entire  power  supply  for  the  system. 

The  four-track  section  now  terminates  at  Watts. 


:Ppr  .»V 
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Main  Trunk  Line,  Slausen  Tower  and  Whittier  Brancli. 
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beyond  which  place  the  standard  two-track  constrnc- 
tion  is  maintained.  But  this  is  soon  to  be  changed  and 
the  four  tracks  will  extend  5.86  miles  further  to  Do- 
minguez  Junction,  famous  for  its  aviation  field. 

There  are  six  feeders  into  the  trunk  line,  respect 
ivelv  known  as  the  Whittier,  La  Habra,  Santa  Ana, 
Newport,  Long  Beach  and  San  Pedro  harbor  lines. 

The  Whittrer  line  branches  at  Slauson  Junction, 
a  distance  of  4.27  miles  from  the  Los  .\ngeles  depot, 
and  takes  a  southeasterly  direction  to  Los  Xietos  Junc- 
tion, whence  it  turns  abruptly  north,  following  a  gentle 
grade  into  the  city  of  Whittier.  This  is  one  of  the 
beautiful  towns  reached,  what  was  once  an  almost 
barren  and  desert  waste  is  now  a  forest  of  citrus  trees. 


Heavy   Cut   on    the   La    Hahra   Line. 

palms  and  other  semi-tropical  growths,  every  inch  of 
the  rich  soil  being  made  to  bear  in  luxuriant  aiifluence. 
The  La  Habra  line  is  a  continuation  of  the  Whit- 
tier line  from  Los  Nietos  Junction,  and  is  one  of  the 
newest  sections  o^  the  road.  It  maintains  the  south- 
easterly direction,  paralleling  a  low  range  of  hills 
which  lay  to  the  north  and  which  separates  La  Habra 
valley  from  San  Gabriel  valley.  The  original  appear- 
ance of  the  section  traversed  at  many  points  is  yet  in 
evidence  and  a  trip  over  this  line  is  an  object  lesson, 
not  only  of  the  vast  possibilities  of  this  wonderful 
country,   but   of   the    manner   of   the   building   of  this 


s\  sieiu,  first  to  build  the  railroad  to  bring  settlers  and 
thus  cultixate  and  enhance  land  values  and  in  turn  to 
furnish  a  rapid  and  frequent  communication  between 
thc-e  points  and  the  city.  Crude  petroleum  in  great 
(|uantitics  is  found  in  these  hills,  and,  at  many  places, 
there  can  be  seen  literally  forests  of  oil  derricks,  all 
industriously  jiumping  their  share  of  California's  liquid 
cold  from  mother  earth. 


l-'our-Track   Trunk    Line   of   tiie   Sonlliern    Division. 


Newport  Beach. 

The  line  is  constructed  throughout  for  two  tracks, 
but  lor  the  time  being  much  of  it  is  single.  Building 
o])erations  are  constantly  extending  the  terminus, 
which  is  at  the  present  time  at  Yorba  Linda  in  San 
ISernardino  county',  a  distance  from  Los  Angeles  of 
-?0.75  miles.    The  universal  high  grade  of  construction 
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is  maintained  throughout,  particularly  noticeable  beinsi; 
the  long  tangents,  or  straight  sections. 

The  diversion  of  the  Santa  Ana  line  is  at  W^atts. 
This  section  pursues  also  a  southeasterly  direction, 
passing  through  a  flat  and  extremely  fertile  country  a 
distance  of  34  miles  to  the  city  of  Santa  Ana.  Santa 
Ana  is  one  of  the  larger  cities  reached  by  the  sj'stem 
and  is  a  place  of  homes  and  well  shaded  streets,  with 
a  modern,  well  built  business  section,  evidencing  on 
every  hand  the  high  average  wealth  of  the  community. 
From  Santa  Ana  the  road  continues  in  a  southerly 
direction  to  the  ocean,  a  distance  of  13.31  miles,  where 
it  joins  the'  Newport  branch  at  Huntington  Beach. 
This  section  of  line  passes  through  a  great  sugar  beet 
country  and  the  freight  traffic,  hauling  sugar  beets  to 
the  refinery  at  Delhi  and  for  shipment  to  foreign  roads. 
is  hea\y.  .\  noticeable  feature  are  the  many  spurs 
with  their  loading  platforms  and  inclined  approaches, 
under  which  the  cars  are  placed  and  from  which  the 
farmers  dump  their  wagon  loads  of  sugar  beets. 


The  Newport  and  Long  Beach  lines  branch  at 
Dominguez  Junction  and  take  a  southeasterly  direc- 
tion. The  former  line  meets  the  ocean  at  Naples,  and 
from  this  point  to  the  terminus  at  Balboa  is  a  charming 
trip  where  the  track  is  almost  washed  by  the  breakers 
and  where  attention  is  no  sooner  attracted  by  the 
modern  hotels,  pretty  cottages  and  the  gay  crowds  on 
the  beach  of  one  resort  than  one  is  whisked  to  another 
and  yet  another.  The  most  interesting  feature  in  the 
construction  of  this  line  is  the  method  of  oiling  the 
roadbed,  which  is  largely  of  sand,  to  prevent  it  from 
l)eing  blown  away.  The  road  passes  along  the  con- 
stantly shifting  sand  dunes,  one  day  the  sand  drifting 
high  against  the  rails  and  another  perhaps  blown  clear 
of  the  ties,  with  the  caprice  of  the  wind.  The  rails 
therefore  have  cast  joints,  the  ballast  is  laid  level  with 
the  rail  top  and  the  whole  thoroughly  oiled  to  form  a 
compact  mass.  This  not  only  prevents  blowing  away 
or  washing  away  in  rain  storms,  but  also  prevents 
drifting  of  sand  between  the  rails.    The  principal  places 
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Aviiloii.    Santa    Calaliiia    Island. 


reached  by  this  line  are  Naples,  Anaheim  Landing, 
Huntington  Beach,  Newport  and  Balboa. 

The  city  of  Long  Beach,  which  is  reached  by  a 
iM'anch  from  the  Newport  line,  is  of  recent  and  remark- 
able growth,  the  advent  of  the  railroad  having  made 
possible  this  great  playground.  Like  all  of  the  other 
cities  and  suburbs,  the  streets  are  wide  and  clean, 
well  shaded  and  lined  with  pretty  and  costly  homes. 
The  beach  h,  of  course,  the  principal  feature,  and  this, 
fiesides  its  lo;ig  pier  and  the  magiiiiicent  Hotel  Vir- 
ginia, is  a  maze  of  bath  houses,  restaurants  and  a 
thousand  and  one  devices  to  amuse  and  entertain  a 
pleasure-lf)ving  public.  A  fast  20-minute  service  be- 
tween this  place  and  Los  Angeles  is  maintained 
throughout  the  year.  The  company  also  operates  a 
service  on  the  principal  streets  and  there  is  a  belt  line 
to  San  Pedro. 

The  main  line  to  San  Pedro  is  a  continuation  of 
the  trunk  line.  It  enters  a  large  freight  and  switching- 
yard  adjacent  to  the  docks  of  the  harbor,  after  cross- 
ing Wilmington  bay  on  a  trestle  1.5  miles  long.     The 


distance  from  Los  Angeles  to  San  Pedro  is  22.68  miles. 
San  Pedro  harbor  is  a  "made"  port,  where,  by  the 
expenditure  of  many  millions  of  dollars  on  the  part  of 
the  United  States  Government  and  many  more  on  the 
part  of  the  peo])le  of  Los  Angeles,  a  great  deep  water 


Until   Virginia. 
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Scene  un   the  Glendule  Line  in   tho   Hills  Nurtli  of  L>os  Angeles. 


harbor  has  been  created.  It  is  but  one  of  the  examples 
of  the  thrift  and  progressive  spirit  which  universally 
prevails.  And  the  city  of  Los  Angeles  by  annexing  a 
strip  of  land  extending  from  the  city  proper  to  and 
including  San  Pedro  and  the  harbor  has  made  itself 
one  of  America's  great  seaport  cities. 

The  passenger  business  to  San  Pedro  is  largely 
augmented  by  the  boat  connection  at  that  point  with 
Santa  Catalina  island,  one  of  the  loveliest  all-year- 
round  resorts  in  the  world.  This  island  is  30  miles  off 
shore  in  the  Pacific  ocean,  and  is  reached  by  regular 
steamers  which  leave  upon  the  arrival  of  electric  trains. 

The  City  division  will  not  be  taken  up  in  this 
article,  except  for  the  two  interurban  lines  which  are 
operated  within  its  supervision.  Trains  for  the  Glen- 
dale  line,  after  passing  through  the  city,  take  a  north- 
erly course  through  the  hills,  north  of  the  city,  and 
crossing  the  San  Fernando  valley,  through  the  grow- 
ing and  prosperous  suburb  of  Glendale  U>  the  old 
Spanish  hacienda  of  Casa  \^erdugo  at  the  very  base  of 


the  Verdugo  mountains,  a  spur  of  the  San  Gabriel 
range.  The  remaining  line  is  the  "old"  or  Gardena 
narrow  gauge,  to  San  Pedro.  This  line  after  passing 
through  the  city,  takes  a  southerly  direction,  passing 
through  Gardena  and  a  continuous  stretch  of  fertile 
country  and  well-kept  farms.  This  is  one  of  the  oldest 
lines  of  the  system  and  will  eventually  be  made  to 
standard  gauge.  The  cars  of  this  line  do  not  leave  and 
arrive  at  the  main  depot  at  Los  Angeles,  as  there  is  no 
])rovision  there  for  narrow-gauge  trains. 

Mt.  Lowe  Line. 
The  Pasadena  cit}'  section  of  the  system  includes 
the  famous  line  up  Mt.  Lowe  to  Alpine  Tavern.    This 
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enterprise  was  concci\c<l  and  Iniilt  by  I'rof.  T.  S.  C. 
Lowe,  who  also  Imill  tlic  astronomical  observatory  on 
Echo  mountain.  Mis  i)ian  was  thought,  at  the  time,  to 
be  a  wild  fancy,  but  he  succeeded  after  many  hard- 
ships in  carrying  out  his  ideas  and  the  trip  is  always 
one  of  the  first  taken  by  the  tourist. 

The  Pasadena  system  e-xtcnds  throtigh  .\ltadena 
and  follows  a  winding  course  into  Rubio  Canyon,  one 
of  the  many  rugged  and  picturesque  canyons  of  the 
San  Gabriel  range.  In  Rubio  Canj'on  is  a  large  depot 
platform  and  waiting  room  from  which  the  world- 
famed  inclined  road  takes  a  straight  course  up  the 
canyon  side  to  the  crest  of  Echo  mountain. 

The  length  of  the  incline  is  2581  ft.,  and  the  rise 
is  1238  ft.  The  slant  with  the  horizontal  averages 
29  degrees,  although  at  one  point  it  is  32  degrees  or 
62  per  cent.  There  are  three  rails  with  a  passing 
switch  at  the  middle  point  and  two  cars  are  operated 
together,  being  fastened  to  either  end  of  a  i'4-i"-  cable, 
one  going  up  as  the  other  descends,  passing  each  other 
at  the  switch.  There  is  a  stationary  cable  which  lies 
under  the  center  of  each  car  and  which  may  be  gripped 
by  an  automatic  device  for  safety. 


largest  and  most  powerful  in  existence  and  will  be  rc- 
u'eniliered  for  its  famous  service  on  the  Manufacturers 
and  Liberal  .Arts  building  at  the  World's  l'\-iir  at  Chi- 
cago in  1893. 

From  this  point  to  the  .Alpine  Tavern  the  road  is 
of  ordinary  construction  with  trolley,  the  gauge  being 
3  ft.  Many  ingenious  and  difficult  pieces  of  engineer- 
ing are  in  evidence,  especially  the  circular  bridge  which 
was  necessary  to  gain  a  certain  elevation  and  yet  pre- 
serve the  grade  adopted. 

.Ml  of  the  engineering  work  of  tlie  system  is  un- 
der the  general  supervision  of  the  chief  engineer,  Mr. 
(k'o.  E.  Pillsbury,  who  has  been  associated  with  the 
system  since  its  inception. 

The  ride  from  Echo  mountain  to  the  .Alpine  Tav- 
ern for  scenic  beauty  and  grandeur  defies  description. 
The  [)assenger  has  before  him  a  panorama  over  the 
San  Gabriel  and  San  l-'ernando  valleys,  the  city  of 
Pasadena  at  his  feet,  Los  .Angeles  in  the  distance  and 
yet  further  the  broad  expanse  of  the  Pacific  ocean. 
If  the  day  be  clear,  as  most  days  are  in  this  land  of 
sunshine,  he  can  see  Santa  Catalina  island  and  even 
San  Clemente  island,  .some  30  miles  beyond.     The  dis- 


"Ye    .-\lpine   Tavern. ■'      Tenniniis    ot    Line   on    Mt.    Lowe. 

The  operating  house  at  the  top  of  the  incline,  is  a 
substantial  concrete  building  containing  platforms  and 
waiting  rooms  for  passengers  who  continue  further. 
The  cable  operator  sits  in  a  tower  where  he  can  ob- 
serve the  upper  part  of  the  incline.  Before  him  is  a 
control  board  with  instruments,  rheostat  and  switches 
operating  the  motor  wliich  drives  the  cable,  and  also 
an  ingenious  device  to  indicate  the  exact  position  of 
the  cars  at  any  moment. 

The  operating  mechanism  in  the  basement  of  the 
building  is  driven  by  a  loo-h.p.,  soo-voft,  shunt,  West- 
inghouse  motor.  It  has  both  hand  and  band' brakes 
and  drives  the  large  inclined  cable  wheel  through  spur 
and  bevel  gearing.  This  wheel  is  equipped  with  Hal- 
hday  grips,  which  are  a  double  set  of  steel  fingers 
around  the  periphery,  and  which  automatically  grip 
the  cable  as  it  touches  the  rim  of  the  wheel  and  loosen 
then-  hold  when  the  cable  leaves  the  wheel.  No  slip- 
pmg  is  possilile  with  this  device.  Mounted  on  the 
roof  of  the  building  is  the  great  6o-in.  General  Electric 
searchlight,  whirl),  at  the  time  it  was  built,  was  the 
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tance  from  Echo  mountain  to  the  .Alpine  Tavern  is 
3.57  miles.  In  winter  the  passenger,  in  the  space  of  an 
hour,  may  travel  from  Pasadena,  where  a  frost  is 
scarcely  known,  into  snow  and  ice  and  at  times  above 
the  clouds  enveloping  the  valley,  thus  getting  a  variety 
of  climate  and  scenery,  within  a  short  space  of  time, 
unheard  of  in  any  other  locality. 

Track  and  Roadbed. 

In  the  design  and  maintenance  of  the  track  and 
roadbed,  standard  .American  steam  railway  practice  is 
followed.  This  company  has,  however,  always  made  it  a 
matter  of  policy  to  make  all  equipment  and  construc- 
tion somewhat  stronger  and  heavier  than  is  called  for  in 
the  service  requirements.  In  other  words,  the  element 
of  lowest  first  cost  is  not  strictly  adhered  to,  as  is 
unfortunately  the  case  in  many  of  our  railroads,  hut  on 
the  contrary  the  least  chance  of  interruption  and  there- 
fore the  highest  class  of  work  and  materials  is  the 
principal  aim. 

The  interurban  lines  are  uniformly  equipped  with 
70-Ib.,  A.  S.  C.  E.  profile  rails,  although  within  cities 
and  some  towns.  6-in.,  72-lb.,  Loraine  section  is  used 
and  also  some  7'4-in.,  87-lb.  rail.  Standard  continuous 
rail  jomts  are  almost  universally  used,  although  on 
some  Imes,  where  the  drifting  of  sand  is  often  liable 
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1    and    2.      Winter   and    Summer   Views   of   Deep   Granite   Cut  Near  Alpine  Tavern. 
3.     Cable  Operating  House  and   Depot  at   Echo  Mountain,  Summit  of  Incline. 

Train  Slied  in  Rubio  Canyon.  Foot  of  Incline. 

On  Trail  From  Alpine  Tavern  to  the  Summit  of  Mt.  Lowe. 

The    Cable    Incline    to    Echo    Mountain. 

A  Section   of  Line  Between    Echo  Mountain   and  Alpine   Tavern. 

Motor  and  Driving  Mechanism  of  the  Cable  Incline. 
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to  cover  the  track,  cast  joints  are  employed.    Switches,  at  most,  while  redwood  will  remain  intact  for  eight  to 

crossovers  and  turnouts  follow  standard  steam  prac-  ten  years.     Split   redwood  has  been   largely  used   for 

tice.  this  reason.     None  of  the  ties  are  chemically  treated 

The  life  of  cross  ties  on  different   points  of  the  before  laying.    The  ties  are  6  in.  x  8  in.  x  8  ft. 
system  varies  widely  due  to  the  nature  of  soils.     At  Gravel  ballast  is  used  to  a  great  extent.    This  is 

some  points  alkali  deposits  will  rapidly  decay  the  wood,  easily  procurable  from  the  several  gravel  pits  operated 

and  pine  ties  will  not  last  more  than  two  or  three  year.s  in  connection  with  the  system.     On  some  of  the  lines, 
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where  gravel  is  not  so  easily  procured  and  where  the 
roadbed  is  adobe,  loam,  or  sand,  oiling  has  been  re- 
sorted to.  This  makes  a  compact  ballast,  prevents  the 
formation  of  dust  during  the  summer  months  and 
sheds  water  during  the  rainy  season.  On  the  Hunt- 
ington Beach  line,  where  sand  during  a  hard  blow  from 
the  ocean  can  quickly  fill  up  the  space  between  rails, 
the  special  precautions  already  described  to  prevent 
the  ballast  blowing  away  and  the  drifting  of  sand 
against  the  rails  is  employed. 

The  oil  used  is  from  the  Sunset  district  and  is 
known  as  Sunset  road  oil.  It  contains  75  to  80  per  cent 
of  asphalt.  It  is  applied  once  a  year  from  a  special 
car.  This  car,  an  ordinary  flat,  is  equipped  with  a 
sprinkler  outfit  from  which  the  oil  is  distributed  after 
having  been  heated  by  steam  coils  supplied  from  a 
small  boiler  also  on  the  car.  Where  the  distance  is 
not  too  great,  it  is  found  to  be  more  satisfactory  to 
heat  the  oil  from  the  steam  supply  at  the  car  shops  and 
then  haul  the  sprinkler  to  the  section  to  be  treated. 
A  road  roller  is  also  carried  on  the  car,  so  arranged 
that  it  ma_v  be  quickly  run  off  at  a  road  crossing  or 
other  place  where  rolling  or  quick  finishing  is  neces- 
sary. 

A  standard  simple  cattle  guard  has  been  adopted, 
shown  in  the  accompanjing  drawing,  composed  of 
strips  of  wood.  I'it  guards  have  been  entirely  done 
away  with  as  being  dangerous  and  causing  more 
trouble  than  they  avoided. 

In  all  two-track  work  the  centers  are  15  ft.  6  in. 
apart;  while  on  the  four-track  sections,  the  two  outside 
tracks  are  placed  with  13  ft.  6  in.  centers  to  adjoining 
tracks. 

Throughout  the  sj'stem,  brazed  bonds  are  used. 
They  are  1 1  in.  long  and  have  an  area  of  300.000  cir. 
mils.  The  brazing  is  done  by  a  bonding  car  furnished 
by  the  Electric  Railway  Improvement  Company  of 
Cleveland,  O.  This  little  car  is  equipped  with  a  30-kw. 
rotary-converter  set  which  delivers  alternating  current 
at  370  volts  to  a  transformer  which  in  turn  delivers  a 


Gravel    Roadbed.    I.«i    Hahra    Unc 

heavy  current  at  a  potential  of  4  volts  to  the  brazing 
electrodes  or  terminals. 

A  standard  form  of  trestle  is  used  on  all  parts  of 
the  system  where  rivers,  washes  or  ditches  are  crossed. 
This  is  well  shown  in  the  illustrations.  As  a  rule  30  ft. 
piles  are  used  and  the  average  cost  of  double-track 
construction  is  $14  per  ft. 

There  is,  near  .Azusa  on  the  Glendora  line,  a  con- 
crete trestle  over  the  San  Gabriel  river,  interesting  on 


Trestle  on  the  Whittier-L.a  Habra  Ijlne. 


Example  of  Oiled   =?oad'?e1  on  'W.h  ttier  Line. 
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Mexican   Laborers  Laying   an!    Gi'.uli.iL^   ^i  «•    Traili 
at   San   Dimas. 

account  of  its  size.  Tliis  trestle  carries  two  tracks  and 
is  made  up  of  a  series  of  i8  arches,  each  having  a  span 
of  50  ft.  The  rise  of  the  arch  is  8  ft.  10  in.,  and  the 
thickness  at  the  crown  is  22  in.  The  total  length  is 
1025  ft.,  and  the  cost  is  estimated  to  have  been  $132 
per  ft. 

Labor  for  the  roadbed  and  right  of  way  is  done 
largely  by  ]\Iexicans.  These  men  are  ignorant,  as  a 
rule,  and  must  learn  their  duties  from  the  ground  up. 
They  soon  become  proficient  and  take  great  interest 
in  their  work.  Many  of  them  own  their  tools  and  a 
Mexican,  once  he  has  earned  enough  to  buy  these,  will 
care  for  them  and  guard  them  as  jealously  as  he  would 
his  own  child.  They  are  eager  and  dependable  and 
appreciate  the  universally  good  treatment  accorded 
them  by  the  company. 

There  are  a  number  of  large  gravel  pits  on  the 


.Making    Repairs    to   Trolley    on    Kour-Track    Line. 

(ilendora  line,  one  on  the  Sierra  Madre  line  and  one 
on  the  Covina  line.  There  are  five  crusher  plants  at  as 
man}'  of  the  pits  and  in  others  steam  shovels  are  used 
in  loading  cars.  In  the  San  Dimas  canyon,  about  five 
miles  back  of  the  town  of  that  name,  is  the  large  mu- 
nicipal crushing  plant.  An  extension  of  the  Covina 
line  has  been  completed  to  this  plant  and  it  is  esti- 
mated that  about  50  cars  of  crushed  rock  for  both 
municii)al  purposes  and  for  public  sale  will  be  hauled 
out  e\'ery  day. 

Where  ditches  and  water  courses  are  crossed,  if 
they  are  small  enough  to  require  only  a  culvert  and  not 
a  trestle,  reinforced  concrete  pipe  is  laid  through  the 
eml)ankment.  This  pipe  is  24  in.  and  30  in.  diameter, 
as  the  requirement  may  be. 

Overhead  Construction. 

The  manner  of  supplying  electric  current  to  the 
cars  of  this  system  has  been   much   discussed  among 
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engineers.  The  overhead  trolley  was,  however,  defi- 
nitely decided  on  early  in  its  history,  and  if  results  are 
any  criterion  the  wisdom  and  judgment  of  the  engi- 
neers has  been  well  justified. 

\\'hile  practically  all  lines  are  on  private  right  of 
wa\-.  much  of  the  trackage  is  within  cities  and  towns, 
and  where  this  is  not  the  case,  the  numerous  road 
crossings  would  break  the  continuity  of  a  third-rail 
system. 

Trolley  construction  has  been  well  standardized 
in  all  details,  which  is  undoubtedh'  one  of  the  con- 
tributing causes  to  the  maintenance  of  the  superb 
alignment  and  uniformity,  although  this  is  more  di- 
rectly due  to  the  close  attention  to  details  by  the 
engineer  in  charge  and  the  perfect  understanding  and 
system  of  intercommunication  between  the  various 
departments  maintained  by  the  management. 

A  single  pole  construction  has  been  adopted  uni- 
formly, except  where  four  tracks  are  operated.  The 
construction  for  single  and  double  track  is  the  same, 
as  it  is  assumed  that  any  stretch  of  single  track  will 
eventually  be  double  tracked. 

The  poles  are  round  Washington  cedar.  40  ft.  long, 
and  are  placed  between  the  tracks,  7  ft.  9  in.  from  the 
center  of  either. 

A  simple  pipe  bracket  of  i^^-in.  standard  wrought 
iron  pipe  and  9  ft.  long  extends  from  either  side  of  the 
pole,  at  a  height  of  21  ft.  above  the  top  of  the  rail. 
This  bracket  is  braced  by  a  5/ifi-in.  steel  strand  fast- 
ened between  the  pole  and  a  malleable  casting  which 
terminates  the  pipe  arm.  The  trolley  insulator  and 
wire  is  supported  from  a  second  5/16-in.  steel  strand 
parallel  to  and  underneath  the  pipe  arm.  fastened  at 
one  end  to  the  pole,  at  the  other  to  the  malleable  cast- 
ing and  supported  at  the  middle  from  the  arm. 

The  trolley  wire  is  000  standard  grooved  Conner, 
there  being  about  400  miles  of  this  wire  in  place.  There- 
has  been  a  small  amount,  about  2^  miles,  of  No.  coon 
figure  eight  wire  in  use.  This  latter  proved  unsatis- 
factory for  high  speed  work.  The  lower  nart  bcin;.' 
heavier,  the  upper  oart  would  stretch,  causing  a  bend 
or  wave  wliioh  would  run  alonf  the  wire  to  a  flaw  and 
then  the  wire  would  break.  This  n-ire  has  been  re- 
placed by  000  grooved  phono-electric,  which  is  now- 
used  for  all  new  high  speed  work. 

On  curves  the  construction  is  the  same  and  the 
poles  are  given  a  top  oflFset  up  to  t8  in.,  dcnending  on 
the  superelevation  of  the  track.  There  are  a  few 
examnles.  on  curves  of  short  radius,  where  two  lines 
of  poles  are  used,  set  outside  of  the  tracks,  but  this 
construction  is  avoided  if  possible. 

•Above  the  trollev  brackets  is  a  cross-arm  which 
carries  on  one  side  two  and  in  some  cases  four  tele- 
phone wires.  These  are  No.  T2  copper  and  are  used 
entirely  for  the  operation  of  trains.  On  the  other  side 
the  trollev  feeders  are  carried.  The  top  of  the  pole 
invariablv  carries  one  and,  in  a  few  sections,  two 
three-wire  copper  circuits  for  the  15.000-volt  sub- 
station distribution. 

On  the  two  four-track  sections,  two  lines  of  poles 
are  set  on  either  side,  outside  of  the  tracks.  These 
no)e<;  are  nearlv  all  ^o  ft.  long  and  are  given  a  top 
offset  of  .^  ft.  The  trollev  wires  are  supported  in  the 
ordinarv  manner,  but  in  order  to  hold  the  two  inside 


trolleys  in  line  with  the  others  an  auxiliary  wire  is 
fastened  to  the  main  support  wire  in  such  a  manner 
that  the  strain  at  the  center  of  the  latter  is  carried  by 
the  former.  There  is  also  fastened  from  pole  to  pole, 
on  curves,  a  messenger  wire  and  from  this  is  stretched 
across  the  tracks,  additional  trolley  wire  supports. 
This  sj'stem  insures  the  trolley  wires  from  displace- 
ment and  undue  vibration  where  high  train  speeds  are 
maintained. 

The  poles  on  tangents  on  both  the  two  and  four- 
track  construction  are  spaced  about  no  ft.  apart.  On 
curves  on  the  four-track  lines,  the  inside  line  of  poles 
are  spaced  95  ft.,  while  the  outside  line  are  spaced 
50  ft.  apart. 

Pole-Setting  Specification. 

in.        in.        in.      in.       in.          in.         in.       in.  in.  in.  in.  in. 

.A        ii       1         m      2         2H           X          3^         4  4^2  5  SVi       6 

B     2H       4H      6h      m      10?^        UH       UH      17  19^8  21li  23?S  ISH 

C     2H       AM      (,H     m      lOSg        1234        14'/8      17  19H  2nj  2.3?,  25H 

D     IH       3         4^2      6          71;.         9           m-i      12  ISVj  I.?  16V2  18 

ft. in.    ft.in.    ft. in.    ft. in.   ft. in.    ft. in.  ft, in.     ft. in.  ft. in.  ft. in.  ft. in.    ft. in. 

E    1K>1'2    11-7    1I-71-.    11-8    llS'i    11-9    ll-gij    11-10  II  lOi,  1111  lllUi    12-0 

F    10-5!  2    10-3    104',    104    10-.3'i    10-3    10-24    10-2  lOU.  101  lO-V;  100 

A.  Superelevation. 

B.  Offset  of  trolley. 

C.  R.iko  of  pole,  sinele  pole  construction. 

D.  Offset  of  polo,  single  pole  construction. 

E.  and  F.     Dimensions  for  fr.imini;  pipe  arms  for  curves. 

Signal  System  and  Interlocking  Plants. 
The  extensive  signal  equipment  in  use  and  to  be 
installed  is  a  necessary  adjunct  towards  the  safety  and 
rapidity  of  movement  of  the  unusually  heavy  traffic 
handled.  The  system  is  operated  by  a  department  for 
that  exclusive  service  under  the  supervision  of  Mr.  A. 
E.  Roome.     As  before  stated,  dispatching  trains  and 


Electrically-Operated   Int  "rlockii?;?  Tower  at  Amoto 
Junction. 

all  communication  between  the  main  depot  and  every 
part  of  the  system  is  by  telephone. 

.\11  block  signal  and  station  semaphores  are  man- 
ually operated  by  the  station  attendants.  But  at  junc- 
tion points  with  steam  railroads,  signal  towers  are 
maintained  which  are  either  manually  or  electrically 
operated.  By  this  means  absolute  safety  at  crossings 
is  assured  and,  at  the  same  time,  high  speeds  aie  main- 
tained, which,  were  it  not  for  these  towers,  would  make 
the  frequent  and  rapid  schedules  impossible. 

.\n  automatic  electric  block  system  is  to  be  in- 
stalled on   the  four-track  trunk  line  of  the   Northern 
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divis>on.  This  is  deemed  necessary,  due  to  tl.e^.eavy 
traffic  as  trains  are  not  allowed  to  run  doser  than 
one  half  nnile  and  there  is  little  leeway  in  n.anUamnag 


f  Tnnvino-  been  furnished  bv  the  Union 
t,S^'I"st  1  S.^ny.  One  is  at  Don.in.ue. 
5^  .where  the  Long  Beach  and  Newport  hnes 

::::Z  t^  Xan" the  hL  to  San  Pedro  at  the  cross 
::  vlth  the  Southern  Pacific  RaUwav.  It  .^  hke  aU 
of  the  towers,  a  two-story  fran.e  bu.hhng.  12  ft.  b^ 
"  t.,  and  follows  a  standard  des.gn.  '  l-'-  f  ^  ,;:■' 
e^ular  electric  and  I2  steam  trams  handled  adv 
The  operating  levers   on   the   second    floor   a.e   .8   n. 

"""'-S'e  other  mechanical  plant  is  at  Oneonta  Junc- 
tion This  plant  is  similar  in  equipment  w,th  the 
Dominguez  plant  and  handles  ,85  electru-  and  12  steam 

""'Tlt'Jlectrically  operated  towers  have  been  re- 
cently installed  and  were  furnished  by  the  Gen  a 
Railway  Signal  Company.  There  are  at  present  two 
„.  operation,  although  three  more  are  under  contem- 
plation. These  towers  are  at  Amoco  Junctum.  wheie 
the  Southern  Pacific  Railway  crosses  the  four-  rack 
trunk  of  the  Southern  division,  and  at  Slauson  Junc- 
tn  where  the  Santa  Fe  Railway  also  crosses  the 
four-track  line.  The  Whittier  and  La  Habra  hne  also 
joins  the  trunk  lines  at  this  latter  pomt. 

These  towers  are   interestmg   from   the   fact   that 
thev  not  only  represent  modern  practice,  but  also  on 


(CmtUshoJ Elii-tin  'limtian  \U(Uy) 

Interi.)!     oi     81.iiim-mi    Tciufi,    ---i 
InteiiocUei's. 

this  distance  where  trains  during  parts  of  the  day  pass 
given  point  at  intervals  of  43  seconds. 

Two  of  the   interlocking  junction   towers,   estab- 
lished  several   years   ago,   are   mechanically   operated. 


ir„iirl'>V"J'  l-:i<'-lnr   Inirh;,,   II, .;..,/.» 

Station   Seniuplioie   at  \\  atts. 


SLAUSON  a  ex. 


IC'jin I, >vo/ Electric  ■Imatun  »  ecklv.)  a, ,.,,„„„ 

Plan    of    Interlockei-    Crossings    at    Amoco,    Slausen 
Junction  and  Dominguez. 
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account  of  the  great  number  of  train  movements  which 
they  control.  The  Amoco  tower  is  equipped  with  40 
and  the  Slauson  with  50  levers.  The  latter  tower  i.-^ 
the  most  intricate  and  has  the  greatest  number  of  train 
movements.  It  handles  288  through  and  172  local 
electric,  regular  passenger  and  12  steam  trains  dail}'. 
The  average  number  of  movements  per  day  is   1840. 

In  the  first  fioor  of  the  towers  are  the  storage 
batteries  for  operating  the  motors  which  actuate  the 
various  signals  and  switches.  On  the  upper  floor  arc 
the  operating  levers,  interlocking  cabinet  and  the 
switchboard.  At  the  Slauson  plant,  there  are  9  swich 
operating  levers,  13  on  the  derailers,  14  which  operate 
19  high  signals  and  7  operating  dwarf  signals. 

Four  lever  movements  are  made  in  passing  a 
train.  Both  home  and  distant  signals  are  mounted  on 
liridges,  the  signals  being  over  the  centers  of  the 
respective  tracks.  The  distant  signals  are  1200  ft. 
while  the  others  are  500  ft.  from  the  tower ;  the  de- 
railing switches  are  55  ft.  beyond  the  home  signals. 
The  operator's  first  lever  movement  closes  the  derail- 
ing switch,  the  second  locks  this  switch,  the  third 
movement  clears  the  home  signal  and  the  fourth  clears 
the  distant  signal,  which  also  locks  all  conflicting 
tracks  and  locks  their  derailers  open. 

The  movements  of  all  switches  and  signals  arc 
actuated  by  motors,  one  being  required  for  each  move- 
ment. The  switch  motors  are  in  cast  iron  housings  at 
the  side  of  the  track,  while  those  for  the  semaphores 
are  in  the  base  of  the  tower  or  on  the  bridge,  as  the 
case  may  be. 

The  storage  battery  in  the  base  of  the  tower  con- 
sists  of   55    chloride   cells,   having   a   capacity   of  80 


Forn  PM— Ml- 


Pacific  Eiectric  Railway  Co., 


REPORT  OFmXDITlON  OF  ly'i  ERLDLKISG  PLANT 

Initials  of  Foreig^n  K^ads  'il  anyj  '^^*<J/'      U^^^         ^-j* 


Name  of  Plant 


Date    /"J*/    lyo6' 


Time  Covered   by  Rcpo) 


r.^^  TdK. 


1.  Didjroureid  Kcport  of  Sigaaltnan 
rene»«d  by  you  and  understand  con- 
dition of  plant  before  ^oing  on  tlat^^^ 


2.  Isthere  anjr  evidence  of  lon««ne«s 
or  failure  in  machine  or  locking' 


The  following  que&tiuna  muat  b«  4nswered  by  erasing  "Ves"  for  a  nrgaiive 
and  "No"  for  an  aOtrmattve  reply.  All  defects  tr»  plant,  delays  to  trains,  dis- 
regard of  rwlea  or  other  Irregularitlca  muat  be  reported  fully  under  -KeaiaTka'' 
and  by  letter  accompanTJng  report  if  nece*»arT. 


3.  It  there  any  evidence  of  loo»en«as 
or  failure  in  lead  out  or  outaide 
connections? 


4.  Are    any    Crank,     Corapcnsalor. 

Wheel,  or  other  foundation*  loose? 


S.  Do  all  aiviKbeB  and  derails  lock  Tea 
properly? 


Yes 


No     S.  Are  all  Sigjnal  glaas^k  and  lenses.i 
j^^^ean  and  uninjured?  1 


D  tood'  Yes 


'.  Are  all  Signal*  properly  adjusted 
for  twtb  positions? 


No    9.  Have  any  Signal  lamps  gone  out 

■■     *turiog  the  night?  JYes 


10.  Are     all     electric     attacbojeota 
working  properly?     (If  anyV- 


^ 

■^L 


llr  Has  there  been  any  disregard  of  No 
the  rotes  by  traiomen  or  others?      "Vm 


h  been  clclavrd' 


Datcof  last  inspection  by  Signal  Maiotainer,  /  """^  0     "^  ^  7 

Dateof  last  ioapeclion  by  Fnreign  Roadfif  aoyi  /   —    ^J^  —  C^ 

^  ItEMAUKS  ' 


Correct  C-C.-/ 

Receircd  Kcjiurt  UjQ 


^.l.f^yiydldcf''t..__^ 


While  wn  duty  each  djy  and  aigbt  ^£fe^lman  must  carefully  iuapect  piani  and 
•t  tlie  end  of  each  shift  fill  out  two  of  these  Reporta.  show  them  to  the  roan  rcliev 
xnt;  him  Iwho  will  note  any  effects  before  taking  charge!  and  then  mail  one  tc 
bupcrtatendent  of  Divisioa  and  one  to  Sig04l  Engineer  by  fir^t  train. 

(Courteiu  of  Electric  Traction  Weeklv.) 

Report  o£  Condition  of  Interlocking  Plant, 


.\  u  i  wiii.i  iM-     *.^M^^Mll^      1- ia^AIIIilll. 

ampere  hours.  The  maximum  charging  current  is  10 
amperes  which  is  taken  from  the  trolley  after  passing 
through  a  suitable  resistance.  Ordinarily  the  battery 
is  floating  on  the  supply  current  and  there  is  a  con- 
tinuous charge  of  about  2  amperes.  The  cost  of  charg- 
ing per  month  is  insignificant,  amounting  to  about 
S1.50. 

The  interlocking  control  is  so  arranged  that  it  is 
impossible  for  the  operator  to  make  a  false  move  and 
permit  two  trains  to  approach  a  crossing  at  the  same 
time.  The  bed  on  the  surface  of  the  machine  is  in- 
tricate, being  composed  of  2593  pieces. 

All  lines  and  apparatus  are  amply  protected  by 
lightning*  arresters  and  fuses.  Four  i-c.p.,  27^-volt 
lamps  are  placed  in  each  signal  circuit,  one  of  them 
being  a  pilot  lamp  in  the  tower,  while  the  other  three 
are  in  the  signal.  Mounted  in  front  of  the  signal 
lamps  are  lenses  which  make  the  light  visible  for  2 
miles. 

The  lights  and  power  operations  are  governed 
from  a  switchboard,  by  30  switches,  and  it  is  equipped 
with  voltmeters,  ammeters  and  ground  detectors,  also 
the  pilot  light  for  each  circuit. 

The  slightest  derangement  of  the  switches  or 
circuits  will  block  operation  and  should  a  switch  point 
be  jarred  or  pried  open  a  small  fraction  of  an  inch  the 
signals  will  not  clear  until  the  fault  is  remedied. 

A  most  thorough  and  careful  system  of  inspection 
is  followed ;  this  is  made  by  both  signalmen  at  the  end 
of  their  shifts,  who  fill  out  a  report  form  in  duplicate 
noting  any  defects  or  irregularities  and  is  signed  by 
both  men.  These  are  immediately  sent  to  the  division 
superintendent  ami  the  signal  engineer.  Inspection  i>^ 
made  once  a  week  by  the  foreman  of  the  department 
and  every  other  week  by  the  superintendent,  while 
every  30  days  the  inspector  of  the  steam  road  at  the 
point  in  question  is  called  in  for  a  joint  inspection. 
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Car  Shops  at  Los  Angeles. 


Swinging  Signals. 

A  novelty  which  this  system  has  recently  placed 
in  use,  and  will  be  installed  at  all  road  crossings,  is  a 
moving  signal  or  automatic  flagman.  This  signal, 
seen  in  the  illustration,  consists  of  the  familiar  con- 
tinuous striking  gong,  but  mounted  above  the  gong  is 
a  forked  arm,  standing  when  at  rest  in  a  vertical  posi- 
tion. This  arm  is  swung  from  its  middle  on  trun- 
nions ;  at  the  top  is  a  large  hollow  disc,  painted  so  as 
to  be  conspicuous,  the  center  of  the  disc  having  on 
both  sides  a  circular  opening,  and  within  the  disc  is  a 
red  electric  light ;  wliile  at  the  bottom  is  a  weight 
acting  as  a  pendulum.  Upon  the  approach  of  a  train, 
the  signal  actuated  through  track  contact  commences 
to  swing,  the  disc  moving  back  and  forth  while  the 
gong  rings  in  unison  with  the  mo\ement,  the  light  in 
the  disc  shows  and  a  series  of  five  lamps  also  lights, 
illuminating  the  crossing.  Current  from  the  trolley 
lights  the  lamps  and  also  after  passing  through  a 
resistance  operates  a  i/12-h.p.  motor  wdiich  actuates 
the  swinging  arm. 

There  will  be  several  additional  electric  inter- 
locking towers  at  steam  railroad  crossings.  A  new 
electric  interlocking  tower  is  under  process  of  con- 
struction where  the  Pasadena  short  line  leaves  the 
four-track  trunk,  at  Oneonta  Park.  This  will  be  equal 
in  size  to  the  Slauson  tower. 


Car  Houses  and  Shops. 

.\t  Los  .\ngeles,  close  to  the  car  shops,  are  the 
main  car  houses.  Most  of  the  interurban  cars  are 
stored  here,  the  buildings  having  a  capacity  for  100 
cars.  The  illustration  gives  a  good  idea  of  the  size 
and  capacity.  At  Pasadena  are  two  car  houses,  both 
of  them  substantial  brick  structures.  One  of  these  is 
in  the  building  of  the  old  steam  plant,  now  abandoned. 
but  recently  converted  into  a  substation.  It  is  used 
to  store  interurban  cars.  The  other  is  larger  and  used 
for  city  cars.  At  Long  Beach  is  a  new  substantial 
brick  car  house  with  a  capacity  for  25  cars. 

This  company  has  not,  for  various  reasons,  built 
any  of  its  new  car  bodies.  The  repairing  and  recon- 
struction of  cars  is,  however,  a  necessary  adjunct  and 
ihis  work  is  done  b\  the  mechanical  engineering  de- 
partment, of  which  Mr.  F.  F.  Small  is  superintendent, 
in  the  extensive  and  well  equipped  shops  at  Los  .-\n 
geles. 

These  shops  are  arranged  in  two  principal  rows 
between  which  is  a  transfer  table  operating  the  entire 
length.  One  feature  of  the  environment  that  is  forci- 
bly impressed  upon  the  casual  observer,  a  feature 
which  is  consistently  carried  out  with  the  system,  is 
the  neat  and  cleanly  appearance,  both  within  anil 
without  the  buildings,  the  absence  of  junk  piles  and 
the  air  of  cheerfulness  imparted  by  the  lawn  and  ter- 
races within  the  transfer  runwav. 


Car   Houses   and    Storage   Track.s   .u    Los   Angele 
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Viewt"    in    Car   Simps:     1  —  Wimiing   Armatuifs:    _■ — Car    iu 
Motors    Ready    for    Mounting;     5 — Cabinet    Shop 

Within  the  buildings  on  the  right  of  the  view- 
shown  are  the  general  repair  and  assembly  depart- 
ments. On  the  left  is  a  well  equipped  machine  sho]) 
with  motor  driven  tools.  To  the  rear  of  this  shop  is 
the  forge  shop.  Beyond  is  the  paint  shop  and  adjacent 
to  it  the  storeroom  building  over  which  is  the  cabinet 
and  carpenter  shop. 

Many  parts  of  the  rolling  stock  equipment  have 
been  designed  and  built  here  and  these  designs  have 
been  adopted  as  standard  for  the  system.    This  is  true 


;p:in-    .Sliup;    3 — h'oMuing    .Armature    Coils;     4 — Overliauled 
6 — Paint  Shop;   7 — Machine  Sliop;  S — Korge  Shop 

of  car  trucks,  of  which  a  number  of  styles  are  built, 
depending  upon  the  equipment. 

One  of  the  most  interesting  departments  is  the 
motor  and  armature  winding  shop.  Here  all  work  of 
this  nature  is  carefully  and  thoroughly  accomplished. 

The  Greenameyer  pneumatic  trolley  used  on  all 
cars,  and  now  in  more  or  less  general  use,  was  in- 
vented and  designed  in  these  shops  and  is  built  here. 
It  displaces  the  various  spring  arrangements  used 
elsewhere  and  is  actuated  by  compressed  air  from  the 
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crank  at  it.s  lower  end.     Two  cylinders   mounted  to 
gether  and   supported   on   trunnions   serve  to   control 


Elevations    of    Standard    Depot. 

car  reservoir.     The  base  of  the  trolley  pole  is  pivoted      the  large  cylinder,   thus  assisting  in    maintaining  the  ■ 

and    the    pole    tends    to   assume     a     vertical     posiiion      strain    against    the    wire.      Should    the    Ircjlley    wheel 

through  the  strain  of  a  spiral  spring  actuating  the  bell      leave  the  wire,  the  sudden   movement  of  the  pistons 

causes  a  charge  of  oil  in  the  smaller  cylinder  to  throw  a 
valve,  allowing  the  oil  to  enter  the  large  cylinder 
under  the  plunger  and  shifting  the  air  pressure  to  the 
other  end  of  the  cylinder,  the  whole  acting  as  a  dash 
\>n{  and  eventually  bringing  the  pole  to  rest  without 
ha\  ing  raised  to  any  great  extent.  The  trolley  wheel 
used  is  the  standard  6-in.,  "Kalamazoo"  wheel. 

Another  interesting  piece  of  apparatus  built  lierc 
is  a  trolley  cross-over.  This  was  designed  for  rapid 
service  where  the  jumping  of  the  trolley  from  the  wire 
v.^ould  cause  a  delay  which  could  not  be  ])ermitted  and 


GreenanK-\er   Pneumatic   Ti'olley. 


the  motion  of  the  trolley  should  it  leave  the  wire. 
The  plungers  in  these  cylinders  also  connected  to- 
gether are  pivoted  to  a  cast  arm  on  the  pole.  Air  is 
brouglit  through  the  swivel  Ijase  to  the  lower  end  of 


Trolley   Frog   or   Crossover. 

also  possible  damage.  It  is  used  particularly  where 
one  trolley  wire  crosses  another  at  an  acute  angle,  as, 
for  instance,  at  Slauson  Junction,  where  the  Whittier 
line  leaves  the  main  tnmk  lines  and  crosses  the  in- 
bound outer  or  local  track. 


Plan  of  standard  nppot. 
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Various   T.vpe.s  of    Pacific   Eltctric   Depots   and    Shelter   .Stations. 


Depots  and  Buildings. 

Throughout  the  system  depots  or  shelter  stations 
are  provided  not  only  at  all  towns  but  wherever  the 
passenger  or  freight  traffic  warrants  the  outlay.  In 
all  towns  the  depots  are  similar  to  those  required  in 
good  steam  railroad  practice  and  follow  tw'o  distinct 
types  in  appearance  and  arrangement.  One  type  is 
for  a  frame  structure  while  the  other  is  concrete. 
They  are  conveniently  equipped  with  open  and  closed 
waiting  rooms,  ticket  oflFice,  baggage  and  express 
rooms,  freight  house  and  platform.  Careful  attention 
is  paid  to  artistic  surroundings  and  general  appearance 


and  well  trimmed  lawns,  shrubs  and  trees  are  almost 
invariably  in  evidence. 

The  frame  buildings  are  covered  with  shingled 
roofs.  The  concrete  buildings  have  solid  walls  and 
metal  tile  roofs.  The  average  cost  of  building  these 
depots  is  $4500  for  the  frame  construction  and  $6000 
for  the  concrete. 

There  are  many  shelter  stations  in  almost  as  many 
varieties  of  architecture.  They  vary  greatly  in  size 
and  cost.  The  reason  for  this  is,  that  many  of  them 
are  built  by  citizens  or  real  estate  companies  often- 
times before  the  anticipated  population  would  justify 
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Freight   Depot,  Los   Angeles. 


the   railroad   con.pany    in    the   cost    "^    f  ^-";.  ^^ 
„,anv  cases  the  con.nn,nity  has  furn.shc     1-"  -     - 
all  n\ater,als  while  the  railroad  has  supphed  the  labo, 
'or  construction. 


Wniirte-ni  nf  E'rr'ric  Tmrlinn  Wdkhl.) 

Wn,n,e.^,  '■"    E„^,anee  to  Train  She,!.  Los  Ar>seles  Depot. 

Rolling  Stock. 

The  r..llin-  stock  n{  this  system,  except  freight 
cars  and  tla  s,  are  almost  all  motor  cars  for  the  vanous 
i,.es.  In  the  interurhan  passenger  service,  the  cars 
niav  he  classified  under  two  general  heads,  the  200-h.p. 


;;S   t^l;      All   intemrban   cars   have,   however,  the 

-""''S^:^  r  iSS  red,  or  to  be  more  explicH 
cruiis  n      A  noticeable  feature  of  the  vest.bules  ts  tha 

1  e  o     u-rs  are  rounded,  giving  a  neat  and  substantia 
anp      a   ce.     The    interurban   cars   are   divided   about 

!;Su;;:ds  of  their  length  by  a  partition  wUh  a  door, 
this  section  being  permanently  enclosed,  --^t  the  otlei 
cn<l  is  also  a  partition  with  a  door  opening  on  to  the 

^■"'t^  open  end  has  no  partition  and  is  open  to  the 
vestibule.     From  the  exterior,  the  appe  uance  of  the 

',\,,liLrv  closed  coach,  except  that  there  are  no 
.Lhes  in  the  open  section.  The  seats  m  the  enclos  d 
part  are  upholstered  in  red  plush  and  are  of  vano 
,„.,lern  patented  styles ;  in  the  open  section  the 
"  ..  s  are  of  wood.  The  motorman  sits  in  the  cente 
and  at  the  open  end  is  protected  from  being  jainmed 
bv  people  entering  or  leaving  the  car  by  a  nickeled 
pipe  railing.     The  interiors  are  finished  ,n  mahogany 

with  veneered  ceilings.  ^   r,      ,       »  .u.. 

\n  arc  headlight  is  placed  about  6  ft.  above  the 
level  of  the  track  and  covered  with  a  wire  gauze  screen 
on  which  is  mounted  an  asbestos  plate,  having  at  the 
center  a  hole  3  i".  in  diameter.  This  concentrates  the 
lioht  ,,n  the  track  and  prevents  the  blinding  of  persons 


Typical  Interurban  Train. 
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a[)pn)achincj  on  the  street  or  the  motormcn  of  cars 
running  in  the  opposite  direction. 

Motor  and  brake  equipments  have,  in  nearly  all 
cases,  lieen  furnished  by  the  W'estinghouse  Company, 
although  there  are  a  few  General  Electric  ecjuipment.- 
on  some  of  the  smaller  cars.  The  Westinghousc 
pneumatic  multiple  unit  control  is  used  for  interurban 
work  and  all  of  the  newer  cars  are  so  equipped. 

Following  is  a  complete  list  of  all  rolling  stock  i:; 
use  on  the  road : 


PASSENGER  CARS. 

Ob.servation    Cars     

Inspection    Car    

Passenger  Motor  Cars   

Passenger  Non-Motor  Control  Cars    

Passenger    Trailer    Cars     

Passenger  Motor  Cars  at  Mt.   I^owe    

Passenger  Motor  Cars  at  Riverside    

Passenger  Trailer  Cars  at  Riverside 

Incline  Cable  Cars  at  Mt.  Lowe  Incline  . . . 
Horse   Cars    


Total. 

1 
.       367 

IS 


3 


Total     : 419 


COMBINATION   CARS. 

Passenger  and   Express    Motor    Cars    

Passenger  and    Express   Trailer    Cars    

Passenger  and  Mall  Motor  Cars   


Total 


Express    Freight    Motor    Cars    

Motor  Wrecker  Cars    

Motor  Tower   Cars    : 

Motor  Power  Cars  (1  PE.  Motor  Power  Cars  at  Riverside). 

Electric  Locomotives    

Steam   I.^comotive  for  Construction  Work    

Portable  Substations  on  50-Ton  Steel  Flats   

Caboose   Cars    

Tool  Cars ' .  . 

Steam  Pile-Drlver  on  50-Ton  Steel  Flat 

Plle-Drlver   Tender    (oil    and    water    tanks   on    40-ton    flat 

cars    

Steam    Roller    

Ponding   Cars    

Lidgerwood  Rapid  Unloader   (on  50-Ton  Steel  Flat)    

Western  Spreader  Car  


20 
2 
4 

18 
4 


Total 


Box  Cars. 
Flat  Cars. 
Flat  Cars. 


.80.000 
.80.000 
.30,000 


Flat  Cars 60.000 

Flat  Cars 30,000 

Flat  Cars 100,000 

Dump  Cars.  .  ,  .30.000 
Dump  Cars.  .  .  .60,000 
Dump  Cars.  .  .  ..SO.OOO 
Dump  Cars. ..  100.000 
Gondola  Cars.. 80, 000 

Beet  Cars SO.OOO 

Oil   Cars 6.530 

Oil  Cars 6,500 


FREIGHT  CARS. 

pounds  capacity    

pounds  capacity    

pounds  capacity.  1  P.E.  nat  at  River- 
side. . . . 

pounds  capacity    

pounds  capacity    

pounds  capacity, 
pounds  capacity 

pounds  capacity    

pounds  capacity    

pounds  capacity,   steel 

pounds  capacity    

pounds  capacity    

gallons  capacity    

gallons  capacity     


steel 


125 


S 

1 

33 

7 

3 

200 

10 

49 

57 

50 

4 

15 


Total 


563 


Total  all  cars    1,061 

There  is  a  large  amount  of  local  freight  and 
express  business,  including  milk  shipments,  which 
must  be  rapidly  and  readily  handled.  A  special  type 
of  express  car  is  used  for  this  purpose.  These  cars 
ai-e  quite  similar  to  the  interurban  class  except  that 
the  car  body  is  fitted  for  express  and.  in  .some  ca.ses 
mail  .service.  These  cars  do  light  switching  and  are 
capable  of  hauling  several  loaded  freight  cars.  In  the 
accompanying  view  one  of  these  cars  is  shown  un- 
loading at  the  Los  Angeles  freight  shed. 

There  are  four  electric  locomotives,  one  of  them 
being  of  steel  construction  throughout,  with  a  total 
weight  of  102,800  lb. 

Most  of  the  freight  and  heavy  switching  work  is 


Typical   Pacilic  Electrk-   Interurban  Car. 

done  with  work  motors.  These  are  flat  cars  under 
which  have  been  placed  four-motor-equipment  trucks 
and  automatic  air  brakes.  The  heaviest  of  the  work 
motors  weigh  70,000  lb.  The  gear  ratio  is,  in  most 
cases,  21  to  6i. 

There  are  four  tower  cars,  all  with  two-motor 
equipment  and  two  wrecker  cars  with  the  same  equip- 
ment as  the  work  motors. 

The  equipment  of  the  newer  interurban  passenger 
cars  is  as  follows : 

Control:    Multiple  Unit. 

Motors:     4   Westinghouse  No.    112. 

Trucks:    6   ft.  4   in.  Class  "A." 

Gear  Ratio:      28-61. 

Axle:    5  in.   by  9   in. 

Gauge:     Standard. 

Brakes:     Westinghouse  Automatic  No.  a',^. 

Seating  Capacity:      56. 

Length:    50   ft.   10%    in.  ; 

Weight:     69,600    lb. 

Maximum   Speed:    55   miles   per   hour. 

Operation  and  Traffic. 
The  system  is  divided  and  operated  in  three  di- 
visions, all  under  the  supervision  of  a  general  super- 
intendent, Mr.  Thomas  McCafifery.  The  Southern 
division  includes  the  W'hittier,  Newport,  Santa  Ana 
and  San   Pcflro  lines  and  connections  ar."!  enters  I^os 


Typical   Pacific  Electiic   Express  Car. 
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Regular  Freight  Train  and  Steel  Ix)Comotive. 


Angeles  over  the  four-track  'runk  line  between  Watts 
and  that  city.  The  superintendent  of  this  division  is 
Mr.  F.  Van  Vranken. 

The  Northern  division  begins  at  Los  Angeles, 
includes  the  four-track  trunk  line  to  Oneonta  Junction 
and  the  various  feeders,  the  Glendora.  Covina,  San 
Gabriel,  Pasadena  Short  Line.  Pasadena  Oak  Knoll 
and  Pasadena  Old  Line  and  the  Sierra  Madre  line. 
This  division  is  under  the  supervision  of  Mr.  J.  B. 
Rowary. 

The  third  is  known  as  the  Los  Angeles  City  di- 
vision and  includes  all  of  the  city  lines,  the  Gardena 


line  (narrow  gauge)  to  San  Pedro  and  the  Glcndale 
line.  '  The  superintendent  is  Mr.  J.  C.  McPherson. 
The  Pasadena  local  lines  and  Mt.  Lowe  Railway  are 
operated  by  Mr.  A.  B.  Wells,  superintendent  at  Pasa- 
dena. 

Each  division  has  its  own  corps  of  dispatchers. 
There  are  eight  in  all ;  three  each  for  the  Northern  and 
Southern  divisions  who  work  eight-hour  shifts;  and 
two  on  the  City  division,  working  nine-hour  shifts. 
The  dispatchers'  offices  are  on  the  second  floor  over 
the  train  shed  in  the  main  depot  at  Los  Angeles. 

Trains  are  all  handled  on  schedules  which  are  S'> 


{Coiirtt>'-v  vj  KIMnr  Tmctton  Wtricly.) 
Interior  of  Train   Shed,  Showing  Arrangement  for  Automatically   Rever; 


the   Trolley,   Los   Angeles   Depot. 
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arranged  that  a  train  has  from  five  to  seven  minutes' 
leeway  in  a  rovmd  trip  from  the  main  depot  to  terminal 
and  return.  Should  a  train  be  dela3'ed  for  any  reasoii 
and  not  arrive  before  its  next  leaving  time,  a  new 
train  is  made  up  to  run  on  the  schedule  and  main- 
tained until  such  time  that  the  regular  can  start  again 
on  time.  A  number  of  cars  are  always  in  readiness 
for  this  emergency,  being  held  on  the  elevated  viaduct 
track  at  the  rear  of  the  train  shed.  Special  trains  are 
made  up  on  advice  of  the  passenger  department,  giving 
the  number  of  people  and  are  run  as  extras. 

Train  dispatching  is  done  by  telephone,  Western 
Electric  Company's  phones  being  used  exclusively 
The  conductor  reports  the  arrival  and  departure  at 
terminals  and  the  number  of  cars  in  his  train.  In  case 
of  delay,  communication  is  maintained  with  the  dis- 
patcher from  the  stations  or  telephone  boxes  along 
the  line. 

On  single-track  sections,  standard  orders  are  used 
and  before  passing  from  double  to  single  track  the 
conductor  gets  from  the  dispatcher,  orders  or  a  clear- 
ance. The  dispatcher  is  also  notified  when  passing 
from  single  to  double  track. 

Owing  to  the  great  number  of  lines  and  frequent 
service  the  system  of  dispatching  must  work  accu- 
rately and  with  the  least  possible  delay.  The  train 
upon  arriving  at  the  main  depot  must  await  its  turn, 
receiving  a  semaphore  signal  at  the  proper  moment. 
The  train  passes  through  the  train  shed,  taken  to  the 
rear  and  awaits  its  turn,  then  it  is  immediately  shunted 
to  the  outgoing  track  and  takes  its  position  to  receive 
its  passengers. 

In  switching,  an  ingenious  device  is  used  to  turn 
the  trolley.  This  consists  of  a  series  of  inverted 
troughs  arranged  like  a  Y  switch.  These  troughs  are 
lined  with  sheet  copper  which  is  connected  to  the 
trolley  wire ;  the  wheel  therefore  receives  current 
from  any  point  on  which  it  may  bear  in  the  trough. 
When  the  motion  of  the  car  is  reversed,  the  Y  trough 
forces  the  trolley  wheel  to  the  end  of  the  Y  until  it  is 
at  right  angles  to  the  car  and  the  further  movement 
of  the  car  draws  it  back  through  the  other  branch  of 
the  Y,  finally  restoring  it  to  the  trolley  wire,  but  in 
the  opposite  position. 

Trains  are  allowed  from  three  to  five  minutes  to 
get  in  and  out  of  the  depot.     During  the  average  24 
hour  day,  there  are    1250  arrivals   and   departures   of 
trains    (not   cars).     This   does   not   include   local   and 
city  cars  or  express  or  freight  cars,  or   special   cars. 

Trains  are  operated  with  one,  two  and  three- 
motor  cars,  depending  on  the  time  of  day  and  general 
trafl^ic.  Specials  often  consist  of  four  or  five  cars, 
two  or  more  of  the  cars  being  trailers  or  non-motor 
cars. 

The  cars  are  so  constructed  that  once  a  passenger 
is  seated,  he  cannot  change  to  another  car,  unless  he 
would  wish  to  pay  another  fare,  which  is  an  invincible 
argument  to  make  him  keep  his  seat. 

Every  two-car  train  has  a  conductor  for  each  car. 
the  rear  conductor  acting  as  rear  flagman.  Each  con- 
ductor collects  the  fares  of  his  car  only.  With  three 
cars,  there  are  often  but  two  conductors,  the  forward 
taking  care  of  the  two  first  cars,  while  the  other  han- 
dles the  rear  car  and  acts  as  flagman.  In  starting  a 
train,  the  conductor  on  the  forward  car  gives  a  bell 


«-aiirl,svnf  FJ,i-lrn-  Trarl„.,i   Wifkh,) 

Entrance    to    Aviation    Camp,    Doniinguez. 


signal  only  after  getting  electric  bel!  signals  from  all 
other  conductors. 

Conductors  and  motormen  are  paid  at  the  same 
rate,  25  cents  per  hour  during  the  first  year  of  em- 
ployment. After  the  first  year  the  pay  is  increased 
I  cent  per  hour  each  year  until  they  have  served  five 
years,  after  which  the  rate  remains  the  same.  Con- 
ductors of  freight  trains  are,  however,  paid  30  cents 
per  hour  after  having  been  in  service  six  months. 

New  men  are  first  broken  in  on  all  lines;  they 
then  are  required  to  ])ass  an  examination  on  rules  by 
each  division  superintendent,  and  on  equipment  by  a 
mechanical  instructor.  If  these  examinations  are 
satisfactorily  passed,  the  men  are  then  placed  on  the 
extra  list,  eventually  finding  regular  places  as  older 
men  drop  out,  or  as  the  operating  requirements  in- 
crease. 

The  passenger  traft'ic  is  now  so  heavy  that  there 
is  practically  a  stead}"-  stream  of  trains  entering  and 


iCimrtcsif  of  Electric  Tractum  Weekfv.) 

Plan    of    Tracks    and    SignaLs.    Lo.«    Angeles    Depot. 
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Freight    Yards    at    Los    Angeles. 


leaving  the  main  Los  Angeles  depot.  The  trams  are 
either  through  trains,  stopping  nowhere  on  the  trunk 
lines  but  at  all  the  principal  points  on  their  respective 
sectioi  s  or  "fliers,"  which  make  no  stops  until  the 
terminal  is  reached,  or  locals  stopping  at  pomts  on 
iho  trunk  lines.  These  latter  trains  (single  cars,  as 
a  rule)  do  not,  owing  to  the  congestion  in  the  main 
depot,  enter  or  leave  that  station,  but  leave  from  an 
outside  point  nearby. 

On  the  trunk  lines,  the  two  outer  tracks  are  used 
fur  local  and  freight  traffic,  while  the  inner  tracks  arc 
reserved  for  the  through  and  express  traffic. 

While  it  is  difficult  to  secure  the  total  number  ot 
passengers  traveling  on  an  average  day,  some  idea  may 
be  gained  from  the  fact  that,  between  Los  Angeles 
and  Pasadena  alone,  there  is  a  through  traffic  of  23,000 
persons   in   an    average   day.     Between   the   hours   of 


San   Gabriel  Mission. 


4:30  p.m.  and  6:30  p.m.  on  the  through  trunk  of  the 
Northern  division,  trains  are  operated  with  one  minute 
headway,  while  on  the  Southern  division  the  headway 
is  five  minutes. 


To  give  some  idea  of  the  amount  of  travel  be- 
tween Los  Angeles  and  the  beaches,  24  to  40  miles 
distant,  there  is  a  20-minute,  three-car  train  service 
maintained  between  the  hours  of  8  a.m.  and  8  p.m.  to 
Long  Beach  alone  and  on  Sundays  this  service  is 
maintained  at  lo-minute  intervals.  Every  third  train 
on  the  Long  Beach  Inu-  is  a  -flier,"  leaving  Los 
.Kngeles  on  the  even  hour  and  occupies  from  five  to 
seven    minutes    less    time    than    the    regular    trains    in 

making  the  run. 

The  companv  handles  a  diversified  freight  busi- 
ness. Switching 'and  hauling  gravel  and  crushed  rock 
is  done  with  freight  motors.  There  is  always  much 
of  this  work  as  there  is  being  hauled  an  average  of 
40  cars  a  day  for  the  Pacific  Electric's  use  in  grading. 
Municipal  requirements  average  30  cars  more.  About 
30  cars  of  sugar  beets  are  delivered  to  the  beet  sugar 
factory  near  Santa  Ana  per  day  and  as  many  more  are 
delivered  to  the  steam  railroads  for  transportation 
elsewhere.  Local  freight  and  the  transporta;iun  of 
milk  and  vegetables  is  handled  by  the  standard  ex- 
press cars.  These  cars  also  do  light  switching  and 
are  capable  of  hauling  several  loaded  freight  cars  on 
fast  schedule. 

In  the  main  depot  at  Los  Angeles,  the  passenger 
waiting   rooms    are    adjacent    to    the    outgoing   track. 
The  system  of  handling  the  many  passengers  without 
confusion  is  at  once  simple  and  effective.     There  are 
10  doorways  opening  from   the   waiting  room   to  the 
station  platform  and  in  front  of  each  is  a  brass  railing 
so  arranged  that  the  passengers  in  passing  out  to  a 
train  must  do  so  in  single  file.     The  gateman  standi 
in  a  space  provided  within  this  railing  to  examine  all 
tickets.    Over  each  of  the  doorways  is  an  electric  sign 
arrangement  on  which  is  etched  the  name  of  several  of 
the  principal  towns  of  a  particular  line.     When  a  train 
is   in   position   to   take   passengers   the   names   of   the 
towns  reached  by  the  train  appear  upon  the  ringing 
of  a  gong,  being  made  visible  by  a  white  board  which 
falls   in   place  behind   the   letters   and   which    is   elec- 
trically actuated  from  a  switchboard  operated  by  the 
towerman    in    the    train    shed.      The    gateman    at    the 
same  time  calls  out  the  train  and  the  names  of  the 
stations. 

The  Passenger  Department. 
The  passenger  department,  under  the  supervision 
of  the  general  passenger  agent,  Mr.  D.  A.  :\Iunger,  i-, 
largely  responsilile  for  the  half  million  and  more  tour- 
i^ts  and  numerous  conventions  whose  annual  patronage 
has  made  profitable  much  of  this  system's  wonderful 
development.  Attractive  literature,  a  model  of  its 
kinil.  has  been  so  widely  disseminated  throughout  the 
world  by  this  department,  that  there  is  no  tourist  and 
no  convention  unfamiliar  with  the  hotel  accommo- 
dations and  sight-seeing  inducements  of  Los  Angeles 
and  vicinity. 

Substation  Equipment  and  Power  Supply. 
Like  every  other  part  of  this  system,  the  idea  of 
standardizing  has  been  followed  in  the  arrangement 
and  operation  of  substations  and  the  supply  of  power, 
in  so  far  as  it  has  been  possible,  considering  the  ad- 
vances and  changes  that  have  been  caused  by  the 
rapid  increase  in  the  demand  for  power  and  the  refine- 
ment of  the  art. 
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There  are  22  substations  in  active  operation,  2 
portable  substations  which  may  be  shunted  and  place. 1 
in  service  on  short  notice  at  any  point  on  the  network 
where  it  may  be  necessary  to  centralize  a  larg^e  amouiii 
of  power;  and  i  central  station  in  active  operation  in 
Los  Angeles.  The  substations  and  electrical  operation 
are  under  the  supervision  of  the  electrical  engineer, 
Mr.  S.  H.  Anderson,  one  of  the  department  heads  wh  > 
has  been  with  the  system  since  its  start. 

Of  the  substations,  there  are  two  general  type,-. 
and  descriptions  of  an  example  of  each  type  will  suf- 
fice to  convey  a  comprehensive  idea  of  the  entire 
equipment. 

The  older  type,  which  in  general  appearance  was 
well  standardized,  applies  to  20  substations;  the  build- 
ings are  of  brick  with  buttressed  walls  and  plain  gable 
roof,  the  latter  having  patented  roofing  covering,  sup- 
ported on  timber  purlins  and  trusses. 

The  windows,  of  size  and  number  to  give  ample 
light,  are  distributed  between  the  buttresses  and  above 
them  immediately  under  the  eaves  are  the  openings 
for  the  high  tension  lines  which  consist  of  12-in.  sewer 
tile.  The  6oo-volt  outgoing  feeders,  as  a  rule,  arc- 
brought  through  the  front  wall,  or  the  side  nearest  the 
track  and  are  carried  directly  to  the  trolley  and  the 
line  feeders.  In  many  cases  a  water  tank  mounted  on 
a  timber  structure  supplies  a  constant  head  for  cooling 
transformers  and  in  some  instances  where  water  is 
difficult  to  get,  i.e.,  where  it  must  be  pumped,  a  cooling 
tower  is  mounted  on  the  roof  of  the  building.  The 
interiors  are  calcimined  throughout  in  a  light  color  nr 
white,  giving  a  pleasing  and  airy  appearance,  while  the 
.grounds  surrounding  the  buildings  are  laid  out  in 
lawns  and  shrubbery  and  in  many  cases  a  profusion  of 
climbing  vines  and  semi-tropical  foliage  turns  the 
ordinarily  plain  indu.strial  building  into  a  beauty  spot. 

The  arrangement  of  apparatus  is  invariably  sim- 
ple and  efficient.  Motor  generators  are  used  through- 
out and  occupy  a  large  part  of  the  main  floor.  The 
switchboards  are  similar  in  equipment  and  follow 
standard  600-volt  practice,  although  in  arrangement 
were  designed  by  the  engineers  of  this  company. 

The  transformers  are  all  of  475-kw.  capacity,  hav- 
ing a  voltage  ratio  of  15.000  to  2350-2200.  In  the  older 
stations  these  are  in  sets  of  two,  connected  on  the  Scott      ^^  '^40  kw.  and  operates  at  2200  volts,  tlnee-phase,  with 


Substation  at  AVatts.  High  Tension  Oil  and  niscon- 
necting  Switches.  Motor-Generators,  Switch- 
boarii    and   Transformers. 


r.p.m.  The  second  set  is  made  up  of  two  Stanley  self- 
cciutained  machines;  the  generator  is  of  600  kw.  ca- 
pacity and  is  driven  through  a  Hexiltle  leather  link 
coupling  by  a  synchronous  motor.    The  motor  is  rated 


system,  receiving  three-phase  current  on  the  primary 
side  and  delivering  two-phase  currents  from  the  sec- 
ondary. The  newer  units  are.  however,  three-phase 
throughout  and  delta  connected  on  both  sides.  The 
transformers  are  placed  to  the  rear  or  side,  but  on  th"e 
main  floor,  without  the  use  of  cells  or  compartments. 
The  high  tension  switches  are  of  the  Kelman  type  and 
are  placed  on  a  gallery  or  shelf  convenient  to  the  in- 
coming lines. 

The  substation  at  \N'atts.  which  is  typical  of  the 
general  style  just  described,  is  equipped  with  three 
motor  generator  sets.  As  this  substation  is  one  of  the 
oldest  on  the  system  the  equipment  is  not  uniform,  due 
to  the  additions  which  have  been  necessary  from 
time  to  time,  as  the  requirements  on  the  plant  have 
increased.  The  first  set  is  a  two-bearing  Westing- 
house  and  consists  of  a  600-kw.,  6oo/550-\olt,  direct 
current  generator,  driven  by  an  850-h.p..  2200-volt.  two- 
phase  type  "C"  induction  motor  and  operating  at  415 


a  speed  of  375  r.p.m.  Mounted  on  the  motor  shaft  is 
a  5-kw.,  120-V0I1,  direct  current  generator  to  supply 
the  necessary  exciting  current  for  the  motor. 

The  third   set   is  of  a   recent    Westinghouse  two- 
hearing  type;  the  generatnr  lia>  the  same  specifications 
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as  the  first  set;  it  is,  however,  more  compact  and  ef- 
ficient and  operates  at  the  higher  speed  of  580  r.p.m. 
and  the  field  mounting  includes  interpoles.  A  cast  iron 
shield  surrounding  the  field  and  armature  on  one  side 
serves  to  give  the^air  currents  set  up  by  the  motion  of 
the  armature  a  uniform  direction,  thus -acting  as  a 
blower  which  maintains  a  safe  operating  temperature 
in  all  parts  of  the  windings. 

The  induction  motor  driving  this  set  is  900  h.p.  and 
operates  with  three-phase  current  at  2200  volts. 

There  are  three  sets  of  transformers,  one  for  each 
motor-generator;  the  first  consisting  of  two  475  k-v-i.. 
15,000/2200  volt,  Scott  connected  three  to  two-phase 
water-cooled  W'estinghouse  transformers.  The  second 
set  are  three  220-k.v.a.,  water-cooled  Stanley  trans- 
formers delta  connected  on  both  primary  and  second- 
ary, having  the  same  voltage  rating  as  the  first.  The 
third  set  is  similar  in  size  and  make  to  the  first,  except 
that  there  are  three  transformers,  supplying  three- 
phase  current  at  2350  volts,  being  delta  connected  on 

both  siues. 

There  are  two  15,000-volt  bus-lines  which  pass 
over  the  transformers  and  each  set  is  connected  to 
these  lines  through  four-way  disconnecting  switches. 
Mounted  on  a  concrete  and  steel  gallery  are  three 
sets  of  Kelman  15,000-volt  oil  circuit  breakers,  man- 
ually operated. 

The  switchboard,  supplied  by  the  General  Electric 
Company,  consists  of  10  panels  of  black  slate.  Four 
of  these  are  feeder  panels  and  on  them  are  mounted 
an  ammeter,  circuit-breaker  and  switch.  The  next 
three  panels  control,  each,  one  of  the  direct  current 
generators  and  are  similarly  mounted,  while  the  re- 
maining three  panels  control  the  motors  and  are 
equipped  with  oil-switches,  voltmeter,  ammeter  and 
recording  wattmeter. 

This  sub.station  receives  high-tension  current,  lioth 
from  the  central  station  at  Los  Angeles  and  from  the 
steam  plant  at  Redondo  Reach.  It  therefore  acts  as  a 
sectionalizing  point  and  the  circuits,  three  from  each 
of  the  sources  of  supply,  enter  the  building  on  opposite 
sides.  After  passing  through  double  throw  disconnect- 
ing switches  are  connected  through  three  sets  of  Kel- 
man 15,000-volt  oil  circuit-breakers.  These  are 
mounted  between  the  roof  trusses. 

Of  the  more  modern  type  of  substations,  there  is 
one  completed  and  in  operation  ;  this  is  known  as  No.  3 
and  is  located  at  Covina  Junction,  on  the  trunk  line  of 
the  Northern  division  and  three  miles  from  the  central 
station  in  Los  Angeles.  The  building  is  of  reinforced 
concrete  throughout  and  is  therefore  fireproof.  It  was 
built  to  take  the  place  of  an  old  and  much  smaller 
station  near  Eastlake  Park  and  has  the  largest  output 
of  any  of  the  substations.  This  requirement  is  neces- 
sitated by  the  multiplicity  of  lines  and  the  enormous 
traffic  which  is  centralized  in  the  zone  supplied  from 
this  substation. 

Power  is  simplied  from  the  central  station  and 
through  it  from  the  Redondo  plant,  also  from  tlie  Kern 
River  substation  of  the  Pacific  Light  il:  Power  Com- 
l)aiiv.  .Aside  from  the  lines  brought  to  the  sul)station 
from  these  sources,  other  lines  radiate  from  it  to  other 
substations.  It  therefore  acts  as  a  sectionalizing 
station  in  the  15,000-volt  distribution  network. 

Leading  in   and   out   of   the   building,   there   will 
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Map   Sliowins   Lines   o£    the    15,000    Volt   Power   Dis- 
tribution and   the  Position  of  Substations. 

eventually  be  eleven  T5,ooo-volt  circuits,  although  nme 
are  at  present  installed.  These  circuits  pass  through 
the  walls  in  square  openings  on  the  front  and  the  two 
ends.  A  cornice  immediately  above  these  openings 
jirevents  rain  from  driving  through  them. 

Upon  entering  the  building,  the  lines  are  carried 
to  double  throw  disconnecting  switches,  and  from  each 
of  these  switches  connection  is  made  to  two  sets  ot 
Kelman   15,000-volt  oil  circuit-breakers. 

A   concrete  gallery  across   the  rear   and   the  two 
ends    of   the   building   serve   to    support    the    Kelman 
pantagraph  circuit-lireakers  or  switches.     As  there  are 
a   great   number  of   these, — 28   sets   when   all   are   in- 
stalled,— a   unique   arrangement   has  been   adopted   in 
order  to  confine  them  in  the  space  alloted  and  at  the 
same  time  make  them  accessible  and  give  ample  pro- 
tection.    The  gallery  is  divided  longitudinally  by  two 
parallel  concrete  walls  about  2  ft.  apart.    On  the  outer 
side  of  each  of  these  walls  are  arranged  the  Kelman 
switches,  each  set   separated   from   its   neighbor  by  a 
short  transverse  concrete  wall,  but  open  on  the  front 
side.      Suspended   horizontally    from    the   longitudinal 
walls  and  directly  over  the  lines  of  switches  are  two 
lius  circuits;  these  are  in  three  sections,  but  may  be 
joined   by    disconnecting    switches.     The    15,000-volt 
lines  after  entering  the  building,  pass  down  through 
the  space  between  the  parallel  walls  to  double  throw- 
disconnecting  switches  susjiended  from  the  underside 
of    the    gallerv    floor,    and    thence,    two    circuits    are 
carried  up  through  the  gallery  floor,  one  to  a  rear  set 
and  one  to  a  front  set  of  Kelman  switches.     Current 
passes  through  these  switches  to  the  bus-circuits. 

There  are  three  sets  of  transformers  and  each  is 
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supplied  thn)u.q:h  two  sets  of  oil  switches,  one  con- 
nected to  each  bus-circuit  and  similar  in  type  anil 
setting-  to  the  line  switches.  They,  however,  receive 
their  current  from  the  bus-circuits  and  it  then  passes 
down  through  the  Hoor  to  a  double  pole  disconnecting 
switch  and  thence  to  the  transformers. 

The  Kelman  switches  are  operated  entirely  by 
compressed  air  at  a  pressure  of  60  lb.  per  sq.  in.,  the 
controlling  valves  being  placed  on  the  rear  of  the 
switchboard  on  the  panels  controlling  the  high-tension 
circuits.  Hand  operation  is,  of  course,  always  possible 
bv  a  lever  mounted  on  the  switch  mechanism. 


The  three  sets  of  transformers  are  placed,  each  in 
a  fireproof  compartment,  at  the  rear  of  the  building; 
two  of  the  compartments  are  at  either  end  and  the 
third  in  the  center.  Large  doors  in  the  rear  wall  serve 
as  an  opening  to  these  compartments,  but  there  is  no 
opening  or  passage  lietween  the  compartments  and  the 
main  interior. 

There  will  be  in  each  compartment  three  475-k.v.a. 
W'estinghouse  transformers  (the  center  compartment 
is  not  yet  equipped),  the  Noltage  ratio  being  15,000  to 
2350,  the  standard  adopted  by  this  company.  The 
transformers  are  delta  connected  on  both  sides. 
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.S\vit^ll   Gallery;   2 — Real-     of     Biiihiing     Showing-    Transfoi  mei     Compartnif nls; 
3 — Motor-Generator  and  Switchboard. 
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The  secondary  circuits  from  the  transformers  are  l,y  the  unfastening  of  four  bolts.    By  this  means  the 

carried  under  the  floor  through  Orangeburg  fibre  con-  apparatus  may  be  moved  in  or  out. 

duit  to  the  motor-generators.  High-tension    wires    are    introduced    through    a 

There  will  be  three  motor-generator  sets,  but  two  cupola  on  the  roof,  current  first  passing  through  a  set 

being  in   operation   at   present.     These   machines   are  of  disconnecting  switches.    The  car  may  be  hauled  on 

highly  efficient  and   modern,   furnished   by  the   Allis-  short   notice   to   any   point   and   shunted   to   a   siding, 

Chalmers  Company,  and  are  of  the  two-bearing  type,  connection  being  made  to  the  15,000-volt  lines  which 

The   generator  is   rated    at     1000  k\v.,   delivering  are  invariably  mounted  on  the  top  of  the  trolley  pole 

direct  current  at  550/600  volts,  and  is  driven  at   294  system  on  all  routes. 

r.p.m.   by   a  2200-volt,   three-phase    induction    motor,  To  prevent  vibration  of  the  car  from  the  machinery 

rated  at  1500  h.p.  within,    four   standard    15-ton   track  jacks   are    placed 

The  switchboard  follows  the  standard  practice  <jf  under  the  car  frame  when  the  station  is  in  use.     One 

this  company,  there  being  seven  feeder  panels,  three  of  these  may  be  seen  in  the  picture  of  this  car. 

generator  and  motor  panels  and  three  panels  devoted  Directly  under  the  incoming  lines,  within  the  car 

to  the  high-tension  switch  s3'Stem.  body,  are  three  Westinghouse  475-kw.,   water-cooled 

Mounted  on  the  roof  of  the  building  is  a  cooling  transformers    similar    to    those    in    the    substations 

tower.     Water   is  pumped   through   a   Deming  three-  Occupying  the  opposite  end  is  one  of  the  later  600-kw., 

crank  plunger  pump,  driven  by  a  i-h.p.  General  Elec-  two-bearing,  ventilated  Westinghouse  motor-generator 

trie   induction   motor  through    the   transformer   circu-  equipment  of  sub-st.\tions:. 

,      .                                    ,     .                     "    ,                ,.  A.C.   Motor     Generator 

lating  system  and  thence  to  the  coolmg  tower.  station.                            No.      Horsepower.        kw.       r.p.m. 

Compressed  air  to  operate  the   Kelman   switches      central    1  isoo  1000  300 

and  for  cleaning  purposes  is  supplied  by  two  Westing-      Pasadena    2  ison  inoo  300 

house  3.85-h. p.,  d.c,  air-compressor  sets.     It  is  deliv-  !!         ;; ;■•••  ^  ^  \\l 

ered    into   two   vertical    tanks,    made    from    iron    pipe,      covina   .lunrtion    3  1500  1000  294 

These  are  15  in.  diameter  and  15  ft.  long,  and  pressure  -v\-atts                       ...         4                900                soo              58o 

is  automaticallv  maintained  bv  an  electric  pump  gov-  "      sso  600  375 

850  600  415 

Crnor.  Dominguez    5  850  600  415 

.•\t  Pasadena  the  substation  occupies  the  building,  "  sso  600  375 

,       ,     r         ;,        ,  ,  ,  Long  Beach    6  850  600  415 

once  a  steam   generating  plant   for  the  local   system.  ■•  sso  eoo  4i5 

There   are   three    motor-generators,   two    being    two-      Arcadia    7  550  400  375 

,  .  ,,,         .        ,  '^       .  .       .,  '^       ,  850  600  415 

bearing    Westinghouse    equipments,    similar   to    those      Aitadena    s  285  200  500 

used  in  manv  of  the  other  substations,  while  the  third  .',         H^  ?2?  ''*'!? 

.       -  .  ...  550  400  415 

IS  an   .■\llis-Chalmers  equipment  and  is  similar  to  the      Laguna    9  550  400  375 

machines  in  the  new  substation  No.  3.  just  described,  ^^^^''r^e?'.  y.:: .::::::. -.-..u                900                tZ              Til 

Two  sets  of  two  each,  ^^'estinghouse  475-k\v.  Scott      Benedict    13  550  400  415 

,1,  f  ,.  ,  "  .,  Santa  Ana   14  900  600  500 

connected  transformers  supply  two-phase  currents  for      o^p  pedro  15  900  ooo  500 

the  two  Westinghouse  motor-generator  sets  and  one  "         550  400  415 

r    .,  ■    "•,         ^  f  "  ,        ,1  ,  Bolsa     17  850  600  415 

set  of  three  similar  transformers  supply   three-phase      Newport    is  900  600  415 

current  to  the  larger  machines.  Azusa    19  550  400  415 

Ramona    20  900  600  580 

p_rtah1p  <?iihstat;r.n  Vinelanfl     21  550  400  415 

Portable  bubstation.  ivanhoe    27  550  400  4i5 

There  are  two  portable  substations,  which,  while      ^.    ''    „, ^"^  ^"f'  ^S" 

,,.,,,.'  ,  .     Girard  street  28         850         600        415 

relatn-el}'   small    m    output,    are   by    no    means    so    m  "  sso  eoo  415 

importance.    The  design  of  these  substations  has  been  Howard  Summit; :::  y..  l! '.29                3^0     •           III              III 

carefullv  developed  and   the   results  have   been   most  "  300  200  500 

o-ratifvino-  Portable    a 900  600  580 

'^  _i,      ^'  ...         ,  .  .  "  B 000  600  580 

Ihe   car   on   which    the   station    is    mounted    is   a      Pomona   its  loo 

standard  40-ft.  flat ;  the  body  is  similar  to  the  express  ■■        '.'.'.'.'.'.'.'.'.'.'.'.'.'..'.[                                        40 

car  bodies,  except  that  the  ends  arc  readilv  removed  .p,^,,  ^ 

'  -  lotal     32,395  22,380 


Portablu  Substation;     (DExt.rior:     (2)  600  Kw.  G.n.  rator:     «  Sw 


itcliboard  and  Transformers. 
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sets  already  described.  On  one  end  of  the  shaft  is  a 
device  known  as  a  ball  oscillator,  for  the  purpose  of 
giving  the  shaft  a  periodical  end  motion.  This  consists 
of  a  steel  ball  about  j/g  in.  diameter  bearing  on  the 
shaft-end  in  a  circular  track  and  on  a  stationary  cap 
also  in  a  corresponding  circular  track  which,  however, 
has  a  gradual  hump.  The  ball  covers  the  track  once 
for  every  two  revolutions  of  the  shaft  and  in  passing- 
over  the  hump  imparts  the  lengthwise  motion  to  the 
shaft.  A  coiled  spring  at  the  other  end  maintains  a 
pressure  on  the  oscillator. 

A  two-panel  switchboard  in  the  center  of  the  car 
controls  the  motor-generator,  while  a  >l-h.p.  General 
Electric  motor  and  centrifugal  pump  delivers  the  cir- 
culating water  from  any  convenient  source  to  cool  the 
transformers. 

As  an  illustration  of  the  possibilities  of  these 
portables ;  they  have  both  been  sent  to  the  race  track 
at  Arcadia  on  Saturdays  or  holidaj-s,  where  they  were 
operated  in  parallel  with  the  substation  at  that  point, 
and  where  they  would  handle  85  to  100  loaded  passen- 
ger cars  within  a  space  of  35  minutes. 

The  view  shows  the  portable  substation  connected 
in  the  shop  yards  to  augment  the  current  supply  within 
the  city  c>f  Los  Angeles. 

Source  of  Power. 

There  are  a  number  of  sources  whence  power  is 
delivered  in  large  quantities  in  Los  Angeles  and  the 
surrounding  country;  there  are  large  steam  plants  and 
also  water  power  plants  in  the  mountains,  transmitting 
power,  in  some  cases,  100  miles  or  more.  In  this  article 
it  is  not  intended  that  any  of  them  shall  be  described 

The  F'acific  Light  &  Power  Company,  a  corpora- 
lion  entirely  separate  from  the  property  described,  own 
a  number  of  the  steam  and  Indraulic  power-plants,  and 
it  is  this  company  that  delivers  at  several  points,  all  of 
the  electric  energy  required  by  the  railway  system. 
It  is  true  that  the  railroad  company  owns  the  central 
steam  generating  plant  in  the  city  of  Los  Angeles,  but 
even  that  plant  is  operated  entirely  by  the  power  com- 
pany and  only  at  such  time  as  the  supply  from  other 
.sources  is  inadequate. 

The  greater  portion  of  the  power  is  derived  from 
the  modern  steam  generating  station  at  Redondo 
Beach.  Electric  current  is  generated  at  a  potential  of 
15,000  volts,  three-phase  and  with  an  alternating  fre- 
quency of  50  cycles  per  second.  This  frequency  is 
peculiar  to  this  section  of  the  country  and  was  adopted, 
probably,  in  consequence  of  European  practice,  at  a 


time  when  the  long  distance  transmission  of  electric 
energy  was  in  its  infancy. 

There  are  a  number  of  transmission  lines  radiating 
from  the  Redondo  station  to  supply  the  substations  at 
different  points  on  the  system.  During  the  Fall  period 
of  low  water  the  hydraulic  plants  supply  little  power, 
but  current  from  these  plants  is  delivered  to  the  Kern 
River  substation  near  Eastlake  Park  and  from  that 
point  delivered  to  the  railway  substation  No.  3  at 
Covina  Junction.  This,  it  has  been  explained,  is  a 
sectionalizing  point  and  from  it  the  high-tension  cur- 
rent is  carried  to  other  substations. 


PROPOSED   CALIFORNIA  PUBLIC   SERVICE 
COMMISSION. 

.At  a  meeting  called  by  Meyer  Lissner,  chaiman 
I  if  the  Republican  State  Central  Committee  to  listen 
tu  reports  of  legislation  proposed  for  the  next  session 
of  the  California  Legislature,  Percy  V.  Long  read 
a  report  from  the  committee  that  had  been  appointed 
to  prepare  a  plan  for  a  State  public  service  commis- 
sion, saying  that  the  measure  which  it  would  submit 
would  provide  for  a  commission  with  the  following 
powers:  To  issue  permits  to  persons  and  corporations 
to  engage  in  ])ublic  service  business;  to  com])eI  coni- 
]ilete  publicity  in  the  affairs  of  corporations  and  in<li- 
\  iduals  engaged  in  public  service;  to  contrtil  stock  and 
bond  issues  of  ])ublic  service  corporations;  to  autlmr- 
ize  and  require  capital  expenditures;  to  regulate  and 
prescribe  the  terms  on  which  franchises  may  be  ac- 
quired, to  control  sales  and  leases  of  the  property  of 
public  service  corjiorations  ;  to  compel  adequate  serv- 
ice and  the  use  of  safety  devices  and  to  control  con- 
struction in  public  service  work;  to  determine  the 
\'aluc  of  property  devoted  to  public  service;  to  assist 
municipalities  in  acquiring  the  property  of  public  serv- 
ice corporations  by  acting  as  arliitrator  or  api:)raiscr 
when  requested  so  to  do;  to  ad\'ise  munici])alities  as  to 
the  reasonableness  of  rates  to  be  fixed  for  i)ul)lic  ser\'- 
ice. 

The  committee  has  not  decided  whether  to  give 
such  a  commission  broad  general  powers,  re-enforced 
by  necessary  amendments  to  the  codes,  or  to  follow 
the  New  York  and  ^^'isconsin  plan,  and  pro\'ide  in 
the  act  creating  the  commission  all  of  the  details  neces- 
sary for  the  carrying  on  of  this  work. 
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RECONSTRUCTION    OF    SEMI-OBSOLETE 
ELECTRICAL  MACHINERY. 

BY     H,    AI.TMAVF.K. 

Foremost  among;  the  points  broii,i;lit  to  tlic  atten- 
tion of  electrical  engineers,  both  from  an  operating 
and  commercial  standpoint,  arc  the  qnestions  of  what 
to  do  with  out-of-date  electrical  apparatus  and  what 
expense  is  warranted  in  adapting  it  to  modern  re- 
quirements. Single-phase  alternators  above  2^  kw. 
capacity,  especially  those  which  were  built  for  such 
frequencies  as  125  and  133  cycles,  are  so  nearly  obso- 
lete that  it  is  usually  best  to  consign  them  to  the  scrap 
heat.  For  small  alternators,  ranging  in  capacity  from 
5  to  15  kw.,  there  is  some  demand  for  use  on  the  low 
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Fig.  1. 


voltage   lighting   systems   which   now    prevail    and   in 
conjunction  with  wireless  telegraphy. 

For  tungsten  lighting  systems  at  places  where 
there  is  no  alternating  current  supply,  133  cycle  appa- 
ratus can  be  used  by  running  the  alternator  at  about 


best  determined  liy  means  of  some  mechanical  coupling 
\>  hich  can  be  shifted  so  as  to  place  the  armature  wind- 
ings in  quadrature,  one  method  for  doing  this  being 
shown  in  Fig.  \. 

The  positionof  the  twn  armatures  can  liedetcnnined 
mechanically  within  20  degrees  from  the  slots  and  coil 
ends,  a  closer  trial  adjustment  being  made  by  connect- 
ing the  machines  as  in  l-"ig.  2,  which  shows  a  watt- 
meter, either  recording  or  indicating,  with  its  current 
coil  connected  in  series  with  a  suitable  non-inductive 
load,  such  as  incandescent  lamps,  and  the  pressure  coil 
connected  first  to  phase  tK  and  then  to  phase  P..     The 


Fig.  2. 

4t  per  cent  of  its  rat'-d  speed,  thereljy  giving  the  same 
ratio  of  voltage  and  from  30  to  50  per  cent  of  the  rated 
output,  with  fair  regulation  and  not  excessive  friction, 
irf)n  or  copper  losses,  in  San  i^rancisco  small  alter- 
nators are  fre(|ucntl\  used  for  operating  low  \-oltage 
electric  signs  in  conjunction  with  low  voltage  trans- 
formers Ijy  companies  su])i)lying  only  direct  current. 

It  is  also  ])ossible  to  mechanically  connect  two  60 
cvcle  single-])hase  alternators,  by  placing  their  arma- 
tures in  (piadrature  so  as  to  obtain  two-phase  current, 
provided  they  have  the  same  number  of  poles.  The 
exact  mechanical  position  of  the  two  windings  can  be 
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voltages  of  both  machines  should  be  kept  the  same  dur- 
ing this  test.  When  the  flanges  are  adjusted  exactly 
in  (juadrature  the  meter  will  give  no  power  reading,  as 
the  load  will  be  equal  to  zero  power  factor  when  the 
current  coil  is  connected  with  one  machine  and  the 
\oltage  coil  with  the  other. 

It  is  also  possible  after  a  first  trial  to  compare 
the  respective  wattages  of  the  two  connections  and  to 
determine  the  error  of  the  angle,  which  can  be  laid  out 
<.w  paper  so  that  the  subsequent  tests  will  determine 
the  exact  angular  position.  .\  check  on  the  phase  con- 
ditions may  be  obtained  by  connecting  the  machines 
as  two-phase,  three-wire,  when  the  voltage  across  the 
two  outside  wires  will  be  T.414  times  that  of  one  ma- 
chine. 

Monocyclic  generators  in  vogue  some  years  ago 
can  be  rewound  to  make  satisfactory  three-phase  alter- 
nators. These  machines  were  built  in  sizes  up  to  800 
kw.,  usually  being  of  the  revolving  armature  type  with 
compensated  field  windings.  The  writer  recently  had 
ficcasion  to  rewind  such  a  2SO  kw.  machine  with  a  volt- 
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age  of  1040  and  speed  of  450  r.p.ni.  This  generator 
was  constructed  with  two  sizes  of  slots  in  the  armature, 
there  being  16  coils  in  the  main  winding  and  8  coils  in 
the  teazer  winding.  Fig.  3  shows  the  diagram  of  con- 
nections. 

Although  there  were  two  sizes  of  slots  it  was  found 
that  they  could  both  be  utilized  to  hold  the  armature 
wiu'ling  for  a  250  kw.  2400  volt,  three-phase  gener- 
ator by  using  square  magnet  wire  and  allowing  500 
circular  mils  per  ampere.     There  was  enough  room  in 


Fig.  4. 

the  small  slots  to  allow  ample  insulation  for  this 
new  winding,  while  the  extra  space  in  the  larger  slots 
was  filled  with  extra  slot  insulation  and  heavier  wooden 
strips.  The  armature  contained  48  slots,  16  small  and 
32  large,  the  coils  being  originally  spanned  in  i  and 
3  for  the  main  winding  and  i  and  4  for  the  teaser  wind- 
ing.   Fig.  4  shows  the  new  winding  diagram. 

The  rectifying  commutator  was  disconnected  and 
the  compensating  field  coils  were  connected  eight  in 
series,  two  sets  in  multiple,  and  placed  in  series  with 
the  regular  shunt  field  winding  so  as  to  strengthen  the 
field.    The  no-load  test  on  this  machine  was  as  follows  : 

Field                                       A.C.  Power 

Current.  \oltage.  Required 

8.2  amperes                          1440  8  h.p. 

16            "                                2400  10  h.p. 

19.6         "                                3-00  16  h.p. 

The  field  voltage  on  ihe  last  test  was  108  volts. 
The  impedance  or  short  circuit  test  as  conducted  with 
full  load  current  showed  a  field  excitation  of  7  am- 
peres at  40  volts  with  a  mechanical  injuit  of  7  h.p.  .\ 
similar  test  of  the  single-phase  alternator  bcfnre  strip- 
ping showed  a  field  current  of  12.5  amperes  for  full 
load  current  and  mechanical  input  of  15  h.p.  and  fielcl 
current  of  21.4  amperes  at  a  mechanical  input  of  21  h.p. 

Comparisons  of  the  monocyclic  and  the  three-phase 
machine  shows  better  regulation  and  much  lower  iron 
losses  for  the  latter,  both  these  tests  being  exclusive 
of  the  power  taken  by  the  exciter.  The  friction  and 
windage  losses  of  this  machine  was  approximately  4.5 


h.])..  although  the  revolving  element  with  pulley  and 
shaft  weighed  about  six  tons.  The  weight  of  the  entire 
machine  was  16  tons. 

This  machine  is  now  being  operated  in  parallel 
with  revolving  field  alternator  supplying  current  to  a 
number  of  induction  motors,  the  larger  being  125  h.p. 


Monocyclic  Generator  Before  Rewinding. 

squirrel-cage  types.  The  entire  reconstruction  was 
completed  within  thirty  days  after  receipt  of  the  ma- 
chine, being  done  in  the  shops  of  the  I'arnsworth  Elec- 
trical Works  of  San  Francisco. 


POWER    RATES    FOR    ELECTRIC    VEHICLES. 

The  Public  Service  Commission  of  Wisconsin  re- 
cently decided  that  the  Milwaukee  Electric  Railway  & 
Light  Company  was  justified  in  making  a  minimum 
rate  of  $5.00  per  inonth  for  charging  an  electric  vehicle. 
This  was  based  on  a  rectifier  capacity  of  6  kw.  The 
Commission  called  attention  to  the  fact  that  such  serv- 
ice is  usually  furnished  at  times  of  light  demand  and 
has  been  accorded  a  special  rate  by  many  companies. 
Before  this  complaint  was  filed  the  company  had 
alread)'  established  certain  optional  "oft'-peak"  and  "ten 
to  seven"  schedules. 


Distinctive  colors  for  high  tension  lines  is  sug- 
gested in  b'rance  as  a  needed  protection  for  aviators. 

Corn  growing  in  Alabama  as  undertaken  l)y  a 
chain  of  boys'  corn  clubs  is  the  latest  venture  in  the 
new  South  which  finds  its  counterpa''t  in  the  cotton 
growing  now  being  introduced  in  California. 


The  largest  oil  tanks  of  reinforced  concrete  are  tiie 
two  reservoirs  of  the  Union  Oil  Company  at  San  Luis 
Obispo,  California.  Each  is  601  ft.  inside  diameter  and 
20  ft.  43/  in.  above  grade  and  will  hold  more  than 
1,000,000  barrels  of  oil.  Oil  is  pumped  through  tiie 
200-mile  8-inch  pipe  line  of  the  Producers'  Transporta- 
tion Company  from  the  Bakersfield,  Coalinga,  Simset, 
.Maricopa,  McKittrick  and  Midway-  fields. 


No  monopoly  of  the  atmosphere  is  recognized  by 
the  court  wdiich  recentl}-  decided  that  the  Chicago, 
Lake  Shore  and  South  pjend  Railwa)-  Company's  6600 
\'oltage  line  does  not  constitute  a  nuisance  even 
though  inductive  efi^ect  interfered  with  the  wcrking  of 
adjacent  telegraph  lines.  The  court  stated  that  if  this  ef- 
fect interfered  with  the  operation  of  the  telegraph  lines, 
the  telegraph  companies  should  pro\  ide  such  mechan- 
ical or  electrical  devices  as  would  protect  their  lines. 
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The  Interurban 

Electric 

Railway 


The  grt-al  hairier  that  long  separated  town  and 
C(unUry  has  l^een  removed  by  the  interurhaii  electric 
railway,  wliich  brings  liealtli  to  the 
townsman,  happiness  to  the  coun- 
tryman and  contentment  to  both. 
To  the  farmer's  boy  the  city  has 
ever  been  the  more  aHuring  because  he  could  not  get 
to  it.  while  to  the  city  clerk  it  has  been  the  more  irk- 
some because  he  could  not  get  away  from  it.  The 
interurban  makes  possible  a  country  home  for  the  city 
worker  and  gi\'es  city  advantages  to  the  ranchman. 
Each  form  of  life  has  certain  privileges  which  are  now 
accessible  to  the  other.  The  country  develops  the 
physical  side  of  man  by  its  pure  air  and  food,  while  the 
city  develops  his  mental  side  by  its  facilities  for  educa- 
tion and  entertainment. 

The  electric  interurban  has  also  solved  the  eco- 
nomic problem  of  the  costly  short  haul  for  the  steam 
road  and  the  tedious  long  haul  of  the  wagon  road. 
Electric  traction  is  well  adapted  to  frequent  service  at 
low  rates,  a  service  which  is  possible  neither  with  the 
steam  locomotive  nor  with  the  farmer's  wagon.  Before 
the  advent  of  the  telephone  and  electric  car,  the  farmer 
was  isolated  not  only  from  city  enjoyments  but  also 
from  the  city  markets.  Oranges  could  be  shipped  a 
thiiusand  miles  almost  as  cheaply  as  ten.  Prohibitive 
cost  frequently  forced  the  railroad  to  neglect  the  short 
haul,  while  the  time  consumed  often  deterred  the 
farmer  from  a  long  wagon  haul  to  market.  Conse- 
quently many  electric  roads  find  a  freight  traffic  which 
can  be  handled  at  times  of  slack  passenger  travel  as 
profitable  as  a  passenger  trafYic  which  is  cheaper  to 
handle  because  it  moves  itself. 

The  recentness  and  rapidity  of  this  growth  is 
indicated  by  the  fact  that  but  few  dictionaries  define 
the  word  "interurban."  which  was  coined  to  distinguish 
this  method  of  traction  from  the  urban  and  suburban 
systems  of  which  it  is  an  outgrowth.  Its  first  great 
difficulty,  that  of  voltage  drop  over  the  long  distances, 
was  overcome  by  three-phase  alternating  current 
transmission  and  subsequent  direct  current  distri- 
butiiju. 

Though  the  interurban  road  has  found  its  greatest 
field  in  the  Middle  West  it  will  be  but  a  few  short  years 
before  the  Pacific  Coast  is  similarly  gridironed.  The 
story  of  the  Pacific  Electric  Railway  at  Los  Angeles, 
as  detailed  in  this  issue,  shows  how  intimately  it  has 
been  connected  with  the  development  of  the  surround- 
ing territory.  Though  this  system  is  now  recognized 
as  the  peer  of  its  kind,  similar  lines  radiating  from 
Spokane,  Seattle,  Portland,  San  Francisco  and  the 
interior  towns  of  California  are  yet  to  tap  a  virgin 
country  of  even  greater  richness,  thus  promising  exten- 
sions which  will  make  it  possible  to  travel  from  the 
Coeiir  d'Alene's  of  Idaho  to  the  boundary  line  of  Cali- 
fornia and  Mexico. 
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PERSONALS. 

S.  N.  Griffith,  the  Fresno  electric  railway  builder,  visited 
San  Francisco  this  week. 

C.  P.  Bockius  is  in  charge  of  the  power  plant  of  the  new 
Empress  Theater  on  Market  street,  San  Francisco. 

R.  D.  Holabird.  president  of  the  Holabird-Reyuolds  Com- 
pany, is  visiting  his  branch  electrical  supply  house  at  Seattle. 

C.  A.  Bennett,  representing  manufacturers  of  railway  car 
ap|)liances,  arrived  at  San  Franci.sco  last  week  from  Los 
Angeles. 

Arnold  Pfau,  chief  hydraulic  engineer  of  the  Allis-Chal- 
mers  Company,  is  at  the  San  Francisco  district  office  of  this 
company. 

Dr.  C.  B.  Laughlin,  who  has  electric  power  interests  in 
Northern  California,  arrived  at  San  Francisco  from  Payne 
Creek  last  week. 

C.  H.  Gaunt,  general  superintendent  of  the  Pacific  division 
of  the  Western  Union  Telegraph  Company,  is  confined  to  his 
home  by  illness. 

John  Coffee  Hays,  general  manager  of  the  Mount  Whitney 
Power  Company,  came  up  from  Visalia  to  see  the  old  year  out 
at  San  Francisco. 

F.  B.  Gleason,  manager  of  the  Pacific  Coast  branch  of  the 
Western  Electric  Company,  has  left  San  FVancisco  for  a  trip 
covering  Portland,  Seattle  and  Salt  Lake  City. 

S.  J.  Lisberger,  engineer  of  the  electric  distribution  de- 
partment of  the  Pacific  Gas  &  Electric  Company,  made  a  trip 
through  Northern  California  during  the  past  week. 

F.  E.  Shaw,  who  is  interested  in  the  Yosemite  Power 
Company,  a  W.  P.  Hammon  interest  with  an  authorized 
capitalization  of  $10,000,000,  is  a  San  Francisco  visitor. 

J.  V.  Kunze,  Atlantic  manager  of  the  Pelton  Water  Wheel 
Company,  has  returned  to  New  York  City  after  spending 
several  weeks  at  the  San  Francisco  i)lant  of  the  corporation. 

C.  A.  Coolidge,  general  manager  of  the  Spokane,  Portland 
&  Seattle  Railway  Company,  returned  to  his  headquarters  at 
Portland,  Ore.,  during  the  i)ast  week,  after  sitending  New 
Year's  at  San  Francisco. 

A.  R.  Rhoades  has  arrived  at  the  San  Francisco  office  of 
the  Western  Union  TelegraiJh  Company  from  New  York,  for 
the  purpose  of  introducing  an  improved  system  of  accounting 
throughout  the  Pacific  division. 

P.  M.  Downing,  head  of  the  operation  and  maintenance 
department  of  the  Pacific  Gas  &  Electric  Company,  has  re- 
turned to  his  San  Francisco  office  after  an  inspection  of  the 
hydroelectric  transmission  lines. 

The  Farnsworth  Electrical  Works  of  San  Francisco  gave 
an  enjoyable  dinner  to  twenty-four  of  their  friends  and  em- 
ployees on  the  evening  of  January  1,  1911,  at  Jules  Cafe. 
Informal  sjieeches  were  made  by  all  present,  expressing  a 
most  commendable  spirit  of  co-operation  between  employer 
and  employee.  The  officers  of  the  company  present  were  H. 
Altmayer.  president  and  assistant  manager;  H.  T.  Adams, 
secretary  and  manager;  H.  L.  Rothchild,  vice-president;  A. 
Altmayer,  and  J.  M.  Jacobi. 

A  unique  theater  party  was  enjoyed  by  members  of  the 
"Engineers'  Club"  of  San  Francisco  at  the  Empress  Theater, 
cm  the  night  of  December  20th,  through  the  courtesy  of  Sidney 
Grauman  of  the  management.  Among  those  present  were 
Messrs.  George,  Davis.  Brewer,  Herzog,  John  Carter.  Jack 
Tranor,  Phil  Ennor,  Herman  Nothig,  W.  T.  Bonney,  William 
Jenkins,  A.  C.  Arbuckle,  Charles  Elasser,  and  Joe  Green. 
A  lantern  slide  of  a  group  of  the  members  was  thrown  upon 
the  screen  at  the  show  and  Yeoman,  the  German  comedian, 
made  up  a  "local  hit,"  upon  each  of  the  engineers  in  the  party. 


NEW    CATALOGUES. 

House  Goods  13ulletin  No.  9550,  from  the  Western  Electric 
Company,  lists  in  an  attractive  manner  apparatus,  appliances, 
tools  and  devices  intended  for  everyday  household  use.  The 
line  carried  by  the  Western  Electric  Company  is  complete  in 
every  branch  of  the  electrical  trade,  though  in  this  bulletin  an 
attempt  has  been  made  to  keep  down  to  the  actual  "house 
goods"  caliber. 

The  Westinghouse  Department  of  Publicity  have  issued 
"Modern  Merchandising  Establishments  E.xample  No.  2"  on 
the  Higbee  Company  store  in  Cleveland — the  first  of  the  series 
being  on  the  Marshall  Field  &  Company  store,  Chicago. 
Although  this  series  is  published  by  the  Nernst  Lamp  Com- 
pany, still  the  advertising  feature  is  shunned  and  a  com- 
plete description  of  store  arrangement  and  methods  is  given. 

Dossert  &  Company  have  issued  their  Catalogue  No.  5 
on  Dossert  Solderless  Connectors.  It  contains  62  pages 
9x6  in.,  and  gives  complete  information  and  dimensions  of  all 
types,  sizes  and  parts  of  connectors.  The  stud  connectors, 
the  connector  for  grounding  and  short  circuiting  high  tension 
lines,  and  the  insulating  covers  for  cable  taps  have  not  here- 
tofore been  shown.  The  book  also  contains  useful  infor- 
mation regarding  the  construction  of  cables,  their  diameters 
in  mils  and  in  inches  and  decimal  equivalents,  etc.  It  is  com- 
pletely indexed  and  code  words  are  provided  for  convenience 
in  telegi'aphing. 


TRADE     NOTES 

The  Pelton  Water  Wheel  Company  of  San  Francisco  is 
making  shipments  under  a  contract  with  the  Grangeville  Elec- 
tric Light  &  Power  Company  to  Grangeville,  Idaho.  The 
|)lant  will  include  a  Pelton-Francis  turbine  of  550  h.p.,  direct- 
connected  to  a  Westinghou.se  generator,  operating  under  a 
head  of  59  feet  at  600  r.p.m.  The  wheel  is  of  the  double-runner 
cylindrical-case  type.  The  plant  carries  a  mixed  power  and 
lighting  load  for  the  town  of  Grangeville  and  the  surrounding 
mining  communities. 

The  Tracy  Engineering  Comiiany  of  San  Francisco  has 
been  appointed  local  sales  agent  for  the  Ridgway  Dynamo  & 
Engine  Company,  the  well-known  manufacturers  of  high-speed 
engines  and  of  direct  and  alternating  current  apparatus,  par- 
ticularly of  the  Thomson-Ryan  sparkless  direct  current  gen- 
erators and  motors.  The  Ridgway  Dynamo  &  Engine  Com- 
iiany has  recently  brought  out  a  new  four-valve  engine  which 
has  some  features  of  special  merit. 

The  Kellogg  Switchboard  &  supply  Company  closed  a 
number  of  deals  during  December,  1910,  which  indicates  con- 
siderable development  in  the  telephone  field  within  the  next 
few  months.  Contracts  have  been  closed  with  the  Exeter 
Home  Telephone  Company  for  a  200-line  magneto  switch- 
board; the  Roseville  Home  Telephone  Company,  for  a  100- 
line  magneto  sw-itchboard,  and  the  Moscow  Telephone  & 
Telegraph  Company  of  Moscow,  Idaho,  for  a  complete  two- 
section,  six  ijosition  central  office  equipment,  arranged  for 
four-party  harmonic  party  line  service.  This  installation 
will  be  complete  with  power  plant,  harmonic  pole  changes  and 
subscribers'  station  equipment.  All  of  these  companies  con- 
nect with  the  Long  Distance  system  of  the  Pacific  Telephone 
(t  Telegraph  Company,  and  indicates  an  intention  on  tlio 
I'art  of  the  various  stockholders  to  furnish  the  pulilic  the  most 
up-to-date  telephone  service  obtainable. 


THE  FAR  EASTERN   REVIEW. 

The  November.  1910,  n\nnber  of  the  Far  Eastern  Review 
or  Manilla,  P.  I.,  contains  an  illustrated  account  of  the  visit 
to  China  of  honorary  commercial  commissioners  representing 
the  Associated  Chambers  of  Commerce  of  the  Pacific  Coast 
who  were  the  guests  of  the  Associated  Chinese  Chambers 
of  Commerce. 
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979,619.  Turbine.  Thomas  J.  Westerman,  Olalla,  Wash. 
In  a  device  of  the  class  described,  a  plurality  of  superposed 
rotors  provided  in  their  upper  faces  with  concentric,  inner 
and  outer  channels,  the  inner  and  outer  channels  of  each 
rotor  being  alined  with  the  inner  and  outer  channels 
of  the  adjacent  rotors  and  having  communication  there- 
with;     racks     removably     mounted     in     the     channels     and 


provided  with  blades  inclined  in  one  direction  in  the 
outer  channels  and  in  an  opposite  direction  in  tlie  inner  chan- 
nels, to  provide  for  a  reversal  of  the  rotors;  each  rotor  being 
provided  with  an  upstanding  annular  rib,  positioned  between 
the  concentric  channels  of  said  rotor,  and  adapted  to  register 
in  an  annular  groove  in  the  superposed  rotor,  to  prevent  the 
passage  of  fluid  under  pressure  from  the  inner  to  the  outer 
channels   transversely. 


979,840.  Insulator-Base.  Walter  T.  Goddard,  Victor,  N.  Y., 
assignor  to  Locke  Insulator  Manufacturing  Company,  Victor. 
N.  Y.  The  combination  with  the  hollow  lower  base  section 
having   the   upper   exterior   spherical   surface   and   the   upper 


hollow  base  section  having  the  lower  portion  fitting  over  and 
universally  adjustable  upon  the  lower  section  of  an  insulator 
embodying  one  or  more  petticoated  insulating  sections  sup- 
ported upon  the  upper  edge  of  the  upper  base  section  and  hav- 
ing the  downwardly  extending  portion  passing  into  the  base. 

979,927.  Electric-Light  Receptacle.  Henry  D.  Brown  and 
Lafayette  W.  Blymyer,  Los  Angeles,  Cal.  In  a  device  of  the 
class  described,  the  combination  of  a  sign  base  provided  with 
an  aperture  with  a  notch  in  the  edge  thereof,  of  an  electric 


979,769.  Electric  Signaling  Box.  Arthur  Kempston,  San 
Francisco,  Cal.  In  an  electric  signaling  box,  an  electric  cir- 
cuit, a  signaling  mechanism,  means  to  drive  said  mechanism, 
a  slowly  movable  plunger  adapted  to  hold  the  signaling 
mechanism  in  a  position  ready  to  send  a  signal  at  the  first 


moment  the  line  is  clear  of  other  signals,  means  to  return 
the  plunger  to  its  initial  iiosition  instantly  if  the  line  is  oper- 
ated during  the  period  of  initial  movement  of  the  itlunger  and 
before  the  signal  has  been  started  from  that  box.  means  to 
stop  the  mechanism,  a  solenoid  for  moving  said  plunger,  and 
n.ieans  to  cut  the  solenoid  out  of  circuit  at  the  end  of  the  set 
of  signals. 


light  receptacle  and  a  locking  member  carried  thereby,  said 
member  engaging  the  edge  of  the  aperture  at  said  notch  by 
a  rotary  movement  and  pressing  said  edge  on  the  inner  side 
and  outer  side  to  lock  said  receptacle  thereto. 

979,905.  Electric  Sealing  Device.  Johann  G.  Wallmann, 
Oakland,  Cal.,  assignor  of  one-half  to  Edward  Pierce,  Oak- 
land, Cal.,  In  an  electric  sealing  device,  the  combination  of  a 
tube  having  a  lower  portion  and  a  contracted  upper  portion. 


a  cap  supporting  a  seal  removably  secured  to  the  lower  portion 
ot  said  tube,  a  casing  having  a  head  containing  a  longitudi- 
nal opening  and  surrounding  the  upper  jjortion  of  said  tube 
and  projecting  over  the  lower  portion  thereof,  a  drum  in  said 
casing,  and  current  conducting  means  leading  into  said  casing 
and  encircling  said  drum. 
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TYPE    C    WATTHOUR     METERS. 

The  latest  developments  in  the  design  of  watthour  meteis 
are  represented  in  the  type  C  meters  built  by  the  Westing- 
house  Electric  &  Manuliacturing  Company  of  Pittsburg,  Pa. 
These  meters  operate  on  the  induction  principle,  which  ex- 
perience has  shown  to  be  in  all  respects  the  most  satisfactory 
principle  for  alternating  current  meters,  and  are  the  result  of 
a  gradual  evolution,  covering  a  period  of  years,  in  which 
exhaustive  experiment  and  intelligent  study  have  played  an 
important  part. 

The  driving  torque  of  the  meter  results  from  a  shifting 
magnetic  rield  acting  on  an  aluminum  disk.  The  shifting  field 
is  produced  by  the  line  current  in  a  low  resistance  series  coil 
and  current  in  a  highly  inductive  shunt  coil  connected  across 
the  line  voltage.  These  coils  are  mounted  on  a  laminateil 
iron  magnetic  circuit  of  special  design. 

The  design  of  the  electromagnetic  circuit  is  one  of  the 
most  important  factors  in  the  operation  of  the  meter.  In  the 
type  C  meter  the  circuit  is  closed  on  itself  and  therefore  self- 
shielding,  making  ihe  meter  independent  of  stray  fields.  The 
arrangement  is  also  such  that  most  of  the  flux  produced  by 
the  voltage  coil  passes  through  the  gaps,  only  a  leakage  com- 
ponent combining  with  the  series  flux  to  produce  rotation 
This  feature  renders  the  meter  accurate  over  a  wide  voltage 
range,  by  reducing  the  effect  of  varying  permeability  of  the 
iron  at  varying  voltage,  and  also  prevents  shunt  field  damping 
at  high  voltage,  a  serious  defect  in  some  types  of  meters. 

The  light  load  adjustment  loops  produce  sufficient  un 
balance  between  the  two  limbs  of  the  voltage  fiux  to  cause  a 
friction  compensating  torque.  Owing  to  this  position  of  the 
no-load  adjustment  loops,  however,  this  adjustment  is  entirely 
independent  of  current. 

A  feature  of  the  Westinghouse  meters  is  the  micrometer 
light  load  adjustment.  The  position  of  the  micrometer  screws 
at  the  bottom  of  the  meter  element  makes  them  accessible. 
The  micrometer  feature  makes  possible  accurate  adjustmnts. 

Taken  altogether,  the  combination  of  freedom  from  cur- 
rent effect,  possibility  of  micrometer  adjustment  and  accessi- 
bility, make  an  ideal  light  load  device,  free  from  creeping  an>l 
having  maximum  accuracy. 

The  positive  full  load  adjustment  is  another  striking 
feature.  The  two  retarding  magnets  are  mounted  on  a  heavy 
brass  U-strap.  the  ends  of  which  slide  in  machined  ways  in 
the  mounting  frame.  This  arrangement  makes  it  impossible 
to  twist  the  magnets  out  of  alignment  in  tightening  the  clamp- 
ing screws.  Two  clamping  screws  at  each  end  of  the  V  rende)' 
the  adjustment  permanent  in  spite  of  shocks  and  jars. 

The  jewel  and  pivot  type  of  bearings  has  been  entirely 
eliminated  in  Westinghouse  watthour  meters.  Instead  a  highly 
polished  and  si)ecially  hardened  steel  ball  working  between 
two  cup  jewels  is  used.  As  it  is  impossible  to  make  the  center 
of  gravity  of  the  moving  element  exactly  correspond  with  the 
center  of  the  bearing,  the  shaft  has  a  slight  gyratory  motion 
which  gives  a  rolling  action  to  the  ball.  This  produces  con- 
siderably less  friction  than  the  boring  action  of  the  jewel  and 
pivot  and,  by  presenting  constantly  new  bearing  surfaceo, 
assures  an  extremely  long  jewel  life  and  permanent  light  load 
accuracy. 

Permanence  of  full  load  accuracy  is  assured  by  the  special 
aging  treatment  given  to  the  retarding  magnets  and  by  the 
protection  afforded  by  an  iron  shield  between  the  permaneni 
magnets  and  the  electromagnet,  which  prevents  any  bad 
effects  from  the  heavy  fields  produced  by  overloads. 


The  entire  meter  element  is  carried  on  a  cast  iron  mount- 
ing frame  so  that  it  can  be  removed  from  the  case  as  a  unit 
without  disturbing  any  adjustment.  This  allows  adequate 
inspection  in  case  of  trouble  and  makes  all  parts  accessible 
lor  repairs.  ^j  -A 

The  full  load  torque  of  the  type  C  meters  is  42  millimeter- 
grams  per  phase  and  the  weight  of  the  moving  element  is  only 
15  grams  per  phase.  This  gives  the  high  ratio  of  torque  to 
weight  of  2.8.  The  lightness  of  the  moving  element  further 
insures  long  life  of  bearing  jewels.  The  voltage  coil  is  approx- 
imately 1.4  to  1.8  watts  per  phase  at  normal  voltage,  and  the 
series  coils  produce  a  drop  of  .4  volt  at  full  load. 

Every  meter  has  a  guaranteed  accuracy  within  2  iier  cent, 
or  from  2  per  cent  of  full  load  to  50  per  cent  overload.  This 
permanence  of  the  meters  is  so  reliable  that  these  limits  can 
be  depended  on  even  after  shipment.  No  adjustment  is  neces- 
sary at  installation  nor  need  the  case  be  opened  to  remov(^ 
supporting  wedges  or  release  the  movement.  For  this  reason 
separate  terminal  chambers  are  provided  for  making  connec- 
tions, retaining  the  original  seals  on  the  meter  element.  This 
not  only  preserves  the  Westinghouse  guarantee  of  accuracy, 
but  prevents  dust  entering  the  meter  at  installation. 

Type  C  meters  are  built  in  all  forms  demanded  by  com 
mercial  needs.  House  service  meters,  both  single-phase  and 
]iolyphase,  with  metal  or  glass  covers,  prepayment  meters  and 
single-phase  and  polyphase  switchboard  meters  with  metal  and 
glass  covers  are  described  in  the  Westinghouse  Company's 
publication  No.  1137,  just  published.  This  publication  also 
goes  into  the  general  principles  of  operation  of  watthour 
meters,  and  should  be  of  interest  to  all  those  having  to  do  with 
this  class  of  apparatus. 


THE    NEW    ••IRONCLAD-EXIDE"    BATTERY. 

In  line  with  its  policy  of  progressiveness,  the  Electric 
Storage  Battery  Company  of  Philadelphia  has  recently  de- 
veloped a  new  electric  vehicle  battery,  which  will  be  placed 
on  the  market  in  1911.  This  new  battery  will  be  called  the 
"Ironciad-Exide"  and  is  the  latest  and  highest  development 
of  the  "Exide"  battery.  It  is  the  result  of  years  of  study  and 
experimentation  and  long  tests  already  made  have  proven  its 
de])endability. 

The  "Ironclad-Exide"  battery  is  the  perfection  of  a  bat- 
tery first  invented  by  a  Fi-enchman.  The  Electric  Storage 
Battery  Company  secured  the  American  rights  on  this  patent 
about  four  years  ago,  and  since  that  time  has  been  carrying 
on  experiments  in  an  endeavor  to  perfect  it.  This  has  now 
lieen  accomplished  and  under  severe  tests  has  shown  the  most 
satisfactory  results. 

The  new  "Irouclad-Exide"  positive  iilate  is  so  designed  as 
to  effectually  prevent  the  loss  of  active  material.  The  plate 
consists  of  a  metal  conducting  top  and  bottom  bar  connected 
by  vertical  conducting  rods.  Each  rod  is  surrounded  by  active 
material,  which  in  turn  is  protected  and  held  in  place  by  a 
slotted  hard  rubber  tube.  Thi.--  tube  carries  a  vertical  rib  on 
each  side  which  takes  the  place  of  wood  separators,  used  with 
the  standard  "Exide"  type  of  positive  plate  and  makes  the 
use  of  rubber  separators  unnecessary.  A  thin  flat  wood  sepa- 
rator spaces  the  positive  from  the  negative.  The  negative 
plate  is  a  modified  "Exide"  negative  plate  thickened  and  im 
proved,  to  enable  it  to  withstand,  not  so  much  the  increased 
capacity,  as  the  truly  unprecedented  life  of  the  ne'v  iiositive 
plate. 

The  "Ironclad-Exide"  battery  is  claimed  to  give  from  two 
and  one-half  to  three  times  longer  life.  The  active  material 
does  not  shed  from  the  plates  which  eliminates  the  necessity 
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for  cvoi-  c-knining  Uio  cells.     It  gives  increased  mileage  aiiU 
maintains   this   high  capacity  during  the   greater   part  of  its 
life.     Furthermore,   it  can   be   installed   in   standard   "Bxide 
battery  jars   so  that   vehicle  users   having  -Exide"   batteries 
can  substitute  the  new  battery  when  requiring  renewals. 

This  announcement  of  the  Electric  Storage  Battery  Com- 
,,anv  llie  oUleat  and  largest  battery  maker,  which  has  devoted 
23  years  to  the  study  and  maintenance  of  storage  batteries 
and  a  company  whose  recommendations,  in  this  field  have 
always  been  conservative,  should  be  of  special  interest  to 
every  electric  vehicle  maker,  agent  or  user. 
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LARGEST    HYDRAULIC   TURBINE. 

The  engineering  world  will  be  much  interested  to  learn 
that  contracts  have  recently  been  awarded  for  the  building  ot 
two  hydraulic  turbines,  which  will  be  the  largest  in  the  world. 
The  Stone  and  Webster  Engineering  Corporation  acting  as 
consulting  engineer  for  the  Pacific  Coast  Power  Company  ha.s 
placed  an  order  with  AUis-Chalmers  Company  for  two  20.400 
h.p.  reaction  turbines  to  be  installed  in  connection  with  a  new 
development  on  the  White  river. 

This  deve'opment  is  one  of  the  most  comprehensive  under- 
taken on  the  Pacific  Coast  and  the  problems  which  have  con- 
fronted the  engineers  have  been  extremely  interesting  as  well 
as  complex.  The  White  river  is  fed  by  the  glaciers  of  Mt. 
Rainier  and  receives  its  name  from  the  milky  silt  which  the 
river  carries  and  which  gives  it  a  whitish  color. 

The  development  is  about  twenty  .miles  east  of  Tacoma. 
The  diversion  dam  is  to  be  built  at  a  point  near  the  big 
viaduct  of  the  Northern  Pacific  Railroad  north  of  Buckley. 
This  will  not  be  of  unusual  size  or  strength  and  will  simply 
perve  to  divert  the  water  into  a  ditch  discharging  into  a 
settling  pond  in  which  the  silt  will  have  a  chance  to  be 
dropped.  The  headworks  and  gates  will  present  some  new 
features  of  design  and  will  be  made  extremely  strong.  From 
the  diversion  dam  the  water  will  be  carried  through  an  earthen 
ditch  about  five  miles  long  to  the  main  storage  reservoir. 
This  storage  reservoir  is  one  of  the  most  important  elemen's 
in  the  entire  development  as  it  will  hold  enough  water  to 
operate  the  plant  for  a  period  of  three  or  four  months  should 
no  additional  water  be  received.  It  is  to  be  made  up  of  several 
existing  lakes  which  will  be  interconnected  and  which  will 
have  their  capacities  largely  increased  by  the  building  of 
heavy  embankments  and  masonry  dams.  The  fiow  line  of  the 
reservoir  will  be  about  four  miles  long. 

From  the  storage  reservoir  the  water  will  be  carried 
through  a  tunnel  about  3000  feet  long  to  the  head  basin. 
.\t  present  only  one  tunnel  will  he  built  but  eventually  another 
will  be  added.  From  the  head  basin  a  separate  steel  pipe  line 
will  be  built  for  each  turbine.  These  lines  will  be  approxi- 
mately 2200  feet  long  and  will  be  eight  feet  in  diameter  at  the 
upper  end  and  six  feet  in  diameter  at  the  power  house  end. 

The  power  house  is  designed  for  a  total  length  of  approxi- 
mately 373  feet ;  4.")  feet  7  inches  of  its  width  is  to  be  used  for 
the  generating  units  which  wi'l  be  placed  along  this  section 
with  their  shafts  in  line.  Room  is  to  be  provided  for  six  units 
although  only  two  will  be  installed  at  the  present 'time.  The 
other  side  of  the  building.  26  feet  wide,  will  be  given  over  to 
exciter  units,  pumps,  toilet  rooms  and  transformer  bays. 
Concrete  foundations  will  be  employed  with  brick  super- 
structure. 

The  hydraulic  installations  will  be  supplied  by  Allis- 
Clia'niers  Company  and  will  consist  at  present  of  two  units, 
I  be  largest  ever  built.  These  will  have  a  maximum  capacity 
of  20.400  h.p.,  each  under  a  head  of  4S0  feet.  They  will  run 
at  3l'i(t  r.p.m.  Kach  turbine  will  be  direct  connected  to  a 
CO  cycle.  3  phase.  t'ltiOO  volt  generator. 

The  turbine  runner  is  of  the  high  pressure  Francis  type 
with  horizontal  shaft.  Water  will  be  admitted  to  the  runner 
through  a  cast  steel  spira'  casing.    The  runner,  which  will  also 


be  of  cast  steel,  divides  the  water  into  two  lines  of  fiow  and 
it  Is  discharged  from  the  wheel  by  two  quarter  turns  to 
separate  draft  tubes.  The  flow  of  water  to  the  turbine  will  be 
controlled  by  a  cast  steel  butterfly  valve. 

In  a  turbine  which  exceeds  all  previously  built,  in  point 
of  both  size  and  |)ower,  it  is  quite  natural  to  find  many  parts 
that  are  larger  or  stronger   than   anything  of  the   kind   now 

existing. 

The  spiral  casing  of  this  turbine  will  be  the  largest  steel 
casting  of  this  kind  ever  made.  The  butterfly  valve  is  to  be 
ovvr  seven  feet  in  diameter,  and  will  be  the  largest  valve  of 
this  type  ever  used.  The  shaft,  carrying  the  turbine  runner. 
will  be  nearly  two  feet  in  diameter  and  the  bearings  for  it  wi'l 
be  alxiut  16  inches  in  diameter.  All  parts  of  the  turbine  which 
will  have  to  withstand  the  operating  pressure  of  the  water  will 
be  tested  in  the  shops  under  a  pressure  corresponding  to  about 
900  feet  head.  To  give  an  idea  of  the  size  and  strength  of  the 
parts  it  is  only  necessary  to  state  that  the  total  testing  load  on 
the  butterfly  valve  will  be  aliout  one  and  one-half  million 
liounds. 

Tiie  governors  for  these  turbines  will  be  of  Allis-Chalmers 
standard  oil  pressure  type  and  the  specifications  call  for 
extremely  close  speed  regulation.  Separate  governors  will  be 
supplied  for  each  unit  but  a  rather  elaborate  central  oil  pres- 
sure system  will  be  employed. 

As  this  plant  will  have  to  regulate  the  supply  of  energy 
to  the  whole  system  of  the  Pacific  Coast  Power  Company  the 
problem  of  proper  regulation  is  an  important  one.  It  becomes 
of  still  greater  importance  on  account  of  the  necessity  of 
conserving  the  storage  supply  of  water.  To  meet  this  con- 
dition and  handle  the  water  in  a  way  which  will  protect  the 
plant  from  injury  and  at  the  same  time  save  water,  pressure 
regulators  will  be  installed.  These  are  similar  in  design  to 
those  AUis-Chalniers  Company  is  now  installing  on  the  18,000 
h.p.  turbines  in  the  Great  Western  Power  Plant,  a  design 
whicli  has  done  excellent  service  on  other  installations. 

The  size  of  the  exciter  units  has  not  yet  been  definitely 
determined,  but  there  will  be  two  of  at  least  500  h.p.  each. 
One  exciter  is  to  be  provided  for  each  three  units  of  the 
ultimate  equipment.  As  the  proportionate  amount  ot  water 
which  these  wheels  will  use  is  not  large  they  will  be  of  the 
impulse  type  and  will  be  governed  by  means  of  a  deflecting 
hood  similar  to  that  used  with  the  exciter  units  of  the  Kern 
River  No.  1  station  of  the  Edison  Electric  Company,  built  by 
Allis-Chalmers  Company. 

Construction  is  progressing  rapidly  under  the  direction 
of  the  Stone  and  Webster  Engineering  Corporation.  Mr.  S. 
L.  Shuftleton,  the  Western  representative  of  this  organization, 
is  in  direct  charge. 


A    REMARKABLE    CABLE. 

The  Pacific  Coast  department  of  the  Standard  I'nder- 
groimd  Cable  Company  has  received  a  sample  of  cable  which 
has  a  very  interesting  history.  The  cable  was  manufactured 
at  the  Pittsburgh,  Pa.,  factory  of  the  Standard  Underground 
Cable  Company  in  1886  and  was  installed  in  the  city  of  Phila- 
deliihia  in  May,  1SS6.  The  cable  was  sold  and  manufactured 
for  600  volts  working  pressure  and  was  operated  at  that  pres- 
sure for  several  years  when  the  working  voltage  was  increased 
to  I'liOO.  at  which  voltage  the  cable  was  operated  for  several 
years  and  until  a  change  in  the  system  necessitated  taking  it 
out  of  service  in  September,  1910,  after  the  cable  had  been  in 
couiinuous  service  for  twenty-four  years  and  tour  months. 
The  copper,  insulation  I  fibre  saturated  with  Ozite  compound), 
lead  and  outer  covering  of  saturated  braid,  are  all  in  excellent 
condiiidn  and  aiijiear  to  be  practically  as  good  now  as  the  day 
the  cal)le  was  first  placed  in  service  over  twenty-four  years 
ago. 
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INCORPORATIONS. 
SAN    FRANCISCO,    CAL.— The     Yosemite     Power     Com- 
pany  has    been    incorporated    by   John    Hays    Hammond    and 
others  with  a  capital  stock  of  $10,000,000. 

EUREKA,  CAL.— The  Eel  River  and  Southern  Telephone 
Company  has  been  incorporated  by  H.  D.  Smith,  E.  M.  Love- 
land,  R.  M.  White  and  others  with  a  capital  stock  of  $20,000. 


FINANCIAL. 
ONTARIO,    CAL.— Tl:e    City    Council    has    awarded    the 
contract  to  the  First  National  Bank  of  Ontario  for  the  $95,000 
worth  of  the  $175,000  water  bond  issue. 

ELLENSBURG,  WASH.— The  people  of  the  city  of  Ellens- 
biirg,  have  voted  in  favor  of  a  municipal  water  system  for 
EUensburg.     The  estimated  cost  is  $300,000. 

FALLS  CITY,  ORE.— The  city  will  hold  a  special  election 
on  Monday,  January  2,  to  vote  on  the  i)roposition  of  bonding 
the  city  for  $25,000  for  a  municipal  water  system. 

SILVERTON,  ORE. — The  question  of  voting  bonds  to  pay 
for  the  construction  of  a  waterworks  and  sewerage  system 
will  be  put  up  to  the  citizens  and  taxpayers  of  Silverton 
next  week. 

SIERRA  MADRE,  CAL.— By  a  vote  of  123  to  20  the  citi- 
zens of  this  city  today  voted  to  issue  $40,000  municipal  bonds 
to  increase  the  water  supply  and  establish  a  system  of  fire 
protection. 

TURLOCK,  CAL.— The  town  trustees  have  awarded  $25,- 
000  municipal  sewer  and  waterworks  bonds  to  N.  \V.  Halsey 
&  Co.  for  the  sum  of  $23,025  the  bid  was  accompanied  by  a 
certificate  of  deposit  for  $2,502.50. 

SANTA  .\NA,  CAL.— Another  bond  election  will  be  called 
by  the  City  Trustees  for  $35,000  with  which  to  increase  the 
pumping  capacity  of  the  city  water  station.  About  $3000 
will  be  used  for  a  well;  $16,000  for  a  new  pump  and  about 
$16,000  for  strengthening  reservoir  walls. 

ELLENSBURG,  WASH.— By  a  vote  of  7  to  1,  the  citizens 
of  EUensburg  voted  their  approval  of  the  council's  scheme  for 
installing  a  municipal  water  system  in  EUensburg.  The  cost 
of  the  underaking  is  $300,000  and  will  be  paid  in  bonds 
issued  against  the  system  and  paid  by  75  per  cent  of  its 
gross  income. 

SAN  FRANCISCO,  CAL. — The  public  utilities  committee 
of  the  Supervisors  at  a  recent  meeting  set  January  30  as 
the  date  tor  selling  the  initial  installment  of  water  bonds. 
Of  the  $1,125,000  realized  through  this  sale  $600,000  will  be 
paid  to  William  Ham  Hall  for  the  Lake  Eleanor  and  Cherry 
Creek  properties. 

KINGSBURG,  CAL.— At  the  regular  meeting  the  City 
Council  canvassed  the  bids  submitted  for  the  water  bonds 
and  the  bonds  were  awarded  to  Adams  &  Co.  of  Los  .Angeles, 
whose  bid  was  par,  accrued  interest  and  $254  premium  and  in 
addition  to  this  they  will  print  their  own  bonds.  The  lowest 
bid  was  par.  accrued  interest  and  a  premium  of  $2. OS. 

SAN  FRANCISCO,  CAL. — The  Supervisors  at  last  weeks 
meeting  adopted  a  resolution  by  unanimous  vote  authorizing 
the  sale  of  $1,125,000  of  water  supply  bonds  out  of  the  $45,- 
000,000  authorized  to  be  issued  to  cover  ihe  entire  cost  of 
the  city's  Sierra  water  project.  Bids  for  these  bonds  are  to 
be  submitted  and  opened  on  January  30  next,  while  six 
months  later  an  equal  amount  will  be  offered  for  sale,  and  a 
year  later   another   block. 


TRANSMISSION. 

CHICO,  CAL.— President  A.  F.  Smith  of  the  Sacramento 
Valley  Power  Company  announces  the  sale  of  a  half  interest 
in  that  corporation  to  the  Fleishhacker  Bros,  at  a  price  not 
i~iade  public.  The  company  will  be  re-incorporated  with  a 
capital  of  $2,000,000,  and  bonds  for  an  equal  aniounf  will  be 
issued. 

STAYTON,  ORE.— A.  L.  Shreve,  proprietor  of  the  Stay- 
ton  electric  light  plant,  has  purchased  a  power  site  three  miles 
up  the  Santiam  river  from  Stayton.  The  site  is  capable  of 
generating  about  5000  h.p.  It  is  Mr.  Shreve's  plan  to  clean 
out  the  drift,  build  a  headgate  and  do  considerable  other  pre- 
liminary work  this  winter  and  in  the  course  of  a  year  or 
two  build  a  big,  modern  power  house  on  the  site,  which  is 
on  the  north  side  of  the  river. 

RED  BLUFF,  CAL.— A.  G.  Simpson  of  Chico  has  tied  an 
appropriation  of  8000  miners'  inches  of  the  water  of  Deer 
Creek.  The  purpose  of  the  appropriation  is  to  generate  elec- 
tric power.  The  power  plant  will  be  erected  about  15  miles 
east  of  Vina.  The  water  will  be  carried  in  a  ditch  20  feet  wide 
across  the  top,  14  feet  wide  at  the  bottom  and  6  feet  deep. 

PORTLAND,  ORE.— Dan.  J.  Malarkey,  senator  from 
Multnomah  county,  will  introduce  a  bill  creating  a  public 
service  commission  in  the  session  of  the  Oregon  legislature, 
which  will  convene  at  Albany  early  in  January.  The  act  will 
be  one  of  the  first  measures  presented  for  the  consideration  of 
the  senate,  and  will  provide  means  for  the  regulation  of 
street  car  transportation,  power,  light,  water,  telegraph,  tele- 
phone and  all  ether  coriiorations  selling  their  goods  to  the 
I'eople  while  making  use  of  some  of  the  property  of  the 
people.  The  bill  will  be  modeled  somewhat  after  the  law  now 
in  operation  in  the  State  of  New  York,  but  it  is  not  intended  lo 
divide  the  State  into  districts. 


TRANSPORTATION. 


FRESNO,  CAL.— S.  N.  Griffith  announces  that  he  has 
withdrawn,  with  his  associates,  from  the  field  as  supporter 
of  the  proposed  electric  railroad  between  Clovis  and  this 
city.  Failure  to  secure  franchises  desired  from  the  city  of 
Fresno  is  the  reason  Mr.  Griffith  gives  for  'jis  action. 

STOCKTON,  CAL.— Having  comi)leled  the  grading  be- 
tween French  Camp,  a  short  distance  outside  of  the  Stock- 
ton city  limits,  and  Modesto,  the  San  Joaquin  Electric  Rail- 
way has  applied  for  a  franchise  over  McKinley  avenue,  which 
reaches  the  water  front,  and  would  give  the  new  line  con- 
siderable through  freight  business. 

OAKLAND,  CAL.— F.  M.  Smith  says:  "So  many  mis- 
leading articles  have  apiieared  in  the  press  during  the  last 
few  weeks  that  I  think  it  best  to  correct  them.  While  it  is 
tiue  that  I  have  purchased  from  F.  C.  Havens  and  W.  G. 
Henshaw  their  holdings  in  the  Oakland  Traction  Company 
and  Key  Route  and  that  I  have  sold  to  Mr.  Havens  my 
holdings  in  the  Peoples  Water  Company,  it  is  not  true  that 
I  have  sold  any  of  my  transportation  interests  to  the  Santa 
B"e  Company  nor  have  I  had  any  negotiations  with  that  com- 
pany to  that  end.  My  plans  are  to  give  the  cities  on  this 
side  of  the  bay  as  fine  a  street  car  system  and  ferry  system 
as  brains  and  money  will  provide.  1  cannot  at  this  time  state 
ir.  detail  just  what  plans  for  such  development  have  been  de- 
termined on." 
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OROVILLE,  CAL. — Announcement  has  been  made  at  the 
oftice  of  the  Western  Pacific  Railway  that  a  traffic  agree- 
ment has  been  signed  between  the  Western  Pacific  and  the 
Monticello  Steamship  Company  and  the  San  Fi-ancisco,  Val- 
lejo  and  Napa  Valley  Electric  Railroad,  whereby  there  will 
be  an  interchange  of  tariff  between  the  local  road,  the  steam- 
ship line  serving  Vallejo  and  the  Mare  Island  Navy  Yard  and 
the  electric  line  which  exte"nds  from  Vallejo  thirty-five  miles 
into  Napa  Valley. 

SAN  FRANCISCO,  CAL.— Rails  and  other  steel  work  of 
tlie  Geary  street  municipal  road  will  begin  to  arrive  in  March 
and  construction  work  will  start.  This  is  the  announcement 
made  by  Chief  Assistant  City  Engineer  H.  D.  Connick.  The 
specifications  for  the  side  plates,  connecting  rods,  trolley 
poles  and  wires  will  be  reported  to  the  Board  of  Public  Works 
during  the  present  week.  There  will  be  about  10,000  tons  of 
metal  in  these  side  materials.  In  the  steel  rails  there  will  be 
2570  tons.  About  70  tons  of  the  steel  rails  have  been  turned 
out,  including  nearly  all  the  curve  connections.  Engineer 
Connick  says  the  curve  connections  will  be  much  better  than 
those  of  the  "United  Railroads,  for  the  reason  that  they  will 
be  made  of  manganese  steel,  which  is  more  durable  than  the 
ordinary  metal.  It  is  not  considered  feasible  at  the  city  engi- 
neer's office  to  equip  the  Geary  street  line  with  the  newly 
invented  Edison  storage  battery  cars.  It  is  believed  that 
the  cars  are  somewhat  in  the  experimental  stage  at  present. 
Engineer  Connick  says  it  is  proposed  to  secure  for  the  city 
road  coaches  constructed  entirely  of  steel,  of  the  most  im- 
proved type  somewhat  larger  than  the  largest  of  the  United 
Railroads  cars,  and  fitted  for  a  "pay-as-you-enter"  system. 


ILLUMINATION. 
WILLOWS,   CAL.— A  franchise   granting   power   to   erect 
poles  and  stretch  wires  in  the  town  of  Willows  for  the  pur- 
pose   of    carrying    electricity    for    commercial    purposes,    has 
been  sold  to  C.  R.  Wickes. 

HOOD  RIVER,  ORE.— The  Hood  River  Electric  Light, 
Power  &  Vi^ater  Company  has  been  sold  to  the  Oregon  and 
Washington  Electric  Corporation,  which  is  buying  up  power 
plants  around  this  section,  having  recently  secured  the  Van- 
couver plant.  It  Is  said  the  price  paid  for  the  Hood  River 
corporation  is  $70,000,  the  purchaser  to  assume  the  bonded 
indebtedness,  amounting  to  as  much  more. 

BOISE  CITY,  IDAHO.— The  Telluride  Power  Company, 
the  Great  Shoshone  Falls  Light  &  Power  Company  and  the 
Boise  Power,  Light  &  Traction  Company,  are  seeking  to  gain 
control  of  the  electric  power  business  of  Southern  Idaho.  The 
Telluride  Power  Company  is  prepared  to  spend  several  mil- 
lion dollars  in  the  completion  of  its  Idaho  plans.  A.  L.  Wood- 
house,  general  superintendent,  was  in  Boise  several  days  ago, 
accompanied  by  a  party  of  engineers.  The  main  power  plant 
of  the  Telluride  Company  will  be  constructed  near  the  con- 
fluence of  the  Malad  and  the  Snake  Rivers,  and  will  furnish 
10.000  h.p.  to  a  line  to  run  east  and  west  across  Southern 
Idaho.  The  Shoshone  company  is  backed  by  Kuhn  Bros.  Its 
plant  is  on  the  Malad  River  at  Salmon  Falls.  "It  arranged  to 
run  a  line  west  thrcigh  Southern  Idaho,  and  to  meet  the 
competition  of  the  Telluride  Company  at  Boise.  The  Boise 
Power,  Light  &  Traction  Company  filed  articles  for  $1,000,000, 
half  of  which  amount  it  is  said  has  been  subscribed  in  prep- 
aration for  construction  of  a  power  plant  on  the  Payette 
River  above  Horseshoe  Bend  and  for  pxtension  of  lines. 
The  plant  will  develop  5000  h.p.  and  will  cost  $500,000. 

LOS  ANGELES,  CAL.— The  new  electric  power  plant  has 
been  completed  at  Redondo  Beach  by  the  Pacific  Light  & 
Power  Company  at  a  cost  of  $1,000,000.  The  new  plant  is  more 
than  twice  as  large  as  any  similar  institution  west  of  New 
"i  ork,  generating  65,000  h.p.  The  plant  was  constructed  to  re- 
lieve the  congestion  in  Los  Angeles,  as  well  as  forming  a  re- 


source for  further  exten.sion  of  the  Huntington  and  Pacific  Elec- 
tric properties.  The  power  generated  will  be  sufficient  to  give 
the  downtown  sections  better  service  during  the  hours  of  heav- 
iest traffic.  The  new  plant  is  the  expansion  of  the  original 
power  house  at  Redondo  Beach,  constructed  three  years  ago, 
with  a  capacity  of  25,000  h.p.  The  rapid  growth  of  the  elec- 
tric lines  intended  for  the  use  of  this  power  was  so  great 
that  by  the  time  the  plant  was  completed  the  demands  of 
the  electric  lines  and  accessory  uses  were  so  extensive  that 
the  engines  were  run  constantly  at  capacity.  The  power  of 
the  new  plant  will  be  distributed  between  the  Pacific  Electric 
and  Los  Angeles  Railway  companies.  The  Pacific  Electric 
Company  has  arranged  with  the  Pacific  Light  &  Power  Com- 
pany for  a  supply  of  power  which  will  continue  by  contract 
for  several  years.  With  the  Redondo  plant  the  corporation  is 
producing  in  its  various  power  houses  in  this  State  over 
120,000   h.p. 


WATERWORKS. 

RATON,  N.  M. — The  contract  for  the  installation  of  the 
new  Cimarron  waterworks  system  has  been  let  to  Cook  &  Co. 
of  St.  Louis,  Missouri,  for  $32,000. 

COLVILLE,  WASH. — Lewis  P.  Larsen  has  been  granted 
a  franchise  to  install  and  maintain  a  system  of  waterworks  in 
Metalline  Falls  and  the  right  and  privilege  also  to  build  and 
operate  a  telephone  and  electric  light  system. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  will 
receive  sealed  bids  up  to  January  30th  for  a  franchise  gi-ant- 
ing  the  right  to  lay  down  and  for  a  period  of  40  years  to  main- 
tain a  system  of  water  pipes  in  the  townsite  of  Lankershim. 

TACOMA,  W.\SH. — T^e  Council  has  passed  an  ordi- 
nance providing  for  the  construction  of  water  mains  ranging 
in  size  from  6  inches  to  12  inches  in  Local  Improvement 
District  No.  564  in  the  city  of  Tacoma  and  cost  of  which  is 
estimated  at  $38,555. 

TACOMA,  WASH.— Two  bids  have  been  rejected  by  Com- 
missioner Nicholas  Lawson  of  the  department  of  light  and 
water  for  the  construction  of  the  100,000,000  gallon  storage 
reservoir  for  the  city's  Green  River  gravity  water  system. 
Both  were  rejected  because  they  were  above  Project  Engi- 
neer J.  R.  Preble's  estimate,  which  was  $310,000. 

BRAWLEY,  CAL. — At  the  Council  meeting  last  week 
plans  and  specifications  for  waterworks  were  accepted  with 
slight  modifications.  Bids  will  be  called  for  at  once.  The 
waterworks  plan  calls  for  a  complete  system  but  bids  are 
arranged  in  such  a  way  that  the  Brawley  Water  Company 
may  have  an  opportunity  to  dispose  of  a  portion  of  its  2  and 
3  inch  pipe  on  a  competitive  bid. 

FREEWATER,  ORE.— Freewater's  proposed  water  sys- 
tem, plans  for  which  have  been  under  way  for  several  months 
past,  is  soon  to  be  a  reality,  the  construction  contract  being 
signed  by  Mayor  J.  H.  Hall  at  a  special  meeting  of  the  Coun- 
cil, calling  for  the  completion  of  the  work  by  May  1,  1911. 
J  H.  Jager,  representing  a  St.  Louis  firm,  has  agreed  to  in- 
stall the  water  system  for  $14,340,  and  take  the  city's  recent 
bond  issue  of  $16,500  at  par. 

FOREST  GROVE,  ORE.— The  City  Council  has  made  a 
contract  with  O.  B.  Gates  of  Hillsboro  by  which  he  takes 
the  surplus  water  of  the  Forest  Grove  Water  system  for  a 
term  of  10  years,  at  4  per  cent  1000  gallons.  A  pipe  line 
will  be  built  from  the  Forest  Grove  reservoir  to  Hillsboro 
and  Cornelius  and  Mr.  Gates  will  try  to  secure  franchises 
with  these  two  cities  and  with  the  people  along  the  proposed 
right  of  way  to  supply  the  needed  water. 
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RECONSTRUCTION  OF  OAKLAND  STATION 


liY    C.     F.    A  HAMS. 


Tlie  brick  statinn  at  tlic  curiicr  <if  First  and  Grove  In    1908,    after    a    careful    inspection    (if    tlie    sta- 

streets   in    Oaklaml   has   jnst   completed   a   chaj^ter  of  tion,   a   general   reconstruction    was   advised    in   order 

its  history.     I'^ir  twenty  years  it  was  a  steam  station,  to    place   the    Oakland   service   on    a   permanent    high 

and  a   model  of  its  kind.      Xow  it  is  the  tcriiiinus  of  i^rade  basis. 

a    transmission    line    and    the    distrilinting    centre    of  The   old    station    had    wooden     upper     and     main 

(Oakland's   ])ower  and   light   service.  tlciors,  as  well  as  a  wooden  roof.    The  brick  walls  bore 

When    the    first    alternating-current    dynamo    was  traces    of   .\i)ril,    1906.      The   total     steam     equipment 

purchased  for  this  station  a  few  years  ago,  a  75-kilo-  had   been   superseded   in   service   by   the  single  9,000- 

watt  machine  was  considered  large  enough   to  supply  kilowatt  turbine  in  the  new  Station  C.    The  south  end 


the  demand  for 
years  to  come. 
The  street  lamps 
were  then  oper- 
ated by  direct 
current  arc  dyna- 
mos, and  the  en- 
t  i  r  e  equipment 
was  belt  dri\'en. 
Slow-  m  o  v  i  n  g 
Corliss  type  en- 
gines were  the 
m  o  t  i  V  e  power, 
and  long  coun- 
ter shafts  with 
friction  clutches 
were  used  to 
drive  the  group 
of  machines. 
When  alternat- 
ing current  m<j- 
tors  became  a  re- 
ality, larger  gen- 
erators were  required  and  finally  the  station 
equipment     consisted      of     three     500-kiIowatt     gen- 


i:ili(.n  A,  First  ;iiiil  Grovp  Streets.  Oakl.iiiil 


of  Station  B  had 
been  used  for 
some  time  as  a 
pipe  shop.  The 
high  t  e  n  s  i  o  n 
trans  formers 
were  in  a  galvan- 
ized and  wood 
frame  structure, 
known  locally  as 
"the  tin  can." 
The  switchboard 
was  partly  in  the 
tr.insformer  room 
and  partly  in  the 
gallery  of  Station 
A.  The  plant  as 
,1  whole  was  out- 
grown and  a  bad 
fire  risk.  The 
new  arrangement 
proposed  was  to 
remo\'e  all  com- 
bustible    material    from     Stations    A     and     B.       All 


the  high-tension  transformers  were  to  be  moved  to 
erators,  one  875-kilowatt  motor  generator,  one  150-  Station  B,  and  the  iron  building  abandoned.  .\11  the 
kilowatt,  and  one  250-kilowatt  motor  generator  sets,  switchboard  apparatus,  regulators,  and  arc  trans- 
Three  horizontal  compound  engines  were  in  use  and  formers  were  to  be  combined  in  Station  A.  Pro- 
one   vertical   compound    engine   with   direct-connected      vision  was  to  be  made  for  a  future  underground  serv- 


generator.  The  original  arc  lamps  had  all  been  super- 
seded by  alternating  current  arcs,  operated  from  con- 
stant current  transformers. 


'Engineer  of   Electric   Construction,    Pacific  Gas   &   Electric 
C'ompany. 


ice  to  be  run  from  this  station,  which  would  dispense 
with  all  the  overhead  wires  to  the  business  district 
and  thus  avoid  the  fire  risks  to  the  line  and  the  con- 
sequent interruptions. 

During:   tliis    work   all    ser\'ice    would    have   to   be 
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Main    Flour.   .Station    A,    Oakland. 


Miiiji    Floor,    .Station    B,    Oakland,    Looking    Tuward  Station    A, 


m;iiiilaiiu-(l  witlioui  internijition  aii<l  tlie  huildint^ 
work  would  lia\c  to  he  complctcil  l)cforc  tlic  winter 
rains  came. 

The  iiUl  swilchhoard  was  maintained  in  service 
durintj  construction,  as  its  location  on  a  side  gallery 
was  not  disturhed  l)y  the  huildinsj  changes.  Wooden 
shelter  houses  were  br.ilt  i)\cr  the  motor  generators 
to  p'-otect  from  dust  and  falling  debris.  The  driving 
belts  and  rope  transmission  were  removed.  Machin- 
ists with  sledges  and  chisels  tore  out  countershafts 
and  engines  piecemeal,  and  the  work  was  on.  Then 
the   wooden   roof   was   lifted   and   the  blue  sky   let   in. 


(  )ld  f(Jundations  were  blasted  out 
to  make  riKim  for  new,  and  for 
months  the  place  was  the  scene 
of  turmoil  and  labor,  day  ami 
night.  junk  men,  \-ultures  of 
commerce,  flocked  about  and 
\  iewed  the  spoil,  and  the  wreck- 
age went  to  the  highest  bidder. 

The  new  arrangement  ])ro])osed 
was  to  remove  all  combustil)le 
material  from  Stations  A  and  B. 
All  the  high-tension  transformers 
were  to  be  moved  to  Station  B, 
and  the  iron  building  abandoned. 
All  the  switchboard  apjjaratus, 
regulators,  and  arc  transformers 
were  to  be  com])ined  in  .Station  .\. 
I'rovision  was  to  be  made  for  :: 
future  underground  service  to  be- 
run  from  this  station,  which  would 
dispense  with  all  the  overhead 
wires  to  the  business  district  and 
thus  avoid  the  fire  risks  to  the 
line  and  the  consequent  interrup- 
tions. 

Station  B  was  the  first  to  take 
form.  A  steel  frame  secured  to 
the  brick  walls  supported  the  new 
steel  roof.  A  concrete  gallery 
for  the  6000-volt  switches  and  a 
concrete  floor  for  the  transform- 
ers completed  the  building  work. 
The  875-kilowatt  motor  generator 
was  moved  into  .Station  A.  The 
high-tension  lines  were  brought 
in,  and  the  transformers  were  soon 
shifted  and  in  service. 

The  new  station  is  roomy  and 
light.  All  conductors  from  trans- 
formers to  switchboard  are  placed 
underground.  The  60,000-volt 
switches  for  transformers  are  au- 
tomatic and  solenoid  operated. 
They  are  controlled  from  the  main 
switchboard. 

The  work  in  Station  A  was  of 
greater  magnitude.  A  looo-kilo- 
watt  generator  was  erected  to  op- 
crate  the  street  railroad  load 
'LAvo  steam  engines  with  shafting  and  generators  were 
completely  dismantled.  The  250-kilowatt  motor  gen- 
erator set  was  shifted  to  Elmhurst,  a  smaller  set  was 
sent  to  Sacramento,  and  one  of  the  500-kilowatt  alter- 
r.ators  was  forwarded  far  up  the  canyon  of  the  Ameri- 
can River  to  run  some  .gold  dredgers.  A  new  exciter 
set  was  procured  and  a  200-kilowatt  motor  generator 
for  the  all-night,  direct  current  service.  Provision 
was  made  for  a  storage  battery,  and  the  necessary 
"booster"  and  switchboard  were  installed. 

A    double   bus   concrete    cell    structure   was   built 
to  contain  all  oil   switches.     Duct  lines  were   run  to 
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all  power  transformers,  motor 
sets,  and  to  enclose  the  main 
commercial  feeders.  A  complete 
new  switchboard  was  built  to 
control  all  station  apparatus  and 
lines,  including  the  turbines  an^i 
exciters  in  Station  C. 

A  gallery  of  concrete  and  steel 
was    constructed    to    extend    the 
length   of   the   building   and    sup-* 
port  arc  tube,    feeder    regulators, 
and  mains. 

All  wiring  was  to  be  supported 
on  metal  frames  or  within  metal 
conduit. 

The  illustrations  convey  the 
story  of  what  the  station  is  now, 
but  no  views  are  available  to 
show  the  old  station.  Not  a  sin- 
gle serious  accident  occurred 
through  the  entire  reconstruction, 
neither  loss  of  life  nor  personal 
harm  and  there  was  no  greater 
average  of  service  interruption 
than  was  normal  to  the  old  sta- 
tion. The  entire  work,  planned 
and  executed  by  the  engineers 
and  construction  forces  of  the  Pa- 
cific Gas  &  Electric  Company, 
represents  an  outlay  of  approxi- 
mately $150,000. 


Interior  nf  Station  .\  during  the  leeon.structiun  work, 
when  the  roof  was  off  the  building  but  the  station 
in  regular  operation.  The  nearer  box-like  struc- 
ture was  the  temporar.y  protective  covering  for 
a  1000-kilowatt  motor  generator  set;  and  the  one 
on  tli(>  riglit  covered  a  1000-volt  bu.s. 


ELECTRICITY   APPLIED   TO 

PAPER-MAKING. 

BY   ARCHIE   RICE. 

Contra  Costa  is  the  foremost 
manufacturing"  county  of  Califor- 
nia. But  comparatively  few  peo- 
]ile  know  this.  It  has  the  largest 
nil  refineries  in  western  America, 
the  second  largest  dynamite  fac- 
tory in  the  world,  the  largest 
smelting  and  lead  works  on  the 
Pacific  Coast,  a  large  copper 
smelter,  a  large  steel  mill,  a  big 
sugar  refinery,  powder  works, 
rubber   works,   a   big  paper   mill. 

and  numerous  minor  industries  scattered  along  or  ad- 
jacent to  its  extensive  bay  and  ri\er  frontage. 

The  town  of  Antioch  stands  on  the  bank  of  the 
San  Joaquin  River,  near  where  that  stream  empties 
into  the  upper  reaches  of  San  Francisco  Bay.  Close 
to  Antioch  is  the  plant  of  the  Pacific  Paper  and  Board 
Mills.  It  is  the  only  concern  of  its  kind  on  the  Pacific 
Coast,  and  supplies  the  western  territory  as  far  east- 
ward as  Salt  Lake  City. 

In  the  operation  of  this  paper  factory  electricity 
from  the  lines  of  the  Pacific  Gas  &  Electric  Company 
is  used  to  drive  all  motors,  ranging  from  5"horse 
power  to  400-horsepower  each.  Most  of  the  motors 
are  from  50  to  /S-horsepower. 


■4 


Pacific  Papei    and    Board   Mill.s   Plant,   Near  .Antioch,   Cul 


The  factory  employs  one  hundred  and  twenty 
men,  and  produces  an  average  of  from  thirt}-  to  forty- 
two  tons  of  paper  a  day.  Its  principal  products  are 
pasteboard  of  various  thicknesses,  wrapping  paper  of 
different  kinds,  tissue  paper,  and  straw-board  used  for 
egg  cases. 

The  raw-  material  for  these  products  looms  high 
in  imposing  pyramids  in  the  yards  adjacent  to  the 
v/orks.  One  p3-ramid  of  recent  construction  consisted 
of  some  four  thousand  bales  of  wheat  straw  hauled 
in  from  the  grain  fields  of  Contra  Costa  County.  Two 
other  pyramids  each  contained  about  two  thousand 
bales  of  old  paper  of  nearly  every  conceivable  de- 
scrijition.     Another  pyramid  consisted  of  bales  of  old 
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jute    sacks,    twine,    fragments    o\ 
burlap,  and  similar  material.  Then 
there    were    a    half    dozen    great 
piles  of  old   copies  of  the  dit¥cr- 
ent    San    I'rancisco    newspapers, 
eastern  magazines,  discarded  tele- 
phone directories  by  the  thousand, 
and    heaps    of   circulars    and    pla- 
cards that   had   never  been   used. 
Also  there   were  large   quantities 
of     Cottonwood     timber,     to     be 
crushed  to  fibre  and  later  soaked 
into  plastic  pulp. 

The  Cottonwood  fibre,  or  wood 
fibre,  as  it  is  commonly  called,  is 
the  basic  principle  of  the  heavier 
tough  papers  having  a  parchmeni- 
like  texture. 

In  ihe  process  of  makmg 
]japer  there  are  some  seven  stages 
through  which  the  substance  passes 
while  being  converted  from  old 
scrap  paper  into  smooth  new 
stock.     Ordinarily  it  takes  six  hours  for  the  evolution 


Two  of  the   2000 


-bale  ryramias  of  Old   Paper   to   be    Made    1nt,>    New. 


from  scrap  heap  to  stock  pile.  A  longer  time  s  re 
quired  in  the  making  of  strawboard  for  egg  boxes 
and  in  the  production  of  tissue  paper,  as  the  pulp  for 
these  two  products  has  first  to  undergo  a  cookmg 
process  Also,  before  the  old  burlap,  jute,  and  twine 
can  be  converted  into  pulp  it  is  washed  and  treated 
chemically  to  remove  foreign  matter. 

The  pulp  condition  is  the    first    stage    m    paper- 
making      Great  vats  are  filled  with  bits  ot  old  paper 
and   the   mass   slowly   and    steadily    revolved    until- it 
assumes  the  consistency  of  a  soft  mush.     Ihis  mush 
i.     drawn     off     in      pipes     and      allowed      to      flow 
upon     an     endless     blankett.      This     blanket     is  _  122 
inches   wide,    122    feet   long,    and    made   of   the    finest 
wool       It    passes   over   and   between    large    spool-like 
drums      The   pulp   accumulates   like   scum   on   a    mil 
pond,   steadily    assuming   homogemty,   closeness,   and 
•^   uniform  thickness  to  the  width  of  the  blanket,  122 
inches     As  the  water  is  gradually  pressed  out  and  the 
film  of  paper  assumes  consistency  it  is  separated  and 
passed  on  through  other  sets  of  rollers,  drymg  m  tran- 
sit over  big  brass   drums,   and   finally   smoothed   and 
ironed  between  highly  polished,  chilled-steel  cylinders. 
Paper  is  made  in  an  unending  strip,  or  ribbon.  122 
inches  wide,  with  a  deckele.l  edge  where  it  reaches  the 
sides  of  the  blanket.    While  the  completed  end  of  the 
paper  is  coming  out  of  the  ironers  and  being  cut  into 
the  desired  lengths,  not   200  feet  back  on  the  ribbon 
the  substance  is  only   a  very  thin,  soft  scum   without 
power  to  hold  together  unsupported. 

\s  different  grades  of  paper  are  required  the  lot 
is  evolved  in  one  long  ribbon.  .\nd  when  the  next 
order  takes  its  turn  there  is  a  blending  of  the  two 
o-rades  or  shades  of  paoer  at  that  point.  But  the  rib- 
bon goes  right  on,  passing  from  one  stage  to  another, 
without  a  break.  Today  a  thick  gray  board  to  be  cut 
up  to  form  the  covers  of  school  books,  tomorrow  a 
thin,  tough,  yellowish  paper  to  be  used  in  wrapping 
packages  in  stores. 


Tissue  paper  is  made  in  the  same  long  ribbons  and 
of  the  same  huge   width,   and   then   cut   up   into  the 

sizes  desired. 

Ordinarv    paper   in    its   completed    form    is    sub- 
jected  in   the   factory   office   to   three   tests:      (i)    I0 
aetermine  its  tensile  strength;   (2)   to  determine  if  it 
have  the  desired  weight ;  (3)  to  determine  if  it  have 
the  desired  thickness.     The  tensile  strength  is  tested 
by  means  of  a  remarkably  sensitive  little  instrument 
usin-  air  pressure  upon  a  portion  of  the  paper  about 
ihe  size  of  a  dime.    This  pressure  is  gradually  applied 
until    the    paper   bursts,    and    the    instrument    records 
the    pounds    pressure    attained.      For    instance,    tissue 
paper  can  stand   a  pressure  of  about   four  pounds  to 
the  square  inch,  while  some  of  the   wrapping  papers 
can  take  considerably  more  than  one  hundred  pounds, 
and    the    thick,    slate-colored    board    can    withstand    a 
pressure   far  beyond  the  power  of  the   instrument  to 
record.     Tensile  strength  proves  the  toughness  of  the 
labric,  and  the  other  tests,  for  weight  and  thickness, 
insure    uniformity    in    the    particular    grade    of    paper 
called   for  bv   the  contract. 


WIRELESS    FROM  AN  AEROPLANE. 

An    interesting    series    of    experiments    with    the 
wireless    telegraph   plannedSfor  the  aviators'    meet  at 
San  Francisco,  January  7-14,  1910,  were  prevented  by 
the  wreck  of  Hubert  Latham's  "Antoinette"  on  January 
10.     Up  to  the  time  of  printing  this  page  it  has  not 
lieen  possible  to  perform  them,  though  they  may  be 
accomplished   under   the   direction   of    Paul   W.    Beck, 
Lieutenant  U.  S.  Signal  Corps,  and  E.  E.  Ennis,  ex- 
pert with  the  Western  Wireless  Equipment  Company. 
The  sending  instrument  to  be  employed  weighs  but  8 
oz.  and  is  attached  to  the  aviator's  wrist.  The  guy  wires 
on  the  machine  are  used  as  a  static  ground,  "earthing" 
being  accomplished  by  induction,  no  physical  connec- 
tion being  practicable.     The  antennae  consists  of  120 
fi.  of  No.  6  aluminum  wire,  weighing  two  pounds,  su.s- 
pended  from  the  guy  w-ires  of  the  aeroplane. 
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NEW  WATER  POWER  REGULATIONS  OF  THE  Exclusive    Use   and    Occupancy    of    Lands    Under    Permit. 

DEPARTMENT  OF  AGRICULTURE.  Reg.  L-4.    No  application  for  preliminar.v  or  final  water- 

.Signed  by  the  .Secretary.  Dee.  28.   Hiin.  power  permit  will  be  accepted,  and  no  permit  will  be  granted 

Water-power  Permits.  thereunder    while    the    lands    applied    for    are    occupied    and 

Reg.  L-1.     Preliminary  water-power  permits  will  allow  the  "^ed    under    an    existing    water-power    permit.      Upon    ascer- 

occupancy  of  the  lands  of  the  United  States  within  National  taining  that  the  lands  applied  for  are  so  occupied  and  used, 

Forests  for  t^.a  purpose  of  securing  the  data  required  for  an  '''e  District  Forester  will  return  the  application  and  inform 

application  for  final  permit  and  for  such  construction  as  may  'he  applicant  fully  of  the  reasons  why  the  application  can  not 

be    necessary    to    preserve    water    appropriation    during    that  '^  accepted. 

period.     Final  water-power  permits  will  allow  the  occupancy  Water  Rights. 

and  use  of  such  lands  for  the  construction,  maintenance  and  Reg.  L-5.  Occupancy  and  use  of  National  Forest  lands 
operation  thereon  of  works  for  the  main  purpose  of  the  gen-  is  the  sole  privilege  granted  under  a  water-power  permit, 
eration  of  electrical  power.  Preliminary  or  final  permits  for  in  the  issuance  of  such  permits  no  attempt  will  be  made  to 
commercial  water-power  works,  or  for  non-commercial  water-  adjudicate  water  rights  since  water  rights  are  acquired  under 
r.ower  works  of  a  capacity  in  excess  of  one  thousand  (1,000)  state  laws  and  adjudicated  by  the  courts.  Therefore,  no  pro- 
electrical  horsepower,  will  be  granted,  extended  and  re-  tests  against  the  granting  of  an  application,  if  based  upon 
newed  only  by  the  Secretary  of  Agriculture.  Permits  for  non-  alleged  lack  of  water  rights  will  be  considered;  nor.  in  gen- 
commercial  water-power  works  of  a  capacity  of  one  thousand  eral,  will  any  allegation  that  the  time  of  beginning  or  com- 
(1,000)  electrical  horsepower  or  less,  and  for  transmission  pletion  of  construction  has  been,  or  is  delayed  by  litigation 
lines,  not  a  part  of  any  water-power  works  covered  by  a  over  water  rights  be  accepted  as  a  sufficient  reason  for  grant- 
water-power   permit   will   be  granted,   extended   and   renewed  ing  any  extensions  of  time. 

bv  the  District  Forester.     The  Secretary  of  .\griculture  alone  _  x    r.        ■.. 

Term    of    Permits, 
may  revoke  water-power  permits. 

Reg.    L-6.     Unless    sooner   revoked    bv    the    Secretarv   of 

Non-commercial    and    Commercial    Water-Power   Works.  .      ■     w  ^      .        i.  -^     u   n  i         •      »       ^  n. 

.'\griculture,  a  final  water-power  permit  shall  termmate  at  the 

Reg.  L-2.     The  term  "non-commercial  water-power  works"  expiration   of  fifty    (50)    years  from   the   date   of  the   permit, 

will  be  applied  to  water-power  works  owned  and  used  solely  and  may  then  be  deemed  to  be  an  application  by  the  permittee 

by  the  permittees  for  one  or  more  of  the  following  purposes:  for  a  new  permit  to  occupy  and  use  such  lands  as  are  occu- 

In   the  operation  of  their  own   mines,  or  in  the  milling  and  pjgj   g^d    used    under   the    original    permit:      Provided,    that 

reduction  of  ores  therefrom:   as  auxiliary  to  irrigation  works  the  permittee   shall,  not   less   than   two  nor   more   than   four 

owned  and  operated   by  permittees;    temporarily,  in  the  con-  years  prior  to  the  termination  of  the  permit,  formally  notify 

struction   of   other   works   for   which   permission   has   already  ,i-^g  Secretary  of  Agriculture  that  it  desires  such  new  permit, 

been  granted  the  permittees;   or  by  municipalities  for  munic  and  will  comply  with  all  laws  and  regulations  at  such  time 

ipal   purposes,   or  such  other  miscellaneous   uses   not   herein  existing,  regulating  the  occupancy   and   use   for  water-power 

enumerated  as  may  be  determined  by  the  Secretary  of  Agri-  purposes  of  lands  of  the  United   States   within   the  National 

culture   to   fall   within   this   class.     No   charge   will   be   made  Forests, 
for  the  use  and  occupancy  of  lands  for  non-commercial  water- 
power  works.     All   other  water-power  works   will   be  termed 
"commercial"    (see  Regulation   L-7   for  charges).  Reg.  L-7.     The  occupancy  and  use  of  lands  of  the  TTnited 

„  .     .,       ^   ,      ..X.  States  within  National  Forests  under  a  preliminary  or  final 
Priority  of  Application.  .   ,      ,    ,,  , 

v.ater-power  permit,  other  than  non-commercial,  shall  be  con- 

Reg.  L-S.     Priority  of  application  for  a  preliminary  water-  jiti^^g^  ^p^^  the  payment  of  an  annual  charge,  based  upon 

power   permit   shall   be   established    by   filing   an    application  ^^^  ^.^^^^^  ^^j.  p^^.^^.  purposes  of  such  lands,  and  the  meas- 

as  prescribed  in  Regulation  L-9.     Priority  of  application   for  ^^^^  ^^  ^^j^  ^^^^^  ^j^^,,  ^^  ^^^  ^^^  ^^^,^^  capacity  of  the  works, 

a   final  water-power  permit  shall  be  established  by  filing  an  ^^    defined   in    Regulation    L-8,    and   the    rates    at    which    the 

application  as  prescribed  in  Regulation  L-10.     If  an  applica-  ^^^^^^^  ^^^^^   ^^   calculated    shall    be   for   each   net   electrical 

tion  for  a  final  permit  as  prescribed  by  the   said  regulation  horsepower  per  annum  as  follows: 
is  filed  within  the  period  required  in   a  preliminary  permit, 
priority  established  thereunder  shall  be  maintained,  and  with  P°j;  ^^^     jnd  year'.'. ..'.'..'...  .0.20  dollar 

reference   to   priority   such   application   for  final   permit   shall  For  the     3rd  year 0.30  dollar 

relate  back  and  be  effective  as  of  the  date  of  the  application  For  the     .5th  year O.RO  dollar 

for    the    preliminary    permit.      Priority    shall    be    maintained  p°|!  ^Y,%    7th  ylar. !!  1 !!!!'!  !o!70  dollar 

only  when  the  projects  shown  in  the  application  for  the  final  For  the     8th  year.  ••■■••■•   OJO  foliar 

permit   are   within   the   approximate   limits    of   diversion   and  For  the  lOth    year   and    each 

,.     ,  ^  ■       ^i.  ,.      i-         r        ii.  1-     ■  succeeding  year    1.00  dollar 

discharge   as   shown   in    the   application   for   the   preliminary 

permit:  priority  shall  be  established  for  any  projects  out-  The  above  rates  per  net  electrical  horsepower  per  annum 
side  these  limits  from  the  date  of  filing  the  application  for  shall  apply  to  preliminary  water-power  permits,  in  accord- 
final  permit.  Priority  established  under  an  application  for  ance  with  the  net  power  capacity  of  the  works  as  estimated 
final  permit  shall  be  lost  if  the  applicant  fails  to  return  a  at  the  time  of  granting  the  preliminary  water-power  permit, 
dulv  executed  stipulation,  as  prescribed  in  Regulation  L-12,  and  if  the  final  application  is  made  in  accordance  with  the 
within  (90)  days  from  the  date  it  is  mailed  by  the  District  terms  of  the  preliminary  permit  all  payments  made  under 
Forester,  unless  such  period  is  extended  by  written  authority  the  preliminary  permit  shall  be  credited  to  the  permittee 
of  the  Secretary  of  Agriculture.  Priority  established  under  and  be  applied  to  the  payment  due  at  the  time  of  granting  the 
an  application  for  preliminary  permit  shall  be  lost  if  the  ap-  final  permit  and  /or  to  payments  to  become  due  thereafter: 
plication  for  final  permit,  as  prescribed  in  Regulation  L-10,  Provided,  however,  that  if  the  final  permit  provides  for  only 
is  not  filed  within  the  time  required  in  the  preliminary  permit.  a  partial  development  of  the  project  or  projects  protected 
Priority  established  under  an  application  for  final  per-  bj  the  preliminary  permit  then  only  a  proportional  part  of 
niit  shall  be  lost  if  the  permit  is  revoked.  No  other  appli-  such  payments  as  may  have  been  made  under  the  prelimi- 
cation  for  a  like  use,  covering  in  whole  or  in  part  the  same  nary  permit  will  be  applied  on  payments  due  or  to  become  due 
lands,  shall  be  accepted   from   the   permittee   whose   priority  under  the  final  permit. 

of  application  is  lost  until  the  expiration  of  one  year  there-  The   above  rates   shall   also   apply   to   final   water-power 

Ct  permits,   and   if   the    works   are   completed   and   operation   is 
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begun  within  the  time  specified  in  the  stipulation  executed 
by  the  permittee  or  any  approved  extension  thereof  all  pay- 
ments made  prior  to  such  specified  date  under  the  final  per- 
mit and  all  payments  which  have  been  credited  upon  the 
final  permit  shall  be  applied  on  payments  due  or  to  become 
due  under  the  final  permit. 

The  minimum  rate  of  ten  (10)  cents  per  net  electrical 
horsepower  per  annum  shall  also  apply  upon  the  date  of 
the  termination  of  the  period  for  the  completion  of  con- 
struction and  beginning  of  operation  as  specified  in  the  stip- 
ulation (or  in  any  approved  extension  thereof),  if  the  works 
are  completed  and  operation  is  begun  within  such  specified 
period  and  shall  increase  by  ten  (10)  cents  per  net  electrical 
horsepower  per  annum  for  each  year  thereafter  until  a  rate 
ol  one  dollar  ($1.00)  per  net  electrical  horsepower  per  annum 
is  reached  and  shall  then  remain  at  that  rate  until  the  ex- 
piration of  the  permit. 

The  minimum  rate  of  ten  (10)  cents  per  net  electrical 
horsepower  per  annum  shall  apply  proportionately  to  the 
fractional  part  of  the  calendar  year  succeeding  the  date  of 
the  granting  of  the  preliminary  permit,  the  final  permit,  and 
ihe  date  specified  in  the  stipulation  for  the  completion  of  con- 
struction and  beginning  of  operation  (or  any  approved  exten- 
sion thereof)  if  the  works  are  completed  and  operation  is 
begun  within  such  specified  period,  and  also  to  the  following 
full  calendar  year. 

If  the  original  permittee  sells  or  transfers  his  improve- 
ments in  accordance  with  Regulation  L-1.5  and  a  new  permit 
is  issued  to  the  vendee  or  transferee,  the  subsequent  annual 
charges  shall  be  at  the  rates  that  would  have  been  required 
under  the  original  permit,  and  any  advance  payments  made 
by  the  original  permittee  may  be  applied  pro  tanto  on  the 
new  permit.  If  all  or  any  part  of  the  amounts  due  for  charges 
as  required  in  the  preliminary  permit  shall,  after  due  notice 
has  been  given,  be  in  arrears  for  sixty  days,  then  and  there- 
upon the  preliminary  permit  shall  terminate  and  be  void. 
If  all  or  any  part  of  the  amounts  due  for  charges  as  required 
in  the  final  permit  shall,  after  due  notice  has  been  given, 
be  in  arrears  for  six  months,  then  and  thereupon  the  final 
permit  shall  ierminate  and  be  void. 

Nothing  in  this  regulation  shall  be  construed  to  alter  or 
amend  the  rates  or  the  methods  of  fixing  the  charges  as  spe- 
cifically provided  in  any  existing  permit. 

Power  Capacity  of  Works. 
Reg.  L-8.  The  term  "gross  power  capacity,"  as  used  in 
these  regulations,  shall  mean  the  power  capacity  of  the  entire 
works  to  be  constructed,  maintained,  and /or  operated  in 
whole  or  in  part,  under  the  permit  for  which  application  is 
made;  provided  that  the  term  "power  capacity,"  as  used  in 
this  regulation,  shall  mean  estimated  average  annual  station 
output  in  electrical  horsepower,  which,  under  continuous 
operation  with  reasonable  load  factor,  is  possible  of  develop- 
ment from  all  water  available  therefor,  falling  through  effect- 
ive head,  v.ith  deductions  for  reasonable  mechanical  and  elec- 
trica'.  losses  in  generating  machinery,  and  that  the  term  "load 
factor,"  as  used  in  this  regulation,  shall  mean  ratio  of  aver- 
a.ge  output  to  maximum  output. 

The  "net  power  capacity"  upon  which  the  charges  are 
based  (see  Regulation  u-1)  shall  be  determined  by  making 
the  following  deductions  from  the  gross  power  capacity  of  the 
entire  works: 

(A)  An  amount  bearing  approximately  the  same  ratio 
tn  the  storage  power  of  the  reservoir  or  reservoirs,  proposed 
to  be  constructed  or  maintained  under  permit,  as  the  area  of 
unreserved  lands  and  patented  lands  within  the  flood  lines  of 
such  reservoir  or  reservoirs  bears  to  the  total  area  within 
said  flood  lines,  as  of  the  beginning  of  each  year. 

(R)  An  amount  bearing  approximately  the  same  ratio 
tn  the  difference  between  the  gross  power  capacity  and  the 
storage  power  as  the  length  of  the  conduit  or  conduits,  pro- 


posed to  be  constructed  or  maintained  under  permit,  upon 
unreserved  lands  and  patented  lands,  bears  to  the  total  length 
from  intake  to  power-house  of  the  conduit  or  conduits,  as  of 
the  beginning  of  each  year. 

(C)  From  the  gross  power  capacity  remaining  after  de- 
ductions (A)  and  (B)  have  been  made  a  further  deduction 
shall  be  made  which,  in  per  cent,  shall  be  calculated  by  mul- 
tiplying the  square  of  the  distance  of  primary  transmission 
in  miles  by  the  constant  factor  0.001;  but  in  no  case  shall 
deduction  (C)  exceed  twenty-five  (25)  per  cent. 

The  term  "storage  power,"  as  used  in  these  regulations, 
shall  mean  that  part  of  the  aforesaid  gross  power  capacity 
which  is  made  possible  of  development  by  the  use  of  any 
reservoir  or  reservoirs  to  be  constructed  or  maintained  in 
whole  or  in  part  vmder  permit.  The  word  "conduit,"  as  used 
in  these  regulations,  shall  include  ditches,  canals,  flumes,  pipe 
lines,  and  all  other  means  for  the  conveyance  of  a  flow  of 
water. 

If  any  part  of  the  electric  energy  generated  by  the  works 
constructed  in  whole  or  in  part  under  permit  is  used  by  the 
permittee  in  the  operation  of  its  own  mines,  or  in  the  mill- 
ing or  reduction  of  ores  therefrom,  or  as  auxiliary  to  irriga- 
tion works  owned  and  operated  by  the  permittee,  or  for 
such  other  miscellaneous  uses  as  may  be  determined  by  the 
Secretary  of  Agriculture  to  fall  within  "non-commercial" 
use,  the  net  power  capacity  upon  which  the  charge  for  any 
year  is  to  be  calculated  shall,  before  such  calculation,  be  re- 
duced by  an  amount  bearing  approximately  the  same  ratio 
to  the  net  power  capacity  as  the  amount  of  electric  energy 
generated  by  the  works  and  used  for  the  above  purposes, 
bears  to  the  total  amount  of  energy  generated  by  the  works 
during  the  last  preceding  year. 

If  at  any  time  not  less  than  ten  (10)  years  after  the 
original  or  after  the  last  preceding  determination  of  the 
gross  power  capacity,  the  permittee  or  the  Secretary  of 
Agriculture  on  the  ground  of  the  inaccuracy,  insufficiency, 
or  inapplicability  of  the  data  upon  which  the  original  or  said 
last  preceding  determination  of  the  gross  power  capacity 
was  made,  shall  apply  for  or  give  notice  of  review  of  the 
original  or  last  preceding  determination,  then  and  thereupon 
such  review  shall  be  taken  by  the  Secretary  of  Agriculture 
and  a  re-determination  of  the  gross  power  capacity  and  of 
the  storage  power  shall  be  made,  and  thereupon  the  re- 
determined gross  power  and  the  re-determined  storage  power 
shall,  for  the  purpose  of  determining  the  charges,  and  from 
the  beginning  of  the  next  calendar  year,  be  taken  to  be  the 
gross  power  capacity  of  the  works  and  the  storage  power 
of  the  reservoir  or  reservoirs. 

The  decision  of  the  Secretary  of  Agriculture  shall  be 
final  as  to  all  matters  of  fact  upon  which  the  determination 
of  the  gross  power  capacity  of  the  works  and  the  storage 
power  of  the  reservoir  or  reservoirs  depend. 

Application  for  Preliminary  Water-Power  Permit. 
Reg.  L-9.  All  applications  for  preliminary  permits  to 
occupy  and  use  the  lands  of  the  United  States  within  National 
Forests  for  the  purpose  of  securing  the  data  required  for  a 
final  application  for  water-power  works  and  for  such  con- 
struction as  may  be  necessary  to  preserve  water  appropria- 
tion during  the  period,  shall  be  filed  with  the  District  Forester 
of  the  district  in  which  such  lands  are  situated,  and  shall 
consist  of  the  following: 

(A)  An  application  in  triplicate  on  Form  58,  or 

(B)  A  map  on  tracing  linen  and  either  one  Van  Dyke 
negative  or  three  blue  print  copies,  cut  to  a  uniform  size  not 
larger  than  28  by  40  inches,  and  not  smaller  than  24  by  36 
inches,  with  scale  so  selected  as  to  show  the  entire  project 
upon  a  single  map,  showing  the  approximate  location  of  the 
dams,  reservoirs,  conduits,  power  houses  or  other  works  for 
which  final  application  is  to  be  made;  each  separate  sheet 
of  maps,  estimates  and   data  shall  be  signed  and  dated  by 
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the  applicant,  if  tlie  proposed  development  is  to  be  upon 
surveyed  land,  the  map  shall  show  for  each  reservoir  site 
the  distance  and  bearing  of  one  extremity  of  the  dam  from 
the  nearest  existing  corner  of  the  public  survey,  and  the 
approximate  position  and  area  of  the  flood  line  of  the  res- 
ervoir; for  each  conduit  line,  the  distance  and  bearing  of  each 
terminus  from  the  nearest  existing  corner  of  the  public  survey, 
and  the  approximate  location  and  length  of  the  conduit; 
and  for  each  power-house  site,  the  distance  and  bearing  of  one 
corner  of  the  site  from  the  nearest  existing  comer  of  the  public 
survey,  and  the  approximate  area  of  the  site.  If  on  unsurveyed 
land,  the  distances  and  bearings  may  be  taken  from  some 
natural  feature  that  can  be  readily  recognized  upon  the  ground 
as  a  stream  junction  for  example,  or  from  a  permanent  monu- 
ment, that  can  be  readily  found. 

(C)  A  statement  in  triplicate,  estimating  the  amount  of 
water  available  for  use  and  the  total  head  at  each  proposed 
power  house. 

(D)  Estimates  in  triplicate  of  the  amount  of  power  that 
may  be  developed  at  each  proposed  power  house. 

(E)  Prima  facie  evidence  in  triplicate,  certified  by  the 
proper  public  officer,  of  the  appropriation  by  the  applicant 
or  its  predecessors  of  all  the  water  which  it  is  proposed  to 
use  in  the  operation  of  the  works  applied  for. 

Application  must  be  made  for  the  occupancy  and  use  of 
such  lands  for  a  definite  limited  period  only,  which  period 
will  allow  a  reasonable  time  for  the  preparation  and  filing  of 
the  final  application  as  prescribed  in  Regulation  LrlO. 

The  time  prescribed  in  the  preliminary  permit  may,  upon 
application,  be  extended  by  the  Secretary  of  .Agriculture  it 
the  completion  of  the  final  application  has  been  prevented  by 
unusual  climatic  conditions  that  could  not  reasonably  have 
been  foreseen  or  by  some  special  or  peculiar  cause  beyond 
the  control  of  the  permittee. 

Although  not  required  as  an  essential  part  of  the  applica- 
tion, a  statement  from  the  District  or  Supervising  Engineer 
of  the  V.  S.  Reclamation  Service,  to  the  effect  that  the  grant- 
ing of  the  jiermit  applied  for  will  not  interfere  with  any  Oov- 
ernraent  reclamation  project,  should  be  submitted  with  tho 
application. 

An  application  for  a  preliminary  water-power  permit  filed 
with  the  District  Forester  shall  not  be  comn'ete  imtil  the  last 
map  or  paper  required  by  this  regulation  shall  have  been  filed 
in    the   form    prescribed. 

Application  for   Final  Water-Power   Permit. 

Reg.  L-10.  All  applications  for  final  permits  to  occupy  and 
use  the  lands  of  the  ITnited  States  within  National  Forests  for 
commercial  water-power  works  and  for  non-commercial  water- 
power  works  of  more  than  1000  electrical  horsepower  capacity 
shall  be  filed  with  the  District  Forester  of  the  District  in 
which  the  lands  are  situated,  and  shall  consist  of  the  follow- 
ing: 

(a)     An  application  in  triplicate  on  Form  — . 

fb)  Maps  of  location  and  plans  of  structures,  both 
on  tracing  linen  with  either  one  Van  Dyke  negative  or  two 
print  copies  cut  to  a  uniform  size  not  larger  than  28  by  40 
inches  and  not  smaller  than  24  by  36  inches,  with  a  graphical 
scale  of  not  less  than  6  inches  in  length  drawn  thereon. 
Separate  sheets  shall  be  used  for  maps  of  location  whenever 
the  whole  survey  cannot  be  shown  upon  a  sin.gle  sheet.  Each 
separate  sheet  of  maps  and  plans  shall  contain  the  affidavit 
of  the  applicant's  engineer  and  the  applicant's  certificate. 

(1)  The  following  maps  and  plans  shall  be  filed  for  eacii 
reservoir  which  will  be  used  !iS  a  part  of  the  complete  power 
project:  (a)  A  contour  map  of  each  reservoir  site,  dam, 
and  dam  site,  on  a  scale  of  not  more  than  400  feet  to  the  inch 
with  a  contour  interval  of  not  more  than  10  feet.  TT.  S. 
Geological  Survey  datum  should  be  used  where  available.  The 
maps  shall  show  the  reference  lines  for  the  initial  point  of  the 
survey  and  all  land  subdivisions  within  the  flood  lines  of  the 


re.servoirs,  and  the  status  of  all  such  lands  which  are  within 
I  he  National  Forest,  designating  separately  National  Forest 
land  and  patented  land,  (b)  Plans,  elevations,  and  cross 
sections  of  the  dams,  showing  spillways,  sluiceways,  or  sluice- 
liipes,  the  character  of  the  material  to  be  used,  and  the  type 
of  construction. 

(2)  The  following  maps  and  plans  shall  be  filed  for  the 
intire  length  of  each  conduit  which  will  be  used  as  a  part  of 
the  complete  power  project,  (a)  A  contour  map  of  the  entire 
conduit  location,  except  pressure  lines,  on  a  scale  of  not  more 
than  400  feet  to  the  inch  with  contour  interval  of  not  more 
than  10  feet  and  a  profile  of  the  pressure  lines.  U.  S.  Geological 
Survey  datum  should  be  used  where  available.  The  contours 
shall  cover  either  an  area  of  100  feet  in  width  on  each  side  of 
the  center  line  of  the  conduit,  or  a  difference  in  elevation  of  at 
least  25  feet  above  and  below  the  grade  line  of  the  conduit. 
This  map  shall  show  the  transit  line  of  the  survey  and  the 
center  line  of  the  proposed  final  location  of  conduits,  includ- 
ing curves  between  tangents,  the  reference  line  for  the  loca- 
tion of  termini,  all  land  subdivisions  to  be  crossed  by  the  con- 
duit, and  the  distance,  from  the  nearest  section  or  quarter 
section  corner,  of  the  intersection  of  the  transit  line  with  sec- 
tion lines.  If  such  corners  cannot  be  found  within  a  half  mile 
of  the  line  the  fact  should  be  noted  upon  the  map  and  the  tie 
may  be  omitted.  This  map  shall  also  show  the  status  of  land 
within  the  National  Forest  which  will  be  crossed  by  the  con- 
duits, designating  separately  National  Forest  land  and  pat- 
ented land,  what  sections  of  the  conduit  will  be  in  flume,  ditch, 
ttmnel,  pipe,  etc.,  and  the  grade  of  each  section,  (b)  Plans, 
elevations,  and  cross  sections  of  each  type  of  conduit,  show- 
ing material,  dimensions,  grade,  flow  line,  and  capacity,  and 
plans  of  intake  works  and  forebays. 

(.3)  The  following  maps  shall  be  filed  for  all  power-house 
sites  which  will  be  used  as  a  part  of  the  complete  power 
project.  Contour  maps  on  a  scale  of  not  more  than  50  feet 
to  the  inch  with  contour  interval  of  not  more  than  5  feet,  of  all 
proposed  power-house  sites,  showing  connections  between  in- 
itial point  01"  survey  and  the  reference  corner  of  the  public 
survey,  the  proposed  locations  of  power-houses,  other  build- 
ings, etc.,  and  the  status  of  the  lands  to  be  used,  designating 
separately  National  Forest  land  and  patented  land.  This  map 
shall  also  state  the  proposed  type  and  probable  number  and 
rated  capacity  of  the  water  wheels  and  generators  to  be  used. 
(4)  The  following  maps  shall  be  filed  for  such  portions 
of  transmission  lines  as  lie  within  the  exterior  boundaries 
of  a  National  Forest:  A  map  of  the  survey  of  the  proposed 
final  location  of  the  center  line  of  the  transmission  line  on  a 
scale  of  not  more  than  1000  feet  to  the  inch.  This  map  shall 
show  the  reference  lines  for  the  location  of  intersections  with 
National  Forest  boundaries,  all  land  subdivisions  to  be  crossed 
by  the  transmission  line,  the  distances  from  the  nearest  sec- 
tion or  quarter  section  corner,  of  the  intersection  of  the  survey 
lines  with  the  section  lines  and  the  status  of  the  lands  to  be 
crossed  by  the  transmission  line,  designatin.g  separately  Na- 
tional Forest  land  and  patented  land. 

(c)  Copies  of  field  notes  in  triplicate  of  the  entire  final 
location  survey  of  conduits  and  transmission  lines  and  the 
exterior  boundaries  of  power-house  and  reservoir  sites,  bearing 
the  affidavit  of  the  applicant's  engineer  and  the  applicant's 
certificate. 

(d)  Detailed  estimate  in  triplicate  of  the  amount  of 
maximum,  minimum  and  average  output  of  the  proposed 
works  in  electrical  horsepower  at  the  generator  switchboard, 
bearing  the  affidavit  of  the  applicant's  engineer  and  the  ap- 
plicant's certificate.  This  estimate  shall  be  accompanied  by  a 
detailed  statement  in  triplicate  of  the  complete  data  upon 
which  estimates  are  based,  consisting  of  a  statement  of  the 
amount  of  water  appropriated,  the  estimated  average  amounts 
of  water  to  be  used  from  natural  flow  and  from  storage, 
stream  measurements,  run-off  and  evaporation  records,  total 
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and  effective  heads,  estimated  efficiencies  of  machinery 
estimated  load  factor  of  the  plant. 

(e)  Prima  facie  evidence  In  triplicate,  certified  by  the 
proper  public  officer,  of  the  appropriation  by  the  applicant  or 
its  predecessors  of  all  the  water  which  it  is  proposed  to  use 
in  the  operation  of  the  works.  If  such  evidence  has  been  filed 
with  a  preliminary  apiilication  only  such  additional  evidence 
will  be  required  as  will  cover  appropriations  or  transfers  sub- 
sequent to  the  date  of  the  evidence  filed  with  the  jireliminary 
application. 

(f)  Articles  of  incorporation,  it  a  corporation,  certified 
under  the  State  seal,  with  copies  in  duplicate,  or  articles  ol 
association  or  partnership  properly  certified  with  copies  in 
duplicate,  and,  if  a  corporation  organized  under  the  laws  of 
a  State  or  Territory  other  than  the  State  or  Territory  in  which 
the  project  Is  located,  evidence  in  triplicate,  of  the  right  to 
operate  within  the  State  or  Territory  within  which  the  works 
are  to  be  located. 

Maps    and    field    notes    shall    designate    by    termini    and 
length    each    conduit    and    transmission    line,    and    by    initial 
point  and  area  each  reservoir  site,  and  power-house  site.    The 
termini    of  conduits   and   intersections   of   transmission   lines 
with    National    Forest    boundaries    and    the    initial    point  of 
survey  or  power-house  and  intake  sites  shall  be  fixed  by  refer- 
ence of  course  and  distance  to  the  nearest  existing  corner  of 
the    public    survey.      The    initial    point      of    the    survey  of 
reservoir       sites     shall     be     fixed     by     reference     of    course 
and   distance   to   the  nearest   existing   corner  outside   of  the 
reservoir  by  a  line,  or  lines,  that  does  not  cross  an  area  that 
will    be    covered    with    water   when    the   reservoir   is    in    use. 
When  either  terminus  or  a  conduit,  or  intersections  of  trans- 
mission lines  with  National  Forest  boundaries,  or  the  initial 
point  of  the  survey  of  a  reservoir  or  power-house  site,  is  upon 
unsurveyed  land,  it   shall  be  connected  by  traverse   with  an 
established  corner  of  the  public  survey,  and  the  distance  from 
the  terminus  or  initial  point  to  the  corner  shall  be  computed 
and  noted  on  the  map  and  in  the  affidavit  of  the  applicant's 
engineer.     When  an  established  corner  of  the  public  survey 
is  more  than  2  miles  distant,  this  connection  may  be  with  a 
natural  object  or  a  permanent  monument  which  can  be  readily 
found  and  recognized  and  which   will  fix  and  perpetuate  the 
position  of  the  terminus  or  initial  point.    This  map  shall  show 
the  position  of  such  point  and  shall  give  the  course  and  dis- 
tance to  the  termiuus  and  initial  point.     The  field  notes  shall 
give  an  accurate  description  of  the  natural  object  or  monu- 
ment and  full  data  of  traverse  as  required  above.     The  affi- 
davit of  the  applicant's  engineer  and  the  applicant's  certificate 
shall  state  the  connections. 

Each  separate  original  map,  plan,  set  of  field  notes,  es- 
timater  and  data,  evidence  of  water  right,  articles  of  incor- 
poration and  evidence  of  right  to  do  business  within  the  State, 
when  required,,  shall  be  plainly  marked  "Exhibit  A,"  Exhibit 
B,"  etc.,  respectively  and  referred  to  by  such  designation  in  the 
application.  Maps  and  plans  shall  in  addition  be  described  in 
the  application  by  their  titles  as  "Exhibit  A,"  map  of  location 
of,  etc.,  "Exhibit  B,"  plan  of,  etc.  Duplicate  and  triplicate 
copies  should  be  marked  "Exhibit  A,  Duplicate,"  "Exhibit  A, 
Triplicate,"  etc.  Maps  should  be  rolled  for  mailing  and  should  ■ 
not  be  folded. 

An  application  for  final  permit  filed  with  the  District 
Forester  shall  not  be  complete  until  the  last  map  or  paper 
required  by  this  regulation  shall  have  been  filed  in  the  form 
prescribed. 

Application  for  Non-Commercial  Water-Power  Permit,  1000 
Horsepower  or  Less. 
Reg.  L-11.  Applications  for  permission  to  occupy  and  use 
the  lands  of  the  United  States  within  National  Forests  for  non- 
commercial water-])ower  works  of  1000  electrical  horsepower 
capacity  or  less,  shall  be  filed  with  the  District  Forester  of  the 
District  in  which  such  lands  are  situated,  shall  be  in  writ- 
ing, and  shall  be  accompanied  by: 


(a)  A  map  in  trii)licate  showing  the  location  of  dams, 
reservoirs,  conduits,  power-houses  and  transmission  lines  or 
other  works. 

(b)  Field  notes  of  the  survey  in  triplicate. 

(c)  Prima  facie  evidence  in  triplicate,  certified  by  the 
proper  public  officer,  of  the  appropriation  by  the  applicant  or 
its  predecessors  of  all  the  water  which  it  is  proposed  to  use 
in  the  operation  of  the  works. 

(d)  A  statement  in  triplicate  of  the  amount  of  water 
to  be  diverted  for  use  and  the  amount  of  power  to  be  de- 
veloped. 

The  map  shall  consist  of  one  original  on  tracing  linen  and 
either  one  Van  Dyke  negative  or  two  print  copies,  and  shall 
be  not  larger  than  28  by  40  inches  or  smaller  than  24  by  36 
inches,  and  may  be  of  any  convenient  scale.  If  the  proposed 
development  is  to  be  upon  unsurveyed  land,  the  map  shall 
show,  for  each  reservoir  site,  the  distance  and  bearing  of  the 
initial  point  of  survey  from  the  nearest  existing  corner  of  the 
public  survey,  the  location  of  the  flood  lines  of  the  reservoir, 
and  its  area;  for  each  conduit  line,  the  distance  and  bearing 
of  each  terminus  from  the  nearest  corner  of  the  public  survey, 
the  location  of  the  center  line  of  the  conduit,  and  its  length; 
and  for  each  power-house  site,  the  distance  and  bearing  of  the 
initial  point  of  survey  from  the  nearest  corner  of  the  public 
survey,  the  location  of  the  exterior  boundaries  of  the  site  and 
the  area.  If  on  unsurveyed  land  the  distances  and  bearings 
may,  if  the  nearest  existing  corner  of  the  public  survey  is 
more  than  two  miles  distant,  be  taken  from  some  natural  ob- 
ject or  permanent  monument  that  can  be  readily  found  and 
recognized,  and  which  will  fix  and  perpetuate  the  position  of 
the  terminus  or  initial  point. 

Reg.  L-12.  Before  a  water-power  permit  for  non-commer 
cial  water-power  works  of  over  1000  electrical  horsepower 
capacity  shall  be  issued,  the  permittee  shall  execute  a  stipu- 
lation to  include  such  of  the  requirements  enumerated  in  Reg- 
ulation L-13  as  may  be  necessary  to  protect  National  Forest 
interests.  Stipulations  will  not  be  required  for  non-commercial 
water-power  works  of  1000  electrical  horsepower  or  less,  or  for 
transmission  lines,  not  a  part  of  any  water-power  works  cov- 
ered by  a  water-power  permit. 

Stipulations  by  Applicant  for  Final  Water-Power  Permit. 
Reg.  L-13.     Before  a  final   permit  for  commercial   water- 
power  works  shall  be  issued,  the  permittee  shall  execute  and 
file  with  the  District  Forester  a  stipulation: 

(A)  To  pay  for  the  full  value  of  all  merchantable  timber 
upon  National  Forest  lands  to  be  cut,  injured,  or  destroyed. 

fB)  To  pay  full  value  for  all  damage  to  the  National 
Forests  resulting  from  the  breaking  of  or  the  overflowing, 
leaking  or  seeping  of  water  from  the  works  to  be  constructed, 
maintained  or  operated  under  the  permission  applied  for  and 
for  all  other  damage  to  the  National  Forests  caused  by  the 
neglect  of  the  permittee  or  the  employees,  contractors,  or 
employees  of  the  contractors  of  the  permittee. 

(C)  To  dispose  of  all  brush  and  other  refuse  resulting 
from  the  clearing  out  or  cutting  of  timber  on  the  National 
Forest  lands  to  be  ocupied  under  the  permit  for  which  appli- 
cation Is  made. 

(D)  To  clear  and  keep  clear  the  land  along  the  trans- 
mission line  where  it  crosses  National  Forest  lands. 

(E)  To  protect  all  Government  and  other  telephone  lines 
at  crossings  of  and  at  all  places  of  proximity  to  the  transmis- 
sion line  and  to  maintain  the  line  in  such  a  manner  as  to  pre- 
vent injury  to  stock  grazing  on  the  National  Forests. 

(F)  To  do  all  reasonably  within  its  power  to  prevent 
and  suppress  forest  fires  on  or  near  the  lands  to  be  occupied 
uiuler  permit. 

(G)  To  build  and  repair  roads  and  trails  whenever  any 
roads  or  trails  are  destroyed  or  injured  by  construction  work 
or  flooding  under  the  permission  applied  for,  and  to  build 
and  maintain  necessary  and  suitable  crossings  for  all  roads 
and  trails  which  intersect  the  conduit,  if  any,  constructed,  op- 
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erated  or  maintained  on  the  lands  the  occupancy  and  use  of 
which  is  applied  for. 

(H)  To  sell  electric  energy  to  the  United  States,  when 
requested,  at  as  low  a  rate  as  is  given  to  any  other  pur- 
chaser for  a  like  use  at  the  same  time;  provided  that  the 
permittee  can  furnish  the  same  to  the  United  States  without 
diminishing  the  measured  quantity  of  energy  sold  before  such 
request  to  any  other  customer  by  a  binding  contract  of  sale; 
and  provided  further,  that  nothing  in  this  clause  shall  be  con- 
strued to  require  the  permittee  to  increase  its  permanent 
work  or  to  install  additional  generating  machinery. 

(1)  To  construct  its  works  on  the  locations  shown  upon 
and  in  accordance  with  the  maps  and  plans  filed  with  its  final 
application  for  a  water-power  permit  and  to  make  no  material 
deviation  from  said  location  unless  and  until  maps  and  plans 
showing  such  deviation  shall  have  been  filed  with  the  District 
Forester  and  approved  by  the  Secretary  of  Agriculture.  (See 
Regulation  L-15). 

(J)  To  begin  the  construction  of  the  works,  or  the  sev- 
eral parts  of  the  works,  within  a  specified  period  or  periods 
from  tne  dale  of  the  permit  for  which  application  has  been 
made,  and  thereafter  to  diligently  and  continuously  prose- 
cute such  construction  unless  temporarily  interrupted  by 
climatic  conditions  or  by  some  special  or  peculiar  cause  be- 
yond the  control  of  the  permittee.  The  term  "construction 
of  the  works"  as  used  in  this  regulation  shall  be  deemed  and 
taken  to  mean  only  the  actual  construction  of  dams,  con- 
duits, power  houses,  transmission  lines,  or  some  permanent 
structure  necessary  to  the  operation  of  the  completed  works, 
and  shall  not  include  surveys  or  the  building  of  roads  and 
trails,  or  the  clearing  of  reservoir  sites  or  other  lands  to  be 
occupied,  or  the  performance  of  any  work  preliminary  to  the 
actual  constuction  of  the  permanent  works. 

(K)  To  complete  the  construction  and  begin  the  opera- 
tion of  the  works,  or  the  several  parts  of  the  works,  within 
«  specified  period  or  periods  from  the  date  of  the  permit 
for  which  application  has  been  made. 

(L)  That  any  approval  by  the  Secretary  of  Agriculture 
of  any  alteration  or  amendment,  or  of  any  map  or  plan,  or 
of  any  extension  of  time,  shall  affect  only  the  portions  spe- 
cifically covered  by  such  approval:  And  no  approval  of  any 
•uch  alteration,  amendment,  or  extension  shall  operate  to 
alter  or  amend,  or  in  any  way  whatsoever  be  a  waiver  of 
any  other  part,  condition,  or  provision  of  the  stipulation. 

(M)  To  pay  annually  in  advance  for  the  use  and  occu- 
pancy of  the  land  at  the  rate  specified  in  Regulations  L-7 
and  L-8. 

(N)  To  operate  continuously  for  the  generation  of  elec- 
trto  energy  the  works  constructed  and  maintained  in  whole  or 
in  part  under  the  permit  unless  upon  a  full  and  satisfac- 
tory showing  that  such  operation  is  prevented  by  unavoid- 
able accidents  or  contingencies,  this  requirement  shall  be 
temporarily  waived  by  the  written  consent  of  the  Secretary 
of  Agriculture. 

(O)  That  the  works  to  be  constructed  and  maintained 
under  the  permit,  will  not  be  owned,  leased,  trusteed,  pos- 
sessed, or  controlled  by  any  device  or  in  any  manner  so  that 
they  form  part  of,  or  in  any  way  affect  any  combination  in 
the  form  of  an  unlawful  trust,  or  form  the  subject  of  any 
contract  or  conspiracy  to  limit  the  output  of  electric  energy, 
or  in  restraint  of  trade  with  foreign  nations  or  between  two 
or  more  States  or  Territories,  or  within  any  one  State  or 
Territory  in  the  generation,  tale,  or  distribution  of  electrical 
energy. 

(P)  To  install  and  maintain  in  good  operating  condition 
accurate  measuring  weirs,  gauges,  and  other  devices  approved 
by  the  Secretary  of  Agriculture,  adequate  for  the  determi- 
nation of  the  natural  flow  of  the  stream  or  streams  from 
which  the  water  is  to  be  diverted  for  the  operation  of  the 
works  and  of  the  amount  of  water  used  from  the  natural  flow 
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in  the  operation  of  the  works  and  of  the  amounts  of  water 
held  in  and  drawn  from  storage,  and  to  keep  accurate  and 
sufficient  records,  to  the  satisfaction  of  the  Secretary  of 
Agriculture,  of  the  above  named  measurements. 

(Q)  That  the  books  and  records  of  the  permittee  in  so 
far  as  they  show  the  amount  of  electric  energy  generated  by 
the  works  constructed  or  maintained,  in  whole  or  in  part, 
under  permit,  or  the  amount  of  water  held  in  or  used  from 
storage,  or  the  stream  flow  or  other  data  of  the  watershed 
furnishing  w^ater  used  in  the  generation  of  electric  energy, 
shall  be  open  at  all  times  to  the  inspection  and  examination 
ot  the  Secretary  of  Agriculture,  or  his  duly  authorized  rep- 
resentative, and  that  the  permittee  will  during  January  of 
each  year  make  a  return  to  the  Secretary  of  Agriculture, 
under  oath,  or  such  of  the  measurements  or  records  made  by 
or  in  the  possession  of  the  permittee  as  may  be  required  by 
tlie  Secretary  of  Agriculture  and  for  the  year  ending  on 
I  December  thirty -first  preceding. 

Changes  In  Location  or  Structures  During  Construction. 
Reg.  L.-14.  During  the  progress  of  construction  amend- 
ments to  maps  of  location  or  plans  of  structures  will  be  re- 
quired from  the  Permittee  if  there  is  a  material  deviation 
from  the  maps  or  plans  as  originally  filed,  but  no  deviation 
will  be  considered  material  which  involves  a  change  of  less 
than  10  per  cent  in  the  estimated  gross  capacity  of  the  works, 
or  a  physical  interference  with  the  use  of  lands  granted  by 
existing  permits  or  pending  applications.  Any  approval  of  an 
amendment  of  a  map  or  plan,  or  of  any  extension  of  time 
shall  be  in  the  form  of  a  supplemental  stipulation  and  permit 
so  drawn  as  to  become  a  part  of  the  original  stipulation  and 
permit,  and  a  substitute  for  the  clauses  amended.  Any  ap- 
proval by  the  Secretary  of  Agriculture  of  any  amendment  of 
any  map  or  plan  shall  apply  only  to  the  portions  specifically 
covered  by  such  approval  and  no  approval  of  any  such  amend- 
ment shall  operate  to  amend  or  be  in  any  way  a  waiver  of 
any  other  part,  condition  or  provision  of  the  stipulation. 

If  after  the  completion  of  the  works  there  are  any  devia- 
tions in  locations  from  those  shown  upon  the  original  map, 
or  approved  amendments  thereof,  additional  maps  prepared  in 
the  manner  prescribed  for  original  maps  of  location  will  be  re- 
quired to  be  filed  with  the  District  Forester  within  six  months 
after  the  completion  of  each  part  of  the  works  showing  the 
extent  of  such  deviations  and  the  final  locations  of  such  parts 
of  the  works.  Also  upon  the  completion  of  the  works  detailed 
working  plans  will  be  required  of  the  works  as  constructed, 
except  of  such  parts  as  have  been  constructed  in  compliance 
with  plans  originally  filed  or  approved  amendments  thereof. 
Such  new  or  additional  plans  may  be  originals  on  tracing  linen 
or  Van  Dyke  negatives  of  the  Permittee's  own  A-orking  plans. 
The  plans  of  conduits,  dams,  and  appurtenant  structures  must 
be  complete;  of  power  houses,  only  general  lay-out  plans  are 
required. 

Extension  of  Time  for  Beginning  and  Completion  of  Con- 
struction. 
Reg.  L-15.  An  extension  of  the  periods  stipulated  by  the 
Permittee  for  beginning  construction,  or  for  the  completion 
of  construction,  and  the  beginning  of  operation,  will  be 
granted  only  by  the  written  approval  of  the  Secretary  of 
Agriculture  after  a  showing  by  the  Permittee  satisfactory 
tc  the  Secretary  of  Agriculture  that  the  beginning  or  com- 
pletion of  construction  and  beginning  of  operation  has  been 
prevented  by  engineering  difficulties  that  could  not  reason- 
ably have  been  foreseen,  or  by  other  special  and  peculiar 
causes  beyond  the  control  of  the  Permittee. 

Transfer  of  Water-Power  Works  and  Issue  of  New  Permit. 
Reg.  L-16.     Upon  the  presentation  to  the  Secretary  of  Ag- 
riculture of  certified  copies  of  Sale,  Lease,  Assignment,  Exe- 
cution of  Judgment,  or  other  form   of  transfer  of  the  prop- 
erties or  other  rights  of  the  Permittee  in  and  to  the  works 
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constructed  under  a  water-power  peruiit  and  of  tUe  water  or 
other  rights  necessary  to  the  enjoyment  of  the  use  of  the  said 
works,  the  said  Secretary  may,  in  his  discretion,  upon  the  for- 
mal surrender  of  the  original  permit,  and  the  filing  of  a  stip- 
ulation satisfactory  to  the  said  Secretary  by  the  purchasers, 
transferees,  executors,  successors,  lessees,  or  assigns  of  the 
original  permittee,  issue  a  new  permit  for  the  unexpired  term 
oi  the  original  permit  to  such  purchasers,  transferees,  exec- 
utors, successors,  lessees  or  assigns,  authorizing  him,  it  or 
them  to  occupy  and  use  the  lands  of  the  United  States  speci- 
fied in  the  original  permit  for  the  purposes  named  in  the 
original  permit. 

False  Certificates  and  Affidavits  by  Applicants  and  Engineers. 
Reg.  L-17.  If  any  person  shall  make  a  false  engineer's 
affidavit  under  regulation  L-10.  The  Secretary  of  Agriculture 
may  order  that  no  map,  field  notes,  plan,  or  estimate  made 
by  such  person  shall  be  received  or  filed  while  the  order 
is  in  force.  If  any  applicant  shall  offer  or  file  any  map,  field 
notes,  plan,  or  estimate  bearing  a  false  engineer's  affidavit, 
knowing  the  same  to  be  false,  the  Secretary  of  Agi'iculture 
may  order  that  no  water-power  application  shall  be  received 
from,  and  no  water-power  permit  shall  be  granted  to  such 
applicant  while  the  order  is  in  force. 
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MACHINE  TOOL-DRIVE. 

BY    PAUL    R.    SHIPLEY.' 

The  direct  current  motor  of  220  volts  has  proven 
the  most  satisfactory  installation  where  a  wide  range 
of  speed  is  required  for  machine  tool-drive  for  lathes, 
for  boring  mills  of  the  vertical  and  the  horizontal  type, 
for  drill-presses,  shapers,  and  so  forth.  But  for  plan- 
ers, slotters,  punch  and  shears,  rolls,  fans,  centrifu- 
gal pumps,  line  shafting,  and  similar  apparatus  the 
alternating  current  motor  of  220  or  440  volts  has  been 
found  the  most  efficient. 

The  alternating  current  motor,  when  used  in  plan- 
ing mills  or  where  dust  is  present,  has  the  field  to 
itself,  as  it  causes  no  commutator  troubles.  Dust  and 
other  foreign  matter  have  proven  destructive  to  the 
direct  current  machine.  Where  a  direct  current  motor 
of  the  shunt  and  compound-wound  type  is  used  much 
care  must  be  taken  to  protect  the  shunt  field  circuits, 
because  an  open  in  such  circuits  will  always  prove  dis- 
astrous to  the  motor  as  well  as  to  the  tool.  This  is  so 
because  an  excess  of  speed  is  attained  when  the  shunt 
field  circuit  is  opened. 

Direct-connected  shunt  and  compound-wound 
motors  of  the  variable  speed  type  are  the  most  val- 
uable for  machine  drive,  and  such  motors  should  be 
used  for  metals,  castings,  and  forgings.  In  the  old 
methods  of  cone  drive  considerable  loss  of  time  was 
caused  by  the  shifting  of  belts,  the  changing  of  gear- 
ing. 

The  most  desirable  and  perfect  motor  for  lathes. 
boring  mills,  drill  presses,  bolt  cutters,  and  so  on  is 
the  shunt-wound  type  with  an  interpole.  The  wind- 
ings on  such  a  motor  are  in  series  with  the  armature 
and  are  sparkless  under  every  condition,  and  they 
have  the  rocker  arm  stationary.  With  this  motor  the 
widest  ranges  of  speed  are  obtainable,  and  perfect 
commutation  is  secured.  Tliese  motors  are  of  the 
same  horsepower  rating  as  the  common  type  of  shunt 
and  compound-wound,  Imt  they  are  considerably  larger 
on  account  of  the  low  sj^eed  attainalile  and  als(:>  on  ac- 

^  Sacrainctito   IMvi.sion.    Pacitio   Ga.s   &   TCIect-ic   Co. 


count  of  the  small  interpole  and  the  additional  size 
of  the  armature.  'I'his  feature  has  too  often  been  the 
cause  of  the  use  of  the  common  type  of  shunt  and  com- 
pound-wound motors.  Since  space  is  invariably  a 
feature  of  machine  tool  design,  shapers  should  be 
driven  by  compound  motors  of  variable  speed  types, 
as  the  reversal  of  the  cutting  tool  increases  the  torque. 
The  compound  winding  assists  materially  in  handling 
the  inrush  of  current  within  reasonable  limits.  And 
that   is  a   material   consideration. 

Compound-wound  motors  should  be  used  on  all 
machines  of  the  reciprocating  type,  such  as  planers, 
slotters,  shapers,  and  so  on.  But  I  have  found  that 
motors  of  the  interpole  type  gave  very  good  satisfac- 
tion on  slotters,  and  that  the  common  shunt-wound 
type  proved  itself  fairly  well  on  planers. 

The  main  feature  of  the  reciprocating  drive  is  the 
;,elf-regulation  of  the  motor.  It  is  most  noticeable  in 
the  slvunt  and  compound-wound  type,  or  in  the  in- 
duction motor,  as  the  speed  varies  slightly  in  these 
motors,  from  no  load  to  full  load.  With  motors  for 
planers  allowance  should  be  figured  for  the  short  travel 
of  the  planer  bed  on  short  cuts,  as  considerable  cur- 
rent is  required  for  the  reversal.  The  horsepower  re- 
quired for  this  type  of  machine  should  be  determined 
only  on  the  inrush  of  current  on  quick  reversals,  rather 
than  on  the  power  the  cutting  tool  requires.  Heavy 
f,y-wheels  will,  to  a  certain  extent,  remedy  this  evil 
when  used  on  punch  and  shears,  presses,  and  other 
machines  requiring  fly-wheel  acceleration;  but  great 
care  should  be  observed  in  starting  because  of  the 
heavy  inrush  of  current  during  the  period  of  accelera- 
tion. 

Motors  of  1500  or  more  revolutions  a  minute,  of 
the  direct  current  type,  will  always  cause  commuta- 
tion troubles  if  direct-connected  to  fans,  blowers,  and 
so  forth,  as  the  high  speed  causes  considerable  vibra- 
tion. But  this  trouble  can  be  partly  eliminated  by 
the  use  of  belts. 

Series  motors  are  mostly  used  only  for  cranes, 
hoists,  transverse  and  turntables ;  the  speed,  of  course, 
varying  with  the  loads.  They  will  stand  an  almost 
unlimited  amount  of  hard  usage.  But  the  series 
motors  or  any  motor  requiring  the  use  of  armature 
resistence  for  regulating  duty  proved  by  actual  use 
to  be  disastrous  to  machine  tool-drive. 

All  starting  and  regulating  apparatus  for  machine 
tool-drive  should  be  located  or  controlled  from  a  point 
very  handy  to  the  operator,  and,  when  possible,  should 
be  located  on  the  carriage  of  the  machine. 

Any  silent  chain  drive  simplifies  a  machine,  as 
ic  entirely  eliminates  the  network  of  gears.  It  is 
also  valuable  where  the  driving  gear  is  located  some 
distance  away,  but  this  would  require  intermediate  or 
idler  gears  and  additional  shafting  and  bearings. 

Rawhide  gearing  is  an  important  factor  in  machine 
tool-drive ;  it  eliminates  noise.  But  my  advice  is  to 
get  your  rawhide  gearing  much  larger  than  the  steel- 
cut  or  brass  gears  for  the  same  work. 

The  cost  of  maintaining  an  alternating  current 
motor  of  the  induction  type  is  small  as  compared  with 
the  cost  of  maintaining  a  commuting  motor.  So  the 
alternating  current  drive  is  far  better  adapted  for 
planing  mills,  private  machine  shops,  laundries,  and 
such    industrial    concerns. 
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E.  C.  Jones 


THE  HISTORY   OF  GAS-LIGHTING  IN 
VALLEJO. 

BV    E.    C.    JONES.' 

^"allejo  was  created  in  the  belief  that  it  was 
to  be  the  capital  of  California.  In  early  days 
Santa  Barbara  and  then  :\Ionterey  had  been 
old  Spanish  and  Mexican  capitals.  Califor- 
nia's first  legislature  had  met  at  old  Mon- 
terey in  the  winter  of  1850.  and  later,  upon 
urgent  solicitation  and  the  extension  of  many 
glowing  promises,  had  moved  the  seat  of  government 
to  the  more  convenient  town  of  San  Jose,  which  proved 
too  small  to  house  the  few  score  legislators  that  came 
in  bv  stages  and  wagons  in  the  rainy  season. 

Then  came  the  princely  offer  of  General  M.  G 
\'allejo.  He  would  give  the  state  a  site  for  a  capital, 
and  he  would  erect  upon  it  a  state  house.  For  did  he 
not  possess  an  immense  Mexican  grant  of  250,000 
acres  of  land,  including  most  of  what  is  now  Solano 
County  and  all  of  Mare  Island,  the  reserve  pasture 
where  he  kept  his  mares.  In  early  days  in  California 
m.ares  were  always  pastured,  never  worked.  San  Jose 
increased  her  bid :  she  would  deed  a  park  area  of  sev- 
eral city  blocks.  Ah  !  but  General  \^aIlejo  would  give 
the  state  a  townsite  up  at  the  head  of  San  Francisco 
bav,  accessible  both  by  land  and  by  water  and  on  the 
regular  route  between  San  Francisco  and  the  mines 
and  nearer  to  the  centre  of  population  in  that  pioneer 
period,  when  the  tributaries  of  the  Sacramento  held 
their  tens  of  thousands  of  gold-seekers. 

So,  in  January  of  1852,  the  legislators  converged 
upon  the  new  state  capital  at  Vallejo.  They  came  by 
river  steamers,  in  the  rain,  and  they  found  only  a  long, 
w'ooden.  barn-like  building  standing  dismally  at  the 
edge  of  the  tules  that  skirted  the  narrow  strait,  across 
which  the  city  of  Vallejo.  with  some  15,000  people, 
now  looks  boldly  and  unafraid  at  the  warlike  equip- 
ment of  the  ^lare  Island  Xavy  Yard.  Those  early 
legislators  shivered,  they  sneered,  and  perhaps  some 
of  them  swore,  for  the  town  to  be  was  not  there  yet. 
The  wooden  state  house  was  aliout  the  only  shelter 
in  sight.  Financial  difficulties  had  come  to  General 
\'allejo,  and  he  had  not  been  able  to  fulfill  his  ex- 
pectations. So  the  next  year  near-by  Henicia  became 
the  capital,  and  had  San  Jose  and  Sacramento  as  hope- 
ful rivals  until  Sacramento  the  next  year  won  out  with 
better  promises.  Again  the  fates  had  been  unkind  to 
the  "A'allejos. 

Here  it  is  of  interest  to  introduce  a  bit  of  little- 
known  California  history  as  related  in  San  Francisco 
a  few  years  ago  by  Mrs.  F.  A.  Van  Winkle  of  Colusa, 
who  as  Miss  Frances  Anne  Cooper  of  Howard  County, 
^lissouri,  arrived  in  California  w^th  her  father's  fam- 
ily in  1846,  and  the  3d  of  October  of  that  pre-pioneer 
year  settled  with  the  family  at  what  is  now  Xapa. 
Here  is  her  story  in  part : 

"Father  had  moved  to  San  Francisco,  now  called  Benicia, 
and  had  started  a  boarding  house.  Dr.  Semple,  who  was  a  native 
ot  Kentucky,  owned  nearly  all  the  land  where  the  town  is  now. 
In  those  days  that  was  thought  to  be  the  coming  city.  The 
present  San  Francisco  was  but  an  insignificant  group  of  tents 
occupied  by  Spanish  people  and  hearing  tlie  name  \eHi:i  Buen.i. 

■  Chief  Engineer  Pacific  Gas  &  Electric  Company's  Gas 
Department. 


Governor  Vallejo  had  made  Dr.  Semple  a  present  of  half  of 
Benicia,  believing  that  he  would  build  it  up 

"I  was  married  in  Benicia  in  the  fall  of  1847.  The  cere- 
mony was  performed  [by  ex-Governor  Boggs  of  Missouri] 
i;;  the  big  dining-room  of  my  father's  boarding  house. 

"My  husband,  Dr.  Semple,  owned  the  only  ferry-boat  at 
Benicia.  It  was  often  said  that  he  made  enough  money  with 
it  to  sink  that  boat  a  half  dozen  times  over,  but  he  was  one 
of  the  most  remarkable  speculators  I  ever  knew,  and  went  right 
tlirough  his  money. 

"Our  town  was  San  Francisco,  but  the  people  down  here 
took  the  name  away  from  us.  Dr.  Semple  opposed  them,  but 
it  did  no  good.  They  named  this  place  San  Francisco  and 
dropped  the  name  Verba  Buena.  So  Dr.  Semple  called  his  town 
Benicia,  after  Mrs.  Vallejo,  whose  maiden  name  was  Francisca 
Benicia.  We  lived  in  Benicia  just  four  years,  then  moved  to 
what  is  now  Colusa.  My  [first]  husband  [Dr.  Semple]  owned 
lialf  of  Colusa,  old  Colonel  Hager  owning  the  other  half." 

To  be  a  State  capital  is  not  always  the  best  thing 
for  a  town;  not  always  its  onl}"  excuse  for  existence. 
\'allejo  grew  any  way.  and  by  1866  it  had  become  such 
a  good-sized  community  that  then  M.  P.  Young,  who 
bad  been  connected  with  the  San  Francisco  Gas  Com- 
pany, went  up  to  Vallejo  and  started  a  gas  works.  It 
was  a  good  deal  on  the  style  of  the  Vallejo  State 
house;  short  on  architecture  and  stability,  but  long  on 
fresh  air.  In  fact,  it  had  no  roof,  no  building.  The 
apparatus  was  out  in  the  open,  and  there  was  a  7000- 
foot  holder  floating  in  a  redwood  tank  that  leaked  so 
copiously  that  the  fireman  had  to  spend  part  of  his 
time  pum])ing  water  back  into  it,  according  to  the 
story  as  briefly  related  by  T.  R.  Parker,  whose  article 
on  ".Auld  Lang  Syne"  before  the  tw-elfth  annual  meet- 
ing of  the  Pacific  Coast  Gas  Association  in  1904  has 
been  freely  borrowed  from  for  this  sketch. 

\'cry  ])roperly  Vallejo  celebrated  the  4th  of  July 
in  1866  by  having  her  first  gas-lighting  that  night. 
They  needed  gas  li.ghts  in  Vallejo  in  winter.  It  was 
a  mucky  job  for  pedestrians  groping  about  through 
deep,  mushy,  sticky  adobe  mud.  Other  California 
towns  during  the  preceding  twelve  years  had  started 
using  gas  at  the  rate  of  about  $10  a  thousand,  but  \'al- 
lejo  began  modestly  at  $7.50.  And  what  happened  to 
the  man  who  began  the  business  on  that  basis?  He 
discovered  John  Lee,  a  hotel  proprietor,  side-tracking 
the  gas  meter  and  stealing  a  supply  direct,  and  the  dis- 
covery cost  Young  his  life,  for  Lee's  vengeful  bullet 
proved  fatal  a  month  after  the  shooting,  v.hich 
(ccurred  the  21st  of  August,  1867. 

In  1867  H.  ;\I.  Snow,  one  of  the  progressive  busi- 
ness men  of  Vallejo  in  those  days,  started  a  new  gas 
company  and  secured  the  co-operation  of  John  ^^^ 
Pearson  of  San  Francisco  and  General  John  P..  I'ris- 
bie,  for  whom  the  Vallejo  passenger  steamer  General 
Frisbie  is  named.  Their  company  erected  a  new  gas 
works  at  the  foot  of  Elaine  street.  The  plant  con- 
sisted of  three  benches  of  3's  and  a  20,000-foot  holder. 
The  producing  capacity  was  about  30,000  cubic  feet 
of  gas  a  day.  Peter  F.  Fagan  was  this  company's  first 
superintend'ent,  and  W.  J.  Tobin  its  first  secretary. 
.\bout  .$8000  was  expended  upon  the  plant,  niid  pipes 
were  laid  in  Santa  Clara,  Georgia,  Sacramento,  and 
Marin  streets,  and  twelve  street  lights  were  furnished 
the  town  free  of  charge.  But  the  receipts  from  con- 
sumers were  onlv  about   enough   to  pay   the  running 
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expenses.  After  a  year's  operation  Frisbie  and  Snow 
bought  out  Pearson.  And  the  next  year  Snow  be- 
came convinced  that  the  business  was  not  a  paying 
investment,  so  he  sold  out  his  interest  to  Frisbie,  who 
thus  became  sole  owner. 

John  B.  Frisbie  came  across  the  plains  to  Cali- 
fornia in  1849  as  a  captain  in  Stephenson's  regiment, 
and  when  the  Society  of  California  Pioneers  was 
formed  in  1850,  Frisbie  was  number  80  on  the  roll 
of  its  500  charter  members,  among  the  100,000  people 
that  had  rushed  into  California  in  1849  and  the  420 
other  Americans  who  had  been  earlier  straggling  in, 
from  the  first  one  v.  ho  arrived  in  1801  to  the  sixty-five 
who  came  in  1848. 


make  gas  then,  and  Vallejo  was  being  supplied  at  the 
comparatively  low  price  of  $6  a  thousand. 

It  was  not  until  1871  that  the  transactions  of  the 
company  began  to  appear  of  record  on  the  minute 
book.  The  earliest  entry  shows  that  General  John 
B.  Frisbie  was  president,  and  that  the  capital  stock 
was  then  $40,000.  November  loth  of  that  year  the 
capital  was  increased  to  $250,000,  and  $75,000  of  it  was 
issued. 

In  1876  a  two-inch  gaspipe  was  laid  across  the  bot 
tom  of  the  channel  to  Mare  Island  to  supply  gas  to  that 
])lace.  The  laying  of  this  pipe  was  accomplished  by 
J.   R.  Smedberg,  an  engineer  identified   with   the  San 


The-  Old  Coal-Gas  Works  at  Vallejo;  on  the 

ft  the  Purifying  House,  on  the  richt 

the  Retort  House. 


A  Bit  of  VaHejo's  Waterfront.  Looking  Across  to  the     Mare    Island    Navy    Yard. 


The  office,  the  Meter-rootn.  and  the  Gas  Holder 

to  which  a  Second  Lift  was  added 

while  in  use. 


A   -Residence    Section    of    Vallejo,    as    Viewed    from    the   Waterfront. 


Tn  1870  the  gas  works  \yas  mrived  to  its  present 
location,  down  at  the  waterfront  on  Maryland  street, 
between  Marin  and  i^onoma  streets,  and  there  a  new 
works  was  erected  with  a  capacity  that  could,  it  was 
thought,  be  enlarged  to  supply  a  city  of  25,000  people. 
There  were  two  benches  of  three  retorts  each  and  these 
retorts  were  ca-.-h  nine  feet  long.  .\t  that  lime  the 
service,  ihrnugh  a  system  cif  20,000  feet  nf  pipe,  sup- 
])licd  200  consumers,  about  800  gas  burners,  and  four- 
teen street  lights.      It  m'^t  about  $4.(^4  a  thousand  to 


Francisco  company.  The  advance  end  of  the  pipe 
was  buoyed  up  by  two  empty  barrels  to  keep  the  pipe 
from  running  foul  of  obstructions  on  the  bottom  or 
becoming  clogged  w^ith  mud.  After  the  connection  was 
completed  an  Otto  gas  engine  and  exhauster  were  used 
to  force  the  gas  through  the  pipe.  A  small  holder  was 
built  on  the  Alare  Island  side  from  which  to  supply 
the  consumers  rather  than  subject  them  to  the  direct 
pulsating  pressure  of  the  pump. 

November  loth.  1877.  J.  K.  Duncan,  who  had  been 
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one  of  the   early  stockholders,   was   elected   president 
of  the  company. 

The  2d  of  June  of  1882  E.  J.  Wilson,  a  prominent 
citizen  of  Vallejo,  became  president. 

It  was  not  until  June  7th  of  1883  that  the  business 
had  become  sufficiently  profitable  to  warrant  a  divi- 
dend, and  then  the  first  one  was  declared,  sixteen  years 
after  the  founding-  of  the  company. 

June  i6th,  1886,  the  works  was  leased  for  a  year 
to  Alexander  Badlam,  who  had  been  a  well-known 
early  San  Franciscan,  and  it  appears  of  record  that 
June  3d  of  the  following  year  the  vote  was  to  let  the 
Eadlam  lease  go  on  from  month  to  month;  but  there 
is  no  entry  as  to  just  when  it  terminated. 

At  the  annual  meeting,  June  7th,  1889,  they  were 
considering  the  advisability  of  going  into  the  elec- 
tric lighting  business,  but  it  does  not  appear  that 
they  got  any  further  than  considering.  At  that  meet- 
ing G.  W.  Wilson,  now  a  bank  president  of  \^allejo, 
was  elected  secretary. 

At  the  annual  meeting  in  June  of  181)5  S.  C.  TTil- 
born  was  made  president. 

In  October  of  i8g6  a  uni(|uc  and  hitherto  unat- 
tempted  gas  engineering  feat  was  accomplished,  when 
a  second  lift  was  adfled  to  the  original  20.ooo-f<)ot  gas 
holder  while  the  holder  was  still  in  use.*  The  old  single- 
lift  holder  was  changed  to  a  telescojnc  two-lift  holder. 
A  new  holder  would  have  cost  between  $5000  and  $7000, 
and  would  have  re(]uircd  new  ground,  or  the  removal  of 
the  old  holder,  but  a  double  capacity  was  given  the  old 
holder  at  a  cost  of  only  $1700.  The  old  holder  \Vas 
forty  feet  in  diameter,  sixteen  feet  high,  and  was  sus- 
pended inside  six  redwood  columns  twelve  inches 
thick  and  braced  with  wooden  girders.  As  it  was  the 
only  holder  in  the  city  at  that  time  it  was  necessary 
to  keep  it  in  use  during  the  change.  The  wooden 
columns  were  extended  in  height,  and  a  staging  was 
constructed  so  that  the  new  holder  could  be  built.  The 
difficult  part  of  the  proljlem  was  to  build  a  cup  under 
the  old  holder  without  interrupting  its  regular  use. 
The  bottom  rollers  were  taken  ofif,  wooden  rollers  eight 
inches  in  diameter  were  fastened  to  the  columns  about 
two  feet  and  a  half  above  the  top  of  the  wall,  and  some 
two-inch  by  four-inch  pieces  of  wood  were  fastened 
vertically  against  the  side  of  the  holder  for  the  rollers 
tr  run  on.  Thus  the  holder  was  kept  from  tilting.  The 
bottom  cup  was  made  in  six  sections  of  four-inch  chan- 
nel iron,  the  outside  sheet  eighteen  inches  wide,  the 
inside  sheet  twenty-four  inches  wide.  Five  sections 
of  the  cup  w-ere  riveted  and  bolted  together  around  the 
old  holder  before  they  were  connected  :  the  cup  w^as 
then  suspended  to  the  holder  In-  chains,  and  a  turn- 
buckle  was  put  on,  and  the  cup  drawn  tightly  around 
the  holder,  leaving  only  a  section  of  about  three  feet 
to  he  put  in  after  the  five  sections  had  been  bolted  to 
the  old  holder.  The  holes  had  been  punched  in  the  cup 
sheet,  but  those  in  the  old  holder  w^ere  drilled,  and,  as 
rapidly  as  drilled,  were  temporarily  plugged  with  wood. 
The  bolting  of  the  cup  up  around  the  old  holder  re- 
quired the  creation  of  an  ingenious  little  contrivance 
designed  for  the  purpose.  It  consisted  of  a  U-shaped 
section  of  gaspipe,   one   end   of  which   \vas   slotted   to 


hold  the  head  of  the  bolt  and  leave  the  threaded  end 
projecting  toward  the  other  arm  of  the  U.  Then  the 
end  holding  the  bolt  was  introduced  under  the  holder, 
the  U  righted  to  the  perpendicular,  so  that  a  pointer 
fastened  in  the  outside  arm  of  the  U  exactly  opposite 
the  slot  on  the  inside  arm,  when  advanced  till  it 
touched  a  wooden  plug  and  then  drawn  directly  back, 
would  bring  the  screw  end  of  the  bolt  exactly  against 
the  inside  of  the  hole  and  a  further  backward  pull  on 
the  U  would  bring  the  screw  on  through.  The  pro- 
jecting end  of  the  screw  was  then  gripped,  and  the 
U  device  withdrawn  from  the  head  of  the  bolt,  and 
the  nut  screwed  on  the  outside.  From  bolt  to  bolt 
this  process  was  continued.  This  whole  plan  of  en- 
larging the  holder  capacity  of  a  small  gas  works  be- 
came a  model  for  other  comparatively  small  works 
that  desired  to  increase  their  capacity  without  inter- 
fering with  the  workings  of  their  plant.  The  mechan- 
ical construction  of  this  work  at  A^'allcjo  was  carried 
through  by  the  late  L.  F.  Fogg. 

June  6th  of  1902  F.  W.  Hall  became  the  presi- 
dent, and  October  14th,  1904,  S.  J.  Mcl\night  was 
chosen  to  head  the  company,  and  November  nth  the 
old  minute-book  records  the  last  meeting  of  the  old 
company's  trustees. 

December  i8th,  1905,  the  Vallejo  company  passed 
to  the  ownership  of  the  California  Gas  &  Electric  Cor- 
poration, and  twelve  days  later  a  deed  conveyed  it  to 
tlie  Pacific  Gas  &  Electric  Company. 

Up  to  the  time  of  the  transfer  of  ownership  to  the 
California  Corporation  Vallejo's  gas  had  been  made 
from  coal.  But  immediately  after  the  works  passed  to 
the  new  owners  a  thoroughly  modern  equipment  was 
substituted  to  manufacture  gas  from  fuel-oil. 

For  the  nineteen  years  from  1886  to  1905  John  W. 
Thomas  was  superintendent  of  the  Vallejo  Gas  Com- 
pany, and  served  it  faithfully,  and  ever  since  the  trans- 
fer in  ownership  he  has  continued  to  be  a  reliable  fig- 
ure identified  with  the  gas  business  at  Vallejo. 

As  it  stands  today  the  works  occupies  both  sides 
of  Maryland  street.  The  old  purifying  house,  the  re- 
tort house,  and  a  fuel-oil  tank  are  on  the  water  side 
of  the  street,  and  have  a  small  L-shape  pier  extending 
into  the  channel,  where  oil  barges  come  up  and  dis- 
charge the  fuel-oil  that  is  now  used  in  die  manufac- 
ture of  Vallejo's  gas.  Across  the  street  is  the  original 
20,000-foot  holder,  with  its  additional  lift  that  makes 
its  total  capacity  40.000  cubic  feet,  and  near  by  is  a 
relief  holder  for  20,000  cubic  feet. 


•Editorial  Note: — The  plan  ot  this  bit  of  engineering  was 
conceived  by  E.  C.  Jones,  though  he  modestly  omits  his  connec- 
tion with  it. 


STATE  BOARD  OF  POWER  CONTROL. 

A  bill  has  been  introduced  in  the  California  Ecgis- 
laturc  i)ro\iding  for  a  State  Board  of  Control  which  is 
to  grant  permits  for  the  use  of  water  powers  not  al- 
ready appropriated. 

The  bill  provides  that  the  State  board's  electric 
and  power  permits  shall  not  be  for  a  longer  period  than 
twentv-five  years.  One  section  abrogates  all  appro- 
priations of  water  which  have  not  been  put  mit  or 
which  are  no  longer  put  to  some  beneficial  use.  .\11 
appropriations  are  to  be  subject  to  the  right  of  the 
State  to  fix  rates  for  which  electricity  and  pnwer  shall 
be  sold  or  distributed 
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111   tlie   new   water-power  regulations  just   signed 
l)y  the  Secretary  of  Agriculture  the  same  old  suit  of 
clothes  has  again  come  back  from 
Waterpower  the  tailor ;  certain  alterations  have 

Regulations  been  made,  the  rents  reduced  and 

the  methods  mended,  but  it  is  still 
the  same  unsatisfactory  garment.  Patched  permits 
and  tinkered  tariffs  are  much  alike,  for  ultimately  they 
must  both  be  made  over.  The  amended  regulations 
are  better  than  those  they  displace,  but  are  yet  inade- 
quate to  properly  caver  this  important  matter. 

The  department  concedes  the  disputed  point  that 
water  rights  are  beyond  its  jurisdiction,  its  annual 
rental  being  based  upon  the  net  power  capacity  of  the 
go\crnment  land  occupied.  The  regulations  contain 
many  precautions  intended  to  prevent  speculative 
holdings,  but  there  still  remains  a  most  difficult  piece 
of  necromacy  to  separate  the  sheep  from  the  goats  b>- 
differentiating  the  good  or  bad  faith  on  the  part  of  the 
|)romoters. 

Hydroelectric  financiers  recognize  the  equity  of 
this  basis  of  calculation,  but  find  the  annual  rate  of 
one  dollar  per  horsepower  capacity  to  be  excessive, 
though  it  is  about  one-third  less  than  the  previous 
charge.  Many  large  blocks  of  power  are  now  bought 
and  sold  in  the  Western  states  on  the  basis  of  from 
twenty  to  twenty-five  dollars  per  horsepower  vear 
and  cases  can  be  cited  where  power  is  sold  at  one-half 
this  price.  It  is  thus  seen  that  the  government  is  ex- 
acting an  annual  rental  of  from  four  to  five  per  cent, 
of  the  power  value  of  the  land  it  owns,  whereas 
private  holders  of  similar  land  are  willing  to  lease  for 
iiidePnite  and  irrevocable  periods  at  one-half  this  price. 
The  government  not  only  demands  a  higher  rental 
but  oflfers  less  certain  tenure,  as  the  fifty-year  permit 
is  always  revocable  at  the  predilection  of  the  Secretary 
of  .Agriculture.  Men  will  not  invest  monev  unless 
they  are  assured  reasonable  protection  ;  this  the  gov- 
ernment does  not  offer,  and  so  discourages  legitimate 
power  development. 

The  requirements  as  to  surveys  and  maps  are  so 
unreasonable  that  their  absurdity  would  be  laughable 
if  their  rigor  did  not  prevent  any  but  the  richest  cor- 
porations from  complying.  There  is  many  a  little 
hydroelectric  project  capable  of  profitable  develop- 
ment which  cannot  afford  the  expense  of  maintainine 
a  small  army  of  engineers  for  nearly  a  year  to  get  the 
required  data. 

Reading  between  the  lines  of  these  regulations,  it 
would  appear  that  there  is  not  an  honest  engineer, 
power-plant  manager  or  water-power  banker  west  of 
the  Alissouri  River,  otherwise  whv  should  their  ad- 
vice be  so  grossly  disregarded  in  these  rulings  which 
throttle  legitimate  development?  It  is  all  verv  well  to 
prate  about  protecting  the  people's  landed  holdings,  but 
it  is  another  matter  to  deliberately  retard  the  natural 
crrowth  which  accrues  from  cheap  and  abundant  power. 
The  new  regulations  are  a  step  in  the  riirht  direction 
and  show  that  the  Forest  Service  is  willing  to  meet 
this  question  half  way  if  the  restrictions  of  the  .Act  of 
rgoi  are  removed  by  Congress.    Till  then  it  is  power- 
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PERSONALS. 

E.  S.  Tice  has  been  appointed  manager  of  the  Twin  City 
Light  &  Traction  Company,  of  Cliehalis,  Washington. 

O.  C.  Merrill,  chief  engineer  of  the  U.  S.  Forest  Service, 
whose  office  is  located  at  San  Francisco,  is  at  Washington, 
D.  C. 

Fred  L.  Webster,  manager  of  the  Independent  Telephone 
Company  of  Seattle,  Wash.,  arrived  at  San  Francisco  during 
the  past  week. 

C.  F.  Conn,  of  the  engineering  staff  of  J.  G.  White  &  Co., 
returned  to  San  FVancisco  last  week,  after  spending  a  month 
at  the  New  York  office. 

H.  B.  Bradford,  who  has  electric  power  interests  in  Ne- 
vada, arrived  at  San  Francisco  last  week  and  attended  the 
international  aviation  meet. 

A.  G.  Wishon,  general  manager  of  the  San  Joaquin  Light 
&  Power  Company,  arrived  at  San  FYancisco  last  Monday  and 
conferred  with  his  engineers. 

Paul  Shoup,  vice-president  of  the  Pacific  Electric  Railway 
Company,  recently  returned  to  his  Los  Angeles  office,  after 
spending  several  days  at  San  Francisco. 

Horace  R.  Hudson,  treasurer  of  the  Humboldt  Transit 
Company,  Eureka,  Cal.,  has  also  been  elected  secretary  of 
the   company  to  succeed   Mr.   Burke   Corbet. 

Delos  A.  Chappell,  of  the  Hydroelectric  Company,  arrived 
at  San  Francisco  from  Bodie  during  the  past  week  and  spent 
several  days  at  the  local  office  of  the  company. 

Clifford  S.  Maccalla  has  been  appointed  general  manager 
of  the  Washington  Water  Power  Company  of  Spokane,  Wash., 
succeeding  D.  L.  Huntington,  who  retains  his  position  as 
president. 

S.  Guthrie,  secretary  and  treasurer  of  the  Kellogg  Switch- 
board and  Supply  Company  of  Chicago,  has  gone  to  Los  An- 
geles after  visiting  H.  C.  Goldrick,  Pacific  Coast  manager  at 
the  San  Francisco  office. 

Milton  D.  Grosh,  a  consulting  electrical  engineer,  of  Salt 
Lake  City,  is  a  San  Francisco  visitor.  He  was  formerly  the 
General  Electric  Company's  Utah  representative  and  resigned 
to  take  up  consulting  work. 

W.  B.  Lewis,  who  was  for  some  time  connected  with  the 
office  force  of  the  Western  Electric  Company's  San  Francisco 
branch,  has  joined  their  corps  of  traveling  men  and  is  now 
making  a  trip  through  Oregon. 

J.  J.  Hooper  has  been  appointed  superintendent  of  the 
Stockton  Electric  Railroad,  of  Stockton,  Cal.,  succeeding 
Frank  W.  Webster  who  is  acting  as  general  manager  and 
purchasing  agent  of  the  company. 

Patrick  Calhoun,  president  of  the  United  Railroads  of 
San  Francisco,  left  last  week  for  a  short  Eastern  trip,  accom- 
panied by  Thornwell  Mullally,  his  assistant.  It  is  understood 
that  they  will  do  some  "boosting"  for  the  Panama-Pacific  In- 
ternational E.\position  of  1915  during  their  absence. 

E.  J.  Kendall  has  resigned  as  geaeral  superintendent  of 
the  Snow  Mountain  Water  &  Power  Company's  hydroelectric 
piant  near  Ukiah,  Cal.,  his  duties  being  assumed  by  W.  S. 
Graham,  general  manager  of  the  company.  Mr.  Kendall  has 
been  general  superintendent  during  the  several  years  of  the 
company's   construction   period. 

E.  G.  Williams,  general  manager  of  J.  G.  White  &  Co. 
of  New  York,  arrived  at  the  firm's  San  Francisco  office  last 
Wednesday  on  an  inspection  tour  of  the  Coast.  He  has  al- 
ready looked  over  the  work  which  they  have  in  hand  in 
Southern  California,  including  the  San  Joaquin  Light  and 
Power  Company's  new  steam  and  hydroelectric  installations 
and  the  Pacific  Light  and  Power  Company's  steam  plant  at 
Redondo. 

C.  B.  Zabrlskie,  the  New  York  representative  of  F.  M. 
Smith,    the    principal    owner    of    the    Oakland    Traction    and 


Key  Route  system,  and  one  of  the  directors  of  the  new 
United  Properties  Company,  arrived  at  Oakland  during  the 
past  week.  He  has  been  conferring  with  his  principal  pre- 
paratory to  filing  articles  of  incorporation  of  the  $200,000,000 
merger  at  Sacramento.  F.  M.  Smith  will  be  president  of  the 
I'nited  Properties  Company;  W.  S.  Tevis,  first  vice-president, 
and  R.  G.  Hanford,  second  vice-president. 


MEETING    NOTICES. 

The  meeting  of  the  International  Independent  Telephone 
Association  at  Chicago  has  been  postponed  until  February  8,  9, 
10,  1911. 

A  meeting  of  the  Portland  Section  American  Institute  of 
Electrical  Engineers  will  be  held  at  the  Electric  Building, 
on  January  17,  when  E.  J.  Griffith  will  speak  on  Conservation. 

The  next  meeting  of  the  Los  Angeles  Section  of  American 
Institute  of  Electrical  Engineers  will  be  held  at  Blanchard 
Hall  on  Tuesday,  January  24th,  1911,  at  8:00  p.  m.  At  that 
time  Professor  Ryan  will  present  his  paper  on  the  "Corona." 
This  is  expected  to  be  one  of  the  most  interesting  meetings 
of  the  year,  and  visiting  engineers  are  cordially  invited  to  be 
present. 


TRADE    NOTES. 

The  Payette  Heights  Irrigation  Company  have  installed  a 
pumping  plant  to  irrigate  4000  acres  near  Payette  Idaho.  The 
installation  consists  of  two  75  h.p.  Fairbanks-Morse  motors 
driving  Byron  Jackson  pumps. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  just  received  an  order  for  one  100  k.v.a.  three-phase,  60 
cycle,  480  volt,  900  r.p.m.  belted  type  generator,  a  two-panel 
switchboard  and  several  induction  motors  to  be  shipped  to 
the  Mina  Mexico  Company,  Tonichi,  Sonora,  Mexico. 

Chas.  C.  Moore  &  Co.,  have  received  the  contract  for  de- 
signing and  erecting  a  300  kw.  plant,  including  turbo-gener- 
ators, B.  &  W.  boilers,  Piatt  heaters,  and  Wheeler  condensers 
for  the  Vancouver  Portland  Cement  Company.  They  have 
also  been  awarded  a  contract  to  complete  3000  kw.  power 
plant  for  the  Mt.  Hood  Railway  at  Portland, 

Kilbourne  &  Clark  .Mfg.  Co.  of  Seattle,  Wash.,  one  of  the 
oldest  established  and  largest  electrical  machinery  and  engi- 
neering firms  on  the  Pacific  Coast  has  disposed  of  Its  business 
ti)  George  B.  Adair  &  Son  Company.  Frederick  B.  Simpson  is 
retained  as  secretary  and  chief  engineer. 

The  Kellogg  Switchboard  and  Supply  Company  has  just 
closed  a  contract  with  the  Northern  Electric  Railway  Com- 
pany of  California  for  a  complete  telephone  equipment  for 
the  main  line  between  Sacramento  and  Chico,  together  with 
branch  lines.  The  installation  will  consist  Oi.  what  is  known 
as  a  "commercial  circuit,"  equipped  with  fifty  5-bar  bridging 
telephones,  which  will  be  used  for  all  commercial  intercom- 
municating on  the  system,  and  a  "despatching  circuit,"  con- 
sisting of  a  chief  despatcher's  equipment  at  Chico,  with 
twenty  high-speed  GUI  selectors,  together  with  necessary 
telephone  equipment  located  at  the  various  way  stations 
along  the  line.  This  latter  circuit  will  be  used  for  issuing 
traiH  orders  and  receiving  reports  from  train  crews  only. 
During  the  day,  while  traffic  Is  heaviest,  the  despatcher  re- 
mains on  the  circuit  all  the  time  with  the  head  telephone 
set.  In  receiving  reports  from  various  train  crews  the  only 
necessary  operation  is  for  the  conductor  to  come  in  on  the 
line  and  give  a  report  without  signaling.  During  the  slack 
period,  and  at  night,  a  bridging  bell  is  cut  across  the  line  at 
the  despatcher's  office,  and  when  any  report  is  to  be  given 
the  conductor  signals  the  despatcher  by  turning  a  powerful 
5-bar  hand-generator,  which  will  ring  a  bell  at  the  despatch- 
er's office.  The  equipment  on  the  despatching  circuit  is  the 
standard  railway  despatching  equipment,  such  as  the  Kellogg 
Company  has  Installed  for  a  great  many  railroads  all  over 
the  country,  including  the  Southern  Pacific  in  California. 
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980,806.  Oil-Fed  Furnace.  Arthur  H.  Light,  Los  Angeles, 
Cal.  In  an  oil  fed  I'urnace,  the  combination  of  an  oil  supply- 
pipe;  a  steam  supply  pipe;  a  superheater  through  which  the 
steam  passes;  an  atomizing  chamber  connected  to  said  super- 
heater and  with  said  oil  supply  pipe  in  which  said  oil  and  steam 
are  finely  divided;    a  plurality  of  burner  tips  delivering  into 


the  furnace;  connections  between  said  chamber  and  said  tips; 
and  means  to  supply  air  to  said  furnace  comprising  a  plurality 
of  passages  located  at  varying  distances  from  said  tips,  the 
passage  nearest  said  tips  being  larger  than  those  away  from 
the  same;   substantially  as  described. 

980,505.  Apparatus  for  Utilizing  Solar  Heat.  William  L. 
R.  Emmet.  Schenectady,  N.  Y.,  assignor  to  General  Electric 
Company.  In  an  apparatus  of  the  character  described,  the 
combination  of  a  fluid-containing  vessel  that  is  heated  exter- 


nally by  the  rays  of  the  sun,  with  a  jacket  therefor  that  has 
a  vacuum  chamber  with  a  transparent  portion  through  which 
said  rays  pass  and  act  on  the  vessel. 

980,183.      Synchronous    Dynamo-Electric     Machine.      .Tens 
Bache-Wiig,   Edgewood    Park,   Pa.,   assignor   to   Westinghouse 


stituting  parts  of  a  closed-circuit  winding,  the  bars  near  the 
edges  of  the  polar  projections  being  of  lower  resistance  than 
those  near  the  centers  thereof. 

980,660.  Gas-Producer.  Charles  F.  Miller,  Pittsburg,  Pa., 
assignor  to  The  Westinghouse  Machine  Company.  A  producer 
comprising  an  up-draft  section,  a  down-draft  section  with  its 
outside  diameter  less  than  the  greatest  interior  diameter  of 


the  up-draft  section,  a  vaporizing  top  located  between  said 
sections  with  a  gas  offtake  port  and  a  plurality  of  poke  holes 
so  disposed  as  to  permit  passing  a  slice  bar  along  the  inner 
walls  of  the  up-draft  section. 

980,417.  Automatic-Exchange  Selector.  Howard  B.  Holmes, 
I'^k  Ridge,  and  Edward  B.  Craft,  Chicago,  111.,  assignors 
to  Western  Electric  Company,  Chicago,  III.  A  selector  switch 
comprising  a  bank  of  fixed  contacts  arranged  in  parallel  rows, 
a  group  of  brushes  corresponding  respectively  to  the  different 
rows  of  fixed  contacts  and  electrically  connected  in  multiple. 


C 


ipheral  slots,  and  conducting  bars  located  in  the  slots  and  con- 
Electric  &  Manufacturing  Co.  A  synchronous  dynamo-electric 
machine  comprising  polar  projections  having  transverse  per- 


a  movable  support  common  to  said  brushes,  means  for  select- 
ively advancing  any  of  said  brushes  into  mechanically  co- 
operative relation  to  the  corresponding  row  of  fixed  contacts, 
and  means  for  imparting  to  the  brush  support  a  movement 
of  translation  to  carry  the  selected  brush  along  the  corres- 
ponding row  of  fixed  contacts. 


.Jamiarv   14.   in  11 


JOURNAL    OF    ELECTRICITY.    POWER    AND    GAS 


57 


ANALYSIS  OF  BOILER  FEED  RECORDS. 
Some  time  ago  in  walking  tlirough  a  large  boiler  plant, 
where  records  of  temperatures,  coal  consumption,  steam  pres- 
sure load,  etc.,  are  carefully  made,  the  following  water-level 
readings  were  noted. 


No.  of 
Boiler. 
13 

14 


16 

7 

IS 

4 
19 

20 
21 


Height  of  Water  in   15 

Time 
l^'iO    p.    m. 
1    in.   from  top  of  glass. 

1   in.   from  top  of  glass. 

Middle    gauge. 

Full     glass. 

Three    gauges. 

Three    gauges. 

Middle    gauge. 

1  in.  from  bottom  of  glass. 

1  in.  from  bottom  of  glass. 

No   water   in   glass. 

Middle    gauge. 

.lust  in   sight  at   bottom. 

Three   gauges. 

Three   gauges. 

Middle   gauge. 


Different   Boilers. 

Time 
:;:::ii   p.    ni. 

4   in.   from  bottom  of  glass. 

(Glass  16  in.  long) 
3   in.  from  top  of  glass. 

(Glass  16  in.  long) 
Three   gauges. 
One  gauge. 
Middle   gauge. 
Middle   gauge. 
Middle   gauge. 
1  '/4   gauge. 
1  >,4   gauge. 
Midflle  gauge. 

1   in.  from  bottom  of  glass. 
1  V4   gauge. 

I  in.  from  bottom  of  glass. 
IV2    gauge. 
Middle  gauge. 


lact  that  the  feed  being  in  proportion  to  the  rate  01  evapora- 
tion, is  also  in  proportion  to  the  boiler  and  plant  load,  and, 
therefore,  in  proportion  to  the  rate  at  which  exhaust  steam 
was  supplied  from  the  auxiliaries  to  the  open  heater. 

The  earlier  type  of  boiler  feed  regulator  consisted  of  a 
float  resting  on  the  surface  of  the  water  in  the  boiler,  which 
responded  to  the  changes  in  water  level,  and  opened  or  closed 
a  feed  valve  through  a  system  of  levers.  The  same  principle 
ij  to  day  used  in  many  boiler  feed  regulators  with  special 
udaptations  in  the  form  of  pilot  valves  and  diaphragms,  or 
<'lse  electro  magnets,  for  utilizing  the  motion  of  a  float  to 
control  a  feed  valve  in  the  boiler  supply  line.  However,  the 
modern  boiler  evaporating  water  at  a  high  rate  presents  diffi- 
culties which  make  the  use  of  a  regulator  of  the  float  type 
sluggish   and   ineffective. 

A  float  or  similar  body  has  considerable  weight,  so  that 
there  must  be  a  considerable  rise  in  water  level  before  the 
additional  water  displaced  by  the  float  can  cause  it  to  rise. 
Furthermore,  the  resistance  of  the  levers  connecting  the  float 


Fig.  1. 


Fig.   2. 


By  the  use  of  properly  constructed  automatic  boiler-feed 
regulators  these  water  levels  would  have  been  maintained 
within  a  fraction  of  an  inch  of  normal  height,  with  the  result 
that  regardless  of  the  load,  the  rate  of  feed  to  each  boiler 
would  have  been  in  proportion  to  the  rate  of  evaporation. 

This  would  not  only  have  averted  the  possibility  of  burnt 
tribes  and  strains  from  low  water,  and  excess  moisture  in 
the  steam  due  to  high  water,  but  would  have  resulted  in  nu- 
merous other  economies.  Feeding  in  proportion  to  the  rate 
of  evaporation,  by  the  use  of  automatic  regulators,  eliminates 
labor,  smoothes  out  the  operation  of  the  boiler-room  and 
results  in  the  highest  temperature  of  water  fed  to  the  boiler. 
The  charts  shown  in  Figs.  1  and  2  will  serve  to  show  the 
importance  of  proper  feed  water  regulation  in  regard  to  feed 
water  temperature.  The  chart  of  Fig  1  was  taken  in  a  plant 
equipped  with  an  open  feed  water  heater  from  which  the  sup- 
ply of  feed  water  was  drawn  and  fed  to  the  boiler  by  hand. 
In  the  case  of  Fig.  2  an  automatic  boiler  feed  regulator  was 
used  and  the  effect  of  feeding  in  exact  proportion  to  the 
rate  of  evaporation  is  fully  evident  in  the  constant  high  tem- 
perature of  the  feed.  This  amounts  to  about  5  degrees  more 
than  the  average  obtained  in  Fig.  1  and  is  explained  by  the 


with  the  pilot  valve  tend  to  make  the  action  of  the  regulator 
still  more  sluggish.  As  a  result  of  this  construction,  the 
water  level  in  a  boiler  may  rise  several  inches  before  the 
regulator  has  closed  the  pilot  valve  and  cut  off  steam  from 
the  diaphragm-operated  feed  valve,  so  as  to  stop  the  supply 
of  feed  water  to  the  boiler. 

This  action  can  best  be  explained  by  reference  to  the 
Venturi  chart  shown  in  Fig.  3.  This  chart  was  taken  in  the 
feed  supply  line  to  a  B.  &  W.  boiler  equipped  with  a  regu- 
lator operating  on  the  float  and  pilot  valve  principle.  The 
rate  of  feed  for  24  hours  as  shown  by  the  diaphragm,  fluctu- 
ates up  and  down  in  a  spasmodic  and  jerky  manner.  To  fur- 
ther prove  that  this  fluctuating  record  was  due  to  the  action 
of  the  boiler  feed  regulator,  the  engineer  recorded  the  move- 
ments of  the  valve  stem  operated  by  the  regulator  and  found 
that  the  opening  and  closing  of  the  valve  correspond  exactly 
to  the  high  and  low  points  on  the  Venturi  chart. 

In  contrast  with  this  chart,  the  Venturi  record  shown 
in  Fig.  4  was  obtained  when  the  same  boiler  was  equipped 
with  an  automatic  boiler  feed  regulator,  which  operates  on 
a  distinctly  different  principle.  In  this  case  the  feed  valve 
consisted  of  an  ordinary  cheek  which  is  connected  by  a  sys- 
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tem  ot  levers,  to  a  long  tube  which  changes  in  length  in  ac- 
cordance with  changes  in  temperature.  These  changes  in 
temperature  depend  upon  the  height  of  the  water-level  in 
the  boilers.  Connected  to  the  top  of  the  expansion  tube  as 
it  is  called,  is  a  small  tube  running  to  the  middle  of  the 
water  column.  Connected  to  the  bottom  of  the  expansion 
tube  is  a  small  tube  connecting  into  the  drainpipe  at  the 
bottom  of  the  water  column.  When  the  water  in  the  boiler 
is  above  normal  point,  the  expansion  tube  is  filled  with  water. 
This  water  circulates  very  slowly  and  as  heat  is  radiated  the 
temperature  falls  and  with  it  the  temperature  of  the  tube, 
thus  causing  contraction  and  closing  of  the  feed  valve.  When 
the  water  level  in  the  boiler  drops  below  the  normal  point 
steam  immediately   flows  into  the  expansion  tube  and  holds 


"•i    RCTW" 


-mHienr 


Fig.   4. 

construction,  designed  for  extra  heavy  service.  The  heavy 
braces  prevent  any  lateral  or  longitudinal  strains  or  distor- 
tion, and  the  metal  used  for  the  tube  has  a  high  compressive 
strength  combined  with  a  high  coefficient  of  expansion.  It 
is  to  be  remarked,  however,  that  no  large  load  comes  upon  the 
tube  as  the  work  of  closing  the  feed  valve  is  accomplished  by 
the  toggle  motion  and  weighted  level  attached  to  the  valve 
bonnet.  Thus  the  only  actual  work  performed  by  the  ex- 
pansion of  the  tube  is  to  lift  this  small  w^eight  against  the 
force  of  gravity.  When  the  expansion  tube  contracts  (due 
to  rise  in  water  level  in  boiler  and  the  presence  in  the  tube 


Diagram  of  Copes  Boil.-r  F.i-d  Regulator  Clamped  to  Feed  Pipe. 

it  at  the  temperature  of  the  steam  regardless  of  the  amount 
of  radiation.  This  temperature  is  maintained  because  just 
aa  soon  as  any  steam  is  condensed  to  supply  the  heat  of  radi- 
ation, more  steam  takes  its  place.  Thus,  when  the  water 
level  falls  below  normal,  the  tube  is  filled  with  steam,  ex- 
pands and  allows  the  check  valve  in  the  feed  line  to  open  up, 
just  as  does  any  check  valve,  and  admit  water  to  the  boiler. 

If  the  boiler  load  is  constant,  alternate  slugs  of  water  and 
steam  flow  through  the  expansion  tube  thus  causing  the  tem- 
perature to  be  at  a  mean  between  maximum  and  minimum. 
The  length  of  the  tube  is  also  a  mean  and  the  check  valve  in 
the  feed  line  opens  far  enough  to  feed  water  to  the  boiler 
in  proportion  to  the  rate  of  evaporation.  A  change  in  the 
load  on  the  boiler,  for  instance  an  increase  in  load,  causes 
the  water  level  to  fall,  since  the  feed  valve  is  not  opened  far 
enough  to  supply  water  at  the  increased  rate  of  evaporation. 
The  fall  in  water  level  reduces  the  amount  of  water  flowing 
to  the  expansion  tube  and  increases  the  supply  of  steam,  so 
that  the  expansion  tube  heats  up,  expands,  allows  the  check 
valve  to  open  further  and  thus  increases  the  rate  of  feed. 
The  expansion  tube  illustrated   is  of  the  special   Copes 
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of  water  instead  of  steam),  the  weight  is  free  to  fall  and 
therefore  close  the  feed  valve  through  the  toggle  lever.  As 
is  well  known  the  force  that  can  be  exerted  by  a  toggle 
joint  becomes  infinitely  great  the  more  nearly  it  straightens 
out. 
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The  difference  between  this  type  of  automatic  boiler  feed 
regulator  and  the  float  type  is  clearly  shown  by  the  differ- 
ence between  the  charts  of  Fig.  3  and  Pig  4.  The  rate  of 
feed  with  chart  No.  4  is  smooth  and  non-fluctuating.  It 
varies  in  accordance  with  the  load  on  the  boiler  plant. 

As  is  evident,  if  a  boiler  feed  regulator  controls  the  rate 
of  feed  to  a  boiler  in  proportion  to  the  rate  of  evaporation, 
the  water  level  in  the  boiler  must  remain  constant.  The 
accurateness  with  which  this  can  be  accomplished  by  an 
expansion  tube  boiler  feed  regulator  is  shown  by  the  charts 
in  Figs.  5  and  6.  Fig.  .5  is  a  series  of  gauge  readings  ob- 
tained in  the  plant  of  the  South  Side  Elevated  Railroad  Com- 
pany, Chicago,  and  it  is  to  be  remarlted  that  the  load  of 
the  400  h.p.  boiler  fluctuated  considerably,  running  as  high 
as  511  h.p.  and  that  nevertheless,  the  water  in  the  boilers 
remained  within  less  than  an  inch  of  middle  gauge. 

Fig.  6  shows  similar  readings  obtained  at  the  plant  of 
the  St.  Joseph  Railway,  Light  &  Power  Company's  plant. 
The  readings  were  taken  on  a  large  B.  &  W.  boiler  equipped 
with  Roney  stokers,  the  load  being  considerably  above  rating. 
The  upper  chart  in  Fig.  6  was  taken  over  a  period  of  an  hour 
and  a  half,  the  boiler  load  being  especially  heavy  around  2:30. 
It  is  noticeable  that  there  is  no  appreciable  difference  in  the 
water  level  at  that  time;  in  fact,  during  the  whole  period 
the  maximum  change  in  level  was  less  than  one  inch.  The 
readings  for  the  lower  chart  were  obtained  with  the  boiler 
operating  under  light  load,  the  fire  doors  being  alternately 
opened  and  closed  as  indicated.  These  changes  had  no  appre- 
ciable effect  on  the  water  level  maintained. 


A   LARGE  FLAMING  ARC   INSTALLATION. 

The    largest   Pacific    Coast    street   installation    of  Haminii 

arc   lamps   is   that  of   Mission   street,   San   Francisco,  for   the 

eight    blocks    between    Sixteenth    and    Twenty-fourth  streets. 


.Alb.T  Flaniini,'  .Arc  lUuiiiiiKiliun  .ilonK  Mission  St..  Snn  Francisco. 

giving  about  120,000  candle-power  of  cheerful  white  light. 
This  illumination  is  provided  by  40  Alba  flaming  arc  lamps 
fiirnished  by  Chas.  L.  Kiewert  Company.  The  lamps  were 
purchased  and  are  maintained  entirely  by  the  Mission  Street 
Merchants'  Association,  an  organization  which  is  less  than  a 
year  old,  but  which  has  done  much  to  improve  the  Mission 
district. 


LIGHTING    A    PIER    WITH     FLAMING    ARC    LAMPS. 

The  amount  of  night  work  necessary  to  load  and  unload 
the  cargo  of  steamships  has  made  good  artificial  lighting  nec- 
essary, and  for  single'-story  piers  and  those  of  two  stories  hav- 
ing ceilings  of  sufficient  height,  the  flaming  arc  lamp,  on  ac- 
count of  its  economical  operation,  great  brilliancy  and  pene- 
trating power,  has  proved  the  most  satisfactory  illuminant  for 


lighting  these  large  semi-open  areas.  An  excellent  example 
of  pier  illumination  is  afforded  at  the  new  pier  of  the  Fabre 
Steamship  Company  at  the  foot  of  Thirty-first  street.  Brook- 
l.\n.  New  York. 

This  pier  is  the  largest  in  or  about  New  York,  being  1476 
feet  long,  150  feet  wide  and  35  feet  high.  Being  only  one 
siory  in  height,  it  is  lighted  during  the  day  by  means  of  sky- 
lights and  whatever  light  comes  in  through  the  open  doors. 

The  present  lighting  system,  w'hich  has  been  in  operation 
about  three  months,  consists  of  twenty-four  Hawthorn  flam- 
ing arc  lamps,  twenty-two  of  which  are  hung  inside  the  build- 
ing and  the  other  two  outside  the  building,  one  at  either 
entrance.  The  lamps  are  hung  in  two  parallel  rows,  there 
lieing  eleven  lamps  in  each  row,  hung  about  120  feet  apart, 
the  distance  between  the  rows  being  50  feet. 

Power  is  taken  from  a  2200-volt,  3-phase,  60  cycle  alter- 
nating current   transmission  line,  which   is  brought   into   the 


l.'iOO-Kiiot   .StLaiiis.liiij   I'lcr   Ivishted  With    :l   Hitwtlmiu 
Flaming  Arc   Lamps. 


building  near  the  front  entrance  and  stepped  down  to  115 
\olts  by  a  transformer.  From  the  transformer  a  primary  cir- 
cuit of  copper  wire  is  run  the  length  of  the  building.  The 
entire  lighting  system  is  controlled  by  five  control  boxes, 
so  wired  that  three  of  them  control  four  lights  each,  and 
two  of  them  six  lights  each,  the  lamps  being  connected  two 
in  series.  This  pier  is  so  long  that  three  vessels  can  be 
loaded  at  once,  if  necessary,  and  in  that  case  aK  of  the  lamps 
would  have  to  be  burning.  This  seldom  happens,  however, 
a  dozen  lamps  being  a  fair  average  load. 

One  of  the  obstacles  met  with  In  lighting  this  pier  was 
the  elevated  platform  shown  in  the  illustration.  It  was 
thought  at  first  that  this  platform,  which  extends  the  whole 
length  of  the  pier,  and  is  used  for  the  convenience  of  pas- 
sengers, would  throw  such  a  heavy  shadow  as  to  make  the 
proposed  plan  of  hanging  the  lamps  impractical.  It  has  been 
found,  however,  that  while  this  platform  is  over  eight  feet 
wide,  and  but  slightly  below  the  level  of  the  lamps,  the  row 
of  lamps  parallel  to  the  platform,  but  about  50  feet  from  it, 
throws  such  a  penetrating  light  as  to  almost  entirely  over- 
come all  shadows. 

As  in  the  case  of  foundries,  machine  shops  and  other 
large  interiors,  it  is  a  great  advantage  to  be  able  to  hang 
the  lamps  as  high  as  possible  on  a  pier.  Take  the  case  of  the 
Fabre  line  pier;  this  line  operates  a  line  of  ships  between 
Naples,  Marseilles  and  New  York,  and  its  cargoes  are  princi- 
pally olive  oil,  olives,  wines,  raisins,  nuts  and  grapes.  The 
last  three  are  extremely  bulky,  and  when  unloaded  are  often 
piled  almost  ceiling  high 
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NEWS  NOTES 


INCORPORATIONS. 

PORT  TOWNSEND,  WASH.— The  Whidby  Island  Light 
&  Power  Company  has  been  incorporated  by  I.  L.  Todd  and 
others. 

VANCOUVER,  WASH.— The  Cascades  Light  &  Power 
Company  has  been  incorporated  by  H.  W.  Arnold.  W.  P.  Con- 
way, A.  Fiegel,  H.  G.  Dorchester  and  E.  Hughey,  with  a  capi- 
tal stock  of  $2,00C,J00.  Water-power  is  to  be  developed  in 
the  north  fork  of  the  Lewis  River. 

OAKLAND,  CAL.— With  the  filing  of  articles  of  incorpora- 
tion of  the  Oakland  and  Bay  Shore  Railway  Company  last 
week  certain  San  Francisco  and  Oakland  capitalists  showed 
their  intention  of  securing  seven  miles  of  electric  road  in  Oak- 
land as  a  waterfront  terminus  for  their  Oakland  and  Antioch 
Railway  Company  which  is  now  building  an  electric  line  in 
Contra  Costa  County,  and  which  will  soon  enter  Alameda 
County  on  its  way  to  the  city  of  Oakland.  The  Oakland  and 
Antioch  Company  is  to  have  40  miles  of  electric  road.  The 
two  companies  combined  will  have  47  miles  of  railway,  the 
construction  and  equipment  of  which  will  cost  about  $2,000,000. 


TRANSMISSION. 
SAN  FRANCISCO,  CAL.— Mortimer  Fleishhacker,  having 
put  new  capital  into  the  Sacramento  Valley  Power  Company, 
the  corporation  has  been  reorganized  on  a  basis  that  will 
enable  it  to  develop  to  capacity  the  water  rights  owned  by 
it  in  the  northern  counties  of  California.  The  capitalization 
has  been  raised  from  $800,000  to  $2,000,000. 

TACOMA,  WASH.— C.  L.  &  W.  Nicholas  Lawson  are  ad- 
vertising for  bids  for  completing  the  Nisqually  hydroelectric 
project.  Work  will  include  a  bridge  across  Nisqually  River, 
a  conduit  and  reservoir,  pressure  pipes,  power  house,  water 
wheels  and  generators,  equipment  for  power  house,  equipment 
for  Tacoma  sub-station  and  transmission  line.  The  estimated 
cost  is  $1,940,000.  Hamilton  F.  Cronon  is  engineer  of  the 
project. 

OROVILLE,  CAL.— The  big  dam  of  the  Great  Western 
Power  Company  at  Intake  is  completed,  and  the  water  of  the 
Feather  River  is  now  running  over  it.  The  completion  of  this 
dam  is  the  last  of  the  construction  on  the  Big  Bend  power 
plant.  More  than  four  years  have  elapsed  since  the  Great 
Western  Power  Company  began  the  construction  of  the 
plant.  The  dam  is  8.5  feet  above  bedrock.  6.5  feet  above  the 
low  water  mark,  is  276  feet  long  and  has  a  width  at  the  bot- 
tom of  75  feet.  In  its  construction  over  three  thousand  car- 
loads of  cement  were  used. 


TRANSPORTATION. 

SAN  DIEGO,  CAL.— J.  D.  Spreckels  has  obtained  a  fran- 
chise to  extend  an  electric  line  from  Old  Town  to  La  Jolla. 

OAKLAND,  CAL.— The  first  35-year  franchise  ever  granted 
in  the  city  has  been  given  to  the  Oakland  Traction  Company 
for  a  line  on  Nineteenth  avenue. 

SEATTLE,  WASH.— After  the  first  of  the  year  the  Seattle 
Electric  Company  will  electrify  the  present  cable  service  on 
the  Madison  street  line  from  Broadway  east. 

THE  DALLES,  ORE.— An  electric  railway  Iroiu  this 
place  to  Tygh  Valley  is  proposed  by  farmers  and  citizens  of 
tin's  place  and  vicinity.  It  is  thought  that  a  canvass  among 
the  farmers  would  result  in  raising  over  $.500,000  to  float  the 
proposition. 


OREGON  CITY,  ORE.— F.  M.  Swift  of  this  place  is  uiak- 
iiig  a  survey  for  a  new  road  to  traverse  the  rich  Molalla  ter- 
ritory.    Eastern  capital  is  to  be  interested. 

WHITE  SALMON.  WASH.— The  Mount  Adams  Electric 
Railway  Company,  W.  W.  Swan,  president,  of  this  place,  will 
start  work  in  the  spring  on  the  construction  of  the  proposed 
electric  railway. 

SALEM,  ORE. — It  is  rumored  that  the  Oregon  Electric 
Railway  Company  will  erect  a  $75,000  reinforced  concrete 
five-story  building  on  the  southwest  corner  of  State  and  High 
streets  just  across  the  street  from  the  Masonic  Temple. 

OAKLAND,  CAL. — The  City  Council  has  passed  to  print 
the  ordinance  granting  the  Southern  Pacific  Company  a  50- 
ycar  franchise  on  Seventh  street.  The  ordinance  granting 
the  privilege  provides  for  a  division  of  the  net  profits  of  the 
line  on  the  basis  of  25  per  cent  to  the  city  and  75  per  cent 
to  the  railroad. 

PHOENIX,  ARIZ.^Extensive  improvements  are  being 
planned  by  the  Phoenix  Street  Railway  Company.  New 
rails  will  replace  the  old  ones  from  the  capitol  building 
east  to  Seventh  street;  bond  wires  will  be  removed  and  the 
entire  track  from  one  end  of  Washington  street  to  the  other 
will  be  rebonded. 

GREAT  FALLS.  MONT. — An  electric  railway  to  connect 
this  city  with  Lewiston,  Idaho,  is  being  planned  by  capitalists 
represented  here  by  Col.  H.  H.  Felloes  of  London,  England. 
McDonald  &  Nissler,  the  local  engineers,  are  engaged  in  mak- 
ing estimates  on  the  work  Col.  Felloes  is  now  engaged  in 
purchasing  the  right  of  way. 

LOS  ANGELES,  CAL.— The  Jefferson  Street  Boosters' 
Association  will  present  a  resolution  to  the  Board  of  Public 
Utilities  at  its  next  meeting  setting  forth  the  advantages  of  a 
cross  town  car  line  which  the  Los  Angeles  Railway  Company 
is  being  urged  to  build,  and  to  get  which  the  association  is 
working  hard.    The  electric  line  will  be  an  Jefferson  street. 

OLYMPIA,  WASH.— The  State  Supreme  Court  has 
affirmed  the  conviction  of  F.  A.  Boutelle,  superintendent  of 
the  Tacoma  Railway  &  Power  Company,  for  failure  to  main- 
tain a  five-minute  service  on  the  South  Tacoma  line.  Boutelle 
was  fined  $100  in  the  Pierce  County  Court  and  appealed  on 
the  ground  that  the  city  had  no  right  to  restrict  the  franchise 
of  the  company. 

SAN  FRANCISCO,  CAL.— The  Oakland  &  Antioch  Rail- 
road, which  is  now  under  construction,  will  extend  from  Bay 
Point  to  Oakland  via  Concord  and  Walnut  Creek,  in  Contra 
Costa  County,  through  the  county  tunnel,  through  the  Clare- 
mont  district  along  the  south  side  of  Lake  Temescal  to 
Thirty-eighth  street  and  College  avenue.  A  branch  will  also 
be  built  to  Martinez.  The  line  is  completed  from  Bay  Point 
to  Concord. 

SAN  FRANCISCO,  CAL.— Specifications  for  general  sup- 
plies and  materials  for  the  Geary  street  municipal  railroad 
have  been  received  from  the  city  engineer  and  approved  by 
the  Board  of  Works.  The  Board  will  ask  the  Supervisors  to 
set  aside  the  following  sums,  and  bids  thereon  will  be  called 
for:  .30.000  redwood  ties,  $17,000;  530  tubular  steel  trolley 
poles,  $17,000;  48,500  pounds  of  copper  wire,  $8000;  rail  bonds, 
$500;  rail  fasteners,  $18,000;  steel  tie  nuts  and  rods,  $3000; 
total  $68,000. 

S.AN  JOSE.  CAL. — At  a  special  meeting  the  City  Council 
Ijassed  a  resolution  over  the  veto  of  Mayor  Davidson,  declar- 
ing the  franchises  held  by  L.  F.  Hanchett  for  a  railway  on 
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Santa  Clara  street,  null  and  void,  and  called  on  the  Attorney- 
General  to  take  steps  looking  to  the  banishment  of  the  road 
from  local  railroad  competition.  A  fight  has  arisen  between 
the  Mayor  and  Council,  first  over  the  lowering  of  the  com- 
pany's track  to  a  new  official  street  grade,  and  second  over 
the  proposal  of  the  company  not  to  use  a  grooved  rail  on 
Santa  Clara  street,  where  the  street  is  paved  with  bitumen. 

OAKLAND,  CAL.— The  first  public  action  of  the  Oak- 
land-Antioch  Electric  Railway  to  obtain  its  terminus  in  Oak- 
land was  made  last  week  when  Walter  B.  Fawcett,  the  com- 
pany's representative  appeared  at  a  meeting  of  the  Board 
of  Education  and  requested  it  to  sign  a  petition  asking  the 
city  to  grant  the  company  a  right  of  way  for  3.30  feet  along 
Siiafter  avenue,  along  the  school  site  located  at  College,  Pa- 
goda and  Shatter  avenues.  In  order  to  gain  the  desired  road- 
way along  Shatter  avenue  it  is  necessary  to  obtain  the  signa- 
tures of  property  owners  of  3000  front  feet  along  that  street. 
The  Board  refused  to  take  the  initiative  in  signing  the  peti- 
tion. Fawcett  was  told,  however,  that  if  he  obtained  the 
signatures  of  other  property  owners  no  objection  to  the  grant- 
ing of  the  right  of  way  would  be  offered  by  the  Board. 

SAN  FRANCISCO,  CAL.— The  general  offices  of  the 
United  Properties  Company  will  be  in  the  Mechanics'  Insti- 
tute Building,  where  it  will  occupy  the  entire  seventh  floor. 
The  development  of  the  company's  plans  for  the  exploitation 
and  upbuilding  of  its  properties  around  the  bay  will  begin 
without  delay.  In  this  connection  it  can  be  said  that  these 
plans  include  the  laying  out  of  a  number  of  parks  and  the 
construction  of  a  system  of  electric  lines  that  will  stretch 
clear  around  the  bay  from  Oakland  to  San  Francisco,  via 
San  Jose.  In  the  south,  around  Bakersfield,  a  colonization 
scheme  similar  to  that  planned  for  the  Sacramento  Valley 
has  been  mapped  out.  The  merger  will  supply  light,  power, 
water  and  transportation  to  the  communities  that  are  created, 
the  water  for  irrigation  having  been  first  used  in  the  develop- 
ment of  power.  The  entire  development,  which  is  proposed, 
has  been  planned  with  great  detail,  together  with  the  amount 
of  capital  that  will  be  required  at  the  end  of  each  six  months 
period. 


for  the  purpose  of  securing  funds  to  erect  the  structure.  It 
is  estimated  that  a  new  reinforced  concrete  structure  will 
i-ost  $50,000. 

WALLA  WALLA,  WASH.— Over  two-thirds  of  the  electric 
light  distribution  system  of  the  Pacific  Power  &  Light  Com- 
pany of  this  city  will  be  rebuilt  this  spring  at  a  cost  of  about 
$9000,  according  to  local  manager  W.  B.  Forshay,  who  has 
received  word  from  Portland  that  his  recommendations  to 
tliis  effect  had  been  approved. 

MEDFORD,  ORE. — The  Rogue  River  Electric  Company, 
with  headquarters  at  Medford  will  start  work  on  its  new 
plant  at  Prospect,  early  in  the  spring.  H.  C.  Stoddard,  sec- 
retary and  consulting  engineer  of  the  company,  is  in  the 
Kast  at  present  consulting  with  Colonel  F.  Ray,  the  head  of 
the  company  concerning  the  purchase  of  machinery. 


TELEPHONE  AND  TELEGRAPH. 
SAN  FRANCISCO,  CAL.~For  the  ten  months  ended  Oc- 
tober 31  the  gross  earnings  of  the  Pacific  Telephone  &  Tele- 
phone Company  showed  an  increase  of  approximately  $1,.500,- 
(luo  compared  with  earnings  for  the  same  period  in  1909.  Net 
lor  this  period,  however,  showed  only  $2,523,106,  as  compared 
with  $2,937,407  in  1909,  a  decline  of  $414,301.  Decreased  net, 
however,  is  easily  explained  by  the  large  increase  in  the  spe- 
cial maintenance  reserve  account.  This  reserve  account  is 
provided  for  from  the  expense  account.  During  the  last  four 
months  the  amount  laid  aside  applicable  to  this  reserve 
account  has  averaged  from  $150,000  to  $175,000  a  month,  one 
close  to  the  company  states,  although  the  reservation  for  the 
first  six  months  of  the  year  was  only  $125,000  a  month.  On 
June  30  the  liability  account  in  the  balance  sheet  showed 
$3,406,743  chargeable  to  special  maintenance  reserve.  There 
will  be  no  attempt  to  pay  a  common  dividend,  it  is  said,  until 
this  maintenance  reserve  has  reached  $5,000,000,  although  if 
the  amount  credited  to  this  account  in  1909  were  included  lu 
the  amount  available  for  dividends  for  the  common  stock  the 
latter  would  have  earned  12.8  per  cent  and  14  per  cent  in  1910 
to  date.  If  the  present  rate  of  conserving  reserve  is  main- 
tained the  $5,000,000  mark  will  be  reached  the  latter  part  of 
1911. 


ILLUMINATION. 

SPOKANE,  WASH.— The  Spokane  Falls  Gas  Company 
will  expend  large  sums  in  improvements  on  its  plant  at  Erie 
and  Bradley  streets,  Spokane,  announced  A.  Cantril,  manager 
oi   the   company. 

GREENVILLE,  CAL. — The  Indian  Valley  Light  &  Power 
Company  is  planning  an  immediate  extension  of  its  lines  from 
Taylorsville  to  Crescent  Mills.  J.  R.  Jones,  secretary  of  the 
company,  and  O.  C.  Pratt,  are  now  in  Greenville  inspecting  the 
plans   for  the   proposed  work. 

KLAMATH  FALLS,  ORE.— Attorney  A.  C.  Hough,  coun- 
sel for  the  Siskiyou  Electric  Company,  is  in  this  city  in  the 
interests  of  his  company,  and  has  placed  a  proposition  before 
the  City  Council  asking  that  it  grant  him  a  50-year  franchise 
for  an  electric  light  and  power  plant. 

REDDING,  CAL.— A  plant  for  the  manufacture  of  pro- 
ducer gas  is  to  be  installed  in  this  county  at  once.  The 
plant  will  be  located  on  holdings  of  Fred  H.  Dakin,  30  miles 
east  of  this  city,  in  Oak  Run  section.  A  syndicate,  at  the  head 
of  which  is  Mr.  Dakin,  will  invest  $100,000  in  the  plant. 

BAKERSFIELD,  CAL.— The  San  Joaquin  Light  &  Power 
Corporation  will  soon  supply  the  Midway  oil  field  with  electric 
power  as  it  has  been  supplying  the  Coalinga  field  for  some 
time.  Most  of  the  materials  for  the  construction  work  already 
are  on  the  ground  and  work  will  be  started  in  the  near  future. 

ALAMEDA,  CAL. — The  necessity  of  a  fireproof  electric 
building  is  being  urged  by  the  electricity  commission,  and  the 
City  Council  will  probably  be  asked  to  call  a  bond  election 


WATER-WORKS. 
YACOLT,  WASH.— The  City  of  Yacolt  is  about   to  start 
work  on  the  dam  and  pipe  line  at  Big  Tree  Creek  to  be  used 
to  convey  water  to  the  city. 

TACOMA,  WASH. — The  Council  has  adopted  a  resolution 
providing  for  the  construction  of  a  six-inch  water  main  on 
Pacific  avenue  from  South  Fifty-fourth  street  to  South  Seven- 
tieth street. 

CHICO,  CAL.— J.  H.  Bowers  of  Oroville  has  filed  a  peti- 
tion with  the  Board  of  Supervisors  for  the  sale  of  a  50-year 
franchise  to  lay  water  mains  along  the  county  road  and  over 
the  bridges  of  the  county. 

SEATTLE,  WASH. — The  Council  has  passed  a  resolution 
providing  for  the  construction  of  water  mains  on  Twelfth 
avenue  northwest  and  on  Twenty-fifth  avenue  north,  according 
to  plans  prepared  by  the  city  engineer. 

VICTORIA,  B.  C. — The  desired  water  service  for  the  dis- 
trict between  the  university  school  at  the  city  boundary  on 
Richmond  road,  as  asked  for  by  owners  immediately  outside 
the  city  limits,  will  be  supplied  by  the  city.  The  city  will 
undertake  the  work  and  supply  the  piping. 

DOUGLAS,  ARIZ.— The  Board  of  'SVater  Commissioners 
of  Douglas,  Ariz.,  will  receive  sealed  bids  up  to  1  p.  m.,  Jan- 
uary I9th  for  the  construction  of  a  water  system  for  that 
city.  The  cost  of  the  water-works  complete  is  estimated 
at  $85,000  and  bids  for  a  part  or  all  of  the  work  will  be  re- 
ceived. 
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Aluminum  Co.  ot  America 4 

Pittsburgh,   Pa. 

San  FranC/Sco.  Monadnock 
Bldg. 

Los  Angelic.  Pacific  Elec- 
tric Bldg. 

SeaUle,  Colman  Bldg. 

Aro<"rican  Circular  Loom  Co 4 

foston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle.  416  American  Bank 
Building. 

American  Electric  Fuse  Company     3 

Muskpcon.  MichiKan 

S.in  Francisco.  14.^  Second  St. 

American  Electrical  Heater  Co 3 

Detroit,    U.    S.    A. 

AyUworth  Agencies  Co 5 

San  Francisco.   143  Second. 

B 

Bay  Cities  Home  Telephone  Co.  _ 
San    Francisco,    333    Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 13 

New  York,  27  Thames. 

Chicago,  120-128  S.  San- 
gamon. 

San  Francisco,  151  New 
Montgomery. 

Blake  Signal  and  M(g.  Co 1 

Boston,  246  Summer. 

Bonestell  &  Co 12 

San    Francisco.    118    First. 

Bridgeport  Brass  Company 4 

Bridgfport.  Conn. 

BrookBeld  Glass  Co.,  The 16 

New  York.  U.  S.  Exp.  Bldg. 


Chicago  Fuse  Wire  &  Mfg.  Co._. 

Chicago.  10141020  W.  Conurcss  St. 
New  York.  1  Hudson  St. 

Colonial    Electrical  Agency  Co —  13 

San     Francisco,     576     Mis- 
sion. 

Crocker-Wheeler  Co 

San   Francisco,    195-7    Fre- 
mont. 

D 


D.  «e  W.   Fuse  Co 

Providence,  R.  I. 

Dearborn  Drug  &  Chem.  Works..    5 
Chicago,  Postal  Bldg. 
San    Francisco.    301    Front. 
Los  Angeles,   366   E.   2d. 

Duncan  Elec.  M(g.  Co 

Lafayette,  Indiana. 

San  Francisco,  61  Second. 

E 

Economy  Electric  Co.,  The 13 

Warren,     Ohio. 

Electric  Goodi  M(g.  Co 5 

Boston,  Mass. 

Sail  Francisco.    16t  Second. 

EJectric  Storage  Battery  Co..    __ 
Philadelphia,  Pa. 

t^an   Francisco.  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co. 
Chicago 


Farnswotth  Electrical  Works 

San  Francisco,  l.-»2  1.-^8  Second  St. 

Fort  Wayne  Electric  Works 

Fort    Wayne,    Ind. 

San    Francisco.  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric   Co 14 

Schenectady,  N.   Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,    N.    C. 
Chicago,   111. 
Cincinnati,    O. 
Cleveland,  O. 
Columbus.   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis.    Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New   Orleans,    La. 
New  York,  N.  Y. 
Philadelphia.    Pa. 
Pittsburg,    Pa. 
Richmond,    Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  Y. 
iifiK.ine.  Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916   Postal 

..1.    hll.lg. 

H 

Habirshaw  Wire  Co 2 

New  York,  253  Broadway. 

Hammel  Oil  Burner  Company  __ 

Los  .\ntrelos.  Nortii  Main  St. 

Hughes  &  Co.,  E.  C 12 

San       Francisco,        147-151 
Minna. 

Hunt,  Mirk  &  Co 6 

San  Francisco.   141  Second. 


Ide  &  Sons,  A.  L. 

Si.riniili.-ld.  111. 

Indiana  Rubber  &  Ins.  Wire  Co. 
Jonesboro.    Indiana. 


J 

Johns-Manville  Co.,  H.   W 5 

New    York.    100   William. 
San     Francisco,     169     New 

Montgomery. 
Los  Angeles.  222-224  North 

Los   Angeles   St. 
Seattle,  676  Ist  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co..  1 1 
Chicago. 
San   Francisco.    88    First. 

Kiewert,  Chas.  L.  Co 

San  Francisco,  195-7  Fre- 
mont. 

Los  Angeles,  225  Franklin 
Court. 


Klein  &  Sons,  Mathias 16 

Chicauo.  Station  U  29. 


Locke  Insulator  Mfg.  Co 

Victor,   N.    Y. 

San    Francisco.  Monadnock 
Bldg. 

Los  Angeles.   Pacific   Elec- 
trical Bldg. 
Seattle,    Colman    Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.       3 
San  Francisco,  99  First. 
Los       Angeles.       American 

Bank  Bldg. 
Seattle,   Mutual   Life   Bldg. 
P<.i  tland.Wells-FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City,     Fulton 

Bldg. 


N 

New  York  Insl'ld  Wire  Co 

New   York,   114  Liberty. 
San  Francisco.  770  Folsom. 
Seattle.  416  American  Bank 
Bldg. 


Ohio  Brass  Co 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonile  Co '6 

New  York,  263  Broadway. 


Pacific  Gas  &  Elect.  Co.,  The...  15 

San    Francisco. 

Pacific  Meter  Co. 16 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The 

San   Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...    5 

San     Francisco,     1095     Mo- 
nadnock Bldg. 

Phillips  Insulated  Wire  Co 1 6 

Pawtucket,  R.  I. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 


Portland  Wood   Pipe  Co. 
Portland.  Ore. 


Reisinger,   Hugo 

New  York,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.. 
Sacramento,  Cal.,  211  J  St. 
San  Francisco,  366  Market. 


Southern  Cal.  Edison  Co. 

Los  .Angfles.  Cal. 

Southern  Pacific  Co. 5 

San  Francisco.  Flood  BIdK. 

Sprague  Electric  Co. 15 

New      York     City.     627-631 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle.  Colman  Bldg 

Standard  Und.  Cable  Co 16 

San  Francisco,  First  Na- 
tional  Bank  Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 3 

New     York     City.     147-141 

Cedar. 
San    Francisco,    1010   How- 
ard. 

Sterling  Paint  Company, 12 

San   Francisco,   118   First. 


Technical  Book  Shop 

San  Francisco,  604  Mission. 

Thomas  and  Sons  Co.,  R 2 

New    York,    227    Fulton. 
East  Liverpool,  Ohio. 

Tracy  Engineering  Co 12 

San  Francisco,  461  Market. 
Los   Angeles.Central   Bldg. 


Vulcan  Iron  Works 17 

San  Francisco.  604  Mission. 


w 

Western  Electric  Co 4 

San  Francisco,  680   Folsom. 
Oakland,   507    16th. 
Los  Angeles,   119  E.  7th 
Seattle,     1518  First  Ave.  So 

Western  Wireless  Equipment  Co..  16 
San  Francisco,  Grant  Bldg. 
7th    and    Market. 

Weslinghouse.  Elec.  &  Mfg.  Co 

Pittsburg.    Pa. 

Los  Angeles.  527  So.  Main. 

Denver.    429    17th, 

Seattle,    Central    Bldg. 

Salt  Lake  City,  212-214 
So.   W.   Temple. 

San    Francisco.    165    2d. 

Spokane,    Columbia   Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewlsohn    Bldg, 

Canada.  Canadlan-Wesi- 
inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  G.  &  O..  Branift  * 
Co.,   City   of  Mexico. 

Weslinghouse  Machine  Co 6 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 


Weston  Elect'l.  Instrument  Co 16 

Waverly    Park,    N.    J. 
New   York.   114  LJberty. 
San       Francisco,       ejj-«l4 
Mission. 

Wilbur.  G.  A 

San    Francisco,    SI   Second. 
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THE  WAINIHA  POWER  DEVELOPMENT 


Electric  jiowcr  for  pumpinti:-  water  to  irrigate  the 
siifi'ar  ijlajitations  of  the  Mcliryde  Sugar  Company 
in  the  southern  part  of  the  Island  of  Kauai.  Hawaii,  is 
supplied  from  the  Wainiha  hydroelectric  plant,  thirty- 
five  miles  to  the  northwest,  on  the  same  island.  Dur- 
ing Kjio  an  additional  1200  kw.  unit  was  installed, 
giving  a  total  capacity  of  3600  kw.  in  three  units. 

Wainiha    Valle\-    drains    a    great    plateau    in    the 


ing  a  total  length  of  17.400  ft.  an<l  eight  connecting 
ditches  with  a  combined  length  of  S^oo  ft.,  the  gradi- 
ent being  2  ft.  to  the  hundred.  All  tunnels  are  through 
solid  rock,  the  hardness  of  two  of  which  required 
power  drills.  They  are  uniformly  6  ft.  wide  and  4  ft. 
high  with  an  arched  rise  of  3  ft.  The  ditches  were 
excavated  with  5  ft.  bottom,  9  ft.  top  and  are  6  ft.  deep. 
The  slope  on  the  high  side  is   '4  to  i,  the  bcrni     5  ft. 


Interior  of  Wainiha  Power  Station 


northwestern  part  of  the  island,  the  highest  point  of 
which  is  Alt.  \\  aialeale,  which  is  considerably  above 
5000  ft.,  the  average  elevation  of  the  plateau  being 
4000  ft.  As  this  stream  has  the  most  constant  flow 
of  any  on  the  island  it  was  the  best  adapted  for  power 
development. 

The  diversion  dam  is  located  about  iour  miles 
aliove  the  power-house  at  an  elevation  of  710  ft.  The 
intake  is  through  three  3-ft.  head-gates,  hand-operated 
b}-  means  of  a  rising  screw  stem. 

The   conduit    consists   of   thirtv-two   tunnels   hav- 


W'herex'er  the  conduit  'crosses  streams  or  gulches 
aprons  have  been  built  to  carry  off  excess  storm 
water,  the  normal  flow  being  added  to  that  of  the 
conduit,  one  stream,  the  Maunahena,  supplying  from 
12  to  15  sec.  ft. 

The  last  tunnel  delivers  the  water  to  a  concrete- 
lined  forebay  excavated  to  a  depth  of  12  ft.  in  the 
ridge  above  the  power-house.  From  the  forebay  three 
42-in.  pipes,  1700  ft.  longf,  lead  the  water  to  the  wheels 
under  a  head  of  575  ft.  These  pipes  are  Iniried  and  are 
securelv  anchored  at   i  c;o  ft.  Intervals. 
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The  pciwcr-lmusc  i.s  a  steel  frame  building  with 
concrete  fdunchuions  and  gaUanized  iron  walls  and 
roof.  The  main  building  is  80x40  ft.,  the  transformers 
being  housed  in  an  adjoining  concrete  structure  with  a 
floor  6  in.  lower.  A  16-ton  crane  travels  the  length  of 
the  power-house,  the  transformer  section  being 
cfiuipped  with  a  smaller  crane. 

The  three  water-wheels  are  each  2500  h.p.  Pelton 
impulse  type   with   needle  nozzles  and    Lombard  and 


AN    AUTOMATIC    APARTMENT    HOUSE    SYS- 
TEM.. 

liV    l^EIf.ALD    DEAKIN. 

At  the  present  time,  the  demand  for  private  ex- 
change service  in  apartment  houses  is  almost  invaria- 
bly met  by  the  installation  of  a  manually  operated 
private  branch  switchboard.  Such  a  switchboard  at 
the    best    under    conditions    as    they    usually    exist    in 


t'clton  governors.     They  operate  at  a  speed  of  375      apartment  houses,  cannot  aiTord  the  occupants  any- 


r.p.m.  under  an  efliective  head  of  575  ft.  and  each 
drives  a  1200  k\\.  W'estinghouse  revolving  field  a.  c. 
generator.  Two  70  kw\  d.  c.  generators  supply  excit- 
ing current.  Current  as  generated  at  2200  volts,  25 
cycles,  is  steped  up  to  33.000  volts  by  means  of  500 
k.v.a.  W'estinghouse  single-phase  transformers,  there 
being  nine  in  service  and  one  spare.  They  are  delta- 
connected  on  both  low  and  high  tension  sides. 


Exti-rior  of  Wainiha  Power  House 

The  pole  line  passes  through  35  miles  of  rough 
country  from  the  [lower-house  to  the  pumping  sta- 
tions. Much  of  the  territory  is  heavily  wooded  and 
contains  many  transverse  ridges  and  deep  valleys 
The  poles  are  30  ft.  round  cedar  timber,  with  10  in. 
luitts  and  7  in.  tops,  buried  to  a  depth  of  6  feet.  Be- 
fore erection  the  butts  were  given  two  coats  of  crude 
oil,  a  third  being  applied  when  they  w5re  in  place. 
Seven-stranded  alu  iiinum  cable  is  used  in  the  three- 
phase  transmission  line.  No.  12  copper  wire  is  used 
for  the  telephone  circuit,  transposition  being  made  at 
every  tenth  pole. 

After  being  stepped  down  at  Station  Xo.  2  current 
is  distributed  at  2200  volts  to  the  three  looo-h.p,  low 
speed  Westinghouse  pumping  motors  and  to  numer- 
ous smaller  motors  used  for  other  purposes.  This 
liydroelectric  system  is  operated  by  'the  McBryde 
Sugar  Company  for  the  exclusive  use  of  their  planta- 
tions under  the  electrical  superintendence  of  A.  Mene- 
foglio. 


thing  like  the  equivalent  of  good  main  or  even  party 
line  service.  The  shortcomings  of  the  manual  switch- 
board are  not  due  to  poor  design  or  to  defective  op- 
erating methods,  but  to  the  fact  that  such  switch- 
boards require  constant  attention  on  the  part  of  some 
one  if  continuous  and  uniform  service  is  to  be  given. 
In  the  larger  apartment  houses  the  services  of  an  ex- 
clusive switchboard  attendant  can  be  afi'orded  and 
such  an  attendant  is  nearly  always  provided,  but  in 
the  smaller  buildings,  the  expense  of  a  switchboard 
operator  is  rarely  warranted,  therefore,  the  switch- 
board gets  its  attention,  such  as  it  is,  from  the  jani- 
tor, bell  boy  or  elevator  boy  as  the  case  may  be. 
Attendants  so  incumbered  by  other  work,  must,  of 
necessity  be  absent  from  the  switchboard  a  larger 
part  of  the  time.  The  obvious  result  is  that  service 
to  and  from  the  apartment  house  is  made  to  sutifer 
and  if  the  apartment  houses  be  many,  the  efficiency 
<  .f  the  service  of  the  entire  telephone  exchange  is  soon 
impaired.  In  the  best  of  apartment  houses,  private 
exchanges  are  rarely  attended  before  seven  or  eight 
o'clock  in  the  mornmg  and  after  ten  or  twelve  o'clock 
at  night,  thereby  requiring  doctors  and  others  to  whom 
continuous  service  is  a  necessity,  to  install  additional 
lacilities  for  telephone  service. 

Even  where  private  branch  switchboards  are  well 
atteiuled,  there  are  always  moments  during  operat- 
ing hours  when  calls  must  be  considerably  delayed 
due  to  a  congestion  of  orders.  Furthermore  manu- 
ally operated  private  exchanges  in  apartment  houses, 
oiifer  a  source  of  gossip  of  which  advantage  is  taken 
by  inquisitive  attendants.  The  conditions  under  which 
these  attendants  work  are  naturally  different  from 
those  under  which  operators  are  employed  in  a  central 
office.  The  former  have  many  spare  moments  which 
may  be  filled  in  any  convenient  manner.  The  result 
is  that  many  of  them  take  a  more  or  less  active  in- 
terest in  the  conversations  carried  on,  and  if  mali- 
ciously inclined,  spread  the  information  thus  obtained 
when  occasion  offers. 

Apartments  are  generally  taken  on  short  term 
leases  or  agreements,  and  it  is,  therefore,  advisable 
and  even  necessary  when  the  cost  is  considered,  that 
all  apartments  be  provided  with  some  sort  of  a  con- 
tinuous telephone  service,  for  by  so  doing  the  con- 
stant placing  and  removing  of  telephones,  which  would 
iitherwise  be  necessary,  is  eliminated.  With  all  due 
respect  to  the  ability  and  carefulness  of  installers, 
it  may  be  said  that  their  presence  as  a  rule,  does  not 
improve  the  appearance  of  the  tinted  wall  or  the  fin- 
ished w-Qodwork,  particularly  if  they  have  occasion 
to  visit  the  same  place  more  than  once  or  twice.  It  is 
for  this  and  other  reasons  occasioned  by  similar  con- 
siderations,   that    apartment    house    owners    have    in- 
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stalled    so    generally,    manually    operated    private    ex- 
change switchboards. 

In  an  endeavor  to  handle  in  a  more  satisfactory 
manner  this  important  class  of  service,  the  writer  has 
recently  devised  and  put  into  service  in  a  modern  au- 
tomatic telephone  plant,  an  automatic  apartment  house 
system,  whereby  the  necessity  of  a  switchboard  at- 
tendant is  done  away  with.  Some  of  the  salient  fea- 
tures and  advantages  of  the  system  will  be  stated 
briefly. 

1.  An  ordinary  automatic  telephone  set  without 
coin  or  other  special  attachment,  apart  from  the  call- 
ing device,  is  placed  in  each  apartment. 

2.  Outgoing  calls  are  made  direct  from  the  apart- 
ments without  the  aid  of  an  operator.  Each  completed 
exchange  call  is  recorded  upon  a  meter  forming  part 
of  the  automatic  switchboard  installed  within  the 
apartment  house.  Calls  to  the  telephone  company  for 
information,  etc.,  are  not  recorded  upon  the  meter. 

3.  The  apartments  are  called  direct  from  the  out- 
side, no  attendant  being  required  to  distribute  the 
calls  at  the  apartment  house. 


switches,  connectors,  service  meters  and  a  fuse  panel, 
all  suitably  mounted  in  a  substantial  caljinet.  The 
front  elevation  of  a  fifty  line  cabinet  with  the  meter 
door  open  is  shown  in  Fig.  i.  The  service  meters 
are  mounted  in  strips  just  above  the  switches  and 
fuses  controlling  the  current  supply.  The  fuse  and 
switch  equipment  is  placed  in  a  fire-proof  compart- 
ment. The  meter  door  permits  the  reading  of  the 
meters  and  the  manipulation  of  switches  and  fuses, 
but  does  not  allow  access  to  the  remainder  of  the 
automatic  switchboard.  A  front  elevation  of  the 
switchboard  with  the  front  door  of  the  cabinet  re- 
moved is  shown  in  Fig.  2.  The  terminal  strips  to 
which  the  house  and  trunk  lines  are  attached  are 
shown  to  the  left  of  the  service  meters  and  fuse  panel. 
The  line  switch  side  of  the  switchboard  is  shown 
in  Fig.  3.  The  switchboard  shown  in  the  cut  has 
capacity  for  fifty  line  switches,  each  of  which,  by 
means  of  a  master  switch,  has  access  to  anyone  of  a 
group  of  six  outgoing  trunks.  The  opposite  side  of 
the  switchboard  is  shown  in  Fig.  4.  Here  are  mounted 
the  incoming  trunk  connectors,  out  trunk  relays  and 


1 

Bhft»^''' 

i 

^^^^^^^^^^~ 

Fir.  1.    Front  Vk'W  of  Cabinet 
With  Meter  Door  .^jar. 


Fit'.  2.    Front  View  of  Switcliboard 
With  Front  of  Cabinet  Removed 


Fig.  .V     Line  Switch  Side  of 
Switchboard 


Fiy.  4.    Connector  Side  of 
Switchboard 


4.  A  local  call  telephone,  situated  in  the  public 
office,  janitor's  quarters  or  the  landlord's  quarters,  as 
the  case  may  be,  is  installed  in  each  apartment  house. 
This  telephone  may  be  called  by  the  occupants  of  the 
apartment  house  without  cost  to  them.  The  telephone 
is  for  local  service  only  and  cannot  be  called  from  the 
outside,  nor  can  calls  to  the  outside  be  made  from  it. 

5.  Each  apartment  has  twenty-four  hour  service, 
thereby  eliminating  slow  or  impossible  connections. 

6.  Each  apartment  is  afforded  automatic  secret 
service  equivalent  in  every  respect  to  main  automatic 
service. 

7.  The  automatic  switchboard  need  not  be  placed 
in  the  office,  corridor  or  other  conspicuous  place  where 
space  is  limited.  It  can  be  placed  in  any  convenient 
and  dry  location. 

8.  The  expense  of  the  services  of  a  switchboard 
attendant  is  not  entailed. 

The  small  automatic  switchboard  installed  within 
the  apartment  house  consists  of  a  combination  of  line 


at  the  very  bottom,  the  miscellaneous  relays  controll- 
ing the  supervisory  and  ringing  circuits. 

At  the  central  office  the  incoming  trunks  from  the 
apartment  house  switchboard  terminate  on  line 
switches  precisely  as  any  other  line  in  a  modern  au- 
tomatic telephone  system  of  the  present  commercial 
type.  The  circuit  at  the  apartment  house  is  so  ar- 
ranged that  upon  the  removal  of  the  receiver  from 
the  switch-hook,  the  corresponding  line  switch  on 
the  apartment  house  switchboard  automatically  picks 
up  an  idle  outgoing  trunk  to  the  central  office  and  m 
turn  causes  the  line  switch,  associated  with  the  trunk 
at  the  central  office,  to  automatically  select  an  idle 
first  selector.  The  calling  subscriber  is  now  connected 
to  the  automatic  switchboard  and  may  proceed  to  call 
the  desired  party  in  the  usual  manner.  Whe.i  the 
called  party  answers,  the  circuit  conditions  in  the  line 
are  changed  so  as  to  cause  the  service  meter  at  the 
apartinent  house  to  operate  and  register  one  addi- 
tional call  upon  its  counting  train.    At  the  end  of  con- 
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versatioii,    the    calling    suljscriber    hangs    up    and    re- 
leases the  connection. 

In  listing'  automatic  apartment  house  S3'Stenis  in 
the  directory,  the  telephone  numbers  are  divided  into 
two  parts,  as  for  example,  C-S5 17-43.  The  first  part 
of  this  number,  namely  C-5517.  pertains  to  the  apart- 
ment house,  and  the  latter  part,  namely,  43.  to  the 
individual  apartment  and  where  possible,  coincides 
with  the  apartment  number.  To  call  the  apartment 
whose  telephone  number  is  that  just  given,  the  calling 
subscriber  calls  C-5517  in  the  usual  manner,  and  in  so 
doing  automatically  selects  an  idle  outgoing  trunk  cir- 
cuit leading  to  the  apartment  house,  there  terminat- 
ing the  partially  completed  connection  upon  a  con- 
nector. This  connector  differs  in  no  way  from  the 
main  line  connectors  used  in  the  associated  central 
office.  The  calling  subscriber  may  now  complete  the 
connection  by  calling  the  digits  4  and  3  in  the  order 
given.  A\'hen  this  is  done  the  call  bell  in  apartment 
43,  or  whatever  apartment  corresponds  to  the  number 
43,  will  ring  until  the  call  is  answered,  or  until  the 
calling  subscriber  hangs  up. 

From  what  has  been  said,  it  will  be  seen  that  the 
service  afforded  bv  the  automatic  apartment  house 
svstem  is  essentially  equivalent  to  main  line  service, 
differing  only  in  the  fact  that  two  additional  digits 
are  involved  on  incoming  connections. 

In  placing  this  system  in  large  apartment  houses, 
it  is  generally  possible  to  make  the  last  part  of  the 
apartment  house  telephone  number  agree  with  the 
actual  number  of  the  apartment,  ^^'here,  however, 
a  group  of  small  apartments  are  to  be  served,  it  is 
desirable  that  one  switchboard  be  made  to  serve  the 
group.  Such  an  arrangement  requires  that  the  second 
part  of  many  of  the  telephone  numbers  differ  from 
the  apartment  number.  Where  this  is  the  case,  the 
c;bjection  to  the  difference  in  numbers  is  overcome 
bv  listing  in  the  directory,  under  the  apartment  house, 
all  the  apartment  telephone  numbers.  For  the  infor- 
mation of  the  public  the  telephone  company  keeps 
an  up-to-date  list  of  the  occupants  of  all  apartments 
in  every  apartment  house  equipped  with  automatic 
service.  In  this  manner  the  information  bureau  of 
the  telephone  company  removes  the  burden  of  in- 
quiries from  the  management  of  the  apartment  house. 

The  switchboard  previouslv  described,  makes 
use  of  separate  incoming  and  outgoing  trunks.  The 
automatic  system,  however,  can  be  readily  adapted 
to  the  use  of  double  track,  tw-o  wire  trunks,  that  is, 
to  the  use  of  trunks  over  which  both  incoming  and 
outgoing  connections  can  be  made.  This  system  can 
be  further  adapted  to  give  free  inter-communication 
between  apartments  and  some  one  point  within  the 
apartment  building,  as  for  example,  the  office,  land- 
lord's or  janitor's  quarters  and  where  desirable,  be- 
tween the  various  apartments  in  the  building.  To 
make  a  call  from  an  apartment  to  the  local  office, 
landlord  or  janitor,  as  the  case  may  be,  an  arbitrarv 
number,  such  as  C-05  is  called.  This  causes  a  lamp 
to  burn  on  the  local  telephone  which  is  shown  in 
Fisr.  5.  This  telephone,  as  will  be  seen,  is  equipped 
with  a  key  of  the  comnmn  inter-conimunicating  tvpe, 
having  six  buttons,  one  for  each  outgoing  trunk  cir- 
cuit. .'\djacent  to  each  key  is  a  lamp  socket  suitably^ 
mounted.     .Should  the  call  to  the  local  station  happen' 


In  l)e  made  on  out  Ivvudc  number  _>  l(ir  example,  the 
lam[)  opposite  buttnn  nuniljcr  2  on  the  local  telei)hone 
will  light  and  at  the  same  time,  a  buzzer  will  sound. 
The  called  party  in  answering  depresses  the  button 
opposite  the  lamp  burning  and  removes  the  receiver 
from  the  switchhook,  thereby  extinguishing  the  lamp 
;ind  causing  the  audible  signal  to  cease.  The  keys 
are  of  the  automatic  release  type,  that  is,  depressing 
one  key  will  automatically  release  any  other  key  that 
may  haj^pcn  to  he  depressed  at  that  time.  The  local 
telephone  can  be  connected  with  the  out  trunk  circuit 
I  inly  when  a  lamp  burns.  In  this  manner  secrecy 
is  secured  on  all  connections.  It  should  be  stated  that 
i:i  calling  C-05  as  mentioned,  a  connection  of  three 
numbers  is  not  actually  established.  On  the  contrary, 
the  automatic  ap])aratus  at  the  central  office  upon 
picking  up  the  called  number  which  would  bring  the 
partial   connection   to  a  third  selector,   is  at   once  re-- 


F\ii.  5.    Local  Call 
Telephone 


Fie.  6.    Public  Telephone 
With  Coin  Machine 


leased  and  the  out  trunk  circuit  at  the  apartment  house 
is  autoiuatically  cut  off  from  connection  with  the  cen- 
tral office  and  in  place  thereof,  connected  to  the  local 
office  telephone,  with  the  results  stated.  The  circuit 
thus  arranged  does  not  tie  up  any  central  office 
switching  apparatus  durins:  local  connections  within 
the  apartment  house.  Free  intercommunication  be- 
tween apartments  is  accomplished  in  practicallv  the 
same  manner,  except  that  the  apartment  telephone 
number  is  also  called,  a^;  for  example,  C-oS-4'?.  This 
number,  called  would  connect  the  calling  apartment  to 
the  anartment  whose  telenhone  number  is  43. 

The  svstem  as  installed  and  workina:  permits  the 
use  of  coin  machines.  .\  telephone  so  equipped  is 
shown  in  Fig-.  6. 

The  current  for  the  operation  of  the  switchboard 
is  obtained  from  a  batterv  of  twentv-four  small  stor- 
age cells,  the  whole  floated  across  a  pair  of  wires  from 
the  central  office  or  across  the  local  direct  current 
Hehting  mains  if  such  exist.  In  either  case,  the  poten- 
tial of  the  charsring  circuit  used  is  tto  volts,  a  bank 
of  lami>s  is  used  to  reduce  the  current  to  the  renuired 
value.  ?.y  floatinjj  the  balterv  in  this  manner,  the 
notential  of  the  current  supnlv  nt  the  switchboard  is 
kept  annroximately  constant.  The  batterv  is  mounted 
in  a  substantial  oak  carryinsj  case  and  is  practicallv 
fume  proof  and  for  this  reason  may  be  placed  in  any 
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convenient  location  without  olijection.  At  intervals 
of  every  six  months  or  less,  it  is  the  intention  of  the 
telephone  company  to  replace  all  portable  storage  bat- 
teries by  fresh  ones,  and  bring  the  old  ones  in  for 
overhauling,  after  which  they  will  again  be  placed 
in  service.  The  changing  of  the  batteries  involves 
merely  the  labor  of  removing  four  wires  from  the 
terminals  of  one  battery  and  connecting  them  to  the 
terminals  of  another.  Where  a  number  of  closely  ad- 
jacent switchboards  exist  one  batter)^  will  suffice  for 
the  group. 

The  automatic  switchboard  has  a  decided  advan- 
tage over  the  manually  operated  switchboard  when  it 
comes  to  the  question  of  location.  The  manually 
operated  switchboard  must  be  placed  close  to  or  in 
the  public  office,  if  the  switchboard  attendant  is  to 
do  anything  but  operate.  A  switchboard  so  located 
must  be  finished  to  match  the  surrounding  woodwork 
and  it  is  sometimes  costly  and  difficult  to  bring  the 
room  wiring  and  cabling  to  the  switchboard.  The 
inspection  of  the  switchboard  in  a  public  place  dur- 
ing working  hours  is  always  objectionable  to  both 
the  attendant  and  the  proprietor  of  the  ajjartment 
house.  The  automatic  switchboard  on  the  other  hand, 
may  be  placed  in  any  convenient  location,  providing 
it  is  reasonabl}'^  dry.  It  has  been  found  that  an  au- 
tomatic switchboard  may  be  placed  without  trouble 
in  the  finished  basement  oi  the  average  modern  ajiart- 
ment  house.  It  is  recommended,  however,  particularly 
in  new  buildings,  that  the  switchboard  location  be 
arranged  for  near  the  wiring  center,  for  by  so  doing 
the  amount  of  room  wire  required  is  reduced  to  a 
minimum  and  the  switchboard  is  placed  aljoxx'  the  first 
floor. 

The  new  system  being  on  a  measured  service  and 
coin  machine  basis,  makes  it  possible  to  easily  arrive 
at  terms  which  are  agreeable  and  beneficial  to  both 
the  telephone  company  and  the  proprietor  of  the  apart- 
ment house.  The  elimination  of  the  switchboard  at- 
tendant is  one  feature  in  the  new'  system  that  appeals 
strongiv  to  the  lessee. 


H.  M.  BYLLESBY  ON  PUBLIC  SERVICE  COM- 
MISSIONS. 

In  his  address  of  welcome  at  the  second  annual 
convention  of  the  officers  and  employes  of  H.  .M. 
Byllesby  «&  Co.,  Chicago,  Jan.  17-21,  Mr.  Byllesby 
said  that  the  men  who  had  the  courage  and  the  faith 
to  invest  their  own  fortunes,  great  or  small,  and  by 
sacrifices  of  every  description  to  induce  the  investing 
of  additional  capital  in  the  betterment  of  this  business 
at  a  time  when  it  was  looked  on  as  experimental  and 
chimerical  and  unprofitable,  deserve  a  fair  hearing  at 
the  hands  of  the  public  and  that  alongside  of  their  dere- 
lictions should  be  placed  the  overwhelming  number  of 
benefits  they  have  conferred  upon  the  community  at 
large.  Because  some  of  the  pioneers  and  prominent 
workers  of  the  public  service  business,  as  the  result  of 
years  of  toil  and  conscientious  industry,  along  with 
certain  human  errors  and  mistakes  have  amassed  in- 
dependent fortunes,  we  should  not  close  our  eyes  to 
the  fact  that  the  great  numerical  majority  died  licart- 
1;roken  and  in  penury. 

It  would  appear  that  the  world  has  advanced  to  a 
point    where   controversies    should    be    handled    in    an 


adxanced  and  enlightened  spirit — where  heartburn- 
ings and  unfair  advantages  or  arguments  on  one  side 
or  the  other  of  the  case  should  be  avoided.  It  would 
appear  monstrous  that  the  policies  of  a  mercantile 
association  or  corporation  should  be  reviewed  and 
governed  by  a  board  composed  of  phj^sicians,  clergy- 
men and  lawyers.  It  would  be  perhaps  equally  inap- 
propriate if  the  same  mercantile  organization  were 
to  have  its  affairs  passed  upon  and  rules  made  for  its 
government  by  a  board  made  up  of  public  service  offi- 
cers and  of  farmers,  and  so  on  through  the  category. 

On  the  broad  question  of  public  service  commis- 
sions there  is  no  objection  to  the  public  service  com- 
mission per  se.,  but  a  very  earnest  plea  is  made  that 
the  public  service  commission  should  be  composed  of 
men  of  integrity  and  of  ability,  and  men  who  have  had 
a  previous  experience  in  the  business  in  regard  to 
which  they  are  proposing,  under  color  of  a  law,  to  pass 
regulations  and  rules. 

A  large  part  of  the  present  unrest  and  antagonism 
between  corporations  and  the  commissions  and  law- 
makers would  disappear  if  the  corporations  appeared 
before  bodies  composed  of,  as  we  have  previously 
briefly  referred  to,  men  of  breadth  of  vision,  free  from 
fa\oritism  and  who  had  a'  working  knowledge  of  the 
jjroblenis  confronting  the  enterprises  upon  which  they 
are  passing. 


ELECTRICAL  MACHINERY  IN  CHINA. 

While  the  imports  of  electrical  machinery  and 
appliances  into  China  at  present  do  not  exceed  a  mil- 
lion dollars  per  annum,  there  is  almost  no  limit  to  the 
possibilities  of  such  imports  were  the  matter  of  supply- 
ing light  and  power  to  the  large  cities  open  to  foreign 
trade  and  influences  properly  exploited.  In  these  cities 
there  is  a  demand  for  electric  service,  but  the  lack  of 
capital  among  those  who  appreciate  the  value  of  the 
new  force  in  commerce  and  industries  and  the  general 
ignorance  which  prevails  as  to  the  manner  of  using  the 
same  retard  its  building  up  by  local  financiers,  and 
foreign  capital  does  not  seem  to  be  attracted  where  it 
would  not  only  have  to  build  the  light  and  power  plants 
Init  where  it  would  have  to  instruct  the  consumers 
in  its  uses  to  a  certain  degree.  But  these  things  over- 
come, as  they  can  be  overcome,  there  is  no  limit  to 
the    business    which    is    possible 

The  matter  of  having  special  agents  in  China  to 
represent  American  electrical,  railway,  factory,  and 
other  machinery  is  of  vital  importance,  if  contracts 
are  to  be  secured,  for  the  following  reason : 

There  are  in  China  few  Chinese  engineers  who  are 
trained  by  experience  or  otherwise  to  lay  out  any  sort  of 
industrial  plant,  technically,  from  beginning  to  end  ;  who 
can,  for  example,  draw  up  specifications  for  an  electric 
light  and  power  plant,  indicating  the  nature  and  capac- 
ity of  dynamos  and  engines,  the  technical  requirements 
of  switchboards,  converters,  and  all  the  several  por- 
tions of  a  complete  and  properly  co-ordinated  electric 
plant.  There  are  few  if  an}^  Chinese  engineers  capable 
ol  economically  and  safely  ])lanning  for  traction 
power  of  railways,  for  grades  and  curves,  and  loco- 
motives to  overcome  them  with  loads  economically 
calculated.  All  these  things  come  within  the  work 
generally  given  to  foreign  engineers  in  connection 
with  Chinese  as  well  as  foreign  conijianies. 
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HISTORY   OF  SAN  JOSE  AND   ITS  GAS  BUSI- 
NESS. 

BY    E.    C.    JONES.' 

In  a  leUer,  dated  June  3d,  1777.  Don  Felipe 
de  Neve,  the  third  Spanish  governor  of  all 
L'pper  California,  requested  authority  from 
the  viceroy  of  Mexico  to  establish  a  pueblo 
on  the  banks  of  the  river  Guadalu])e,  near 
.^an  hrancisco  Bay.  Receiving  no  response 
E.  c.  jonos  fj-^^i,,  ^j,g  £\^y  of  iMexico  and  realizing  the 
importance  of  having  a  settlement  in  the  beautiful 
Santa  Clara  Valley,  close  to  the  Mission  of  Santa  Clara 
which  had  been  established  January  i8th,  1777,  Gov- 
ernor Neve  ordered  Don  Jose  Moraga,  lieutenant- 
commander  at  the  Presidio  of  San  Francisco,  to  de- 
tach from  that  garrison  soldiers  skilled  in  agriculture 
and  others  to  make  up  a  little  band  of  fourteen  settlers. 
These  settlers,  headed  by  the  lientenant-commander, 
located  on  the  present  site  of  San  Jose  November  29th, 
1777.  They  designated  their  camp  as  a  pueblo,  and 
took  for  its  protective  divinity  Saint  Joseph  (in  Span- 
ish, San  Jose).  The  establishment  of  this  new  pueblo 
by  Governor  Neve  was  approved  Ijy  the  King  of  Spain 
in  a  letter  dated  March  6th,  1779. 

The  24th  of  December,  1872,  Don  Jose  ]\Ioraga 
was  appointed  a  commissioner  to  go  to  San  Jose  and, 
in  the  name  of  His  Majesty  the  King  of  Spain,  was  in- 
structed to  give  title  and  legal  possession  to  the  nine 
founders  of  all  their  cultivable  lands,  house  lots,  and 
the  iron  brands  to  mark  their  cattle. 

November  20th,  1792,  Captain  George  Vancouver 
visited  the  Santa  Clara  Valley,  and  in  his  sketch  of  the 
trip  he   described   it   thus: 

We  considered  our  course  parallel  to  the  sea  coast,  between 
which  and  our  path  the  ridge  of  mountains  extended  to  the 
southeastward;  and  as  we  advanced,  their  sides  and  summits 
exhibited  a  high  degree  of  luxuriant  fertility,  interspersed  with 
copses  of  various  forms  and  magnitude,  and  verdant  open 
spaces  encircled  with  stately  fruit  trees  of  different  descriptions. 
About  noon  we  arrived  at  a  very  pleasant  and  enchanting  lawn, 
situated  amid  a  grove  of  trees  at  the  foot  of  a  small  hill,  by 
wliich  flowed  a  very  fine  stream  of  excellent  water.  We  had  not 
proceeded  far  from  this  delightful  spot  when  we  entered  a 
country  I  little  expected  to  find  in  these  regions.  For  almost 
twenty  miles  it  could  be  compared  to  a  park  which  had  originally 
been  planted  with  the  true  old  English  oak;  the  underwood, 
that  'had  probably  attained  its  early  growth,  had  the  appear- 
ance of  having  been  cleared  away  and  had  left  the  stately  lords 
of  the  forest  in  complete  possession  of  the  soil,  which  was 
covered  with  luxuriant  herbage  and  beautifully  diversified  witli 
pleasing  eminences  and  valleys,  which,  with  the  lofty  range  of 
mountains  that  bounded  the  prospect,  required  only  to  be 
adorned  with  neat  habitations  of  an  industrious  ^ieople  to  pro- 
duce a  scene  not  inferior  to  the  most  studied  effect  of  taste  in 
the  disposal  of  grounds. 

The  Spaniards  informed  this  distinguished  Eng- 
lish voyager  that  the  Indiatis  were  in  a  state  of  in- 
activity and  ignorance.  These  Indians  were  the  dis- 
coverers of  the  cinnabar  deposits  which  eventually 
became  the  .\cvv  .-Mniaden  Quicksilver  Mine.  They 
used  the  red  jiigment  to  adorn  their  faces  and  bodies. 
This   coloring   matter    was   highly   decorative,   but    its 
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of  mercurial  poison- 


1  Chief    Engineer   (las    Department,    Pacific   Oas    &    Electric 
CJompany. 


use  resulted  in  all  the  symptoms 
ing,  with  disastrous  results. 

The  btiildings  of  the  first  pueblo  were  located 
about  a  mile  and  a  quarter  north  of  the  present  city 
of  San  Jose.  The  limits  of  the  pueblo  included  the 
ground  covered  by  the  present  city  and  extended  far 
beyond. 

The  first  houses  were  built  near  the  little  stream 
crossed  by  the  first  bridge  on  the  road  leading  from 
San  Jose  to  Alviso.  In  1798  the  house  of  the  ayunta- 
miento  was  built.  This  was  a  one-story  adobe  build- 
ir.g  having  three  rooms.  It  was  located  on  what  is 
now  Market  street,  near  the  corner  of  El  Dorado  street. 
Its  rooms  were  used  as  a  court  as  well  as  a  jail,  and 
one  of  them  was  the  office  of  the  alcalde.  This  old 
luiilding  was  torn  down  in  1850. 

The  good  Fathers  of  the  Mission  of  Santa  Clara 
.realized  the  wonderful  agricultural  advantages  of  this 
valley,  and  sowed  the  seeds  from  which  the  harvest 
is  now  being  gleaned.  The  beautiful  trees  which  line 
the  Alameda  between  San  Jose  and  the  Mission  of 
.Santa  Clara  were  planted  in  1799  by  Father  Maguin 
lie  Catala,  assisted  by  two  hundred  Indians.  These 
rows  of  willow  trees  are  now  the  pride  of  "the  Garden 
City." 

The  first  permanent  foreign  settler  in  the  valley 
was  John  Gilroy,  a  Scotchman,  who  landed  in  Mon- 
terey in  1814.  At  that  time  San  Jose  had  only  about 
twenty  houses.  Gilroy  finally  settled  on  a  ranch,  about 
thirty  miles  south  of  San  Jose,  near  the  town  now 
bearing  his  name.  Before  the  year  1820  there  was 
but  little  business  in  the  valley.  The  manner  of  liv- 
ing was  primitive.  This  condition  continued  until  the 
.\mericans  came  in  1846. 

In  1831  San  Jose  had  a  population  of  524.  After 
the  revolution  of  1836,  Governor  Alvarado  came  into 
office.  At  that  time  Monterey  was  the  Mexican  capi- 
tal of  California.  He  was  desirous  that  his  name 
should  be  connected  with  the  pueblo  of  San  Jose. 
He  insisted  for  a  while  in  leaving  ofT  the  name  Guada- 
lupe, the  patron  saint  of  Mexico,  and  substituting 
the  name  Pueblo  San  Jose  de  Alvarado.  This  change, 
howe\er,  was  short-lived. 

It  was  in  San  Jose  that  Jose  Castro,  a  lieutenant- 
colonel  of  cavalry  in  the  Mexican  army  and  the  act- 
ing general  commander  of  the  department  of  Califor- 
nia, received  the  proclamation  of  Commodore  Sloat 
the  9th  of  July,  1846,  declaring  that  thenceforth  Cali- 
fornia would  be  a  part  of  the  United  States,  and  that 
its  peaceful  inhabitants  would  enjoy  the  same  rights 
and  prixileges  and  the  same  protection  accorded  in  any 
-State  in  the  Union.  The  13th  of  July,  1846,  the  first 
United  States  flag  was  raised  on  the  pole  which  had 
been  erected  by  the  Mexicans  in  front  of  the  ayunta- 
miento. 

The  discovery  of  gold  in  California  in  1848  nearly 
fiepopulated  San  Jose.  Crops  that  were  sown  that 
year  were  never  harvested.  It  was  then  that  Don  Luis 
Peralta,  one  of  the  first  settlers  of  San  Jose,  gave  this 
sound  advice  to  his  sons:  More  would  be  gained 
by  remaining  on  the  ranches  and  raising  grain  to  feed 
the  miners  than  by  deserting  the  beautiful  valley  in 
search   of  gold. 

\A'hen   the   convention   to   form   a   .State  constitu- 
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tioii  was  held  in  JNlonterey  in  Septcniljcr.  1849,  the  were  then  used  in  the  onslruclion  of  buildings  about 
noonle  of  San  Jose  exerted  every  influence  to  have  the  gas  works.  ,  ,  . 
San  lose  select'ed  as  the  pernuuK-nt  seat  of  govern-  In  1865  a  speeial  eomm.ttee  of  the  "ty  conned 
T.  T,  ,  .  c  1  -;,i„„t  ^f  tli,.  ronvf^n  "i^'-le  an  mvestigation  of  the  business  and  profits  of 
nu-nt.  Dr.  Robert  Sempe.  p.esulent  of  the  onven-  ^^^^  ^^^^^  ^^^^  ^^^.  Company.  The  report  showed  that 
tion  and  member  from  I.enica,  urged  that  the  first  ^^^^  ^^.^.-^^^^  investment  of  the  gas  company  in  i860 
session  of  the  legislature  be  held  m  Henicia.  but  toi-  ^^^^  $21,000;  that  during  the  first  five  years  of  its 
ever  after  at  San  Jose.  This  did  not  meet  with  the  ^^^istence  the  total  expenditure  for  betterments,  ma- 
views  of  the  San  Jose  delegates.  A  vote  was  car-  tcrials,  and  labor  in  the  business  of  gas  manufacture 
riecl  in  favor  of  San  Jose,  and  the  first  formal  meet-  ^^.^.jg  $55,637.93;  that  the  receipts  from  gas  sales  during 
ing  of  California's  legislature  was  held  at  San  Jose  ^1,^^^  period  amounted  to  $75,617;  and  that  the  three 
Saturday,  DecendDer  15th,  1849.  founders    of   the    company    had    divided    in    dividends 

In   1850.  a  tri-weekly  stage  line  to  San   l-'rancisco  vvithin  the  five  years  $19,979.52,  or  almost  the  etpiiva- 

was  established.     The  fare  was  $32,  or  as  it  was  then  ](>„(,  of  their  original  investment. 

expressed,    "two    ounces."      Before    that    the    fare    by  yj^g  formal  history  of  the  various  light   compan- 

wav   of   Alviso  had   been  $35.     During  the   following  j^^^;  {,.,   c;^^  j^se   is  best  given  in  the   following  short 

ten  years  the  growth  of  the  town  was  rajjid  and  sub-  extracts  from  the  county  clerk's  records: 

stantial.  165.        James   K.   Prior,   Thomas  Anderson,   and   James   Hagan 

r.v    i860  San  Jose   was   large   enough   to   warrant  formed  a  corporation  by  the  name  of  "The  San  Jose  Gas 

the  introduction  of  illuminating  gas.     October  6th  of  Company"    for   the   purposes  of  manufacturing  gas   in   the 

that    vear    James    K.     Prior,   Thomas    Anderson,    and  city  of  San  Jose  and  supplying  the  city  with  same,  gas  to 

lames   Ha^an    formed   the   San    Jose    Gas    Company.  be  manufactured   from  coal  and  other  substances.     Capital 

This   corporation   had   a   capital   stock  of  $21,000,  and  stock  of  $21,000,  divided  into  210  shares,  $100  each,  for  a 

X     .    .- _  ^   ,„„.;    ,1  ,-,f  f,„-f,.  T„T,-.4  fr,,in   tlip  period  of  40  years  from  date  of  hlmg  of  certificate.     Prin- 

was  incorporated  tor  a  penod  01  loitv  \eai^  irom  me  .    ,     ,          ,  ,     .            ,    ,                        •.       r  c       t 

^  ^,.          ,             ^-r^  cipal   place   of   business   of  the   company,   city   of   San   Jose, 

(ate  of  filing  the  certificate.  '       '      ^  ,       ,,,     ,    ^^    .Q^r, 

'^  ,,         ,.    ,        ,  •      o         T          .1              .CI  Dated  October  6th,  A.  D.   I860. 

Cas  was  first  lighted  m  San  Jose  the  21st  of  Janu-  ^,^        ,                ,        ,     r   1.    c       t       r-      r-              o.i    i 

1-     1   ^     '  •    1  1     r                          „„,  215.        Increase  of  stock  of  the  San  Jose  Gas  Company  9th  day 

ary,  1861.     It  was  supplied  to  eighty-four  consumers.  ^^            ^^  ^  ^^^^^  .  ^^^^^^^^  ^^  ^^^^    .^.^^^  ^,^^,^  ^^  ^,^^ 

There  were  seven  street  lights.     I  he  price  of  gas  was  ^^.^._^^,  ^^^.^^^^  ^^^^^_  ^^  ^.^  ^20,000.  has  been  paid  in,  and 

$10  the  thousand  cubic  feet.      1  he  sales  of  gas  for  the  ^^.^,  corporation  has  no  liabilities.     Austin  Roberts,   Secre- 

first  year  amounted  to  165,000  cubic  feet.  ^.^^._ 

An  exclusive  privilege  to  supply  gas  in  San  Jose  ^^^       'Amended  certificate  of  Incorporation  of  San  Jose,  Gas 

l-.ad  been  granted  to  the  incorporators  on  certain  con-  Company,   dated    February   25th,    1879.      James    K.    Prior. 

ditions.      One    of    these    conditions,    contained    in    the  Thomas  Anderson,  and  James   Hagan   incorporate,  that  the 

ordinance  granting  the  franchise,  was :  name  of  said  company  is  and  shall  be  the  San  Jose  Gas 

Section  8— That  if  it  shall  appear  at  the  expiration  of  five  Company.    Capital  stock  is  $600,000,  divided  into  6000  shares, 

\  cars   from   the   date  hereof  that   gas  can  be   furnished   for  less  par   value   $100   each ;    to    continue    in   existence    for    period 

than   now,   having   reference   tu   the  price  of   hibor   and   material  of  40  years  from  and  including  October  6th,   1860. 

used  in  the  manufacture  of  gas,  coal  now  being  rated  at  fifty-  272.         San   Jose    Brush    Electric   Light    Company.      Articles    of 

three  .'.ollars  a  ton,  it  shall  then  be  lawful  for  the  city  authori-  Incorporation   to   carry   on   business   of   lighting  the   city   of 

ties   to   make    such    reduction   as   in    their    discretion    shall    seem  5^,,    j^^^   ^,y   means   of   electricity,     etc.       Term     50    years. 

just,  so  that  the  rates  shall  not  be  less  remunerative  than  they  Capital  stock  $100,000,  10,000  shares,  $10  each, 

would   be   now:    and   at   the   end   of   ten   vears   a    like   reduction  „„,,„^^,^„ 

,  ,    ,    ,                  ,                  .,■.,,,,                 ,  DIRECTORS                                                                            RESIDENCE 

niav  be  made,   sn;iuld   labor  and  material  still   further  reduce.  x              a      ^1     ^                                                    c        i^^^ 

■     ,     .,         ,                      ...                    ^,         „          .  James    A.    Clayton San  Jose 

Railroad    communication   between   San    krancisco  Pedro  de   Saiset                                              San  Jose 

and  San  Jose  was  not  established  until   1865.     Before  Thomas  Rea San  Jose 

that  d?te  coal  was  brought  to  Alviso  in  sailing  vessels  -p.  S.  Whipple San  Jose 

or  in  barges,  and  from  the  Alviso  landing  it  was  hauled  Geo.   H.   Roe San   Francisco 

to  .San  Jose,  a  distance  of  about  nine  miles,  over  roads  Dated  Feb.  25th,   1882. 

\vhich    were    in    bad    condition    at    all    seasons    of    the  390.        Articles  of  Incorporation  of  Electric  Improvement  Com- 

}ear  and  during  wet  weather  were  impassable  owing  pany.    Place  of  business  of  said  corporation  City  and  County 

Icr    the   overflow   of   the   streams    which    enter   the   bay  of  San  Francisco,  State  of  California.    Term  50  years, 

at  (ir  near  .Mviso.     During  the  periods  of  overflow  the  directors                                                   residence 

coal  used  for  gas-making  was  carried  from  Alviso  on  Frank  P.utterworth  San  Francisco 

pack    mules.      It    is    recorded    that    often' these    mules  Aug.  J.   Bowie.  Jr San  Francisco 

with  their  burden  .d"  coal  would  be  swept  away  by  the  ^'"^-   "•  Howard San  Mateo 

torrent    while    fording    .some    stream,    and    both    mule  J.  B.  Randol. New  Almaden 

1          1   1      i   I             1^                          c      ii           •            111  Louis   T.    Haggin    San    Francisco 

and  coal  lost  bevond  recovery.     So  there  is  probably  ^     ,    .  ,    „,                                                    „  , 

,           .     ■  .           ,          ,    '      ,                       ,            •        ,  rrederick  Sharon   iielmont 

(luite  a  deposit  of  coal  and   mules   somewhere   in  the  tt          /-    t^ 

,    .         -      '  Henry  C.   Dreger 

.\lviso  flats. 

„,       £     ,            ,,,,-,•.-         T          ,      ,  Capital    stock   $5,000,000,    divided    50,000    shares,    $100   each, 

the  first  gas-holder  built   in   San    Jose  had  a  ca-  ,,      ,    ,^.1     iqqt 

r   o                ,  •       -             ^i^,                    •  March   30th,    188/. 

pacity  of  Sooo  cubic   tcet.      The  material   used   in  the  ,„         ,         ,    ,  ,    ■  ,        r^                ■        ,   ,     c-      t       -n      , 

r    ■               ,                       ,           ,       ,      ,          ,  357.         Amended  .Articles  of  Incorporation  of  the  San  Jose  Brush 

construction    ot    its    tank    was    redwood    planks    three  t-i    .  •    t  •  i .  r-                .               .     .           •.        .      n    1 

.           '  Lleetnc  Light  Companv.  to  generate,  transmit,  and  sell  elec- 

inches  thick.      This  gas-holder  was  lu   continuous   use  ^^-^^^  ,,,,tric  light,  and  power,  to  manufacture,  purchase, 

twenty-eight   years.      W  hen   torn   out  in   1888  the  red-  and  sell   gas,  to  purchase,  lease,  sell,  and   rent   lands,  tene- 

wood   tank   was   found   to   be   in   as   good   condition   as  ments,  and  hereditaments.     To  buy,  hold,  and  sell  shares  of 

when  it  was  built.    Some  of  those  very  redwood  planks  stocks  in  any  and  of  any  corporation.    Dated  May  16,  1887. 
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Principal  place  of  business   San  Jose.     Term  of  years  50  July  1st,  1902,  the  Electric  Improvement  Company 

from  and  after  incorporation.     Same  directors  for  first  year.  ^nd   the   San   Jose   Light   &   Power  Company   were  ac- 

Capital  stock  $100,000,  divided  into  10,000  shares,  $10  each.  quired  by  the  United  Gas  and  Electric  Company.     In 

440.        Electric   Improvement   Company   of   San   Jose.     Articles  merging   these    two    companies    a    lease    was    acquired 

of  Incorporation.     To    engage    in    business    of   electricity    in  ^f   ^j^g    building   on    ^Market    street,    formerly   occupied 

every  branch  connected  with  it  in  any  and  every  shape,  form,  ,,,^,  ^j^^  "Evening  Herald."    The  building  was  fitted  up 

manner,   or   purpose   whatsoever  &c.     Term   SO  years,   place  ^.^^  offices,  then  the  offices  of  the  Improvement  Com- 

of  business  San  Jose.  ^^^^^^   ^^^    ^y^^^    g^,^^^    ^^^^^    ^^^^^^   ^,^^,    ^j^^gp    q£   ^j^^ 

DIRECTORS                                                RESIDENCE  c^j^  jogg  Light  &  Powcr  Couipauy  on  Fourth  street 

C.  W.  McAfTe San  Francisco  ^^,g^g"  vacated.     There  was  also  a  concentration  of  all 

T.  C.  Van  Ness San  Francisco  ^j^^  ^^^  interests  of  the  new  corporation  on  San  Au- 

A-  J-   ^""■'•'^ ^^"  Francisco  ^^^^^.^   ^^^^^^_   ^^   ^j^^   ^^^^^^   ^-^^   ^^  ^,^^   ^^^   pj^,^^  ^^ 

H.  J.   Edwards San  Jose  ^  p^^^^^  Companv.      At  that  time 

James  W.  Rea San  Jose  .         -'  .                    ^       ,      •,  1         1  ■    i       '                    •        1  • 

Capital  stock  $100,000,  5.000  shares,  $20  each.  ^'^e   intention    was   to   build   a   high-pressure   pipe-hne 

up  the  peninsula  as  far  as  San  Mateo,  but  the  project 

440.     Creation  of  Bonded  Indebtedness,  March  29,  1889.  $60,000.  J^^  ^^^^^^  undertaken. 

•  428.     Articles  of  Incorporation  of  the  San  Jose  Light  &  Power  Many  names  familiar  to  the  gas   men  of  the   Pa- 
Company.     To  manufacture,  purchase,  and  sell  gas,  to  gen-  ^^.^^     ^^^-        ^^^     connected    with    the    history    of   gas- 

erate,  transmit,  and  sell  electricity,  electric  light,  and  power.  ,     ,  ,  •          .       e         T^^,.       r-1,0,-1^0    W     n„;it,.     ,,1-.^    ,,-1  = 

„  .    .    ,     ,          ;.  ,     ■         c-       J         c     .     r-1        n      ,  lighting  in   San   Jose.     Charles    \\  .   Uuiltv,   wno  was 

Principal   place  of  business   San  Jose,   Santa   Clara   County,  f'          ''                  ■  ,      ^      r  ^,       r,       r     r-        ^  r-„,    \^.^„:^ 

_  ,     ^        .„  the  second  president  of  the  Pacific  Coast  Gas  Associa- 

Cal.     Term  50  years.  .                     /                                          -j      ^      r  ^i       c-         t 

tion,   was   for  manv  vears  president  01  the   San  jose 

DIRECTORS  FIRST  YEAR                                    RESIDENCE  ^  j^j^^,    ^    Po^^gr   Compaiiv :   and    Harry   J.    Edwards. 

Chas^  Otter  San  Jose  aft'ectionately  spoken  of  by  his  friends  as  "genial  Harry 

T?'  w'  !;°°f'"" ■'"  v"'^  Edwards,"  was  intimately  connected  with  the  lighting 

E.  W.  Clayton ban  Jose  tot            1          .  c           ^^       ■          i-           r  ti 

Chas    A.  Hagan San  Jose  interests  of  San  Jose  almost  from  the  inception  of  the 

HJ.   Edwards..'"'.."' San  Jose  business.     Harry  Edwards,  one  of  the  moving  spirits 

C.  T.  Ryland San  Jose  and  the  manager  of  the  Electric   Improvement  Com- 

Amasa  Eaton   San  Jose  ](any.   was   afterward   manager  of  the   United   Gas   & 

Capital  stock  One  Million   (1.000.000)   Dollars,  divided  into  I'llectric   Company,   and   the   district   manager   at   San 

10,000  shares,  $100  each.    Dated  June  20th,  1889.  Jose  of  the  Pacific  Gas  &  Electric  Company  until  his 

473.        Certificate  of  creation  of  bonded  indebtedness  San  Jose  death,  which  occurred  July   lOth,   1909. 

Light   &    Power   Company,   passed    resolution    16th    day    of  fames   K.   Prior  remained  in  the  gas  lousiness  in 

.August.  1890,  to  raise  money  to  enlarge  capacity  for  mami-  «;.,„  joge  until   March.   1899.     The  reason  he  gave  for 

facturing   gas,   electric   light,   and   power.     Created   bonded  ,.gsigninp-  from  the  company  was  that  he  was  desirous 

indebtedness  of  $60,000.     Sixty  bonds,  each  of  the  face  value  ^^^    bringing    about    a    consolidation    between    the    San 

of  $1000.  to  run  10  years,  bearing  interest  6%  per  annum,  ^^^^   ^J^^^-  ^   p^^^^^^  Company  and  the   Electric   Im- 

payable  semi-annually.                                         _  provement  Company.     The  negotiations  fell  through, 

709.        Articles  of  Incorporation  San  Jose  Lighting  Co.     June  ^^^^^  eventually  the  consolidation  was  accomplished. 

3d,  1895.     To  build,  construct,  own.  &c.  plants  for  manufac-  /                             ■    ^       <      ^      r  tU^   ^nc   „.^vl-c 

turing  gas  and  electricity  for  lighting,  heating,  power.  &c.  The  position  of  stiperintendent  of  the  R'^^  -orks 

and  sell  and  distribute  gas,  electricity.  &c..  to  lay  down  mains  at  San  Jose  has  been  filled  by  many  men  well  known 

and   erect   poles,    lines,   &c.   in    San   Jose.     Term    .^0   years.  to  the  gas  fraternity.     John  Inillager  was  superintend- 

Capital  stock  $250,000.  ent  from  1889  to  1890.    Then  came  Peter  E.  do  Alill.  Jr. 

He  was  the  son  of  Peter  E.  de  Mill,  of  Detroit.  Mich- 

DIRECTORS                                                                            RESIDENCE  .                                           r      i          \ 

Chas    F   Wilcox                        San  Jose  i^a"-  the  founder  and  first  vice-president  of  the  Amer- 

Joseph    R     Patton  San  Jose  ican  Gas-Light  Association,  the  first  meeUng  of  which 

William  H.  Summer San  Jose  was  held  in  Cleveland.  Ohio,  in  September.   1872.^     It 

Reinhardt  L,  Stock San  Jose  was  while  Peter  de  [Mill,  Jr.,  was  superintendent  of  the 

J.   J.   Sontheimer    San  Jose  San   Jose   works   that   modern   coal    benches    were   in- 

1158.        Articles   of   Incorporation   United   Gas   &   Electric   Co.,  .stalled  and  the  present  storage  holder  was  1)uilt.     Fol- 

purposes  to  engage  in  the  business  of  manufacturing,  gen-  lowing  de  Mill  came  O.  M.  Gregory,  from  1892  to  1901  : 

erating,   and   purchasing   gas,    electric   current,    and    electric  f^     Q     Byerly,    from    1901    to    IQO.^ :   J.    R.    Thompson, 

energy  &c.     Principal  place  of  business.  San  Francisco.   Term  from    I903   to    1904  :   and    R.   H.   HargrcaN'Cs  from    1904 

SOyears.  to  the  present  time. 

DIRECTORS                                                RESIDENCE  The    United    Gas    and    Electric    Company,    which 

C.  E.   Green San  Mateo  ^ow  manufactures  the  gas  supplied    to    San    Jose,    is 

W.  Gregg.  Jr San  Francisco  ^  p^,.t  of  the  Pacific  Gas  &  Electric  Company. 

C.  H.  Pennoyer  San  Carlos  ^he  progress  of  gas-making  in  San  Jose  has  kept 

C-  O.  Poole San  Francisco  abreast  of  the  times.'    San  Jose  was  one  of  the  first 

J.  E.  Green San  Francisco  ^^.^^   ^^   ^j^^    Pacific   slope  to   introduce   the   manufac- 

Capital    stock   $2,500,000;    divided   25,000   shares.   $100   each.  ^^^^^  ^^  ^^ter-gas.     The  works  is  now   e<,uipped   with 

April  17th,  1902.  ,            •,      ^                               1                  ,^    ...,„.q  ,,-^<:  h,^1Apr 

,         ,  a  modern  oil-gas  process,  and  a  new  storage  gas-noiuti 

729.     (709)     San  Jose  Lighting  Co.     Certified  copies  of  resolu-  ^^^     ^_^^^  ^^^^^.^  ^^^^,^               .^^_  .^  ,^^..^^^.  ^,,.^,^.,^„, 

tion  of  board  of  directors  changing  pnncpa    place  of  Inis  -  -                       ^^^^^.^^^^^^   .^^  _^^^.^           _  ^^^^                   ,.,.,,,^,   ;^^ 

ness  of  said  company  from   San  Jose.   Santa  Clara  L.ount\.  .    ,         ^    ^                                ■         o,-      ^      -^      -,..-,   ,^!   t^A-,-ir 

Feb.  1st.  19(M.  to  Citv  and  County  San  Francisco.  California.  e.ffhty-four   consumers    m    l8(,0   to    its  _..94-'   ot    today 

room  1014  Mutual  Savings  Bank  Bldg..  708  Market  street.  The    city    is    covered    by    a    network   Ot    sevent} -ei^nt 
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miles  of  street  mains,  supplying  these  consumers. 
During  the  fifty  years  the  price  of  gas  has  been  re- 
duced by  successive  stages  from  $io  the  thousantl 
cubic  feet  to  the  present  rate  of  $1.25.  The  price  of 
gas  in  San  Jose  now  is  as  low  as  in  many  of  the  large 
eastern  cities.  This  is  due  to  the  refinement  of  the 
process  of  manufacture  and  to  the  use  of  California 
petroleum,  which  produces  a  gas  of  excellent  quality. 
Although  it  may  not  be  considered  good  form  to 
refer  to  the  catastrophe  of  1906,  yet  it  must  be  touched 
upon  in  order  to  give  credit  to  men  who  worked  so 
faithfully  and  unselfishly  at  the  time  of  the  great  Cali- 
fornia earthquake.  San  Jose  was  almost  on  the  geo- 
logical fault  line,  and  suffered  as  much  as  any  town 
in  the  path  of  the  earthquake.  A  glance  at  the  accom- 
panying picture  taken  at  the  works  shortly  after  the 
disaster  will  give  some  idea  of  the  devastation  of  prop- 
erty belonging  to  the  gas  company.  The  damage  to 
the  gas  works  was  so  great  that  Superintendent  Rob- 
ert E.  Hargreaves  found  it  necessary  to  turn  the 
gas  ofif  from  the  city  because  the  relief  holder,  the  puri- 
fiers, and  the  scrubbers  were  in  a  dilapidated  condi- 
tion. The  evening  of  April  i8th  the  gas  generator 
was  heated  up,  ready,  without  the  loss  of  a  day,  to 
make  gas.  But  the  gas  services  and  house  fixtures 
throughout  San  Jose  were  in  such  condition  that  it 
was  not  deemed  advisable  to  turn  on  the  gas  until 
April  24th.  By  the  26th  of  April  more  than  seven 
hundred  gas  meters  were  in  use.  During  those  stren- 
uous days  Harry  Edwards,  ably  assisted  by  Robert 
Hargreaves,  almost  performed  miracles  in  repairing 
the  gas  works  and  the  distributing  system  so  that  gas 
could  be  supplied  to  the  city  of  San  Jose  after  an 
interruption  of  but  six  days. 

After  the  death  of  Harry  Edwards  his  mantle  fell 
upon  the  shoulders  of  John  D.  Kuster,  who  was  for- 
merly manager  of  the  Pacific  Gas  &  Electric  Com- 
pany's Fresno  Cras  &  Electric  Company.  John  Kuster 
is  an  able  man  of  force,  and  possesses  many  of  the 
qualities  which  endeared  Harry  Edwards  to  the  peo- 
ple of  San  Jose,  so  that  no  more  happy  selection  of 
a  successor  could  have  been  made. 

The  company  has  recently  moved  its  offices  into 
modern  and  well-equipped  quarters,  under  the  direc- 
tion of  John  Kuster. 

During  the  spring  months  of  igio  the  gas  dis- 
tril:)uting  system  of  .San  Jose  was  enlarged  and  im- 
proved so  that  no  city  in  California  had  a  better  gas 
service. 

The  writer  in  preparing  this  article  has  drawn 
freely  from  the  "History  of  San  Jose"  by  Frederic 
Hall  (1871)  and  "Auld  Lang  Syne"  by  T.  R.  Parker  of 
Napa. 


THE  ULTIMATE   DEVELOPMENT   OF   AN 
ISOLATED  PLANT. 

In  discussing  the  relative  position  of  the  isolated 
plant  and  the  central  station  it  is  usually  assumed  thai 
the  former  is  a  power  plant  which  produces  light  and 
heat  for  the  use  of  the  building  in  which  it  is  located 
as  opposed  to  the  central  station  which  produces  power 
a<  one  point  to  be  used  in  buildings  more  or  less  dis- 
tant from  the  source  of  supply.  A  rather  unusual 
case  of  an   isolated   plant   wdiich   developed   in   course 


of  time  into  a  small  central  station,  is  presented  by 
the  power  development  of  the  Wells  Power  Company 
of  ^Milwaukee,  Wis. 

lliis  power  plant  was  originally  intended  to  fur- 
nish light,  power  and  heat  for  the  building  in  the  base- 
ment of  which  it  was  situated.  Later,  however,  it  de- 
veloped that  the  plant  was  able  to  produce  enough 
electrical  energy  to  supply  several  of  the  neighboring 
buildings  at  a  very  lov,'  figure  and  with  reasonable 
profit.  From  this  start  the  power  business  of  this 
enterprise  has  developed  until  at  the  present  time 
the  Wells  Power  Company  is  supplying  customers  in 
the  heart  of  the  business  section  of  Milwaukee  not  only 
with  electric  current  but  also  with  exhaust  steam  for 
heating. 

The  original  power  plant  was  soon  outgrown  and 
it  was  decided  to  go  into  the  power  business  on  a. 
larger  scale  b}'  building  a  new  plant  in  the  basement 
of  another  building  owned  by  the  company  at  a  short 
distance  from  the  old  power  house.  The  firm  of  D. 
C.  &  Wm.  B.  Jackson,  engineers,  of  Chicago  and  Bos- 
ton, was  retained  to  design  and  supervise  the  con- 
struction of  the  new  plant.  In  view  of  the  previous 
growth  of  the  company's  business  and  the  bright  out- 
look for  future  expansion  the  engineers  made  provis- 
ion throughout  the  design  for  a  large  eventual  increase 
in  equipment.  This  added  equipment  is  to  be  installed 
unit  by  unit  as  the  increase  of  load  warrants.  At  pres- 
ent less  than  one-half  of  the  ultimate  capacity  of  this 
station  has  been  installed,  yet  the  total  kw.  hours  gen- 
erated during  the  year  from  July  ist,  1909,  to  July  ist, 
1910,  was  1,561,410  and  customers  were  supplied  over 
an  area  of  about  2''j  square  miles  in  the  center  of 
the  city. 

In  order  to  be  able  to  operate  the  power  stations 
as  efficiently  as  possible  the  policy  has  been  adopted 
of  accepting  no  heating  contracts  without  the  accom- 
panying lighting  contract  although  lighting  is  some- 
times supplied  without  steam  heat.  By  this  means 
the  load  factor  of  the  generating  units  is  kept  high 
and  also  an  inordinately  high  back  pressure  is  guarded 
against.  The  main  generating  units  are  driven  by 
cross  compound  reciprocating  engines,  this  type  being 
selected  because  of  its  ability  to  operate  efficiently 
against  a  back  pressure  and  in  the  summer  to  give 
a  reasonably  good  economy  at  atmospheric  exhaust. 
The  wisdom  of  this  selection  has  become  evident  since 
the  new  station  has  been  in  operation  as  the  engines 
\vhen  operating  against  two  pounds  back  pressure  (an 
amount  which  is  rarely  exceeded)  produce  an  indicated 
horsepower  on  20  pounds  of  steam.  The  lighting  and 
heating  loads  are  so  well  balanced  that  it  is  rarely  nec- 
essary to  use  live  steam  for  making  up  a  deficiency  in 
the  heating  supply. 

Because  of  the  peculiar  conditions  under  which 
this  plant  operates,  for  some  time  it  did  not  realize  the 
economy  which  had  been  hoped.  However,  Messrs. 
Jackson,  the  designers,  were  commissioned  after  some 
months  of  unsatisfactory  operation,  to  take  charge  of 
the  plant  and  under  their  supervision  the  results  have 
been  most  satisfactory.  Whether  regarded  as  a  small 
central  station  or  as  the  final  development  of  an  iso- 
lated plant  the  history  and  present  situation  of  this 
installation   is   probably  unique. 
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RULES    FOR     ELECTRIC    WIRING    AND    APPARATUS    IN  contioUins  4  lights  or  less  and  ten  (10)  cents  for  each  switch 

SAN    FRANCISCO."  controlling  more  than  4  lights. 

Specifications  and  Permits.  ^-     •'^"  single-light  outlets,  whether  in  borders,  strips  or 

1.  Upon  the  personal  appearance  at  the  office  of  the  °''°"''^''  '°  '"'■''  '^^"'^e'''  ^'^'^^Pt  *«  ^^sns.  fixtures  or  clusters. 
Department  of  Electricity  of  an  authorized  representative  of  '""  "^^  "^^''^^'^  ^  ^^^  ^*  '^^  '^^'^  °f  ^  ^^°'^  ^^='>- 

the  firm  or  individual  proposing  to  install  any  electrical  work  ^°-     ^°''  ^^*^''  ''^""^^"^""S  """et  on  a  marquise,  a  fee  of 

in,   on   or  about   buildings   and   the  filing   by   him   of   the   re-  ^^'   *=®°*^  '^'"  ''^  ^^'^^^'S^^-     When  signs  are  attached  or 

qured    specifications,   a    written    approval    will    be    issued    in  ""'L-°-          ^'"°°*  "^  '''''''  °^  ''""^'  '^^  "'"^^  ''^  ^''^  '''"'• 

each  instance  by  the  chief  of  said  department.     Applications  '"  ^'^,'^'"°^  ^''^^''  *°  ^^"^  ''^°- 

received  by  mail  will  not  be  recognized  ^^-    ^°'  '""■^•■'  °^  °''^  electrical  installations,  a  minimum 

2.  The  written  approval  will  be  in  the  form  of  a  permit  f  °^  *^°*^  "1^'"   "^  "''""^''''  ^""^  "''''''^  '""^  "™^  expended 
to  install  electrical  wires  or  devices  in  or  on  the  premises  *  '''■^°°  r'^T  °°^  ^"'^  °°            ''''"'■'  ^  ^"^  '"'  '^^  '""'^  °^ 
described  in  the  specifications  filed,  and  this  permit  shall  be  ^^^'^"'^-S^'^  '^^^  ^«"t^  P*^"-  ho-r  «in  apply, 
conspicuously  posted  on  the  front  of  the  building  until  com-  Installation    Rules. 

pletion  of  the  work.  12.     Moulding. — The  installation  of  electrical  conductors  in 

3.  No  electrical  work  shall  be  performed  in,  on  or  about  "ooden  moulding  will  not  be  approved. 

any  building  or  other  structure  or  on  or  over  any  street  until  ^^-     Service  Switches — In  all  buildings  having  a  basement 

such  approval  permit  has  been  issued  by  the  Department  of  "■"  tradesmen's  entrance  from  the  sidewalk,  the  main  service 

Electricity.  switch  must  be  installed  immediately  within  the  door  of  said 

4.  Before  commencing  work,  notice  of  the  proposed  time  entrance,  and  not  more  than  6  feet  therefrom.  The  switch 
of  starting  must  be  given  in  each  instance  to  the  Department,  ^""^  service  cutout  must  be  enclosed  in  an  approved  iron  cabi- 
as  -well  as  reports  of  progress  of  the  various  stages  requiring  "^'-  P'o^'ided  with  a  glass  door  upon  which  shall  appear  the 
inspection  and  a  notice  of  date  for  making  final  approval.  ^^ords  "Main  Service  Switch"  in  lettering  not  less  than  one 
In  the  case  of  electric  signs,  manufacturers  must  in  each  in-  '"^^  '°  height. 

stance,   before  closing  the  same,   notify  the   Department  and  ^"  buildings  not  having  entrances  as  described  above,  the 

secure  inspection  before  signs  leave  the  shop.  '"'*'"  service  switch   must  be   installed   in   an   approved   iron 

5.  For  all  office,  apartment,  hotel  or  other  buildings  of  eabinet,  located  at  a  point  immediately  within  the  maij  en- 
a  like  character,  in  which  the  first  or  mezzanine  floors  are  ti^'in^^e  of  the  building,  to  be  designated,  in  each  instance,  by 
designed  for  stores,  shops,  nickelodeons,  theatres  or  other  "^'^  department.  The  cabinet  must  be  provided  with  a  glass 
business   occupancy,   a   separate   specification    form    must    be  P^ineled  door  as  described  above. 

filed    for    each    sub-division    and    another    for    the    combined  '°  buildings  of  the  latter  class,  and  where  appearance  is 

floors    above    the    first,    for    which    respectively    written    ap-  ^  feature,  the  main  service  switch  operated  by  remote  con- 

provals  will   be  issued.  *''°1  '"'ly  ^^  installed  at  the  main  switchboard  (or  if  there  is 

6.  The  Department  will  immediately  revoke  the  certifl-  ""  ™''''°  switchboard  at  the  meter-board),  and  operated  by 
cate  of  registration  of  any  person  or  company  allowing  oth-  ^  ^^^s^.  push-button  switch  located  in  the  main  entrance  as 
ers  to  file  specifications  under  his  or  their  license,  and  will  heretofore   provided. 

prosecute  those  who  illegally  use  the  same.  '^^^   wires    from    the    controlling   switch    to    the    service 

Xo  requests  for  inspection  will  be  received  by  telephone  ^"^^^^^  ™"st  be  installed  in   rigid  conduit, 

between  the  hours  of  S  and  9  o'clock  a.  m.  Where  the  lower  floor  of  a  building  is  occupied  by  stores, 

the  entrance  to  the  upper  stories  shall  be  considered  the  main 

Schedule  of  Inspection   Fees.     (Per.  Sec.  278.  Ordinance  1008)  entrance. 

For    each    outlet    at    winch    current    is    to    be    controlled    or  ^^'      ^''^^      ^"''      °'^-      Systems— Alternating      and      direct 

issued  for   4   ligrhts   or  under    (    OS  current  systems  will  not   be  approved   in   the  same  cabinet. 

For  each   outlet   at   which   current   Is   to   be   controlled   or  except  where  double-throw  switches   for  the  purpose  of  con- 
issued    for    over    4    liehts                                                                        in  <.•         x         .,l 

For    one    arc    lamp                .          necting  to  either  system  are  enclosed  in  the  same.     In   this 

For    each    additional    arc    iamp    ..... ..... ..... ,,,,]/'_' "     '95  ease,  the  two  systems  may  enter  the  same  cabinet,  provided. 

For  each  motor  of  1   h.p.  or   less    ,,.,,     '50  however,   that   the   wires   of  each  are   properly   separated   in 

^°'^3^h''p    '""*"'■  °'  """""^  **'^"   *   *'"•  ^"''   "<"  ""ore  than  the  cobinet  and  gutter  of  same.    Main  switchboards  may  have 

For  each   m'otor 'of   more 'than  V'h.'p.' and' noV'more'Vhan  ''"*'  separate  panels  for  each  system,   provided   they  are  property 

8  h.p '      J  gg  protected. 

^"'^l^^h'^   niotor  of  more   than   S   h.p.   and   not  more   than  1^-     Service    Wires,    whether    connected    to    overhead    or 

For  each  moto^ 'of  more 'than'is'h'p 'Al  •'°''^''S'"°"°''    systems,    must    be    installed    in    approved    rigid 

For  each  generator  of  1  kw.  or  less 50  conduit,   extending,    in    the    first    case,    from    a    point    on    the 

For   each    generator    of   more    than    1    kw.    and    riot    more  outside  of  the   building  at  least   20   feet  above   the  sidewalk 

!?«,•   ^l\  ^  ^^ '■""  ^^^  ^'  ^^^^  corner  of  the  building  nearest  the  proposed  point 

thfnskw.'':."':."'..'""''^. '.'!""..'.*=";•.  .=:":'.."';'    "<"•'•  ,,,  of  connection   to  the  source  of  current  supply,   to  the  main 

For    each    generator    of    more    than    8    kw.    and    not    niore  service  switch  and  thence  to  the  motor  location. 

For  oa^K  „       ^1 ^ -■"*'  ^^  current  is  supplied  by  an  underground  system,  the  serv- 

ror  each  generator  of  more  than  It  kw                                            o  :n  . 

-^"  K-e  conduit   must  extend  from  the  point  of  entrance  of  sup- 
Provided,  however,  as  a  minimum,  the  total  amount  of  any  '  '^  wires  in  basement  to  the  main  service  switch  and  thence 
bill  of  fees  to  be  charged  shall  not  be  less  than  fifty  (50)  cents.  *°   ^^^  meter   location.     Wires   installed   under  ground   must 

7.  Feed    wires    for   all    appliances,   such   as   motors,   arc  ^^  '^^^  covered  and  enclosed  in  rigid  iron  conduit,  the  joints 
lamps,  signs,  etc.,  will  be  charged  for  at  the  rate  of  10  cents  °^  which  must  be  leaded  to  prevent  entrance  of  moisture, 
per  circuit  and  the  inspection  fee  specified  in  Ordinance  1008  ^^-     ^**^®   ^"^    S  .rvice   Wires   must   always   be  of  suffl- 
will  be  collected   from  the  person  or  company  installing  the  *^'*'°*  ®'^®  *°  ^'^^^^'  ^"  '''"'if'"-  and  power  circuits  loaded  to 
device.                                                                          "                   "  their  full  capacity.     In  the  case  of  lighting  circuits.  thiS  will 

S.  All  switch  outlets  where  grouped  in  gangs  will  be  '"*"''"  '''''  «'"P<''"«'s  to  each  circuit  installed.  For  two  circuits 
charged  at  the  regular  rate,  viz:  five  f5)  cents  for  each  switch  *"'  ^1"'^^'''°*-  or  'ess,  install  2-wire  service.  For  more  than 
two   circuits   and   not   more   than   six   circuits   or  equivalent, 

'Adopted  by  the  Joint  Board  of  Fire  and  Police  Commi?'  install    3-wire    convertible    service.       (Neutral    wire    of    con- 

sioners.  December  9,  1910.     Effective  March  1,  1911.                   '  vertible  services  to   be  of  a  carrying  capacity  equal   to  the 
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full  load).  For  more  than  six  circuits,  Install  3-wire  serv- 
ice, either  convertible  or  non-convertible.  No  service  wires 
smaller  than  No.  12  H&S  gauge  will  be  approved. 

17.  Wires  in  Conduit.— The  use  of  rigid  conduit  will  be 
required   for: 

(a)  Feed  wires  to  centers  of  distribution,  motors,  signs, 
reflectors,  heating  devices,  resistance  coils,  low-voltage 
transformers  or  choke-coils. 

{h)  Wires  for  e.xit,  entrance,  fire-escape,  halls,  public 
toilets  and  baths  and  lobby  lights  in  public  halls  or  in 
hotels,  apartment  or  office  buildings  of  over  two  stories  in 
height. 

(c)  Service   vvires. 

(d)  Wires  on  exterior  of  buildings. 

(e)  Wires  to  lights  outside  of  buildings  where  fed  from 
concealed  wiring. 

(f)  Wires   in  theaters,  nickelodeons,   etc. 

(g)  Wires    in    elevator    shafts. 
Wires    in    basements,    except    where    concealed    in 

walls  or  ceilings. 

Wires   exposed  to  mechanical   injury   or   flying  coni- 
bustible  material. 

(j)     Wires  within  4  feet  of  belts  or  pulleys. 

(k)     Wires  in  or  on  marquises. 

(1)  Wires  in  damp  places,  such  as  stables,  breweries, 
hotel   or  restaurant  kitchens,   bath  houses,   etc. 

In  the  above  cases,  the  conduit  must  always  extend  from 
the  lights,  motors,  etc.,  to  the  center  of  distribution. 

Note:  Rule  17  is  supplementary  to  City  Ordinance  990, 
which  provides  that,  in  the  fire  limits  ALL  wires  used  for  con- 
ducting electricity  (except  wires  for  telephone,  telegraph, 
call-bell  or  similar  systems)  shall  be  enclosed  in  National 
Code  Conduit  or  other  approved  armored  conductors. 

18.  Where  devices  are  permanently  located,  conduit 
must  extend  to  terminals  and  be  provided  with  some  form 
of  approved  terminal  fitting.  Conduit  to  permanently  fixed 
signs  or  reflectors,  either  in  or  on  buildings,  must  enter 
and  be  properly  connected  to  metal  of  same. 

19.  All  ends  of  conduit  where  the  same  does  not  enter 
gutters,  panels,  outlet  boxes  or  plates,  must  be  equipiied  with 
approved  terminal  fittings.  Bushings  will  not  be  approved 
except  at  points  mentioned. 

20.  On  the  exterior  of  buildings  or  in  other  damp  places, 
the  threads  of  conduit  must  be  filled  with  lead  to  prevent 
the  entrance  of  moisture,  and  all  boxes  or  conduit  fittings 
must  be  of  approved  weather-proof  type. 

21.  Wires  in  flexible  steel-armored  conduit  or  steel- 
armored  cable  will  not  be  approved  on  exterior  of  buildings 
or  in  other  damp  places,  or  when  in  concrete  or  in  channels 
in  concrete  or  brick  walls,  unless  provided  with  a  lead  cov- 
ering between  the  wire  and  the  armor. 

22.  All  rigid  conduit  must  be  securely  fastenea  every 
4  feet,  except  where  laid  underground  or  in  concrete  or 
cement.  (Where  flexible  conduit  is  used  for  open  work, 
fastenings  must  be  installed  at  shorter  intervals  when  re- 
quired.') 

2.3.  The  use  of  armored  cables  for  concealed  work  will 
not  be  apin'oved  unless  installed  in  such  manner  as  to  be 
readily  withdrawn  and  replaced  at  any  time  without  damage 
to   wal's,  ceilings,   floors   or   other   portions   of   liuilding. 

24.  The  installation  of  more  than  three  No.  14  B&S 
gauge  or  more  than  two  Nos.  12  or  10  H&S  gauge  wires 
will  not  be  approved  in  any  one-half-inch  conduit:  nor  will 
more  than  four  Nos.  14  or  12  B&S  gauge  or  more  than  two 
Nos.   M   or   12   dnjilex   B&S   gauge  wires   be  ai)|)roved   in   any 


three-quarter-inch  conduit.  Conduit  of  a  size  sufficiently  large 
to  permit  of  the  easy  insertion  and  withdrawal  of  other  num- 
liers  or  sizes  of  wire  must  be  provided.  The  use  of  grease, 
oi!  or  compound  of  any  kind,  in  the  installation  of  wires  in 
conduit,  is  prohibited,  but  the  use  of  soapstone  is  strongly 
urged  in  all  cases. 

25.  Conduit  must  be  fastened  into  all  boxes  and  gut- 
ters with  lock  nuts.  (Bushings  must  not  be  depended  uiion 
for  fastening,  their  purpose  being  only  to  protect  the  wire 
from   sharp   ends   of  conduit). 

26.  Wires  used  for  grounding  conduit  must  be  of  a  size 
and  carrying  capacity  equal  to  that  of  the  largest  conductor 
of  the  system  and  the  ends  must  be  soldered  into  lugs  of 
.ground  clamps,  provides  that  no  ground  wire  larger  than  No. 
2  B&S  gauge  will  be  required. 

27.  All  strips  used  to  provide  an  efficient  bond  between 
conduits  entering  cabinets  or  boxes  which  do  not  afford  good 
electrical  connection,  must  be  installed  in  interior  of  box  or 
cabinet  and  be  of  copper  not  less  in  thickness  than  No.  20  B&S 
gauge.  Strips  must  be  sufficiently  wide  to  allow  for  the 
punching  of  holes,  to  admit  conduit,  without  damage  to  edges. 

28.  Ground  clamps  must  be  so  installed  as  not  to  be 
concealed  upon  the  completion  of  the  building  and  must  be 
connected  to  water  pipes  of  sufficient  size. 

29.  Outlet  Boxes. — Approved  metal  outlet  boxes  must 
be  installed  at  all  outlets  where  current  is  issued  or  con- 
trolled. This  applies  to  all  outlets  for  flush  or  surface 
switches,  attachment  receptacles,  fixtures,  sockets,  cord  drops, 
Nernst  or  arc  lamps. 

30.  All  metal  switch  and  outlet  boxes  must  be  fastened 
to  a  backing,  at  least  Vh  of  an  inch  in  thickness,  with  screws, 
except  where  firmly  embedded  in  cement  or  concrete  or 
where  iron  supports  of  sufficient  thickness  are  fastened  rig- 
idly between  studs  or  Joists.  In  the  latter  case,  bolts  and 
nuts  may  be  used. 

31.  The  ends  of  all  wires  at  outlets,  where  fixtures  are 
not  Installed,  must  be  taped  and  provided  with  approved 
outlet  box  covers.  The  company  installing  the  wiring  will 
be  held  for  the  taping  of  ends  of  wires,  and  the  company 
installing  fixtures,  etc.,  for  the  installation  of  covers  on 
unused    outlets. 

32.  ^Tiere  wires,  other  than  those  in  conduit,  enter 
outlet  boxes,  they  must  be  protected  with  approved  flexible 
tubing,  extending  in  continuous  lengths  from  the  last  por- 
celain support  or  outlet  into  the  outlet  box,  and  must  be 
equipped  with  some  form  of  metal  holder  which  will  prevent 
the  withdrawal  of  the  tubing  from  the  box. 

33.  Outlets  on  exterior  of  buildings  fed  from  concealed 
wiring  must  be  equipped  with  approved  weatherproof  outlet 
flttings,  all  wiring  connections  to  be  made  within  the  same. 
The  canopies  of  flxtures  must  not  be  depended  upon  to  pro- 
tect splices  of  wires  from  the  weather.  Where  outlet  boxes 
are  used,  they  must  be  of  approved  weatherproof  type  and 
provided  with  covers  through  which  stem  of  fixture  must 
liass,  except  lights  on  roofed  porches  or  covered  passage- 
ways. 

34.  Neutral  Wire,  Fuse  Omission. — In  three-wire  (not 
three-phase)  systems,  the  neutral  fuse  must  be  omitted,  and  the 
neutral  wire  must  be  of  equal  carrying  capacity  to  the  larger 
of  the  outside  wires. 

35.  Cut-outs — Every  ])ossible  effort  must  be  made  to  se- 
cure distribution  centers  located  in  easily  accessible  places, 
at  which  points  the  cut-outs  and  switches  controlling  the 
several  branch  circuits  shall  be  grouped.  Where  more  than 
two  branch  cut-outs  are  installed,  they  must  be  enclosed  in 
an  approved  cabinet.     This  will  also  apply  at  meter  locations. 

36.  Public   Lighting — .\11  lights  for  halls,  entrances,  lob- 
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bies,-  fire-escapes,  exits,  public  toilets  or  baths  must  be  run 
to  location  of  main  cut-out  on  house  side  of  meter  and  con- 
nected ahead  of  same.  The  fuses  protecting  these  lights 
must   be   located   at   this   point. 

37.  Lights  per  Circuit — On  110-220-volt  systems,  no  instal- 
lation of  interior  wiring  will  be  approved  with  more  than 
12  sockets  to  a  circuit,  except  border  and  foot-lghts  in  the- 
atres. 

38.  Circuit  Wire  Protection — The  Department  will  ap- 
prove 10-ampere  fuses  on  110-volt  lighting  circuits  and  6- 
ampere  fuses  on  22n-volt  lighting  circuits. 

39.  Low-Voltage  Wiring — In  interior  of  buildings,  the 
load  on  any  27-volt  circuit  must  not  exceed  12  amperes,  and 
No.  12  wire  must  be  used.  On  exterior  of  buildings  No.  12 
wires  must  be  installed  for  each  circuit,  and  the  load  must 
not  exceed  15  ami)eres. 

40.  Low-Voltage  Fixture  Wiring— No.  16  B&S  gauge  wire 
must  be  installed  for  4  lights  or  less.  In  fixtures  having 
more  than  4  lights,  the  size  of  wire  shall  be  No.  14  or  larger, 
as  may  be  determined  by  the  load. 

41.  Low-Voltage  Transformers — Must,  on  exterior  of 
buildings,  be  mounted  on  a  marble,  slate  or  soapstone  base 
not  less  than  one  inch  in  thickness  and  of  sufficient  size 
to  extend  two  inches  on  all  sides  of  transformer;  transformer 
and  base  then  being  enclosed  in  a  weatherproof  iron  cabi- 
net, painted  to  prevent  rust  and  having  at  least  three  1-inch 
holes  in  the  bottom  for  ventilating  purposes  and  provided 
with  a  self-closing  door  hinged  at  the  top  and  fastened  by  a 
catch  at  the  bottom.  All  wires  must  enter  cabinet  through 
conduit,  and  a  clearance  of  3  inches  on  all  sides  and  front, 
top  and  bottom  must  be  maintained.  The  transformer,  slab 
and  cabinet  shall  be  securely  fastened  to  wall  by  screws; 
no  part — device,  slab  or  cabinet — being  dependent  on  another 
for  sujiport.  Transformers  of  heavily  covered  types  will  be 
approved  without  cabinet  if  installed  on  frame  of  sign  or 
on  slate  base  if  fastened  to  building  and  wires  are  bro\ight 
within  3  inches  of  point  of  entrance  to  device  in  conduit  pro- 
vided with  approved  terminal  fitting. 

Must,  in  Interior  of  buildings,  be  installed  in  the  same 
manner  as  u|)on  the  exterior  except,  that  they  must  be 
located  in  the  basement  at  some  point  where  there  is  no 
probability  of  combustible  material  being  piled  against  the 
device— and  with  this  additonal  precaution;  that  an  iron 
vent  pipe  of  not  less  than  2  inches  in  diameter  shall  extend 
from  within  the  top  of  the  iron  box  to  some  point  on  the 
exterior  of  the  building,  at  least  2  inches  from  the  surface 
thereof,  the  end  of  the  vent  pipe  to  be  turned  so  as  to  pre- 
vent the  entrance  of  rain. 

42.  Motor  Feeds — Feed  wires  for  direct  current  motors 
must  be  of  sufficient  capacity  to  carry  a  current  25  per  cent 
in  excess  of  the  rated  full  load  current  in  amperes  of  the 
motor,  and  the  fuses  must  be  of  a  size  which  will  protect  the 
wire.  The  '-Wiring  Data  for  A.C.  Motors"  supplement,  as 
issued  by  the  Board  of  Fire  Underwriters  of  the  Pacific.  1910. 
is  hereby  adopted  as  rules  governing  the  installation  of  alter- 
nating-current motors.  All  switches  installed  at  motors  for 
starting  purposes  must  be  double-throw  type  and  so  con- 
structed that  in  case  the  switch  is  left  in  on  the  starting 
side,  the  circuit  will  be  opened  by  some  approved  spring 
appliance,  and  must  have  their  starting  and  running  sides 
plainly  marked  as  such. 

43.  Heater  Circuits— Each  heating  device  must  be  pro- 
tected by  cutotits  and  controlled  by  indicating  switches. 
These  cut-outs  must  be  placed  at  the  center  of  distribution 
and  at  each  outlet.  (This  arrangement  will  necessitate  run- 
ning separate  pairs  of  wires  from  the  center  of  distribution 
to  each  outlet,  fused  at  normal  capacity  of  heating  device 
as  shown  on  name-plate.     The  size,  therefore,  of  these  feeds 


can  only  be  determined  if  it  is  known  what  type  of  heaters 
are  to  be  used  and  the  maximum  current  consumption  of  the 
same).  A  red  pilot  lamp  must  be  installed  at  each  outlet, 
fed  from  the  heater  circuit  and  operating  from  same  switch 
as  heater. 

44.  Concealed  K.  &  T.  Work — All  metal  pipes  must  be 
considered  as  current-carriers  ill  concealed  knob  and  tube 
work,  and  a  5-inch  separation  must  be  maintained  between 
the  pipes  and  wires. 

45.  Wires  in  Attics  more  than  2  feet  in  height  must  be 
run  between  and  through  ceiling  joists,  as  in  concealed  work. 

46.  In  closets  used  for  the  storage  of  wearing  apparel 
or  other  combustible  material,  lamps,  whether  suspended  from 
ceiling  or  located  on  side  wall,  must  be  equipped  with  ap- 
proved metal  guards. 

47.  Damp  Places — All  lights,  fixtures  or  brackets  located 
within  reach  of  basins,  bathtubs,  sinks,  washtubs  or  faucets 
must  be  provided  with  keyless  weatherproof  sockets  and  be 
operated  by  a  wall  switch. 

48.  Receptacles,  where  installed  in  floors  must  be  pro- 
vided with  approved  waterproof  boxes  and  fittings. 

49.  Pendant  Cords— In  all  cases  where  portable  lamps 
come  within  6  feet  of  the  floor,  Rule  28  d,  "National  Electrical 
Code,"  will  ajiply. 

30.  Moving  Picture  Machines — For  advice  as  to  Speci- 
fications for  Installation  and  Maintenance,  see  National  Code 
and  supplementary  pamphlet.  New  installations  and  any 
alterations  or  extensions  to  existing  equipment  of  nickel- 
odeons or  other  places  showing  moving  pictures  must  be  per- 
formed by  registered  electricians  and  covered  by  certificate 
of  inspection  before  current  is  connected. 

51.  Telephone  or  Signaling  Systems — For  provisions  reg- 
ulating installation,  see  Class  "E",  National  Electrical  Code. 

52.  Signs — For  requirements  governing  the  construction 
and  installation  of  electric  signs,  see  Ordinance  1009  (new 
series).   Board   of  Supervisors. 

53.  Temporary  Lighting — For  temporary  decorative 
Mghting,  either  in  or  on  buildings  or  over  public  streets  or 
sidewalks,  specifications  must  be  filed  and  Special  Permit 
secured  before  installation. 

54.  Laboratory  Approval — All  material,  fittings  or  devices 
which  do  not  bear  the  approval  of  the  Underwriters'  Labor- 
atories must  be  submitted  to  the  Department  for  investiga- 
tion and  official  report  before  being  installed.  Also,  in  the  case 
of  all  devices,  the  name  or  trademark  of  the  manufacturer,  and 
the  rating  in  volts  and  amperes  or  other  proper  units  must 
be  so  marked  thereon  as  to  be  readily  observed  after  instal- 
lation. 

References — For  information  on  material  and  devices 
that  have  been  examined  and  tested  by  the  Underwriters' 
National  Eelectric  Association,  see  List  of  Electrical  Fittings, 
revised  semi-annually,  and  the  Laboratory  Serial  Report 
Cards,  showing  results  of  all  tests,  on  file  in  the  office  of 
the  Department.  For  Construction  Rules,  containing  require- 
ments and  details  of  construction  for  Fittings,  Devices  and 
Materials,  see  "National  Electrical  Code,"  Class  "D." 

Note: — The  Rules  and  Regulations  herein  published,  au- 
thorized under  the  provisions  of  Section  270  of  Ordinance  lOOS, 
Board  of  Supervisors,  are  supplementary  to  the  "National 
Electrical  Code,"  and  become  effective  March   1,  1911. 

On  filings  submitted  prior  thereto  for  installations  to  be 
started  on  or  after  said  date,  there  must  be  appended  a  true 
;;iid  duly  executed  copy  of  contract. 

WM.  II.  URMY, 
Chief,    Department   of   Electricity,   City   and    County    of    San 
Francisco. 
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PACIFIC  POWER  AND   LIGHT  COMPANY. 

During  tlie  coming  year  the  Pacific  Power  & 
Light  Company  will  spend  approximately  $1,500,000 
in  extending  and  improving  its  power  and  light  lines 
and  its  gas  and  water  plants  throughout  the  Pacific 
Northwest.  This  work  will  be  carried  on  in  terri- 
tory that  is  tributary  to  Portland  and  will  mean  a 
great  deal  for  that  city.  The  company  is  a  sister  cor- 
poration to  the  Portland  Gas  &  Coke  Company.  The 
Pacific  Power  &  Light  Company  operates  gas,  water, 
electric  and  stree*  railway  plants  in  such  towns  as 
Astoria,  The  Dalles.  Pendleton,  Walla  Walla,  Lew- 
iston,  Kennewick,  Pasco,  Sunnyside  and  North 
Yakima,  and  intends  to  cover  the  irrigation  situation 
in  the  Columbia,  Yakima  and  Walla  Walla  valleys 
with  a  net-work  of  transmission  lines.  There  is 
already  a  heavy  irrigation  pumping  load  and  by  the 
end  of  the  present  year  it  is  hoped  to  double  it. 
There  is  a  66,000-volt  transmission  line  extending  150 
miles  from  Naches  power  house  above  North  Yakima 
to  Walla  Walla,  the  stretch  from  Pasco  to  Walla 
Walla  having  just  been  completed  at  a  cost  of  over 
$125,000,  and  also  have  50  miles  of  22.500-volt  line 
from  Walla  Walla  to  Pendleton  and  35  miles  from  its 
A\'hite  River  plant  at  Tygh  Valley  in  Wasco  County 
to  The  Dalles. 

The  extension  of  about  70  miles  of  66,000-volt 
line  from  Kennewick  to  the  Hanford  Irrigation  & 
Power  Company's  power  house  at  Priest  Rapids,  on 
the  Columbia  River,  is  under  way  and  about  50  miles 
of  6600-volt  distributing  system  will  be  extended 
from  the  Milwaukee  crossing  on  the  Columbia  River 
at  Beverly  to  Hanford,  \\'ashington,  this  completely 
covering  that  territory. 

In  the  Yakima  Valley  the  distributing  system 
from  the  high  tension  lines  at  Sunnyside  and  Top- 
penish  is  being  extended  to  such  towns  as  Wapato, 
Parker,  Zellah,  Granger  and  Outlook.  In  the  Walla 
Walla  Valley  about  20  miles  of  high  tension  and  dis- 
tributing system  will  be  built  from  Freewater  west- 
ward toward  Touchet,  serving  a  large  irrigated  dis- 
trict in  that  vicinity. 

Among  the  iinjiortant  construction  work  now 
under  way  is  rebuilding  the  White  River  plant  south 
of  The  Dalles  at  a  cost  of  $50,000;  the  building  of 
a  new  sub-station  at  ^^^alla  Walla  at  a  similar  cost ; 
the  installation  of  a  1000  h.p.  generator  at  the  Walla 
Walla  River  plant,  and  new  sub-stations  at  Tou- 
chet,  Toppenish,  North  Yakima,  Richland,  Hanford, 
White  Bluffs,  Benton  City  and  Beverly.  Additional 
gas  benches  are  to  be  installed  at  Pendleton,  Walla 
Walla  and  North  Yakima  and  about  $55,000  worth 
of  large  pipe  will  be  laid  underground  at  \\^alla 
\\'alla  which  will  greatly  increase  the  efficiency  of 
the  plant  at  that  place.  New  boilers  being  added 
to  the  Kennewick  substation  will  practicallv  double 
its  capacity. 

It  has  not  yet  been  decided  whether  the  in- 
creased capacity  at  the  Dalles  will  consist  of  steam 
or  water  power.  The  general  offices  of  the  Pacific 
Power  &  Light  Company  are  in  Portland,  where  they 
occupy  the  twelfth  floor  of  the  Spalding  building. 
The  Pacific  Power  &  Light  Company  also  controls 
the   ^^''alla   Walla   Valley   Railway   Company, 


WATER-POWER  UTILIZATION  IN  JAPAN. 

The  granting  of  water  rights  by  provincial  authori- 
ties has  been  suspended,  it  being  asserted  that  of  the 
1,350,000  horsepower  concessions  already  granted 
many  have  been  secured  by  parties  who  intend  to 
speculate  in  hydroelectric  franchises,  which  is  branded 
as  an  evil,  and  the  government  is  now  making'a  sys- 
tematic examination  and  survey  of  the  water-power 
sources  of  the  Empire.  There  are  to  be  13  offices 
established  for  the  collection  of  this  information,  and 
when  this  is  assembled  suitable  regulations  will  be 
promulgated.  It  is  necessary  to  have  careful  investi- 
gations made,  as  a  great  many  streams  in  Japan  are 
dry  in  summer. 

There  are  a  number  of  hydroelectric  power  jilants 
already  constructed  in  Japan  of  comparatively  small 
capacity.  The  only  large  plant  in  operation  being  the 
Katsuragawa  power  plant  located  about  40  miles  from 
Tokyo,  which  develops  about  20,000  horsepower  for 
use  in  that  city.  Another  large  plant  is  being  devel- 
r)]-)cd  in  the  vicinity  of  Kyoto,  and  still  another  very 
large  one  is  under  consideration  about  40  or  50  miles 
from  Tokyo,  which  will  be  entirely  separate  from  the 
Tokyo  electric  light  plant. 

Some  experts  assiuiic  that  there  are  only  a  few 
large  projects  wdiich  can  be  safely  developed  with  as- 
surance that  large  units  of  power  could  be  had — that 
is  to  say,  upward  of  20,000  horsepower  jilants — but 
jiromoters  estimate  that  there  are  500,000  horsepower 
available  in  the  vicinitiy  ofTokyo  alone,  and  that  Tokyo 
requires  125.000  horsepower  at  the  present  time.  Hy- 
droelectric promoters  declare  that  they  have  confi- 
dence in  their  ability  t<i  locate  power  plants  through- 
out the  country  that  will  total  between  1.000,000  and 
2,000,000  horsepower. 

From  an  industrial  standjioint  this  problem  of 
developing  cheap  hydroelectric  power  in  Japan  is  of 
great  importance.  Coupled  with  cheap  labor,  electric 
power  may  enable  Japan  to  become  a  competitor  with 
other  countries  in  numerous  lines  during  the  next 
ten  years. 

Japan  possesses  an  unusually  large  number  of  avail- 
able streams  suitable  for  hydroelectric  power  enter- 
prises, and  the  assembling  of  its  operatives  in  factories 
and  mills  (instead  of  confining  their  efforts  mostly  to 
home  industries)  will  be  felt  in  the  outptit  of  their 
organized  productive  capacity  far  outside  the  Empire. 

The  demand  for  electrical  machinery  in  Japan  is 
increasing,  and  plants  for  its  promotion  are  being  built 
within  the  Empire  by  Japanese  and  foreign  capital 
combined. 

The  government  has  taken  into  consideration  the 
fact  that  Japan's  coal  consumption  has  approximately 
doubled  during  the  past  10  years,  largely  from  de- 
mands for  power  used  in  manufacturing  enterprises, 
and  it  is  assumed  that  this  steadily  increasing  demand 
for  power  plants  may  be  expected  to  greatly  increase 
the  cost  of  coal,  to  meet  which  the  authorities  look  to 
the  anticipated  rapid  development  of  cheap  water- 
l)ower  facilities,  and  they  estimate  that  from  a  possible 
TOGO  localities  in  Japan  suitable  for  such  purposes  ap- 
proximately 1,000,000  horsepower  may  be  utilized. 
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981,083.  Oil-Burner.  Henry  J.  Hennings,  San  Gabriel, 
Cal.  An  oil  burner  comprising  a  pair  of  tubular  superheaters 
arranged  in  allnement  in  the  same  horizontal  plane,  each  of 
said  superheaters  having  an  outlet  in  the  upper  side  thereof, 
an  oil  supply  pipe,  oil  inlet  pipes  connecting  said  oil  supply 
pipe  to  the  superheaters,  means  for  regulating  the  flow  of  oil 


through  the  oil  inlet  pipes,  one  of  the  oil  inlet  pipes  for  each 
superheater  being  diagonally  disposed  and  forming  vertically 
adjustable  support  for  the  superheater,  a  standard  on  each 
superheater,  and  a  spreader  plate  above  said  superheaters 
mounted  on  the  standards  and  provided  with  a  series  of  per- 
forations in  the  spreader  plate  to  receive  each  standard. 


981,126.  Wire-Stretcher.  (Jeorge  Scroggie,  San  Diego, 
Cal.  In  a  wire  stretcher  the  combination  of  a  casing,  two 
threaded  rods  mounted  therein,  hook  members  mounted  on 
said  screw  rods,  detachable  means  for  preventing  said  rods 
from  turning  in  said  case,  internally  threaded  spur  and  bevel- 


cunnected  one  to  the  said  blades  and  one  to  the  said  cha.ins; 
suitable  generating  mechanisms  mounted  in  said  housing;  and 
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transmission    devices    connecting    said    motor    and    said    gen- 
erating mechanisms. 

981,481.  Electric  Heater.  Milton  H.  Shoenberg,  San 
Francisco,  Cal.,  assignor  to  Presto  Electrical  Manufacturing 
Company,   San   Francisco.      An   apparatus   for   heating  liquids 


(®, 


gear  means  adapted  for  operating  said  rods  in  opposite  direc- 
tions, another  bevel-gear  in  engagement  with  the  aforemen- 
tioned bevel-gear,  a  crank  for  operating  said  latter  men- 
tioned bevel-gear,  and  a  detachable  piece  on  said  case,  all 
substantially  as  set  forth. 

981,514.  Water  Motor.  Rufus  Ames,  Spokane,  Wash.,  as- 
signor to  American  Power  &  Light  Company,  Spokane,  Wash. 
A  water  motor  comprising  a  floated  housing  arranged  to 
form  internal  water  ways;  a  plurality  of  sprocket  wheels 
separated  and  mounted  on  suitable  driving  shafts;  endless 
link  chains  rotatively  connecting  said  wheels;  a  plurality  of 
concave  blades  pivotally  mounted  on  said  chains  to  extend 
into  said  water  ways;  mountings  for  said  blades  embodying  a 
plurality  of  link  members  pivoted  each  to  the  other  and  lim- 
ited in  their  swing  by  an  interposed  member,  said  links  being 


comprising  a  receptacle,  a  faucet  connected  thereto,  and  an 
electric  heater  having  a  tubular  passage  extending  there- 
through said  passage  forming  a  direct  continuation  of  the 
f.'ucet  passage. 

981,244.  Electric  Water-Heater.  Herbert  A.  Burns,  Oak- 
land. Cal.,  assignor  to  Diamond  Electric  Water  Heater  Co., 
San  F^-ancisco,  Cal.  An  electric  water  heatei  comprising  a 
cup-shaped   member  having   inner   and   outer  cylindrical   cas- 


ings, a  coil  of  high  resistance  wire  between  said  cas- 
ings, suitable  insulation  therefor,  a  tube  secured  to  the  inner 
casing,  and  conducting  wires  extending  within  said  tube  and 
connected  to  said  high  resistance  wire,  substantially  as  de- 
scribed. 
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Competition   was,  is  and  ever  shall  be.     Though 
this  word  came  into  our  language  long  after  the  time  ' 
of  Shakespeare,  its  spirit  has  gov- 
erned man's  action  from  time  im- 
Competition  memorial.     What    is    all    business 

but  organized  commercial  competi- 
tion? Every  monopoly  is  founded  upon  competition, 
and  the  competition,  being  perennial,  will  spring 
up  as  often  as  circumstances  foster  it.  The  giant  sloths 
and  mastodons  which  flouri.shed  in  the  Tertiary  period 
are  now  extinct  because  they  could  not  compete  with 
recent  conditions.  The  present  state  of  Ijusiness  war- 
rants the  existence  of  great  trusts  while  the  future 
situation  may  demand  some  other  iimde  of  business. 
Public  utility  corporations  which  have  absorbed  pri- 
vate competitors  are  always  liable  to  governmental, 
competition  which  has  already  assumed  the  form  of 
rate  regulation. 

In  its  abstract  sense  of  emulation  competition  is 
a  good  thing  in  promoting  progress,  but  in  its  concrete 
meaning  as  rivalry  it  hinders  development.  Competi- 
tion is  often  friendly  but  rivalry  is  frequently  hostile, 
especially  where  a  competitor  is  regarded  as  an  oppo- 
nent to  be  defeated  by  fair  means  or  foul.  Such  means 
as  ])rice-cutting,  "knocking"  and  even  more  vindictive 
methods  of  injuring  a  competitor  bring  profit  to  none 
and  disaster  to  many.  They  demoralize  trade  almost 
as  much  as  do  the  foolish  actions  of  those  who  have 
had  no  experience  in  the  business  in  which  they  are 
embarking  or  who  do  not  use  ordinary  intelligence 
in  conducting  their  business.  It  should  never  be  for- 
gotten that  though  high  prices  kill  trade,  low  prices 

kill  profit. 

The  ways  of  beneficial  competition  are  many.  Per- 
haps first  is  the  matter  of  quality.  It  is  axiomatic  that 
at  the  same  price  the  superior  article  appeals  to  the 
buver.  improved  quality  of  output  bringing  correspond- 
ing increase  in  volume  of  sales.  Prompt  delivery  is 
another  matter  in  which  there  is  great  chance  for  im- 
Ijrovement.  especially  on  the  Pacific  Coast.  Further- 
more, business  ethics  demands  honesty  as  the  price 
of  confidence,  while  dishonest  dealings  ultimately  en- 
force their  own  penalty. 

Competition,  like  criticism,  can  be  constructive 
as  well  as  destructive.  Co-operation  among  competi- 
tors is  the  best  means  of  building  up  any  industry. 
The  terms  co-operator  and  competitor  are  not  neces- 
sarilv  antonyms,  though  they  are  mathematical  recip- 
rocals, nor  is  the  co-operator  always  the  under  dog. 
The  ordinary  channels  of  business  between  maker  and 
user  may  aptly  be  compared  to  a  jiower  system  where- 
in the  commodity  is  transmitted  in  large  quantities  at 
low  prices  to  the  jobber,  whence  it  is  distributed  in 
smaller  quantities  at  higher  prices  to  the  retailer.  Let- 
ting quantities  represent  volts,  prices  amperes,  com- 
petition impedance  and  co-operation  capacity,  our 
business  equation  is  analygous  to  that  for  alternating 
current  circuits,  the  i)ricc  is  equal  to  tlie  quotient  of 
the  quantity  and  the  square  root  of  the  sum  of  the  com- 
83      petition  and  the  co-operation. 
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PERSONALS. 
F.  G.   Baum  is  at  Reno,   Nevada. 

C.  L.  Cory  has  returned  to  San  Francisco  from  an  ex- 
tended trip  to  Los  Angeles. 

W.  M.  Papst,  a  director  in  the  Portland  Gas  &  Electric 
Company,  arrived  at  San  Francisco  last  week. 

Arnold  Pfaii,  hydraulic  engineer  of  the  AUis-Chalmers 
Company,  is  at  San  Francisco  from  Milwaukee,  Wis. 

L.  A.  Osborne,  second  vice-president  Westinghouse  Elec- 
tric and  Manufacturing  Company,  is  at  San  Francisco. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  &  Supply  Company  of  Chicago  is  at  Los  Angeles. 

D.  C.  Richardson,  the  auditor  of  the  Western  Electric 
Company,  has  been  at  the  San  Francisco  branch  of  the  com- 
pany. 

A.  C.  Balch,  general  manager  of  the  Pacific  Light  & 
Power  Company  of  Los  Angeles,  was  at  San  Francisco,  this 
week. 

Geo.  A.  Kyle  has  resigned  as  vice-president  of  the  Ore- 
gon Electric  Railway  of  Portland  to  resume  his  engineering 
practice  in  that  city. 

Roy  Wolden,  general  manager  of  the  San  Francisco 
branch  of  the  California  Electrical  Construction  Company  is 
visiting  New  York  City. 

E.  N.  Sanderson,  senior  member  of  the  firm  of  San- 
derson &  Porter,  is  inspecting  his  company's  recent  work 
in   the  Pacific  Northwest. 

M.  W.  Cornitius  has  been  appointed  a  district  superin- 
tendent of  equipment  of  the  Pacific  Telephone  &  Telegraph 
Company  with  headquarters  at  Los  Angeles. 

H.  P.  Wilson,  a  New  York  financier  who  was  prominently 
connected  with  the  financing  of  the  Great  Western  Power 
Company,  arrived  at  San  Francisco  the  past  week. 

Richard  M.  Vaughan,  formerly  engineer  and  district 
manager  of  the  Portland  office  of  Kilbourne  &  Clark  Co.,  is 
now  engineer  for  Caldwell  Bros.  Co.  of  Seattle,  Wash. 

John  C.  Stevens  has  resigned  as  district  engineer  with  the 
L.  S.  Geological  Survey  and  has  opened  offices  as  civil  and 
hydraulic  engineer  in  the  Spaulding  Building,  Portland. 

Edward  L.  Elliott,  formerly  with  the  Wenatchee  Electric 
Company  at  Wenatchee,  Wash.,  is  now  in  the  engineering 
offices  of  the  Pacific  Power  &  Light  Co.  at  Portland,  Ore. 

Eldon  F.  Beal  is  superintendent  and  J.  O.  Farnsworth 
operating  engineer  of  the  Central  Oakland  Light  &;  Power 
Company,  which  started  up  its  steam  power  electric  plant 
in  Oakland  last  week. 

W.  H.  Whiteside  has  resigned  as  president  of  the  Allis- 
Chalmers  Co.  of  Milwaukee,  Wis.,  being  succeeded  by  D.  W. 
Call,  formerly  assistant  to  W.  V.  Kelley,  president  of  the 
American  Steel  Foundries  Company. 

A.  G.  Jones,  sales  engineer  with  the  General  Electric 
Company,  has  been  appointed  secretary  of  the  San  Francisco 
Section  of  the  American  Institute  of  Electrical  Engineers, 
succeeding  Edward  L.  Haines,  who  has  been  forced  to  relin- 
quish these  duties  because  of  illness. 

C.  E.  Fleager,  formerly  aistrict  superintendent  of  plant 
of  the  coast  district  of  the  central  division  of  the  Pacific  Tele- 
phone &  Telegraph  Co.,  has  been  appointed  division  plant 
engineer  with  headquarters  at  San  Francisco.  E.  H.  Long  has 
been  appointed  to  succeed  him  in  the  former  position. 

C.  F.  Elwell,  who  represents  the  Poulsen  Wireless  Tele- 
graph   &    Telephone    Company    in    America,    is    again    at    his 


San  Francisco  office  after  spending  some  time  In  Europe. 
Messages  are  being  received  daily  at  their  San  Francisco 
wireless  station  direct  from  their  Los  Angeles  station  and 
also  by  relay  from  El  Paso,  Texas. 

O.  C.  Pratt,  who  was  recently  re-elected  president  of  the 
Indian  Valley  Electric  Light  &  Power  Company,  announces 
that  at  a  recent  meeting  of  the  stockholders  at  Quincy  it 
was  decided  to  remove  the  principal  office  of  the  company 
from  that  place  to  1108  Crocker  Building,  San  Francisco.  Ex- 
tensions of  the  system  in  Plumas  county  are  in  the  plans. 

K.  Kishi,  chief  electrical  engineer  of  the  Shibaura  Engi- 
neering Works  in  Japan,  and  S.  Momota,  who  have" been  spend- 
ing several  months  in  the  Eastern  States  investigating  Ameri- 
can methods  of  electrical  manufacturing,  sailed  last  Wednes- 
day on  the  "Tenyo  Maru"  from  San  Fi-ancisco  for  Japan,  after 
inspecting  high  tension  electric  power  installations  in  this 
part  of  the  country. 

Newly  elected  associates  of  the  American  Institute  of 
Electrical  Engineers  include;  J.  L.  Blaisdell,  engineer,  Port- 
land Railway,  Light  and  Power  Company,  Portland,  Oregon; 
h.  W.  Collins,  city  electrician,  light  and  water  department, 
Tacoma,  Wash.;  W.  G.  Crawford,  sub-station  operator,  Seattle- 
Tacoma  Power  Company,  Seattle,  Wash.;  Carl  Irving,  elec- 
trician, Los  Angeles  Aqueduct,  Los  Angeles,  Cal.;  W. 
C.  Johnson,  salesman,  Westinghouse  Electric  and  Manufac- 
turing Company,  San  Francisco;  Geo.  L.  Perrin,  electrician 
ip.  charge  Montgomery-Shoshone  Mining  Company,  Rhyolite, 
Nevada;  P.  A.  Phipps,  draughtsman,  Seattle  Electric  Company, 
Georgetown,  Wash.;  R.  B.  Rathbun,  chief  electrician,  Balak- 
In'a  Consolidated  Copper  Company,  Coram,  Cal.;  J.  G.  Wood- 
ward, switchboard  operator.  Pacific  Light  and  Power  Cor- 
poration. Redondo,  Cal. 


TRADE    NOTES. 


The  San  Joaquin  Light  &  Power  Company  recently  pur- 
chased from  the  Allis-Chalmers  Company  26  transformers  for 
use  in  connection  with  their  60,000-volt  transmission  lines  in 
the    San   Joaquin   Valley. 

The  British  Columbia  Electric  Railway  Company  of  Van- 
couver, B.  C,  have  awarded  a  contract  for  two  60,000  volt 
electrically  operated  automatic  oil  switches  of  the  outdoor 
type,  to  be  furnished  complete  with  steel  towers,  to  the  Kel- 
man  Electric  &  Manufacturing  Company  of  Los  Angeles, 
through  Pierson,  Roeding  &  Co.,  their  Pacific  Coast  represent- 
atives. 

The  Dearborn  Drug  and  Chemical  Works,  who  have 
distributed  their  feed  water  treatment  and  lubricants  through 
an  agency  in  the  Philippines  for  the  past  two  years,  have  de- 
cided to  open  their  own  branch  office  and  warehouse  in 
Manila,  and  F.  O.  Smolt,  who  has  been  connected  with  min- 
ing propositions  since  his  graduation  in  chemistry  from  the 
University  of  Illinois  in  the  class  of  '91,  has  become  con- 
nected with  the  Dearborn  Company  and  sailed  on  January 
•  7th  for  Manila,  to  take  charge  of  this  work,  under  the  super- 
vision of  E.  C.  Brown,  manager  of  the  foreign  department  of 
the  Dearborn  Company.  Mr.  Brown  has  spent  most  of  the 
past  two  years  in  Japan,  China  and  the  Philippines,  investi- 
gating steam  plant  and  railroad  conditions  in  the  interests 
of  Dearborn  products  and  is  still  there,  having  made  selling 
connections  at  Tokyo,  Tientsin,  Hongkong  and  Shanghai. 


PACIFIC  COAST   MEETING,  A.  I.  E.   E.,  AT  LOS  ANGELES. 

The  Board  of  Directors  of  the  American  Institute  of 
Electrical  Engineers  has  authorized  a  special  institute  meeting 
on  the  Pacific  Coast,  to  be  held  in  Los  Angeles  during  the 
month  of  April,  under  the  auspices  of  the  Telegraphy  and 
Telephony,  Railway  and  High  Tension  Transmission  com- 
mittees. A  local  committee  appointed  by  the  President  will 
fix  the  exact  dates  and  make  arrangements  for  the  meeting. 
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INDUSTRIAL 


WESTINGHOUSE    D.C.    WATTHOUR    METER. 

The  direct  current  watthour  meters  made  by  the  West- 
inghouse  Electric  &  Manufacturing  Company  of  Pittsburg. 
Pa.,  are  designed  with  the  same  attention  to  detail  and  thor- 
ough investigation  and  study  displayed  in  the  well-known 
type  C  alternating  current  meters  manufactured  by  the  same 
company. 

The  meters  are  of  the  commutator  type  and  depend  on 
the  same  principle  of  operation  as.  a.c.  similar  meters.  High 
accuracy  over  a  wide  range  and  permanence  of  calibration 
over  long  periods  are  attained,  by  the  careful  design  of  the 
details  affecting  permanence  and  accuracy.  Accuracy  is  at- 
tained by  providing  a  high  torque  and  low  friction  and  by 
avoiding  entirely  the  use  of  iron,  the  varying  permeability 
of  which  introduces  error  at  some  point  in  the  meter's  range. 
Permanence  is  attained  by  providing  jewel  bearings  having 
long  lile  and  protecting  the  permanent  magnets  as  far  as 
possible  from  the  stray  fields  produced  at  overloads. 


The  shaft,  owing  to  the  fact  that  the  centre  of  gravity  of  the 
moving  element  cannot  be  made  to  coincide  exactly  with  the 
centre  of  rotation,  has  a  slightly  eccentric  motion  which  gives 
the  ball  a  rolling  action.  This  not  only  introduces  less  fric- 
tion than  the  usual  boring  action  but,  by  presenting  constantly 
new  bearing  surface  minimizes  wear. 

The  position  of  the  permanent  retarding  magnets  in 
relation  to  the  meter  coils  is  an  important  feature.  It  is 
obviously  impossible  to  shield  the  magnets  from  the  coils  as 
is  done  in  alternating  current  meters,  because  an  iron  shield 
would  soon  become  polarized  and  introduce  errors.  In  these 
meters  the  permanent  magnets  and  disc  are  placed  at  the 
top  of  the  mechanism,  as  far  as  possible  from  the  coils.  As 
a  result  of  this  the  accuracy  is  practically  unaffected  by 
oveiloads. 


The  full  load  torque  of  the  Westinghouse  meter  is  ap- 
proximately 150  millimeter-grams.  This  high  torque  is  not 
obtained  at  the  expense  of  power  consumed  in  the  meter,  as 
the  loss  in  the  potential  circuit  is  only  4  watts  per  100  volt 
rating,  and  the  current  circuit  of  a  200  volt  meter  produces 
a  drop  only  0.5  per  cent  at  full  load.  The  high  torque  is  a  result 
ot  careful  design  of  the  windings  and  their  position.  Refer- 
ence to  Fig.  1  shows  the  compact  arrangement.  The  arma- 
ture consists  of  a  hollow,  corrugated  sphere  of  paper  wound 
with  special  silk  covered  wire.  This  gives  an  extremely  light 
but  remarkably  strong  construction  and  permits  the  use  of 
a  circular  field  winding,  a  shape  requiring  the  minimum 
amount  of  wire  and  therefore  having  the  minimum  resist- 
ance for  a  definite  number  of  turns.  The  weight  of  the  com- 
plete moving  element  is  35  or  90  grams.  The  ratio  of  torque 
to  weight  is  therefore  1.7. 

The  commutator  is  made  very  small  in  diameter  to  mini- 
mize friction.  Uniform  brush  friction  at  all  degrees  of  wear 
is  obtained  by  makine  the  brush  tension  depend  entirely  on 
gravity.  Each  brush  consists  of  two  round  wires,  held 
against  the  commutator  by  means  of  adjustable  counter- 
weights as  shown  in  Fig.  2.  Brushes  and  commutator  are  of 
non-oxidizable  material.  Therefore  neither  the  brush  friction 
nor  the  contact  resistance  is  subject  to  change  and  no  inac- 
curacy is  introduced. 

An  important  feature  of  these  meters,  in  its  relation 
to  low  friction  and  permanence,  is  the  construction  of  the 
main  bearing.  The  usual  form  of  jewel  and  pivot  bearing  has 
been  entirely  discarded  in  Westinghouse  watthour  meters.  In- 
stead is  used  a  highly  polished  and  separately  hardened 
steel     ball     working     between     two     sapphire     cup     jewels. 


BoosmHoldei 
Arhs 


Lowr-  ^■^*niN(j  Screw 
Fig.  2. 

The  positive  full  load  adjustment  is  also  worthy  of  note. 
Each  pair  of  permanent  magnets  is  mounted  on  a  heavy 
brass  U-strap,  the  ends  of  which  slide  in  machined  grooves 
in  the  supporting  frame.  It  is  therefore  impossible  to  twist 
the  magnets  out  of  alignment  in  tightening  the  adjusting 
screws.  Each  end  of  the  magnet  support  is  clamped,  when 
adjusted,  by  means  of  two  screws  to  insure  a  firm  clamping 
action.  The  light  load  adjustment  can  be  made  very  accur- 
ately Ijy  means  of  the  coil  C  shown  in  the  illustration. 

All  parts  of  the  meter  are  mounted  on  a  central  frame  In- 
sulated from  the  meter  case.  This  construction  makes  It  pos- 
sible to  remove  and  replace  the  meter  element  as  a  unit 
without  in  any  way  disturbing  the  adjustments. 

The  case  is  of  cast  aluminum  of  strong  mechanical  de- 
sign, having  dust-proof  arrangement  for  the  entrance  of  leads. 
The  cover  is  pressed  of  a  single  sheet  of  aluminum  plate.  It 
13  fitted  to  the  case  with  a  dust-proof  gasket  and  held  by  two 
wing  nuts  which  can  be  conveniently  sealed. 

The  meters  guaranteed  to  register  within  two  per  cent, 
or  throughout  the  entire  range  from  10  per  cent  of  full  load 
to  50  per  cent  overload,  which  overload  can  be  carried  con- 
tmuously. 

These  meters  are  fully  described  in  the  Westinghouse 
publication  No.  1137,  which  also  gives  an  interesting  descrip- 
tion of  the  principles  on  which  watthour  meters,  both  a.c.  and 
d.c.  operate. 
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MAYO  MEAN  EFFECTIVE  PRESSURE  TABLES. 

The  calculation  of  the  mean  effective  pressure  of  Cor- 
liss engines,  both  single  cylinder  and  compound,  operating 
under  condensing  and  non-condensing  service,  has  always 
been  a  tedious  mechanical  process.  While  any  one  may  cal- 
culate this  mean  effective  pressure  hy  means  of  standard 
Icrniulas.  engineers  have  usually  avoided  this  work  with  the 
result  that  the  figures  have  never  become  thoroughly  stand- 
ardized. It  often  happens  at  a  contract-letting  where  from 
eight  to  ten  engine-builders  are  represented,  that  each  builder 
offers  an  engine  of  a  different  size,  which  is  not  only  incon- 
venient for  the  engine-builder,  but  results  in  delays  and  con- 
fusion to  the  purchaser  as  well. 

The  Hooven,  Owens.  Rentschler  Company  of  Hamilton, 
Ohio,   builders   of  Hamilton-Corliss   engines,   high-duty    pump- 
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ing  engines,  compressors,  blowing  engines,  etc.,  have  re- 
cently issued  two  tables  neatly  gotten  up  with  celluloid  cov- 
ers, by  means  of  which  the  mean  effective  pressures  for  the 
different  types  of  Corliss  engines,  and  therefore  their  horse- 
power can  easily  be  obtained.  The  object  of  thes  folders 
was  to  get  some  uniformity  in  ratings  amongst  engine- 
builders.  They  will  be  found  of  much  interest  to  engineers 
and  others  connected  with  the  generation  of  steam  power  by 
reciprocating  engines. 

Each  set  of  tables  consists  of  a  celluloid  casing  with  a 
tiansverse  slot  near  the  end,  at  the  side  of  which  the  various 
gauge  pressures  are  printed.  Within  this  casing  is  a  scale 
upon  which  the  number  of  expanions  or  points  of  cut-off  are 
marked,  together  with  a  table  of  mean  effective  pressures. 
It  is  readily  seen  that  by  sliding  the  scale  until  the  desired 
number  of  expansions  or  percentage  of  stroke  at  cutoff  is 
immediately  under  the  opening  provided  for  it,  there  will  be 
found  adjacent  to  the  steam  pressure  the  correct  value  for  the 
mean  effective  pressure. 

One  table  gives  the  results  for  single  cylinder  engines, 
both  condensing  and  non-condensing;  the  other  for  compound 
condensing  and  non-condensing  engines.  For  condensing 
operation  a  vacuum  of  26  in.  is  assumed,  but  a  constant  is 
given  which  can  be  added  or  deducted  for  variations  from 
this  vacuum.  Gauge  pressures  of  from  50  to  200  lb.  are  tabu- 
lated. The  compound  engine  table  shows  results  of  any  num- 
ber of  expansions  between  5  and  27. 

To  illustrate  this  matter  more  clearly,  let  it  be  desired 
to  obtain  the  mean  effective  pressure  for  a  single  cylinder 
condensing  engine  operating  w'ith  a  gauge  pressure  of  125  lb., 
a  vacuum  of  25  in.  and  a  point  of  cut-off  of  30  per  cent.  The 
illustration  herewith  shows  one  of  these  folders  adjusted  so  as 
to  obtain  the  desired  figure.  From  this  illustration  it  will 
be  readily  seen  that  the  mean  effective  pressure  required  will 
be  found  opposite  the  gauge  pressure  of  125  lb.  In  this  in- 
stance the  figure  is  81.32.  This,  however,  is  based  upon  a 
vacuum  of  26  in.  Deducting  a  constant  of  4  lb.  per  inch 
vacuum  the  desired  figure  will  be  80.92  lb. 

These  tables  will  be  furnished  to  anyone  interested  by  ap- 
plying either  to  the  Hooven,  Owens,  Rentschler  Company, 
Hamilton,  Ohio,  or  Chas.  C.  Moore  &  Co.,  engineers,  San 
Francisco,  their  Pacific  Coast  representatives. 


THE    WESTERN    ELECTRIC   COMPANY'S    YEAR. 

The  Western  Electric  Company  has  this  year  changed 
its  fiscal  year  to  end  December  31st,  instead  of  November 
30th.  For  the  thirteen  months  ending  December  31,  1910,  its 
sales  will  be  approximately  $66,000,000  as  compared  with 
$45,000,000  for  the  twelve  months  of  last  year.  These  sales 
lor  1910  compare  with  $69,000,000  for  the  year  1906,  which 
was  the  largest  year  in  the  history  of  the  company. 

The  increase  over  the  past  year  has  been  well  distributed 
over  the  various  lines  of  merchandise  which  the  company 
liandles,  such  as  telephones,  cables,  motors,  generators  and 
electric  light  supplies,  and  the  increase  in  the  business  has 
been   well  distributed  throughout  the  United  States. 

The  Western  Electric  Company  has  approximately  twenty 
houses  throughout  the  United  States,  through  which  it  dis- 
tributes its  electric  manufactures  and  supplies.  The  com- 
pany during  the  past  year  has  continued  its  policy  of  con- 
centrating the  manufacturing  at  Hawthorne,  and  several  mil- 
lions of  dollars  have  been  spent  there  in  new  buildings. 

The  latter  part  of  1910  more  new  buildings,  to  cost  $1,000,- 
000,  have  been  authorized,  which  will  still  further  increase 
the  capacity  of  the  plant.  The  company  now  employs  alto- 
gether upwards  of  24,000   men. 
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THE    KEWANEE   UNION. 

The  "Kewanee"  union,  illustrated  herewith,  has  been  on 
the  market  for  a  number  of  years,  and  was  the  result  of  a 
desire  to  meet  an  increasing  demand  for  a  union  which  could 
be  readily  disconnected  at  varying  intervals  of  service.  Nu- 
merous types  of  unions  had  been  made,  but  for  the  most  part 
the  all-brass  union  seemed  the  best  solution  for  a  non- 
corrosive  thread  connection.  But  the  all-brass  union  did  not 
fully  answer  the  problem,  and  it  was  not  until  the  advan- 
tages of  the  "Kewanee"  principle  were  fully  worked  our, 
and  became  a  practical  fitting,  that  the  troubles  of  the  me- 
chanical man,  due  to  leaky  gasket  unions,  were  finally  re- 
duced to  the  vanishing  point. 

The  unique  advantages  of  the  "Kewanee"  union  include 
brass  to  iron  thread  connection,  brass  to  iron  ball  joint  seat, 
only  three  solid  parts  and  compressed  air  test  imder  water. 


The  brass  to  iron  .thread  connection  prevents  corrosion, 
and  allows  the  union  to  be  disconnected  and  reconnected  al- 
most indefinitely,  and  without  injuring  the  union.  There  are 
instances  on  record  where  unions  have  made  tight  joints  after 
a  thousand  disconnections.  The  thread  connection  can  be 
easily  moved  with  a  common  wrench  even  after  long  service. 

The  brass  to  iron  ball  joint  seat  makes  an  air  tight  seal 
without  a  gasket.  Wherever  a  gasket  is  used,  the  possibil- 
ity of  trouble  is  never  very  far  away,  and  it  is  frequently  at 
the  most  inopportune  times  that  a  gasket  blows  out.  A 
gasket  may  be  good,  but  to  have  an  air  tight  joint  without 
a  gasket  is  surely  better  and  best. 

The  "Kewanee"  union  is  the  only  gasketless  union  made 
up  of  only  three  solid  narts;  that  is  a  bottom  of  high  grade 
malleable  iron;  a  heavy  ring  of  the  same  material,  and  thread 
end  of  solid  high  grade  brass.  There  are  only  these  three 
parts;  there  are  no  rings  or  inserted  pieces  of  brass  to  loosen 
or  drop  out  under  pressure. 

Before  leaving  the  factory,  each  individual  "Kewanee" 
union  is  tested  with  100  lb.  compressed  air  while  the  union  is 
immersed  in  water.  In  fact,  every  imion  is  doubly  tested. 
First  the  iron  bottom  is  tested;  then  the  three  parts  are  put 
together  and  tested.  A  bubble  forms  on  the  surface  of  the 
water  if  there  is  the  slightest  leak,  and  any  defective  union 
is  scrapped. 


TRADE    NOTES. 

The  Anderson  Carriage  Company  of  Detroit,  Mich.,  manu- 
facturei's  of  the  Detroit  electric  vehicle,  has  changed  its  name 
to  the  Anderson  Electric  Car  Company. 

The  Robb  Engineering  Company  of  South  Pramingham, 
Mass.,  announce  that  they  have  purchased  the  Robb-Mumford 
Boiler  Works  at  the  same  place.  The  mana.gement  and  manu- 
facturing organization  will  be  continued  as  at  present. 

The  Curtis  vertical  turbine  that  has  just  been  installed 
under  the  supervision  of  .T.  G.  White  &  Co.,  at  Station  "A" 
of  the  San  Francisco  Gas  &  Electric  Company,  was  placed 
in  commercial  operation  last  Monday.  It  is  rated  at  12.000 
kw.  or  1.5,000  k.v.a.  (SO  per  cent  power  factor). 


NEW  PORTABLE  RAILWAY  TELEPHONE. 

The  most  compact,  and  the  lightest  portable  set  used  in 
railway  telephone  dispatching  is  the  No.  2731  Kellogg  porta- 
ble telephone  manufactured  and  sold  by  the  Kellogg  Switc.i- 
board  &  Manufacturing  Co.    This  compact  little  phone  weighs 


Exterior    of    Kellogg    I'orUiMv     l;ailway    Telephone. 

but  G  lb.  5  oz.  The  height  is  6  and  13/16  in.  The  width  6% 
in.,  depth  6  in.  The  containing  cabinet  is  strongly  built  with 
heavy  hinged  cover..  The  accompanying  illustrations  shows 
the  extreme  compactness  of  arrangement  of  transmitter,  re- 
ceiver,   batteries    and    the   induction    coil.     The   telephone    is 


Interior    of    Kell':»ss    Portable    liaiUvay    Telephone. 

used  by  train  men,  signal  men,  officials  and  line  men  for 
talking  to  dispatchers'  headquarters,  and  is  arranged  to  con- 
nect at  any  point  on  the  circuit.  The  shape  of  this  telephone 
box  and  the  adjustable  leather  strap  handle  make  it  handy 
to  carry. 


RECTIFIERS    CHARGING    BATTERIES    OF    FIRE    ALARM 
SYSTEM. 

A  mercury  arc  rectifier  has  been  installed  for  charging 
the  storage  batteries  which  operate  the  fire  alarm  system  of 
the  city  of  Sandusky,  Ohio.  The  battery  consists  of  4  sets 
of  15  cells  each.  Chloride  accumulator,  Type  CT,  and,  w-ifh 
the  present  system,  fifty  fire  alarm  boxes  can  be  pulled  at 
once. 

Previous  to  the  installation  of  the  rectifier,  a  gravity  bat- 
tery, consisting  of  108  cells,  operated  the  fire  alarm  system. 
The  new  installation  effects  a  saving  of  $300  per  year  as  the 
expense  of  cell  renewals  when  gravity  batteries  were  used 
was  a  large  item  of  expense.  The  first  cost  of  the  new  equip- 
ment, including  rectifier,  battery  and  distributing  board  in- 
stalled complete,  was  $589,  while  the  cost  of  power  for  its 
operation  is  about  $1.40  per  month  at  a  10c  per  kw.  hour 
rate.  This  equipment  is  operating  satisfactorily  and  during 
the  six  months  that  it  has  been  in  operation  absolutely  no 
trouble  of  any  kind  has  been  experienced  with  it.  The  recti- 
fier panel  was  furnished  by  the  General  Electric  Company, 
Schenectady,  N.  Y. 
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NEWS  NOTES 


FINANCIAL. 
SANTA  ANA,  CAL.— The  voters  of  Santa  Ana  are  to  be 
asked  to  vote  $35,000  bonds  for  the  betterment  of  the  munici- 
pal water-works  system. 

McMINNVILLE,  ORE.— The  City  Council  has  instructed 
the  city  attorney  to  draft  an  amendment  providing  for  a  bond 
Issue  of  $30,000  to  take  up  the  floating  indebtedness  of  the 
water  and  light  commission  and  provide  for  the  extension  of 
the  system. 


INCORPORATIONS. 

HELENA,  MONT.— The  Treasure  State  Telephone  Com- 
pany of  Broadview,  Mont.,  capital  $25,000.  has  been  incorpor- 
ated by  H.  \V.  Ran.gert,  A.  Bouchard  and  E.  S.  Kingman. 

PORTLAND,  ORE.— The  Northwestern  Electric  Company 
lias  been  incorporated  by  B.  De  Yarmon,  B.  C.  Condit,  C. 
Wood,  H.  H.  Parker  and  E.  Wood,  with  a  capital  stock  of 
$5,000,000. 

CHEHALIS,  WASH.— The  Chehalis  &  Cowlitz  Railroad 
Company  has  been  incorporated  for  $300,000  by  H.  C.  Coffman 
and  George  A.  Robinson  to  build  an  electric  road  from  this 
city  to  a  point  on  the  Cowlitz  river  near  the  Plamondon  do- 
cr.tion  claim  on  the  Cowlitz  prairie,  20  miles  southeast. 


ILLUMINATION. 
ALBANY,  ORE. — P.  .1.  Roive  has  been  granted  a  franchise 
for  a  gas  plant  to  be  erected  here  this  year. 

ORLAND,  CAL. — C.  R.  Wickes  has  been  granted  a  fran- 
chise in  the  town  of  Orland  to  erect  and  string  wires  to  con- 
duct electricity  for  commercial  purposes. 

HOQUIAM,  WASH.— The  Grays  Harbor  Railway  &  Light 
Company  has  been  granted  a  contract  to  furnish  the  resi- 
dence district  of  this  city  with  SO-candlepower  tungsten  incan- 
descent lights. 

LOS  ANGELES,  CAL.— The  City  Council  has  passed  an 
ordinance  for  appliances  to  be  installed  and  electric  current 
to  be  furnished  for  one  year  for  lighting  Sixth  street  from 
Main  to  Alameda  street. 

LOS  ANGELES,  CAL.— Dissolution  of  the  Pasadena  Gas 
Company  is  asked  in  a  petition  filed  in  the  Superior  Court.  All 
claims  against  the  corporation  have  been  satisfied  according 
to  the  i)etition.  The  directors  of  the  company  are:  W.  B. 
Cline,  Wm.  M.  Van  Dyke,  Wm.  Baurhyte,  Wm.  A.  Cheney,  W. 
E.  Houghton,  A.  B.  Day  and  H.  L.  Flash. 

RED  BLUFF,  CAL.— The  suit  brought  by  J.  A.  Long  & 
Sons  against  the  Northern  California  Power  Company,  con- 
solidated to  restrain  that  company  from  completing  a  ditch 
across  their  lands,  has  been  dismissed  and  an  agreement  filed 
by  which  a  right  of  way  50  ft.  wide  is  allowed  for  the  ditch 
and  25  ft.  for  pole  line  for  power,  light  and  telephone  pur- 
poses. 

WALLA  WALLA,  WASH.— The  construction  of  a  6000-volt 
distribution  line  that  will  tap  28  square  miles  in  the  Free- 
water  territory  and  furnish  pumping  power  for  61  growers 
from  its  very  beginning  has  commenced,  according  to  an 
official  announcement  made  by  W.  Poshay,  local  manager  of 
the  Pacific  Power  &  Light  Company.  The  line  will  run  from 
the  Preewater  sub-station  and  will  extend  to  within  two  miles 
of  Gardena.  covering  a  territory  of  3i/^  miles  wide  and  S  miles 
long. 


SAN  BERNARDINO,  CAL.— E.  H.  Rose  of  Los  Angeles, 
has  purchased  the  property  of  the  Needles  Light  &  Power 
Company,  at  this  place.  The  plant  is  to  be  improved  at  once, 
the  present  plant  being  duplicated  and  the  gas  plant  is  to  op- 
erated in  connection  with  the  plant. 

ABERDEEN,  WASH.— E.  C.  Miller  has  made  application 
to  the  City  Council  for  a  franchise  for  a  new  electric  lighting 
and  power  company  in  this  city.  The  company  is  to  be 
known  as  the  Citizens  Lighting  &  Power  Company,  backed  by 
local  capitalists,  and  has  secured  a  lease  on  the  power  plant  of 
the  Anderson  and  Middleton  mill  and  is  ready  to  begin  opera- 
tions as  soon  as  the  franchise  is  passed. 

PORTLAND,  ORE.— Election  of  officers  was  held  at  Van- 
conver.  Wash.,  by  the  Washington  cS:  Oregon  corporation,  hold- 
ing company  of  the  water,  gas  and  street  car  properties  of 
Hood  River,  Hillsboro,  Forest  Grove  and  Vancouver.  The 
water  and  light  plants  at  Kelso,  Wash.,  and  Rainier,  Ore.,  will 
be  added  to  the  corporation's  holdings,  options  having  been 
secured  on  them.  The  officers  elected  are  I.  Anderson  of  Ta- 
coma,  president:  O.  Sinkler,  vice-president;  C.  Heler,  secre- 
ti'.ry:  I.  Anderson,  A.  Welsh,  E.  Hall,  board  of  directors.  This 
corporation  acquired  ownership  of  the  Vancouver,  Wash., 
street  car  system  a  short  while  ago.  Including  the  new  elec- 
tric line  operating  between  Vancouver  and  Orchards.  The  line 
will  be  extended. 

EUREKA,  CAL. — A  damage  suit  has  been  instituted  in 
Humboldt  County  by  the  Western  States  Gas  &  Electric  Com- 
pany, successors  to  the  North  Mountain  Power  Company,  and 
the  Humboldt  Gas  &  Electric  Company,  against  the  Fortuna 
Lighting  Company,  of  Fortuna.  The  action  is  to  cancel  the 
contract  entered  into  between  the  North  Mountain  Power 
Comiiany  and  the  Fortuna  Lighting  Company  for  furnishing 
current  for  30  years  and  for  $20,000  damages.  It  is  alleged 
that  the  contract  has  been  forfeited  by  the  actions  of  the 
Fortuna  company  in  not  living  up  to  agreements,  among  which 
was  to  build  up  and  popularize  the  lighting  and  power  busi- 
ness in  the  district  allotted  to  it  in  the  Eel  River  Valley. 
It  is  also  alleged  that,  instead  of  extending  its  field  of  busi- 
ness it  has  farmed  out  rights  in  the  territory  and  has  injured 
the  light  and  power  business  generally. 


TRANSMISSION. 
KLAMATH  FALLS,  ORE.— A.  C.  Hough,  re,  resenting  the 
Siskiyou  Electric  Company,  has  appeared  before  the  council 
asking  for  a  50-year  franchise  for  an  electric  light  and  power 
line  here. 

WALLA  WALLA,  WASH.— It  is  reported  that  the  Pacific 
Power  &  Light  Company,  contemplates  extending  its  service 
to  Dayton  from  this  place  and  possibly  to  Turner,  ten  miles 
beyond  Dayton.     The  company  may  buy  the  plant  at  Dayton. 

TACOMA,  WASH. — The  Pierce  County  Commissioners 
will  hold  a  hearing  January  26  on  the  application  of  the  City 
of  Tacoma  for  a  franchise  to  construct  a  pole  and  transmis- 
sion line  along  county  roads  between  the  new  Nisqually 
hydroelectric  plant  and  the  city  limits. 

VANCOUVER,  B.  C— The  B.  C.  Hydraulic  Power  Co., 
Ltd.,  Vancouver,  is  making  application  under  the  Water  Act 
for  a  water  record  of  300  cubic  feet  per  second,  to  be  taken 
from  Nanaimo  river  and  lakes  on  Vancouver  Island  at  a  dam 
30  feet  high,  about  1200  feet  above  Nanaimo  falls,  and  raising 
the  water  level  to  a  point  3500  feet  above  the  point  of  diver- 
sion. 
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KENNEWICK,  WASH.— The  Pacific  Power  &  Light 
Company  has  assembled  over  800  miles  of  aluminum  wire 
weighing  150  tons  here,  tor  the  Hanford-Richmond-Kennewick 
transmission  line.  This  is  part  of  the  $2.=,0,000  worth  of  ma- 
terial for  that  extension. 

SEATTLE,  WASH.— The  Board  of  Count.v  Commission- 
ers of  Jefferson  County  has  granted  a  fifty-year  franchise  for 
a  power  transmission  line  to  the  Olympia  Power  Co.,  which 
is  to  develop  6000  horsepower  from  the  Elwha  River.  T.  T. 
Aldwell  is   vice-president  and   manager   of  the   company. 

TRUCKEE,  CAL. — J.  B.  Lukes,  local  representative  of  the 
Stone  &  Webster  Company,  which  has  the  managing  control 
of  the  Reno  Power,  Light  &  Water  Company,  the  Truckee 
River  General  Electric  Company  and  other  common  interests 
ir.  Nevada  and  California,  says  that  the  work  of  building 
another  power  plant  on  the  Truckee  river  will  soon  com- 
mence. 

TACOMA,  WASH.— Bills  will  be  received  at  the  office'of 
the  Commissioner  of  Light  and  Water,  City  Hall,  Tacoma, 
Wash  .  on  February  6,  1911,  for  a  general  contract  for  fur- 
nishing and  delivering  all  material  machinery  and  equipment 
for  the  completion  of  the  Nisqually  power  plant;  first  sec- 
tion to  consist  of  the  building  of  a  200  foot  steel  arch  span, 
and  two  80-foot  approach  spans  and  10-foot  riveted  steel  pipe, 
across  the  Nisqually  canyon  at  La  Grande,  Wash;  second 
section  to  comprise  conduit  and  reservoir  to  cost  $292,675; 
third  section  to  comprise  the  building  of  four  riveted  steel 
pressure  pipes,  cost  $116,696;  section  4,  power  house,  $149,875; 
fifth  section,  water  wheels  and  generators,  cost  $183,185;  sixth 
section,  electrical  equipment  for  power  house,  $89,423;  seventh 
section,  electrical  equipment  for  Tacoma  sub-station,  cost 
$107,690;  eighth  section,  transmission  line  about  eighty 
miles  long  from  the  power  house  at  La  Grande  to  the 
sub-station  at  Tacoma.  The  general  contractor  will  be 
required  to  give  a  bond  in  a  sum  of  50  per  cent  of  the 
contract  price.  Plans  to  be  obtained  from  N.  Lawson,  com- 
missioner. 


TRANSPORTATION. 
bUISUN,  CAL. — The  new  electric  road,  known  as  the  Oak- 
land and  .^ntioch  Railway  will  be  completed  to  Concord  and 
Watnut  Creek  by  February  1. 

PHOENIX,  ARIZ.- -Superintendent  S.  H.  Mitchell  is  in 
Glendale  making  preparations  for  starting  work  at  that  end 
of  the  proposed  Phoenix-Glendale  electric  line. 

HAYWARDS,  CAL.— -The  town  trustees  have  advertised 
the  application  of  Isaac  B.  Parsons  for  a  30-year  franchise  for 
an  electric  street  railway  through  the  town,  beginning  near 
the  Western  Pacific  depot  and  extending  to  the  northeasterly 
limits.  "■ 

LOS  ANGELES.  CAL.— Although  $40,000  has  been  raised 
.  for   the   extension   of  the   Pacific   Electric   from   Glendale   to 
Burbank    and    stakes    for    line    have    already    been    set.    Bur- 
bank  has  been  unable  to  secure  the  necessary' ri.ght  of  way  for 
the  line  and  proceedings  are  at  a  standstill. 

STOCKTON,  CAL.— Morris  L.  Brackett,  vice-president 
and  manager  of  the  San  ,Toaquin  Valley  Electric  Railway  Com- 
pany, which  is  building  an  interurban  line  between  Stockton 
and  Modesto  has  filed  an  application  for  a  franchise  along  Mc- 
Kinley  avenue,  from  Stockton  to  French  Camp. 

SAN  .TOSE,  CAL. — At  a  special  meeting  the  city  council 
passed  a  resolution  over  the  veto  of  Mayor  Davison,  declar- 
ing the  franchises  held  by  L,  E.  Hanchetf  for  a  railway  on 
Santa  Clara  street,  null  and  void,  and  called  on  the  Attorney- 
General  to  take  steps  looking  to  the  banishment  of  t!ie  road 


from  local  railroad  competition.  A  fight  has  arisen  between 
mayor  and  council,  first  over  the  lowering  of  the  company's 
track  to  a  new  official  street  grade,  and  second  over  the 
proposal  of  the  company  not  to  use  a  grooved  rail  In  Santa 
Clara  street,  where  the  street  is  paved  with  bitumen. 

PORTERVILLE,  CAL.— F.  U.  Nofziger,  manager  and  trus- 
tee of  the  Porterville  Northeastern  road,  has  returned  from 
Los  Angeles,  where,  after  conference  with  the  board  of  di- 
rectors of  the  road,  the  contract  for  the  remaining  portion  of 
the  railroad  was  let,  and  says  that  the  formal  ceremonies  in- 
cident to  opening  up  the  hill  trade  to  Porterville  will  be  held 
on  June  1. 

STOCKTON,  CAL. — A  new  timetable  of  the  California 
Traction  Company  has  gone  Into  effect.  Two  more  trains 
have  been  added  between  here  and  Sacramento.  One  is  called 
the  Lodi  express  and  will  run  via  Lodi  without  change  of  cars 
at  Lodi  Junction.  The  new  schedule  gives  a  daily  service  of 
eight  fast  trains  to  Sacramento.  This  makes  48  interurban 
trains  on  this  line  in  and  out  of  Stockton  every  day. 

WATSONVILLE,  CAL.— Capitalists  are  investigating  the 
feasibility  of  the  rehabilitation  of  the  Watsonville  Electric 
Transportation  Company  which  formerly  operated  a  line  be- 
tween this  city  and  Port  Watsonville,  with  the  view  of  ex- 
tending the  line  farther  back  into  the  valley.  Efforts  also 
are  being  made  to  secure  an  appropriation  from  the  legislature 
for  building  a  detached  breakwater,  costing  $60,000,  at  Port 
Watsonville. 

TUCSON,  ARIZ. — Property  owners  in  the  district  north 
and  east  of  the  present  terminus  of  Stone  avenue  are  taking 
active  steps  for  the  construction  of  a  suburban  street  car  line 
at  a  cost  of  about  $15,000.  The  building  of  the  line  will  be 
taken  up  with  E.  N.  Sanderson,  an  official  of  the  New  York 
holding  company,  which  has  taken  over  the  Tucson  Gas,  Elec- 
tric Light  &  Power  Company,  including  the  Tucson  Rapid 
Transit  Company. 

SAN  FRANCISCO,  CAL.— Six  recommendations  from  the 
Board  of  Public  Works  for  the  setting  aside  of  bond  issue 
funds  to  cover  the  cost  of  material  for  the  Geary  street  mu- 
nicipal railway  in  addition  to  rails  already  purchased,  have 
been  placed  before  the  supervisors.  For  the  heavy  copper 
wire  connecting  rail  ends  $5000  is  asked:  for  rail  joints  and 
fastenings,  $18,000;  for  redwood  cross-ties  $17,000;  for  tubular 
steel  trolley  poles,  $17,000;  for  steel  tie  rods  and  nuts,  $3000; 
for  copper  wire,  $8000. 

VANCOUVER,  WASH.— A  transfer  of  property  valued  at 
$1,000,000  has  been  made  here.  It  includes  the  jjroperty  of 
the  Vancouver  Waterworks  Co.,  Vancouver  Traction  Co.,  and 
the  Vancouver  Gas  Co.  The  three  concerns  have  been  bought 
and  are  being  taken  over  by  the  Oregon-Washington  Cor- 
poration formed  in  Vancouver  on  December  9,  1910,  with  a 
capital  stock  of  $5,000,000.  It  is  generally  understood  that  B. 
M.  Atkins,  present  manager  for  the  Vancouver  Traction  Co.. 
will  have  general  supervision  over  all  of  the  Vancouver  hold- 
ings of  the  corporation. 

SAN  FRANCISCO,  CAL.— The  suggestion  has  been  made 
and  agreed  to  by  the  members  of  the  Supervisors'  public  utili- 
ties committee,  the  Public  Works'  Commissioners,  and  the 
city  engineer,  that  the  plans  heretofore  considered  be  so 
modified  as  to  provide  for  a  loop  near  the  western  end  of  the 
line,  to  the  end  that  only  one  track  need  be  laid  on  that  part 
of  Geary  street,  beyond  Thirty-third  avenue.  Under  this  plan 
it  is  though  that  the  courts  would  not  sustain  the  United  Rail- 
roads Company  in  its  pending  endeavor  to  prevent,  through 
injunction  proceedings,  the  city's  getting  on  the  street  at  all 
beyond  Thirty-third  avenue.  As  the  street  is  wide  there 
will  be  ample  room,  it  is  contended,  for  another  track  besides 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


the  two  of  the  United  Railroads  Company,  and  it  was  agreed 
that  the  city  attorney  should  be  asked  to  make  an  immedi- 
ate endeavor  to  secure  such  a  modification  as  will  allow  the 
city  to  put  down  the  Single  track  proposed. 

SAN  FRANCISCO,  CAL.— A  bill  to  give  San  Francisco  the 
right  to  build  and  operate  a  municipal  street  railway  all  around 
the  waterfront  over  the  State  property  is  being  dratted  at  the 
request  of  the  Supervisors'  public  utilities  committee,  and 
will  be  presented  to  the  Legislature.  The  purpose  is  to  give 
the  city  permission  to  use  the  entire  emharcadero,  better 
known  as  East  street,  with  a  view  to  extending  the  road  south- 
ward to  the  county  line  if  advisable.  It  would  be  a  passenger 
belt  railroad,  and  give  the  city  command,  at  the  commence- 
ment ot  its  municipal  developing  system,  of  the  shipping 
frontage.  Access  to  the  mail  docks  and  all  the  chief  sailing 
points  would  be  thereby  secured  to  the  municipal  lines  grid- 
ironing  the  town. 


WATER-WORKS. 
PORTLAND,   ORE. — The  city   authorities   will  open   bids 
on  January  10th  for  about  6000  tons  of  cast  iron  water  pipe. 

LEAVENWORTH,  WASH.— Leavenworth  is  preparing  for 
the  construction  of  a  new  $40,000  water  system  to  be  completed 
this  year. 

BISBEE,  ARIZ.— The  Bisbee-Naco  Water  Company  is 
soon  to  enlarge  its  water  storage  capacity.  A  steel  tank  to 
hold  between  500,000  and  750,000  gallons  will  be  built. 

MEDFORD,  ORE.— The  Council  has  passed  resolutions 
providing  for  the  construction  of  4-inch  water  mains  on  por- 
tions of  Oak  street,  Sherman  street  and  Geneva  avenue. 

EL  MONTE,  CAL. — A  movement  is  on  foot  to  form  a 
company  of  citizens  of  El  Monte  to  purchase  the  water  system 
there  from  J.  D.  C.  Cleminson  and  improve  and  enlarge  it  su 
as  to  more  fully  cover  the  territory. 

LORDS  BURG,  CAL.— The  Board  of  Trustees  of  Lordsburg, 
Cal.,  will  receive  sealed  bids  up  to  8  p.  m.,  January  19,  for 
furnishing  all  material  and  labor  required  to  construct  a 
municipal  water-works  system  for  the  city. 

HOLTVILLE,  CAL.— The  City  Trustees  have  awarded  to 
H.  H.  Peterson  the  contract  for  installing  the  pipe  for  the 
new  municipal  water  system.  Harris  &  Edwards  have  the 
contract  for  making  the  excavations  for  the  settling  basins. 
J.  A.  Butterfield  has  the  contract  for  erecting  the  pump  and 
engine .  house. 

RATON,  N.  M.— G.  H.  Webster,  Jr.,  of  Cimarron,  arrived 
here  today  from  Denver,  where  he  has  been  completing  ar- 
rangements for  work  on  the  new  water  system  to  be  in 
stalled  in  the  next  few  months  in  this  city.  Water  will  be 
brought  from  7  miles  up  the  Cimarroncito  w-here  it  will  be 
conserved  in  a  large  reservoir.  From  this  basin  76,000  ft.  of 
pipe  will  convey  the  water  to  the  city.  A  500,000-gallon  res- 
ervoir will  be  erected,  with  cement  lining. 

TACOMA,  WASH.— On  February  11,  1911.  at  2  p.  m.  at 
the  office  of  the  mayor  of  Tacoma,  Wash.,  in  the  city  hall, 
bids  will  be  received  for  the  Green  River  gravity  water  system 
bonds  or  warrants  of  the  par  value  of  one  million  five  hundred 
thousand  dollars  providing  for  the  construction  of  the  pro- 
posed Green  River  gravity  warer  system.  The  rate  of  inter- 
est is  6  per  cent,  payable  semi-annually  at  the  fiscal  agency  of 
the  State  of  Washington  in  the  city  of  New  York. 

TACOMA,  WASH.— The  Council  has  adopted  a  resolu- 
tion providing  for  the  improvement  of  the  following  streets 
by  the  construction  of  water  mains  as  follows:  A  12-in. 
wooden    water    main    on    South    Seventy-second    street,    from 


Park  avenue  to  J  street.  A  6-in.  wooden  water  main  on 
Park  avenue  and  J  street  from  South  Sixth  street  to  South 
Seventy-second  street,  and  on  Yakima  avenue,  Thompson 
avenue  and  I  street  from  South  Sixty-eighth  street  to  Seventy- 
isecond  street,  and  on  South  Sixty-eighth  street  from  Park  ave- 
nue to  J  street. 

ALAMEDA,  CAL.— Chief  Engineer  C.  E.  Gilman  of  the 
Bay  Cities  Water  Company  and  L.  R.  Dickie,  formerly  assist- 
ant manager,  but  now  secretary  to  W.  S.  Tevis,  president  of 
the  Bay  Cities  Company,  held  a  conference  with  Mayor  Noy 
last  week  relative  to  an  early  commencement  of  main  and 
pipe  laying  in  this  city  by  the  company.  The  water  officials 
wanted  to  lease  from  the  city  a  municipal  tract  near  a  rail- 
road siding,  on  which  to  store  pipe  until  it  was  needed  for 
actual  laying.  They  said  that  the  company  had  72  carloads 
of  pipe  here  now,  and  that  within  GO  days  the  installation  of 
the  Alameda  distribution  system   would   be  undertaken. 


TELEPHONE    AND   TELEGRAPH. 
VICTORIA,  B.  C— The  wireless  station  at  Gonzales  Hill 
will  be  enlarged  by  the  Dominion  government. 

SELMA,  CAL. — The  Fowler  Independent  Telephone  Com- 
pany has  filed  a  certificate  of  the  increase  of  its  capital  stock 
fiom  $7500  to  $30,000. 

SEWARD,  ALASKA.— The  Alaska  Electric  Company  con- 
template the  construction  of  a  telephone  line  from  Seward 
to  the  Innoko  and  Iditarod. 

SEATTLE,  WASH.— Secretary  of  War  Dickinson  will 
urge  in  the  near  future  an  appropriation  for  the  construction 
of  a  telegraph  cable  from  this  city  to  Cordova,  Alaska.  The 
line  wouid  cost  approximately  $2,000,000. 

CONCONULLY,  WASH.— New  telephone  lines  are  being 
considered  by  T.  R.  Pinkerton,  manager  of  the  local  branch  of 
the  Pacific  Coast  Telephone  Company.  A  line  is  to  be  run 
over  the  Silver  Hill  country  and  another  through  the  Pine 
Creek  region. 

COLVILLE,  WASH.— Deputy  County  Clerk  Willard  J. 
Shelton  is  associated  with  Willett  Bros.,  William  Spedding  and 
F.  C.  Ramsey  of  this  place  and  will  start  work  in  the  spring 
on  the  construction  of  a  wireless  telegraph  station  on  the  top 
ot  the  Colville  mountains,  north  of  this  place.  The  tower  will 
have  an  elevation  of  1200  feet  above  the  city. 

TACOMA,  WASH.— The  Pierce  County  Commissioners 
have  granted  a  franchise  to  the  Equality  Telephone  Company 
to  construct  a  telephone  line  between  Sumner  and  Dieringer 
and  connect  with  "Sunset'  system  at  Sumner.  George  W. 
Edwards,  A.  A.  Hook,  W.  H.  Pierce,  Ivan  Atkinson  and  W. 
H.  Wilson,  all  R.  F.  D.,  Sumner,  Wash.,  trustees  of  Equity 
Company. 

HEALDSBURG,  CAL.— At  a  recent  meeting  of  the  Alex- 
ander Valley  Telephone  Co.  the  following  officers  were  elected: 
J.  W.  Cottle,  president;  E.  Moodey,  secretary;  E.  D.  Cook,  J. 
E.  Metzger  and  George  Brown,  directors.  The  company  has  de- 
cided to  open  negotiations  for  the  purpose  of  purchasing  the 
Geyserville  exchange  from  the  Pacific  Telephone  &  Telegraph 
Company. 

KLAMATH  FALLS,  ORE.— W.  J.  Phillips,  division  com- 
mercial superintendent  for  the  Pacific  Telephone  Company, 
has  been  here  for  some  days  looking  after  the  business  of  this 
company,  which  recently  acquired  the  Klamath  Falls  plant. 
He  states  that  early  next  spring  his  comi)any  expects  to  com- 
mence the  work  of  completely  remodeling  the  plant  here  and 
making  of  it  one  equal  to  those  they  have  in  operation  in 
other  cities.  The  work  that  this  company  contemplates 
here  will  entail  an  expenditure  of  over  $30,000. 
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Aluminum  Co.  of  America 

Pittsburgh,   Pa. 

San  Franc, SCO,  Monadnock 
Bldg. 

Los  Aneeloa,  Pacific  Elec- 
tric Bldg. 

SeaHIe,  Colman  Bldg. 

Ami-ncan  Circular  Loom  Co 14 

iioston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electric  Fuse  Company     3 

Mnskegon.  Michigan 

San  Francisco.  14.i  Second  St. 

American  Electrical  Heater  Co 

Detroit,   U.    S.   A. 

AyUworth  Agencies  Co 

San  Francisco.   143  Second. 

B 

Bay  Cities  Home  Telephone  Co.  . 

San  Francisco,  333  Grant 
Ave. 

Benjamin  Electric  M(g.  Co 

New  York,  27  Thames. 
Chicago,     120-128     S.     San- 
gamon. 
San     Francisco,     161     New 
Montgomery. 

Blake  Signal  and  M(g.  Co 12 

Boston,   246  Summer. 

Bonestell  6c  Co 

San   Francisco,    118    First. 

Bridgeport  Brass  Company 4 

Bridgeport,  Conn, 

Brookfield  Glass  Co.,  The 14 

New  York,  U.  S,  Exp.  Bldg. 

c 

Chicago  Fuse  Wire  &  M(g.  Co... 

Chicaijo,  lOU-KL'n  \V.  CoiiBri-ss  St. 
New  York.  1  Hudson  St, 

Colonial    Electrical  Agency  Co.__ 

San  Francisco.  576  Mis- 
sion. 

Crocker- Wheeler  Co 

San  Francisco,  195-7  Fre- 
mont. 

D 


D.  &  W.  fuse  Co.... 
i^'rovldence,  R.  I. 


Dearborn  Drug  &  Chem.  Works.  _    5 
Chicago,  Postal  Bldg. 

San    Francisco,    301    Front. 
Lob  Angeles,  366   B.   2d. 

Duncan  Elec.  M(g.  Co 5 

Lafayette,  Indiana. 

San  Francisco,  61  Second. 


Economy  Electric  Co.,  The 

Warren,     Ohio. 

Electric  Goods  M(g.  Co 

Bolton,  Maa«. 

■an  Franolaco,   16(  Second. 

Electric  Storage  Battery  Co.. 
Philadelphia,  Pa. 
San    Francisco,  Monadnock 
Bldg, 


Fairbanks,  Morse  &  Co 

Chicago 

Farnsworth  Electrical  Works 12 

San  Francisco.  132-1.^  Second  St. 

Fort  Wayne  Electric  Works 3 

Fort   Wayne,    Ind. 

San   Francisco,  604  Mission. 

Seattle,  Colman  Bldg. 


General  Electric   Co 12 

Schenectady,  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester  Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buftalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.   C. 
Chicago,   111. 
Cincinnati,   O. 
Cleveland,   O. 
Columbus.   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis.    Ind. 
Kansas    City,    Mo. 
Minneapolis,    Minn. 
Nashville,  Tenn. 
New  Haven,  Conn. 
New    Orleans,    La. 
New  York,  N.  Y. 
Philadelphia.   Pa. 
Pittsburg.    Pa. 
Richmond,    Va. 
Salt  Lake  City,  Utah. 
St.   Louis.   Mo. 
Syracuse,  N.  T. 
-;.  .K  I  rie.    Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916    Postal 

,.-,      HI, IB 

H 

Habirshaw  Wire  Co 

New  York,  253  Broadway. 

Hammel  Oil  Burner  Company  ._ 

Los  .Angeles.  North  Main  St, 

Hughes  &  Co.,  E.  C II 

San        Francisco,        147-lBl 
Minna. 

Hunt,  Mitk  &  Co 

San  Francisco.   141  Second. 


Ide  &  Sons,  A.  L 

Si.ringfield.  Hi, 

Indiana  Rubber  &  Ins.  Wire  Co 5 

Jonesboro,    Indiana. 


Johns-Manville  Co.,  H.  W 

New   York,    100  William. 
San     Francisco,     159     New 

Montgomery. 
Los  Angeles.  222-224  North 

Los    Angeles    St. 
Seattle.  B76  1st  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co.. 
Chicago. 
San    Francisco.    88    First. 

Kelman  Electric  &  Mfg.  Co. 4 

Los  .AnKfles.  Cal. 

Kiewert,  Chas.  L.  Co 4 

San  Francisco,  195-7  Fre- 
mont. 

Los  Angeles,  225  Franklin 
Court. 


Klein  &  Sons,  Mathias 4 

Chicaf,'0.  Station  U-29. 


Locke  Insulator  Mfg.  Co. 

Victor,  N.    Y. 

San    Francisco,  Monadnock 
Bldg, 

Los  Angeles,   Pacific  Elec- 
trical Bldg. 

Seattle,    Colman    Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.        1 
San  Francisco,  99  First. 
Los       Angeles,       American 

Bank  Bldg. 
Seattle,  Mutual   Life  Bldg. 
Port  land, Wei Is-FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City,     Fulton 

Bldg. 


N 

New  York  Insl'td  Wire  Co 

New   York,   114  Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 

O 

Ohio  Brass  Co. 3 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,   Pac.   Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co '4 

New  York,  263  Broadway. 


Pacific  Gas  6c  Elect.  Co.,  The 2 

San    Francisco. 

Pacific  Meter  Co. 14 

San    Francisco.    311     Santa 
Marina  Bldg. 

Pacific  Tel.  6c  Tel.  Co.,  The... 
San    Francisco. 

Partrick  Carter  6c  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...    5 
San     Francisco,     1095    Mo- 
nadnock Bldg. 

Phaiips  Insulated  Wire  Co 14 

Pawtucket,  R.  I. 

Pierson,  Roeding  6c  Co 4 

Ban   Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg, 

Portland  Wood  Pipe  Co 5 

Portland.  Ore. 

R 

Reisinger,   Hugo 

New  York,  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.. 
Sacramento.  Cal.,  211  J  St. 
San  Francisco,  366  Market. 


Southern  Cal.  Edison  Co 

Los  .Angeles.  Cal. 

Southern  Pacific  Co. 13 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 2 

New     York     City,     627-631 

W.    34th. 
San   Francisco,  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co 14 

San  Francisco.  First  Na- 
tional   Bank   Bldg. 

Los  Angeles.  Union  Truit 
Bldg. 

Seattle  Office.  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 

New     York     City,     147-148 

Cedar. 
San    Francisco,    1010    How- 
ard. 


Sterling  Paint  Company, II 

San   Francisco,    118   FIrat. 


Technical  Book  Shop 5 

San  Francisco.  604  Mission. 

Thomas  and  Sons  Co.,  R 

New    York,    227    Fulton. 
East  Liverpool.  Ohio. 

Tracy  Engineering  Co II 

San  Francisco.  461  Market. 
Los    Angeles. Central    Bldg 


Vulcan  Iron  Works 14 

San    Francisco.  604  Mission. 


w 


Western  Electric  Co 

San  Francisco,  680   Folsom. 
Oakland,   507    16th. 
Los  Angeles,   119  E.  7th 
Seattle,     1518  First  Ave.  So, 

Western  Wireless  Equipment  Co..   5 
San  Francisco,  Grant  Bldg, 
7th    and    Market. 


Westinghouse.  Elec.  6c  Mfg.  Co 6 

Pittsburg.   Pa. 

Los  Angeles,  527  So.  Main. 

I>enver,    429    17tli, 

Seattle,    Central    Bldg. 

Salt  Lake  City,  212-214 
So.   W.   Temple, 

San    Francisco,    165   2d. 

Spokane,    Columbia    Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewlsohn    Bldg, 

Canada,  Canadlan-Wesi- 
Inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  G.  &  O  .  Branlft  * 
Co.,   City   of  Mexico. 

Westinghouse  Machine  Co 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instmment  Co 14 

Waverly    Park,    N.    J. 
New  York.  114  Liberty. 
San       FrancUco.       «I!-«I4 
Mission. 

Wilbur,  G.  A 5 

San    Francisco.    61    Second. 
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HISTORY  OF  NAPA  AND  ITS  GAS  BUSINESS 


Bv  E.  C,  JONES.i 


Xapa.  nestling  in  her  inland  valley,  at  the 
head  of  navigation  on  the  Napa  River,  forty- 
six  miles  from  San  Francisco,  is  one  of  the 
most  beautiful  residence  towns  of  Califor- 
nia. It  is  a  community  of  7500  i)eople,  and 
the  seat  of  Napa  County,  which  embraces  a 
E.  Clones    territory  of  eight  hundred  square  miles. 

Here  is  a  city  of  homes  surrounded  by  lawns  and 
flowers:  possessing  all  the  charm  of  New  England's 
country  towns, 
with  their  beauti- 
ful shade  trees, 
combined  with 
California's  de- 
lightful climate 
and  all  its  gifts. 

There  are  no 
waste  lands  about 
Napa.  The  town 
merges  insens- 
ibly intoorchards 
and  farms  and  a 
beautiful  and 
prosperous  coun- 
try side.  Napa 
derived  its  name 
from  the  Indian 
w  o  r  d  N  a  p  p  o  , 
used  by  the  Porno 
tribe  to  con\e\' 
the  idea  of  num- 
bers—  a  collec- 
tion,  a  group  of 

dwellings.  The  valley  was  originally  occupied  by  the 
Pomo  Indians,  whose  descendants,  still  famous  among 
aboriginal  basket-makers,  are  now  found  in  LakeCounty 
and  some  other  northern  district  of  California.  The  path 
of  these  Indians,  as  they  retreated  further  and  further 
northward  before  the  white  settlers,  is  marked  along 
the  way  by  names  that  are  traceable  exclusi\-ely  to 
the  vocabulary  of  the  Pomo  tribe. 

Pomo  legends  of  the  old  davs  when  the  tribe  dwelt 
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'Chief    Engineer    Gas   Department,    Pacific    Gas    &    Electric 
Company. 


in  the  .\a])a  X'alley  mention  the  large  quantities  of 
fish  in  the  waters  there,  and  particularly  the  hordes 
of  salmon  that  annually  ascended  the  Napa  River. 
This  abundant  supply  of  their  favorite  article  of  food 
caused  the  Pomo  Indians  to  congregate  about  the 
present  site  of  .X'apa  in  a  fishing  village  or  settlement, 
01  Nappo. 

In    1829    Kit   Carson,   the    famous   hunter,   visited 
California  on  a  hunting  expedition.     In  describing  the 

Indian  popula- 
tian  he  said  that 
many  of  the  in- 
terior tribes  were 
continually  at 
war,  while  those 
living  near  the 
coast  were  com- 
paratively order- 
ly and  Deaceful. 
The  indolence 
and  indifference 
of  the  coast  In- 
dians he  ascribed 
to  the  mildness 
of  theclimateand 
the  ease  with 
which  they  could 
obtain  a  living. 
In  1830  there 
were  about  3000 
Indians  within 
the  boundaries  of 
what  is  now  Napa 
County.  The  first  grant  by  the  Mexican  government  of 
land  in  what  is  now  known  as  Xapa  County  was  made 
to  George  C.  Yount,  who  was  the  first  white  man 
to  settle  in  the  valley.  His  grant  comprised  two  square 
leagues  situated  in  the  heart  of  the  valley  east  of  the 
present  site  of  Yount\-ille,  and  was  given  to  him  by 
Xicholas  (hitierrez,  March  23,  1836.  After  the  .Ameri- 
can occui)ation  of  California  it  was  confirmed  to  him 
l;v  the  United  States  Hoard  of  Land  Commissioners 
I'ehruary  8th,  1853,  and  by  the  United  States  Court 
in  1855. 
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The  Entre  Napa  Rancho,  where  the  city  of  Napa 
now  stands,  was  ceded  to  Nicolas  Higuerra  by  Man- 
uel Chico  May  9th,  1836.  This  grant  and  Yoimt's 
were  the  beginning  of  white  settlements  in  Napa 
Valley. 

George  C.  Yount  was  an  American  and  arrived 
in  California  in  Febrnary  of  1831.  He  was  accom- 
panied by  a  young  man  named  Guy  F.  Flynn,  who 
acted  as  guide  and  afterward  became  a  settler  in  the 
county.  It  seems  to  be  a  fact  that  Flynn  visited  the 
Napa  Valley  as  early  as  1825,  and  obtained  the  knowl- 
edge of  the  cou'.try  that  enabled  him  to  act  as  a  guide 
to  Yount.  Flynn  revisited  the  valley,  located  there 
permanently,  and  in  1872  he  died  in  a  little  old  house 
among  the  Indians  near  Napa. 

Yount  did  hunting  and  trapping  until  1836,  when 
he  built  the  first  log  house  erected  in  t'alifornia  by 
an  American.  It  was  eighteen  feet  square,  with  an 
upper  story  twenty-two  feet  square  in  which  were  port- 
holes for  the  purpose  of  defending  himself  against  the 
Indians.  After  obtaining  from  the  Mexican  govern- 
ment his  grant  of  land,  which  was  known  as  the 
Caymus  Rancho,  he  became  a  permanent  resident  of 
the  valley,  remaining  until  his  death,  October  5th,  1865. 

Among  the  early  settlers  who  followed  Yount  was 
Nicolas  Higuerra,  who  settled  on  the  banks  of  Napa 
Creek.  There  he  built  a  wicker  house,  plastered  with 
mud  on  the  outside  and  covered  with  a  thatch  of  tule 
reeds.  Two  of  Higuerra's  daughters  afterward  mar- 
ried into  the  Berryessa  family  of  the  valley  in  Napa 
County  which  bears  that  family's  name. 

Bartlett  Vines  had  come  across  the  plains  with 
Yount,  and  in  1844  he  went  to  Napa  on  board  Captain 
Sutter's  schooner  "Sacramento."  He  was  Yount's 
son-in-law.  To  the  Vines  family  came  the  first  white 
child  born  in  Napa  County,  and,  it  is  claimed,  the  first 
American  child  born  in  California. 

As  early  as  1841  John  Rose  and  John  C.  Vines 
built  a  schooner  at  Napa  and  launched  it  at  a  point 
just  above  the  present  stone  bridge  on  First  street.  It 
was  not  much  larger  than  a  whale  boat.  In  1849  they 
built  a  barge  which  was  used  as  a  trading  boat  in  all 
the  bay  inlets. 

One  of  the  curiosities  of  the  olden  days  in  Napa 
was  the  first  carriage,  the  property  of  General  Val- 
lejo.  It  had  been  at  one  time  the  state  carriage  of 
the  Duke  of  Wellington.  General  Vallejo  purchased 
it  in  London  in  1833,  and  brought  it  to  California 
shortly  afterward.  The  driver  of  the  carriage  rode  on 
one  of  the  horses. 

The  first  Board  of  Supervisors  of  Napa  County 
convened  December  7th,  1856. 

The  fertility  of  the  land  and  the  splendid  climate 
of  the  valley  tempted  the  early  settlers  to  experiment 
with  semi-tropical  plants. 

In  1861  William  Baldridge  tried  to  raise  cotton 
in  the  Napa  Valley,  but  with  no  success.  His  ex- 
periments proved  that  the  soil  was  much  better 
adapted  to  the  growing  of  grapes  than  to  cotton.  To 
Baldridge  belongs  the  credit  of  planting,  from  seed 
sent  him  in  1845,  the  black  locust  trees  that  are  seen 
along  the  coast  highways  of  California. 

In  1864  a  cro])  of  tobacco  was  planted  near  Napa 
by  George  N.  Cornwall  and  John  Cornwall,  with  much 
success. 


The  first  railroad  into  Napa  was  completed  from 
Soscol  January  loth,  1865.  The  rolling  stock  con- 
sisted of  two  cars  and  a  ])ony  engine.  The  track 
entered  Napa  by  the  way  of  Main  street,  and  was  laid 
along  that  street  to  Third  street.  The  first  train  passed 
over  the  track  the  nth  of  July,  1865. 

The  original  boundaries  of  Napa  County  also  in- 
cluded all  of  the  territory  now  known  as  Lake  County 
until  1861,  when  Lake  County  was  created. 

The  first  mention  of  Napa  in  any  newspaper  was 
in  an  article  in  the  "Californian"  in  1848,  which  stated 
that  the  ship  "Malek  Adhel"  had  passed  up  the  Napa 
River  and  "found  plenty  of  water  to  a  point  below 
the  Embarcadero  de  Napa." 

Early  in  May  in  1848  the  first  Iniilding  in  the  town 
was  erected.  This,  probably  by  the  merest  accident, 
happened  to  be  a  saloon  eighteen  feet  by  twenty-four 
feet  in  dimensions.  The  historian  tells  us  that  the 
saloon  formed  a  nucleus  about  which  the  present  city 
has  grown.  The  lumber  for  this  building  was  sawed  at 
Bale  and  Kiburn's  mill,  two  miles  above  St.  Helena. 

The  site  of  the  town  of  Napa  was  surveyed  and 
laid  out  in  the  spring  of  1848  by  Nathan  Coombs.  The 
original  limits  of  the  town  included  only  the  land 
lying  between  Brown  street  and  the  river  and  extended 
six  hundred  yards  from  Napa  Creek  to  the  steamboat 
landing.  The  town  was  originally  divided  into  upper 
and  lower  sections,  Napa  .'\lta  and  Napa  Abajo.  The 
Alta  section,  consisting  of  more  than  one  hundred 
acres,  was  known  as  Thompson's  Addition.  The  Em- 
barcadero, or  landing,  was  at  the  head  of  naviga- 
tion, and  the  ford  just  above  it  determined  the  loca- 
tion of  the  town.  That  was  before  the  erection  of  the 
beautiful  bridges,  which  have  added  so  mucli  U>  the 
attractiveness  of  the  Napa  Valley. 

During  the  year  1848  John  Truebody  mowed 
almost  the  entire  town-site,  which  was  covered  with 
a  rank  growth  of  wild  oats.  He  sold  the  hay  to  the 
government.  The  discovery  of  gold  in  that  year 
almost  depojnilated  Napa,  as  it  did  other  towns  in 
California. 

The  first  bridge  across  Napa  Creek  was  built  in 
1849,  near  the  line  of  Brown  street.  It  was  a  timber 
bridge,  and  the  two  wooden  stringers,  each  sixty  feet 
long,  cost  $100  each,  which  gives  an  idea  of  the  high 
price  of  materials  at  that  time. 

\'ery  little  United  States  coin  was  in  circulation 
then,  and  even  as  late  as  1856  the  medium  of  exchange 
was  gold  dust,  foreign  coin,  or  a  substitute  for  coin 
issued  by  the  assay  office  of  Kellogg  and  Humbert 
in  San  Francisco.  These  were  gold  pieces  of  $5,  $10, 
$20  and  $50.  were  of  weight  and  fineness  equal  to  the 
United  States  government  standard,  and  were  readily 
accepted  as  legal  tender.  No  change  was  used  smaller 
then  a  "bit,"  having  a  value  of  twelve  and  one-half 
cents.  The  price  of  everything,  including  labor  and 
all  classes  of  material,  was  enormous.  Money  was 
the  only  thing  that  was  plentiful. 

In  1854  the  town  of  Napa  had  a  population  of 
about  four  hundred,  and  there  were  in  all  about  forty 
buildings.  As  late  as  1856  very  little  effort  had  been 
made  tn  improve  the  streets  or  the  highways,  and  both 
were  almost  impassable  during  the  rainy  season. 
There  were  only  two  places  on  Main  street  where  a 
person    on    foot    could    cross.      Crossings    were    made 
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with  bundles  of  straw  thrown  into  llic  niiul  until  the 
bottom  was  found.  This  is  in  shar])  contrast  with 
the  excellent  roads  for  which  this  ci unity  is  now 
noted,  some  of  the  best  automobile  drives  in  Cali- 
fornia being  in  Napa  County.  All  the  roads  are 
sprinkled  in  the  summer-time. 

It  is  said  of  the  first  newspaper  pid)lished  in  Napa, 
the  4th  day  of  July,  1856.  and  known  as  the  "Re- 
porter." and  it  was  a  "tri-weekly" ;  that  is,  they  pub- 
lished it  one  week  and  tried  for  another  week  to  get 
it  out  again. 

Napa  was  the  tenth  city  in  California  to  introduce 
gas  for  illumination.  In  iS'ij  William  Smith  and  E. 
E.  Chalmers  were  granted  a  franchise  Init  did  not  op- 


hlled  and  sewed,  was  added  lo  the  cxjiensc  of  the  coal. 
The  yield  of  gas  the  pound  fnnii  this  coal  was  four  to 
fiiur  and- one-half  cubic  feet. 

The  condenser  was  of  the  ordinary  return  tubular 
type,  made  of  tin.  as  was  also  the  centre  seal  of  the 
I)urihers.  They  were  furnished  by  Morris  Dn- 
brzensky,  who  was  the  first  manufacturer  of^as  meters 
on  the  Pacific  Coast.  There  were  two  redwood  puri- 
fying bo.xes  four  feet  by  five  feet  by  three  feet,  with 
wooden  trays.  Dry  lime,  costing  $2.25  a  barrel,  was 
used  as  a  purifying  material. 

.Ml  the  pipe  at  the  works  beyond  the  condenser 
was  of  galvanized  sheet  iron,  with  soldered  joints,  and 
it  was  made  and  erected  by  Napa  tinsmiths. 


A  Pioture-sque  Old  Mill.  Near  .'-it.  Fhlfiui. 
Napa  County. 


Napa  County  Is  Noted  for  Us  Stone  Bridges. 


erate  under  it.  They  conveyed  their  rights  to  James 
H.  Goodman,  James  Freeborn,  and  \\  illiam  W.  Beggs, 
who  incorporated  "The  Napa  City  (ias  Light  Com- 
pany" with  a  capital  stock  of  $80,000.  May  25th,  1867. 
Beggs  was  at  that  time  the  chief  engineer  of  the  San 
Francisco  Gas  Company.  The  gas  works  was  located 
on  a  lot  sixty  feet  by  one  hundred  and  twenty  feet  on 
Fifth  street,  between  Main  and  Brown  streets.  The 
brick  building  was  a  counterpart,  as  to  size  and  general 
design,  of  the  Oakland  gas  works  of  that  time,  also 
designed  by  Beggs.  The  office,  condensing  and  puri- 
fying room,  and  retort  house  were  all  under  one  roof. 

A  7000  cubic  foot  gas  holder  was  constructed  in 
a  redwood  tank,  and  there  were  two  benches  of  iron 
retorts,  one  retort  in  each  bench  capable  of  carbon- 
izing 2000  pounds  of  coal  at  a  charge.  Oak  wood  and 
the  coke  made  from  the  coal  were  used  to  heat  the 
benches.  The  coal  used  for  making  gas  was  Scotch 
and  Australian  cannels,  costing  from  $20  to  $30  a 
ton.  It  was  freighted  by  schooner  from  San  Francisco 
at  a  cost  of  $2.50  a  ton,  with  $1  drayage  added.  .\t 
that  time  all  coal  sold  in  San  Francisco  for  reship- 
ment  had  to  be  sacked,  and  the  cost  of  gunny  bags, 


(ias  was  first  turned  on  in  Napa  and  the  tnwn 
lighted  September  ist,  1867.  Henry  .Adams,  fdniicrly 
with  the  gas  company  at  Sacramento,  and  later  super- 
intendent of  the  gas  works  at  (  )akland,  was  the  first 
superintendent  at  Napa. 

The  original  price  of  gas  was  $7.50  a  tlmusand 
cubic  feet,  and  there  were  sixty-five  consumers.  The 
county  paid  for  thirty-three  street  lights  at  the  rate  of 
$y  a  month.  These  street  lights  were  used  only  when 
there  was  no  moonlight. 

The  first  street  mains  laid  in  Napa  were  mostly 
condemned  boiler  tubes  two  and  one-half  inches  in 
diameter,  in  six-foot  lengths,  and  joined  together  b}' 
cast-iron  sleeves  with  lead  joints. 

In  .April  of  i86()  Adams  resigned  as  su])erintendent 
to  accept  a  similar  position  at  the  gas  w^orks  in  Stock- 
ton, and  he  w'as  succeeded  at  Napa  by  T.  R.  Barker. 
.\t  that  time  James  H.  Goodman,  James  I'reeborii. 
and  Captain  Harry  Parker  were  the  directors  of  the 
Napa  Gas  Company,  and  Richard  Dudding  was  secre- 
tary. 

During  that  year.  1869.  prosperity,  long  lielil  b.ick 
bv    the    civil    war,    returned,   and    Nai)a    felt    its    good 
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The   Water   Tower   in    Nupa. 


Tlie  Old  Gas   Plant   at   Napa,   Built    in    188 


effects.  The  income  tax  was  abolished,  and  even  the 
gas  business  in  Napa  shared  in  the  good  times.  The 
price  of  gas  was  reduced  to  $6  a  thousand. 

Under  T.  R.  Parker's  efficient  management  many 
improvements  in  the  making  of  coal  gas  were  intro- 
duced, inchiding  large  clay  retorts,  each  capable  of 
carbonizing  three  hundred  to  four  hundred  pounds  of 
coal.  The  purifying  house  was  remodeled,  and  the 
street-main  system  was  thoroughly  renovated  and 
enlarged.  The  rates  on  street  gas-lamps  were  also 
reduced  to  $6  a  month  each. 

It  was  about  that  time  that  bilumiiidus  coals  for 
gas-making  were  lirought  from  \'ancouver  and  Aus- 
tralia to  take  the  place  of  the  more  expensive  cannel 
coals  which  had  previously  been  used. 

These  cheaper  coals  v^'ere  Nanaimo  from  Van- 
couver and  Greta  and  Wallsend  from  Australia.  The 
gas  made  from  them  was  enriched  with  .Anvil  Creek 
cann°l,  or  shale,  from  Australia.  Coke  in  those  days 
sold  at  $20  a  ton,  and  tar  at  to  cents  a  gallon. 

These  improvements  increased  the  earning  ca- 
pacity   of   the    company    so    that    dividends    were    de- 


clared at  the  rate  of  15  jier  cent  on  the  actual  invest- 
ment. Also  the  company  voluntarily  reduced  the  price 
of  gas  to  $5  a  thousand,  and  the  rate  on  the  ninety 
street  lamps  to  $4,50  each  a  month. 

The  13th  of  August  in  1888  the  directors  of  the 
compan}^  decided  to  erect  a  new  gas  works.  John 
Fullagar,  formerly  superintendent  of  the  gas  works  at 
Cincinnati,  Ohio,  was  employed  to  construct  it.  The 
company  was  disincorporated,  and  then  re-incorporated 
under  the  name  of  the  Napa  Gas  Light  &  Heating 
Company.  The  articles  of  incorporation  were  dated 
Xovember  20th,  18S8.  The  first  board  of  directors  of 
this  new  company  consisted  of  George  E.  Goodman, 
Theodore  R.  Parker,  E.  S.  Churchill,  Isabella  Parker 
and  James  Freeborn.  H.  P.  Goodman  was  secretary, 
and  John  Fullagar  was  superintendent.  The  new  gas 
works  was  erected  on  the  site  of  the  present  works 
and  included  a  20,000  cubic  foot  gas  holder  and  a  com- 
]}lete  six-inch  coal-gas  works,  with  Hicks  settings  of 
clay  retorts.  The  price  of  gas  was  again  reduced,  and 
made  $4  a  thousand,  and  the  street-lamp  rate  was 
reduced  to  $3.50  for  e\'ery  night  anrl  all-night  service. 


T.   R.   Parker. 


The  Gas  Works  at  Napa. 


January  28.  1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


91 


In  1889  Fullagar  resigned  the  superintendency  to 
take  charge  of  the  gas  works  at  San  Jose.  This  brings 
the  Napa  gas  works  down  to  the  time  the  writer  took 
up  his   residence   in   CaHfornia. 

Coming  in  1889  from  the  east,  where  the  highest 
types  of  coal-gas  benches  were  in  use  and  wlicre  there 
was  a  rivalry  among  different  plants  to  obtain  the  best 
results,  it  was  a  pleasurable  shock  to  me,  ui)on  visit- 
ing the  little  coal-gas  works  in  Napa  under  the  able 
management  of  T.  R.  Parker,  to  find  the  retort  house 
equipped  with  the  most  modern  type  of  full-depth  re- 
generative Ijenches,  containing  five  retorts,  each  capa- 
ble of  carbonizing  a  ton  of  coal  in  five  hours,  and 
giving  an  average  yield  of  11,000  cubic  feet  for  each 
ton  of  coal.  Such  results  were  better  than  were  then 
obtained  in  some  of  the  best  eastern  gas  works.  In 
looking  about  for  the  reason  for  such  results  I  found 
it  in  the  skill  and  ingenuity  of  T.  R.  Parker.  He  had 
applied  his  own  improvements  to  the  best  kncnvl- 
edge  then  obtaining  in  the  east,  and  his  ,t,Ms  i)I;nit  ilicre 
at  Napa  surpassed  in  results  attained  all  the  dthcr 
coal-gas  works  in  California.  Coupled  wiih  mechan- 
ical excellence  was  the  highest  degree  of  cleanliness 
possible  in  a  gas  works.  .About  the  buildings  the 
grounds  were  laid  out  in  gardens  of  roses  and  cannas. 
and  round  the  gas  holder  tank  were  beds  of  calla 
lillies,  while  at  the  back  of  the  .garden  were  trellises 
completely  embowered  with  pur[)le  wistaria.  Every- 
where, inside  and  outside  the  works,  was  evident  the 
touch  of  Parker's  knowledge  and  good  taste. 

In  1893,  at  the  organization  of  the  Pacific  Coast 
Gas  Association.  T.  R.  Parker  was  one  of  the  charter 
members.  To  his  enthusiastic  gofxl  wiuk  nuich  of  ihc 
first  and  continued  success  of  the  assuciation  is  due. 
He  immediately  took  charge  of  the  "Wrinkle  Depart- 
ment," and  the  splendid  results  of  his  conscientious 
work  are  a  matter  of  record  in  the  proceedings  of  the 
association.  In  1897  T.  R.  Parker  was  elected  presi- 
dent of  the  Pacific  Gas  Association,  and  he  performed 
the  duties  of  the  office  with  credit  to  himself  and 
profit  to  the  organization. 

Then  came  electricity  as  a  rival  of  gas.  In  No- 
vember of  1899  Dr.  Thomas  Addison,  coast  manager 
of  the  General  Electric  Company,  and  John  L.  Howard 
purchased  the  old  steam  electric  plant  in  Xapa  from 
the  General  Electric  Company  and  the  Na])a  gas  works 
from  the  George  E.  Goodman  bank  people. 

O.  E.  Clark  was  then  appointed  manager  of  the 
combined  enterprises,  with  T.  R.  Parker  as  superin- 
tendent of  the  gas  works. 

During  all  those  years  T.  R.  Parker  had  also  man- 
aged the  interests  of  the  Xapa  City  Water  Company, 
as  its  superintendent.  When  the  city  was  small  he 
was  able  to  attend  to  both  the  water  and  gas  works, 
but  with  the  growth  of  Napa  and  the  consequent  in- 
crease in  the  u^e  of  water  he  decided  to  devote  his 
attention  entirely  to  the  interests  of  the  Xapa  City 
'\^'ater  Company.  One  of  the  accom]ian}-ing  illustra- 
tions shows  the  water  tower  at  Xapa,  which  he  de- 
signed. It  stands  as  a  sort  of  landmark,  and  as  a 
roninder  of  what  the  long  influence  of  T.  R.  Parker 
hn"^   meant   to  that   city   beautiful. 

-\t  the  time  of  the  consolidatinn  in  iS'oij  (^cor'^o  1*".. 
Goodman,    who    had   been   associated    with    the    .Xapa 


gas  interests  from  the  beginning,  severed  his  connec- 
tion with  the  business. 

An  illustration  accompanying  this  article  shows 
the  beautiful  library  that  building  (leorge  E.  Goodman 
presented  to  Xapa,  with  the  proviso  that  it  should 
always  be  used  "as  a  library  and  a  resting  place  for 
the  country  pco]ile  during  their  tri|)s  to  town." 


I'lllillr   hihrar.v    I'l  tbt  jited  lo  Napa  li.v  George  10.  Gcioil- 
man,  Formerly  President  of  the  Gas  Company. 


The  Xapa  gas  works  was  njierated  by  the  new 
owners  until  the  winter  of  ]i)02.  'ilien  the  company 
was  purchased  b}'  the  California  Central  Gas  &  Elec- 
tric Company,  and  O.  E.  Clark  was  retained  as  man- 
ager of  the  new  concern.  .Since  then  the  Xapa  Gas 
Light  &  Pleating  Company  has  become  one  of  the 
subsidiary  companies  of  the  Pacific  Gas  &  Electric 
Company. 

As  fuel  oil  became  plentiful  in  L'alifornia,  and  the 
ne\v  method  of  making  gas  from  petroleum  was  rap- 
idly superseding  the  use  of  coal,  the  gas  works  at  Napa 
was  equipped  with  a  complete  orl-water-gas  plant. 
Vvith  a  capacity  of  5000  cubic  feet  an  hour.  A  20,000 
cubic  foot  relief  holder  was  added  to  the  plant,  as  well 
as  a  500  barrel  tank  for  the  storage  of  oil.  j\1  the 
time  the  works  was  taken  over  by  the  California  Gas 
&  Electric  Corporation  the  daily  output  of  gas  was 
from  12,000  to  15,000  cubic  feet.  At  the  y)resent  time, 
ill  1910,  the  output  is  45.000  cubic  feet  a  day.  During 
the  period  since  the  introduction  of  fuel  oil  the  dis- 
tributing system  of  pipes  has  increased  frnm  six  and 
one-half  miles  to  twelve  and  one-quarter,  or  nearly 
double. 


PETROLEUM  PRODUCTION. 

According  to  the  figures  of  Dr.  David  T.  Day.  (ieo- 
Icigical  Survey  statistician  and  oil  expert,  the  produc- 
tion of  oil  in  the  United  States  in  1910  was  between 
204.000,000    and    208,000,000    bbls.    of    42    gals.    each. 

The  estimated  oil  production  in  1910  in  this  coun- 
try is  as  follows — in  bbls.  of  42  gals,  each  : 
Field.  i;nii. 

falifornia     TT.OOo.niH) 

Illinois H4,450,(H1U 

.\ppala.-iiian  and  I.ima-1  iidiaiia  field.«....  .''iS.OOfl.noO 

Gulf   and    Caddo,    I..a 14,000,0011 

Xlidcontinent  and  Rocky  Mts,   fields aS, 000, 000 

Totals 210,450,000 


182,134,274 
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WATER  LAWS  OF  WASHINGTON. 

BY    JOHN    C.    .STEVENS. 

The  following  is  a  summary  of  present  \\  a.sh- 
in<^ton  statute  law  relating  to  water  rights,  published 
in^Water  Supply  Paper  253  of  the  U.  S.  Geological 
Survey  and  abridged  from  a  summary  of  irrigation 
law  prepared  by  Ralph  ?,.  \\'illiamson.  attorney,  L  nite.l 
States  Reclamation  Service  : 

Appropriation  and  Acquiring  of  the  Right. 
The  right  to  use  the  waters  of  the  State  may  be 
acquired  by  appropriation,  the  first  in  time  being  the 
first  in  right.  Written  notice  must  be  posted  near 
the  point  of  intended  storage  or  diver.sion,  stating  the 
amount,  purpose,  places  of  use  and  means  of  diversion 
or  storage,  and  such  notice  must  be  filed  with  the 
county  auditor  of  the  county  where  the  notice  is  posted 
for  record  within  ten  days.  .Ml  amounts  must  be  mul- 
tiples or  fractions  of  a  cubic  foot  per  second  of  lime. 

Construction  of  works.— -\n  appropriator  must  be- 
gin construction  of  works  within  three  months  after 
posting  of  notice  if  use  is  by  storage:  if  by  diversi<m 
within  six  months,  and  must  diligently  prosecute  them 
to  completion,  compliance  with  which  gives  priority 
as  of  time  notice  was  posted.  It  would  seem  that 
actual  construction  of  a  ditch  gives  right  to  unap- 
propriated w^aters  at  the  time  construction  is  begun 
for  irrigation  and  pumps  may  be  used  when  the  land 
cannot  be  reached  by  gravity  flow.  TTead-gates  of  ex- 
isting canals  may  be  changed  or  extended  on  streams 
where  naturally  made  necessary,  subject  to  existing 
rights. 

Filing  of  maps.— Within  ninety  days  after  con- 
struction or  enlargement  of  a  canal,  there  must  be  filed 
with  the  county  clerk  of  the  county  in  which  the  head- 
gate  is  located,  a  map  showing  location  of  head-gate, 
route  of  ditch,  legal  subdivisions  crossed  and  names 
of  owners,  witli  statement  showing  location  of  works, 
depth,  width,  and  grade  of  ditch,  its  carrying  capacity 
and  time  of  commencement  of  the  work.  Such  filing 
will  give  priority  from  date  of  commencement  of  the 
work;  if  after  ninety  days,  only  from  date  of  filing  of 
the  map. 

Seepage  and  springs. — Water  from  seepage  and 
springs  is  governed  by  the  general  laws,  provided  that 
a  man  on  whose  land  such  waters  first  appear  has  prior 
right  thereto:  and  a  man  whose  lands  have  been  thus 
irrigated  by  seepage,  has  priority  as  of  time  of  use 
of  seepage,  if  by  natural  cause  he  must  construct  ditch 
to  source  of  seepage  to  irrigate  the  lands.  The  same 
rule  applies  to  artesian  wells. 

Change  of  use. — The  purpose  of  appropriation  ma\' 
be  changed  to  am'  lieneficial  use  without  losing  the 
priority  of  the  original  appropriation. 

Transfer. — The  right  to  the  use  of  water  is  not 
made  appurtenant  to  land  but  is  allowed  to  be  trans- 
ferred, like  property,  by  deed. 

Surplus  waters. — Riparian  owners  of  land^  on  any 
stream  are  gi\'cn  the  right  to  use  aii\'  surplus  or  un- 
a])iiropriated  waters.  The  same  iiriviU'ge  is  granted  to 
non-riparian  owner. 

Loss  of  rights. —  It  is  pro\ided  that  failure  to  com- 
ply with  the  requirements  of  the  statutes  dejirives  the 


Right    of    way    across    State    land> 


approp'"i:it"i"  "^  lii>  priority  against  a  subsequent  ap- 
propriator.  Lack  of  diligence  in  construction  forfeits 
rights. 

Right  of  Way. 

State    lands. 

is  given  to  irrigation  districts  for  all  irrigation  work. 
'^  Private  lands.--. \  right  of  way  for  ditches  suffi- 
cient for  the  purpose  required  is  given  to  all  persons, 
corporations,  etc.,  who  may  liave  a  right  to  use  water 
and  may  be  acquired  by  condemnation.  Such  right 
of  way  must  be  the  shortest  possible  route  across  such 
land  and  no  land  owner  will  be  iMirdened  with  more 
than  one  ditch,  if  one  will  serve  the  purpose. 

Natural  streams. — .Any  person  may  take  water 
which  he  has  acquired  the  right  to  use  along  any  of 
the  streams  or  lakes  of  the  State,  not  raising  the  water 
abo\-e  high-water  mark. 

Eminent  Domain. 
Public  use. — The  use  of  the  waters  of  the  State 
is  deemed  a  puldic  use  and  the  right  of  condemnation 
is  given  to  all  persons  having  a  right  to  use  it.  for  pur- 
poses of  acquiring  rights  of  way.  Procedure  is  pro- 
vided in  T,aws  of  1899.  page  262. 

Riparian  rights. — Riparian  rights  in  any  natural 
stream  or  lake  may  be  condemned  but  this  aiiplies  to 
riparian  rights  and  cannot  be  applied  to  take  water 
from  the  person  himself  using  it  for  irrigation.  Pro- 
cedure is  prescribed. 

Duties  of  Ditch  Owners. 
Head-gates,  embankments,  repairs. — Every  ditch 
owner,  owner  being  the  person  having  charge  and  con- 
trol and  liable  as  owner,  must  erect  and  keep  in  good 
repair  a  sufficient  head-gate  at  the  head  of  his  ditch 
to  control  the  ordinary  flow  therein.  He  must  keep 
embankments  and  all  flumes  or  other  conduits  in  good 
repair  so  as  not  to  injure  the  premise  of  others.  He 
is  made  liable  for  damages  resulting  through  refusal  or 
neglect  to  comply  with  these  provisions. 

Waste. — Drain  ditch  .shall  be  provided  to  return 
water  to  .stream  with  as  little  waste  as  possible. 

Unnecessary  diversion. — It  is  unlawful  for  any 
person  to  run  a  greater  quantity  of  water  through  his 
ditch  than  is  absolutely  necessary  for  irrigation  of  lands 
watered  and  for  domestic  and  stock  purposes.  -\  \  io- 
lation  of  this  provision  is  a  misdemeanor  punishable  by 
a  fine  not  exceeding  $1000. 

Determination  of  Rights. 

Basis  of  determination. — ^^Mlenever  called  into 
question  in  anv  cmirt  or  before  any  commissioners 
finfra')  tlie  determination  shall  be  based  upon  the  used 
^•olume  of  water  annually  flowing  in  the  stream  or  lake, 
and  in  the  event  of  unusually  low  w-ater,  all  rights  shall 
be  proportionate!}'  reduced. 

Hearing  and  adjudication  of  priorities. — When  the 
owner  of  anv  canal  in  ;inv  water  district  finfral  shall 
present  n  written  petition  to  the  superior  court  prayine 
the  conri  to  adjudicate  priorities  between  the  several 
canals  in  the  district,  the  court  shall,  if  deemed  practi- 
cal to  proceed,  ai>iioint  a  dav  to  conimence  to  hear  and 
take  evidence  in  such  adjudication.  All  interested  ])ar- 
ties  may  offer  evidence.  The  court  shall  ascertain 
the   date  of  commencement   of  the   ditch,   its  original 
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size  and  capacity,  or  the  time  of  enlargement  and  in- 
creased capacity,  the  diligence  of  construction,  and  all 
facts  tending  to  show  compliance  with  the  law.  He 
shall  determine  on  the  evidence,  the  priority  of  appro- 
priation with  amounts  which  each  has  perfected  there- 
under, expressed,  if  possible,  in  second-feet:  if  not, 
by  width,  depth,  and  grade  of  canal. 

Certificate. — The  clerk  shall  issue,  upon  reasonable 
fee,  to  each  party  interested,  a  certificate,  showing 
dates  and  amounts  of  appropriation  adjudicated  and 
specifying  number  of  the  ditch  and  of  the  priority. 

Procedure. — Notice  of  time  for  adjudication  shall 
be  published  once  a  week  for  four  successive  weeks ; 
notice  containing  a  copy  of  said  order  shall  be  posted 
in  ten  ]niblic  places  in  water  districts,  and  jiroof  of  such 
publication  and  posting  shall  be  made.  Service  of 
notice  is  also  provided  for. 

Decree. — The  court  in  its  decree  shall  number  the 
ditches  in  the  district  in  the  order  of  priority,  and  also 
number  appropriations  consecutively,  beginning  with 
the  oldest.  Roth  shall  be  incorporated  in  said  certifi- 
cate of  the  clerk,  issued  to  claimant. 

Distribution  of  Water. 

Water  districts. — Each  county  in  the  State  shall 
be  constituted  an   irrigation  district. 

Water  commissioners. — A  commissioner  for  each 
district  may  be  appointed  by  the  county  commissioners 
in  each  county,  at  a  salary  fixed  by  them,  provided  that 
if  12  freeholders,  irrigating  lands,  shall  petition  there- 
for the  county  commissioners  must  ap])oint  such  cfjm- 
missioner. 

Such  commissioner  shall  take  oath  of  office  and 
give  a  bond  as  may  be  required  by  the  county  commis- 
sioners, for  the  faithful  performance  of  duties,  and  shall 
be  entitled  to  compensation  at  $4  j)er  day.  actual  em- 
ployment. 

The  commissioner  may.  in  emergency  cases,  em- 
ploy one  or  more  assistants,  who  take  the  same  oath 
and  shall  receive  $3  per  day. 

Duties  of  commissioner. — Commissioners  must  di- 
vide the  water  in  natural  streams  among  the  ditches 
taking  water  therefrom,  and  in  times  of  .scarcity  must 
shut  down  and  fasten  head-gates  of  ditches  not  entitled 
to  water. 

Register  of  priorities. — A  register  of  priorities 
must  be  kept  by  commissioner  when  such  priorities 
shall  have  been  determined  by  commissioner  from 
decrees  or  other  legal  source.  He  must  keep  record  of 
certificates  of  courts  (supra),  with  contracts  of  same. 

Court  Commissioners. 
Where  insufficient  water. — When  volume  of  water 
in  any  stream  is  insufficient,  upon  application  of  any 
party  interested,  the  superior  court  shall  appoint  three 
commissioners  to  go  upon  such  stream  and  apportion 
water,  as  they  may  deem  equitable.  Such  apportion- 
ment shall  be  for  domestic  purposes  before  any  is  given 
for  irrigation. 

To  determine  proper  diversion. — In  llie  same  way 
the  court  shall  appoint  three  commissioners  to  inquire 
and  determine  whether  or  not  more  water  is  being 
diverted  than  is  properly  used.  Their  decision  is  final. 
They  may  order  the  ditch  owner  to  turn  back  unnec- 


essary water.  Failure  to  comply  with  the  order  is  pun- 
ishable as  confempt  of  court. 

Rotation  of  water. — In  case  of  insufficient  water 
in  a  stream  to  supply  the  wants  of  the  entire  country 
through  which  it  passes,  the  superior  court  shall  ap- 
point three  commissioners  to  apportion  in  equitable 
manner  a  certain  amount  of  water  upon  alternate  days 
in  certain  localities  with  due  regard  to  legal  rights 
of  all. 

Individual  ditches. — When  any  ditch  shall  not  be 
entitled  to  a  full  supply  of  water,  the  amount  actually 
diverted  shall  be  prorated  among  shareholders  and 
users  of  water  in  such  ditch. 

Miscellaneous  Provisions. 

Interference  with  appliances. — Every  person  inter- 
fering in  any  way  with  head-gates  or  measuring  boxes 
without  authority  shall  be  guilty  of  a  misdemeanor  and 
subject  to  a  fine  of  not  less  than  $25  or  more  than  $100, 
or  maximum  imprisonment  of  six  months  or  both. 

Injury  to  ditches. — .-\ny  person  breaking  or  injur- 
ing the  embankment  or  head-gates  of  any  ditch  with 
malicious  intent,  or  for  private  gain  to  injury  of  per- 
sons lawfully  using  said  ditch,  shall  be  guilty  of  a  mis- 
demeanor, punishable  by  the  maximum  fine  of  $500  or 
maximum  imprisonment  of  six  months,  or  both. 

Corporations  deemed  common  carriers. — Any  cor- 
poration organized  in  the  State  therefor  may  construct 
ditches  for  irrigation,  and  may  condemn  rights  of  way 
therefor,  whether  or  not  said  corporation  owns  lands 
upon  the  line  of  such  ditch.  Such  corporation  is 
deemed  a  public  carrier,  and  is  subject  to  legislative 
rules  and  regulations  relating  thereto. 

Federal  Government. — Authority  is  given  to  the 
United  States  to  avail  itself  of  the  provisions  of  the 
law.  Upon  authoritative  notice  to  the  land  commis- 
sioner that  the  Government  contemplates  the  construc- 
tion of  irrigation  works,  all  waters  specified  will  be 
withdrawn  from  appropriation  under  foregoing  laws 
for  a  period  of  one  year,  which  withdrawal  may  be 
extended  three  years  by  certificate  from  duly  author- 
ized agent  within  the  said  year  that  work  undertaken 
appears  feasible  and  further  investigation  is  intended 
to  be  made;  and  upon  the  letting  of  contract  for  con- 
struction work  the  United  States  may  appropriate  all 
imappropriated  waters  in  the  manner  provided  for  pri- 
vate persons,  the  title  to  beds  and  shores  of  state  lakes 
thus  utilized  passing  to  the  United  States  upon  such 
appropriation. 


OBJECTIONABLE   FEATURES   OF  PUBLIC 
SERVICE  COMMISSION  LAWS. 

There  is  great  likelihood  that  Public  Ser\icc  Coni- 
missions  will  be  established  in  several  of  the  \\'estern 
States  during  the  coming  year.  Results  obtained  in 
a  number  of  Eastern  States  have  pointed  out  certain 
principles  to  be  adopted  and  certain  ]irinciples  to  be 
avoided.  A  number  of  objectionable  features  of  the 
New  York  code  are  here  summarized  : 

More  vital  even  than  the  provisions  of  such  a  law 
would  be  the  personnel  of  the  members  of  the  com- 
mission. The  day  has  passed  when  public  service  cor- 
porations can  expect  any  special  favors,  and  they  are 


94 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.  4 


more  than  satisfied  if  the  treatment  they  receive  is 
as  fair  as  that  extended  to  the  ordinary  citizen  and 
taxpayer.  The  business  of  managing  and  controlling 
a  public  service  corporation  is  one  which  requires  not 
only  a  very  considerable  ability,  but  also  a  vast  amount 
of  intelligent  study.  Primarily  then  the  members  of 
such  a  commission  should  be  able  men  who  understand 
the  management  of  public  service  corporations  and 
who  are  able  to  devote  all  their  time  and  attention  to 
their  duties.  The  commissioners  under  the  New  York 
act  receive  a  salary  of  $15,000  and  in  order  to  insure 
the  class  of  men  which  the  duties  demand  it  would 
be  necessary  that  any  commissioner  appointed  in  the 
"Western  States  should  receive  a  salary  of  at  least  $10,- 
000  a  year.  If  public  service  corporations  have  to  be 
regulated  it  should  l)e  by  men  of  intelligence  and  abil- 
ity whose  salary  places  them  beyond  temptation,  and 
the  dignity  of  their  position  beyond  the  danger  of 
L^eing  swayed  by  popular  prejudice  and  passion. 

Such  a  commission  should  be  vested  with  the  ab- 
solute veto  power  in  the  matter  of  all  franchises 
granted  by  municipalities.  This  idea  is  not  fostered 
by  the  feeling  that  existing  companies  desire  to  keep 
out  competition  but  from  the  fact  that  experience  has 
shown  that  where  the  territory  will  not  support  two 
companies  one  is  invariably  absorbed  by  the  other, 
with  the  result  that  the  public  is  compelled  to  pay 
interest  upon  a  double  investment  covering  the  same 
territory.  Careful  inquiry  should  be  made  by  the  com- 
missioners as  to  the  financial  backing  of  companies 
seeking  to  enter  a  field  already  supplied.  It  should 
also  study  carefully  the  ability  of  the  community  to 
support  two  companies  together  with  the  ciuality  of 
the  service  furnished,  and  the  fairness  of  the  prices 
charged  by  the  existing  company. 

There  are  in  the  Xew  York  act  many  clauses  gen- 
eral in  their  nature  and  vicious  in  their  possible  appli- 
cation which  in  themselves  add  nothing  to  the  force  of 
a  bill  but  would  p-ive  to  a  radical  commission  almost  un- 
limited power,  such  as  Paragraphs  5.  8.  and  Q  of  the 
New  York  Act. 

Under  the  system  of  taxation  which  now  proba- 
bly prevails  in  se\'eral  of  these  States  and  whicli  is 
])OSsibly  as  fair  a  method  as  can  be  found,  the  net 
earnings  of  public  service  corporations  are  limited  to 
a  certain  income  upon  the  investment  in  the  shape  of 
dividends.  In  other  words,  when  the  net  income  of  a 
public  service  corporation  exceeds  a  certain  per  cent  of 
its  capitalization  the  State  will  claim  the  balance  for 
taxes  and  in  order  that  the  net  income  may  be  as  large 
as  possible,  so  that  the  taxes  may  lie  increased,  an  at- 
tempt will  l)e  made  to  jealously  guarcl  what  a  com- 
mission might  term  exorbitant  salaries  to  officers  and 
employees.  For  Ibis  and  for  the  added  reason,  that 
the  corporation  in  the  management  of  its  own  busi- 
ness should  be  the  sole  and  exclusive  judge  of  the  com- 
pensation to  be  paid  its  employees  and  officers,  the 
fifth  condition  of  Paragraph  6  of  the  Xew  York  code 
seems  pernicious. 

Section  67  of  the  New  York  code  provides  for  the 
ins])ection  and  testing  of  meters:  that  portion  of  this 
section  which  ]irovidcs  for  an  ins]K-cli(>ii  nf  meters  at 
the  expense  of  the  cor].>oration  ])rior  to  their  installa- 
tion puts  an  unnecessary  expense  upon  the  company 
and  the  consumer  is  certainly  am])l_\-  ])rotected  l)y  the 


succeeding  section  which  gives  him  the  right  to  ha\e 
the  meters  tested  after  they  have  been  installed  and 
compels  the  company  to  pay  the  cost  of  such  test,  pro- 
vided the  meter  is  found  to  run  fast,  permitting  a  vari- 
ation of  4  per  cent. 

Section  69  of  the  New  York  code,  if  literally  con- 
strued, practically  gives  to  the  commission  the  right 
to  arbitrarily  refuse  to  permit  the  issuance  of  bonds 
by  public  service  corporations  for  the  purpose  of  mak- 
ing desired  extensions  and  improvements  or  to  pay 
indebtedness  already  incurred.  Surely  if  the  corpora- 
tion is  to  be  taxed  upon  all  the  property  it  possesses, 
including  its  franchises,  if  the  quality  of  its  product 
and  the  price  charged  is  to  be  regulated  and  f^xed  by 
the  commission,  then  at  least  the  corporation  should 
be  permitted  to  manage  its  own  affairs  to  the  extent 
of  making  additions,  alterations  and  extensions  which 
are  of  such  acknowledged  beneficial  nature  that  it  is 
alile  to  borrow  the  money  in  the  open  market  to  effect 
them. 

Insofar  as  the  constitution  of  the  various  \\'estern 
Slates  will  permit  any  such  act  should  give  to  the 
commission  the  same  power  to  regulate  and  control 
the  municipal  plant  as  it  is  given  to  control  the  public 
service  corporations,  the  same  return  which  is  re- 
(|uifed  from  the  public  service  corporation  regarding 
the  salary  paid  to  its  officers  and  employees,  the  rates 
charged  to  its  customers,  its  bonded  indebtedness 
and  its  gross  and  net  earnings,  .should  be  furnished 
by  the  municipal  plant  in  order  tliat  the  people  who 
are  forced  to  pledge  their  property  for  the  support  of 
such  a  plant  may  for  the  first  time  be  able  to  learn 
the  truth  regarding  its  operation.  In  many  cities  a  sys- 
tematic effort  has  been  made  by  the  officials  of  munici- 
pal plants  to  conceal  from  the  public  the  true  facts 
concerning  the  maintenance  and  operation  charges  and 
the  profits  or  loss  resulting  from  such  operation.  Bonds 
have  been  issued  under  the  pretense  of  making  neces- 
sary extensions,  the  proceeds  of  which  have  been  used 
to  make  up  deficits  which  have  occurred  from  loss  in 
o]ieration.  and  any  public  service  commission  should 
l)e  vested  with  the  right  to  bring  the  true  condition  of 
such  plants  to  the  knowledge  of  the  people  who  sup- 
port them. 

Section  70  of  the  Xew  York  code  gives  to  the  com- 
mission the  power  to  arbitrarily  refuse  permission  to 
any  gas  or  electric  corporation  to  sell  or  lease  its  fran- 
chise or  any  portion  of  its  property,  or  to  contract  for 
the  operation  of  its  system,  and  also  prohibits  the  hold- 
ing of  stocks  or  bonds  of  a^iy  other  corporation  engaged 
in  a  similar  business.  This  section  reverts  again  to 
the  question  of  the  management  of  the  company  itself, 
which  sliould  not  be  given  to  the  commission,  but 
should  be  retained  In-  the  individuals  who  have  invested 
their  capital  therein,  and  again  we  repeat  that  so  long 
as  the  commission  is  gven  the  right  to  fix  the  quality 
of  the  output  and  the  price  to  be  charged  and  to  regu- 
late the  method  in  which  the  service  shall  be  made  it 
should  not  be  permitted  to  interfere  in  the  manage- 
ment and  operation  of  the  plant  itself. 

Tn-^(lfar  as  such  a  bill  seeks  to  regulate  the  man- 
ner of  vc'rvice,  the  (|iiality  nf  the  outjnit  and  the  rate 
charged  we  do  not  believe  that  the  companies  would  be 
injured,  and  especially  is  this  true  if  men  of  ability 
who   will   give  the  subject  study  are  appointed 
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BY    HAKRIS    J.    RVAN. 

The  lundaniciUal  purpose  of  thi^  jiaper  ib  to  dis- 
cuss the  liigh  tcnsiuu  transmission  corona  proljlein 
in  the  light  of  the  evidence  available  at  the  date  of  its 
preparation.  As  ionization  plays  an  important  part  in 
all  phenomena  that  lead  to  the  formation  of  corona  it 
IS  first  requisite  to  have  a  thorough  knowledge  of  the 
origin,  inherent  qualities  and  characteristic  behavior 
<jf  ions,  i.  e.  of  the  electricity  carriers  in  gases. 

Every  material  substance  is  made  up  of  atoms  or 
their  elemental  aggregations,  molecules.  Each  kin<l 
of  substance  has  certain  distinctive  characterisics  be- 
cause of  some  structural  character  of  its  atoms.  All 
kinds  of  atoms  have  one  feature  in  common.  Each 
atom  holds  through  electrostatic  attraction  a  certain 
number  of  relatively  minute  particles.  The  number 
of  these  particles  is  dilierent  for  different  atoms. 
I'.acli  particle  is  the  seat  of  a  certain  definite  electric 
charge.  The  amount  of  this  charge  is  4.65X10 '"  elec- 
trostatic units— perhaps  a  little  larger,  not  exceeding  ■ 
5X10'"  electrostatic  units.  In  the  literature  of  the 
subject  this  ultimate  particle  of  matter  is  burdened 
with  two  names  electron,  the  one  apparently  in  more 
general  use,  and  corpuscle,  the  original  term  used 
consistently  by  some  of  the  best  known  physicists. 
The  frame  of  the  atom  is  the  whole  of  the  atomic  struc- 
ture less  the  electrons  and  their  non-detachable  elec- 
trostatic fields. 

A  positive  ion  is  formed  when  any  neutral  atom. 
molecule  or  atomic  aggregation  has,  through  any 
cause  lost  one  or  more  electrons— usually  but  one. 
it  thus  becomes  a  positively  charged  ion.  If  the  gas 
in  which  it  is  located  is  pervaded  by  an  electric  held 
It  will  be  subjected  to  a  corresponding  force  that  will 
cause  it  to  migrate  in  the  general  direction  of  the  ca- 
thode or  negative  terminus  of  the  field.  The  smallest 
positive  ion  is,  therefore,  a  single  atom  that  has  one 
less  than  its  normal  quota  of  electrons.  The  largest 
may  be  any  aggregation  of  atoms  or  molecules  held 
together  by  the  electrostatic  field  due  to  the  loss  from 
the  normal  stock  of  the  aggregation  of  one  or  at  the 
most  a  very  few  electrons. 

A  negative  ion  is  any  free  electron,  or  anv  atom 
or  unit  atomic  aggregation  that  has  captured  elec- 
trodynamically  one,  or  at  the  most,  a  very  few  elec- 
trons more  than  the  supply  that  constitutes  the  neu- 
tral atomic  state.  The  smallest  negative  ion  is  a  sin- 
gle electron— vastly  smaller,  therefore,  than  the  small- 
est positive  ion.  The  smallest  positive  and  negative 
ions  are  alike,  therefore,  in  the  charges  thcv  carry  an<l 
forces  with  which  they  are  drawn  through  a  common 
electric  field.  In  sizes  and  masses  of  the  smallest  ions, 
the  positive  is,  therefore,  far  greater  than  the  negative 
ion.  It  follows  that  the  mechanical  activity  of  the 
smallest  negative  ion  is  fa-  greater  than  that  of  the 
smallest  positive  ion. 

In  the  open  air,  the  natural  ions  present  are  in  a 
comparatively  quiescent  state.  By  their  electrostatic 
forces  they  have  captured  various  molecular  aggrega- 
tions, generally  made  up  mostly,  though  not  iieces- 
sarily,  of  water.     These  captured  aggregations  are  re- 

EIPr.tH^?f''^-';'o.°^  ^""^li  submitted  to  tlie  American  Institute  of 
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taincd  while  the  dynamic  acti\ily  of  the  ions  is  low. 
W  hen,  however,  this  activity  is  increased,  by  the 
l)resence  of  a  sufficient  electric  held,  such  as  is  com- 
parable with  the  fields  set  up  about  high  tension  cir- 
cuits, the  forces  that  have  captured  and  retained  the 
aggregations  are  no  longer  sufficient  to  hold  them 
and  they  are  lost.  Thus  it  occurs  that  all  ions  thai 
take  direct  part  in  the  corona  formation  or  in  the 
essential  phenomena  that  precede  the  corona  state  are 
only  those  of  smallest  size,  viz.,  the  electron  and  the 
neutral  atom  less  an  electron.  This  is  so  because  all 
such  phenomena  are  brought  about  by  ions  in  a  high 
state  of  electrodynamic  activity. 

The  sources  of  ionization  about  high  voltage  trans- 
mission lines  are : 

Radioactivity  that  is  entirely  natural  in  the  open 
air, 

Impact   of   ions   at    the    surfaces    of    coiuhict<irs 
caused  by  the  electric  field,  and 

Collision  of  ions  and  atoms  when  the  lield  exceeds 
the  critical  ionizing  strength. 

Every  conductor  exposed  in  the  open  collects 
upon  Its  surface  some  radioactive  emanations— the  real 
essence  of  the  "dirt"  that  causes  the  cathode  con- 
ductor to  start  part-corona  at  abnormally  low  voltages. 
These  emanations  carry  positive  charges.  The  result  is 
that  the  earth  whence  they  escaped  must  carry  a  nega- 
tive charge.  Such  a  state  gives  rise  necessarily  to  a 
positive  charge  of  the  atmosphere  relative  to  the  earth, 
the  difference  of  potential  depending  upon  the  num- 
ber of  excess  positive  ions  present  and  varying  largely 
with  altitude  and  topography.  The  electric  field,  and 
therefore  radioactive  emanations,  is  smallest  in  the 
canyons  and  highest  on  the  peaks. 

\\  ithout  the  prior  existence  of  these  natural  ions 
in  the  air  corona  would  not  be  formed  except  at  ex- 
traordinary  stresses.      Whenever    an    ion,   under   the 
influence  of  an  electric  lield,  collides  with  an  atom  they 
"ionize  by  collision,"  i.  e.  each  electron  that  strikes  an 
atom  of  air   in   a  stress   above   76  kilovolts   per   inch 
does  so  at  sufficient  velocity  to  detach  from  such  atom 
an    electron.      Two    new    ions    are    thus    formed;    the 
negative  electron,  and  the  neutral  atom  which  lost  it, 
and    which   was  thereby  given   a  corresponding  posi- 
tive charge  and  became  a  positive  ion.     Ine  negative 
ion  collides  with  the  next  atom  and  thus  the  ionization 
process   builds   up   rapidly   by  geometric   progression. 
Ionization    by    collision    is    always    accompanied     by 
Inminousity,  and  is  the  cause  of  visible  corona,  part 
corona,   brush  discharge,   sparks  and   ultimately  arcs. 
Corona  for  all  cases  is  simply  a  spark  discharge  phe- 
nomenon wherein  the  conductor  is  one  electrode  and 
the  air  conducting  by  dift'usion  is  the  other. 

Under  practical  conditions,  therefore,  no  corona 
will  form  on  electrodes  of  either  sign  without  a  nat- 
ural source  of  ionization  and  none  will  be  formed  at 
the  negative  electrode  without  some  form  of  negative 
ionization  at  its  surface  or  very  near  thereto.  The 
known  sources  of  negative  ions  at  the  surface  of  the 
cathode  conductor  are  impact  of  positive  incoming 
ions,  radioactive  emanations  (dirt  captured  by  the 
cathode  and  near  the  surface)  and  collision  with  neu- 
tral ions.  Of  these  three  impact  is  of  predominating 
influence. 

Each  conductor  is  cncVxsed  by  a  zone  or  envelope 
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haxiiig  a  dcptli  uf  a  few  inches  within  which  the  total  THE  JOBBERS'  MEETING, 
stock  of  captured  ions  are  acti\ely  moving  to  and  The  Pacific  Coast  Jobbers'  Association  met  in  con- 
fro.  The  formation  of  such  a  coUision  ionization  en-  vention  at  Del  Monte,  January  19,  20  and  21,  191 1.  Fri- 
velope  about  the  conductors  of  a  high  voltage  trans-  day  was  devoted  to  the  business  meeting  and  the  bal- 
niission  line  is  the  fundamental  feature  of  corona,  ance  of  the  time  to  social  features  and  entertaining 
L'nder  normal  atmospheric  conditions  the  critical  their  friends.  The  great  event  was  the  golf  tourna- 
stress  required  to  start  ionization  collision  when  reg-  nicnt  on  Saturday  and  the  weather,  as  is  usual  at 
ularly  distributed  is  76,000  volts  per  in.  at  a  critical  Del  .Monte,  was  everything  that  golfers  could  ask  for. 
striking  distance  depending  upon  the  distance  between 

,                                 ,        ,       •          ,.                               ^.,    •               .    •        ,  GOI.F     TOURX.VMENT. 

conductors   and    their   diameter.      Ihis    critical    stress  

varies  directly  as  the  barometric  pressure  and  inversely  ^'""""^  ^■""*"   '"^""■"■"',.iav,"uaudiX"'""'"*'"~*'*   ""'*   """""' 

as  the  absolute  temperature.  e^.^er   ! 74-54      "[lT      "2P     m 

_  ,       .  Carrigan     '. 49-52  101  -|-11  112 

Conclusions  carter.  H.   V 51-52           103                 2          101 

.         .                                                                                            -  Dwyer    56-Sil          114               27            87 

1.  Ionization  and  the  travel  of  ions  under  elec-  Eiiiott   66-57        123           17        iog 

,                               ...,,,                          ,  Goodwin     48-40            93          -1-13          1U6 

trie  stresses  are  the  causes  of  lailure  01  the  open  at-  oieason    48-58        106         -1-6        112 

mosphere  as  an  insulator  and   thev   are  the  cause  of  Gregory    65-50        115           14        101 

cnro.ia  formation.                    '  SuWs ' •.•.•.•.•.•.v.-;::::;:::;;;:;:::::::IS1s     HI        I     'It 

2.  .\11  orchnarv  failures  of  the  atniosijhere  under  Hoiabird    5o-4S          99          +5        104  ■ 

'  ,    .  Poss     -. y9-ai  116  27  89 

Stress   are   developed   through    ionization   by   collision  Sanderson    4S-47         95         -1-4         99 

...                ,                 ^,           ,°           ,,•,           ,                 ,           ■  Seaver    79-65          144               27          117 

which  can  lie  Started  under  usual  high-voltage  electric  squires  63-63        126           is        108 

.,,               ,     ^,                                    r                         ^          1  Wiggins    91-72          1G3              27          136 

Stresses  through  the  presence  of  sf)nie  natural  or  an-  LiiRuii                                                 ai-^i        107             5        112 

tecedent  supply  of  ions.  suong ' i! i:! i! i! I! i :::::::::: i! i:! ;??19     \il       V;     III 

T,.     \'ariation  in  the  suppl}-  of  natural  ions  in  open 

air  is  the  cause  of  the  erratic  variation  of  critical  loss-  '^''^^  banquet   in   the   evening  was  graced   by  the 

voltages.     Such  variations  have  little  effect  upon  the  '-''l'*-'^'  ^^'^o  seemed  to  greatly  enjoy  the  witty  remarks 

values  of  the   part-corona   voltage  that   has  increased  ^'f  the  mere  men.     After  N.  \V.  Graham,  winner  of  the 

the   atmosphere    loss   by    the    small    amount    equal    to  ^""ps.  had  told  in  minute  detail  just  how  he  had  ac- 

the  loss  caused  by  the   inevitable  ion-convection  cur-  complished  the  unexpected,  iMr.  Charles  W'lggms  was 

Y^^n^.                           '  called  upon  to  offer  his  excuses  for  winning  the  booby 

4.  The  figure  of  the  electric  f^eld  about  the  high  P"ze,  a  miniature  silver  cup  of  exquisite  design,  and 
voltage  conductors  determines  the  facility  with  which  '"  '^'s  ''^PPy  way  he  told  the  story. 

the  migrating  ions  will  concentrate  the  electric  stress  Jolm  R-  <-'ole  in  a  silent  speech  made  the  hit  of  the 

near  the  surface  of  the  conductor  and  thus  render  the  evening  as  it  brought   forth  round  after  round  of  ap- 

resulting  corona  irregular  at  all  stages,  causing  it  to  P'^use  and  laughter.     C.  C.  Hillis  read  the  following 

be   started   and   to   be   maintained   at   correspondingly  ^^rses  that  will  hereafter  entitle  him  to  the  honor  of 

lower  voltages.  P'^^t  laureate  of  the  Jobbers: 

5.  The  turbulent  elements    introduced    by    varia-  THAT  GOLF  GAME. 
tions  in  the  amount  of  natural  ionization  have  so  small  If  you  list  to  me  a  moment 
an  effect  upon  the  corona  forming  pressures,  and  the  A  story  I  will  tell. 

field  irregularity  factor  above  referred  to  is  so  nearly  It's  of  a  little  game  called  golf 
constant    over   a    widf^    range   of   conditions,    that    the  That  some  of  us  play  well? 
rational  formula  as  developed  should  be  found  depend- 
able to  a  reasonable  extent.  Now  the  tale   I  will  unfold, 

6.  The   term   ''dielectric   strength"  as   applied  to  Concerns  a  game  we   played  today 
the    open    atmosphere,    from    the    inherent    nature    of  ^'^  t""^  ^"^^  ''"''''  °^  °'''  ^°"^<'' 
things,  can  have  no  definite  meaning.  N^^""  '^^  ^°^^'°  °f  Monterey. 

7.  The  rupturing  strength  of  the  normal  atmos- 

1                  .                   »r^               i/\              ^-x         c  The  players,  mostly  Jobbers, 

pheie   rests   upon   two    factors   only,    (i)    quantity   of  ,,,.,i,  .,,  •      ,,-  ^          .     t  lu-  , 

!      .        .               ',         ,   ,         ,                    .■"    ^    ,    ^        .    /    ,  With  their  allied  guests,  I  think, 

ionization  produced  l)v  the  rupturing  vo  tage,   (2)  the  t,  ^                         1  ■  u        . 

'                       ■                  F           &    •       "s>-i    yj    '^"^  Put  up  a  score  which  makes  us  sore 

distance  between  the  electrodes.     The  rupturing  gra-  ^nd  drives  us  all  to  drink. 

dient  varies  from  300  kilovolts  per  in.   (120  kilovolts 

per   cm.)    at   lowest    ionization   to   3    kilovolts   per   in.  We  played  for  a  beautiful  trophy, 

(1-2  kilovolts  per  '-m.)   at  highest   ionization   with  no  Known  as  the  "Jobbers'  Cup." 

indication  that   the  limits  at  either  end  of  this  range  The  winner  earned  it  fairly, 

have  as  yet  been  found.  And  I  suppose  he'll  set  'em  up. 

1.  The   failure  of  the  oil  as  an  insulator  is  due 

to  ions  liberated  by  the  electric  stress  from  the  supply  ^^^  ^^^^  ""  ^^°'t  Committee, 

of  free  ions  in  the  metals  of  the  electrodes.                  '  ^""^^^^  ^-  ''"'^  ^'"^  ^- 

'ri,„    „i      ..   ■        t                      •      1    i        I   .      1      ■  It  twice  helped  Bill  to  win  the  can, 

2.  the    electric    stress    required    to    detach    ions  r,  *  d        •      .-,, 

,-                 ^1^1          -1    •              ,     ,               ,           ,  Rut  Russ  is  still  an  also  ran. 
troin  metals  to  the  oil  is  much  lower  than  the  corre- 

spon.ling  stress  for  a  gas.  J             ^1^^  ^.i^„^,.  ,^„  ^^  ^^^^^^^^ 

3.  1  he    further    conclusion     follows     necessarily  .     '             Broad  of  shoulders,  thin  of  frame, 
that  a  compressed  gas   must,  in   regard  to  insulating  .      :             Proved  a  mighty  classy  golfer 
quality  alone,  be  superior  to  oil.  And  Newt  Graham  is  his  name. 
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And  there  was  .E.   J.   Dwyer, 
As  the  schedule  runner  up; 
The  Lord  can  only  tell  you 
How  he  tried   to  win   that   cup. 

Also  Frederick  Brockway  Gleason, 
Charming,  handsome,  debonair; 
His  driving  form  was  perfect 
But   the   balls    went    everywhere. 

There  was  still  another  player 
Called  Grouchy  Sandy  near  and  far. 
His  usual  game  is  rotten. 
But   his   swearing's   up   to   iiar. 

We   also   have   a    |)layer 
By  the  name  of  John  R.  C. 
He  is  an  awfully  decent  fellow. 
But  his  game — Oh!   Hully  Gee! 

Colonel    Carter's    mighty    handy 
With  his  golf  sticks,  now  and  then 
He  plays  some  holes  in  bogey, 
And  on  others  he  takes  ten. 

And  another  classy  golfer, 

Andy  Carrigan   by   name. 

Once  won  the  cu])  with  an  eighty-nine 

But  will  ne'er  score  so  low  again. 

The  distinguished   looking  journalist. 
The  well  known  Mr.  Strong, 
Played. a  game  that's  most  surprising, 
'Cause  he's  not  been  playing  long. 

And  the  copper  magnate.  Seaver, 
Made  a  really  wondrous  score. 
We  are  mighty  glad  he's  with  us 
And  we  hope  he'll  come  some  more. 

The  score  that   took   the   Booby   Cup — 

It  really  was  a  sin — 

Was  made  by  Charley  Wiggin, 

With  the  whiskers  on  his  chin.  ' 

We  must  not  forget  our  Albert. 
Occasionally  golfer,  just  for   fun; 
Who  wastes  no  mental  energy  keeping  score. 
And  says  it  can't  be  done. 

He  scores  with  a  small  contrivance 
Often  used  for  counting  poles. 
And   it   registers   correctly 
When  his  ball  stays  out  of  holes. 

But  if  he  once  gets  in  the  bunker 
Or  his  ball  gets  in  the  rough, 
He  counts  strokes  only  in  the  fair  way, 
For  he  thinks  these  quite  enough. 

And  our  old   friend  Tracy  Bibbins, 
Now  so  many  miles  away,  ' 

We  could  bet  a  million  I  could  guess  \ 

What  he's  thinking  of  today. 

There's  a  lot  of  other  fellows  ' 

I  would  like  to  tell  about. 

But  I'm   an   amateur  at  rhyming, 

So  I'll  have  to  cut  it  out. 


Everyone  present  said  something  more  or  less,  un- 
til Albert  Elliot,  in  most  beautiful  language  echoed  the 
sentiments  of  all  present  in  their  deep  regret  that  Mr. 
Tracy  Bibbins  was  absent  on  account  of  illness.  \\'.  H. 
Seaver  of  the  American  Steel  &  \\'ire  Company  de- 
livered an  able  address  on  "Co-operation." 

One  of  the  principal  results  of  the  meeting  were 
the  suggestions  for  the  California  meeting  of  the  Na- 
tional Electrical  Supply  Jobbers'  Association  in  the 
spring  of  this  year.  A  special  train  will  convey  the  job- 
bers and  their  wives  and  the  manufacturers  from  all 
flastern  points  to  Del  Monte  where  the  business  ses- 
sions will  last  from  Wednesday  to  Saturday.  The 
exact  date  of  the  convention  has  not  lieen  fixed. 

Tn  addition  to  the  business  sessions  which  shall 
probably  be  five  in  number,  there  will  be  athletic  feats 
and  oitliiigs  of  all  kinds.  One  afternoon  will  be  de- 
voted to  a  trip  over  the  seventeen-mile  drive.  A  lunch 
\>ill  be  given  to  the  ladies  of  the  party  at  Pebble  Reach. 

The  golf  tournament  will  be  played  by  the  jobbers 
and  also  by  the  manufacturers.  Splendid  trophies  will 
be  played  for  in  all  the  events. 

.\  dance  will  be  given  at  the  hotel  one  night  and  a 
concert  by  the  band  another  night.  There  will  ^e 
l)owling,  billiards,  pool,  trap  shooting,  tennis  and  push 
ball. 

The  festivities  of  the  occasion  will  wind  uj)  with 
a  Spanish  supper  in  old  Monterey  on  Saturday  night. 
There  will  then  take  place  the  presentaticin  of  trophies, 
.'Spanish  singing  and  dancing  and  a  general  good  time. 

The  hotel  management  has  given  the  j(ibl)ers  t(.i 
understand  that  they  will  own  the  hotel  fi>r  the  week 
during  which  they  and  their  wives  will  be  there.  The 
official  program  will  probably  be  issued  by  the  general 
secretary  in  the  near  future. 


BUREAU  OF  STANDARDS. 

The  work  of  the  P.ureau  of  Standards  during  the 
])ast  year  has  been  one  of  activity  and  interest.  The 
researches  conducted  by  the  Pmreau  upon  methods  of 
measurement  of  length,  mass,  capacity,  density,  time, 
heat,  light,  electricity,  and  the  properties  of  materials 
emi)hasize  the  central  position  of  precision  as  a  factor 
in  science  and  industry.  ^Measurements  on  standard 
cells  and  standards  of  resistance  were  made,  inter- 
comparing  those  brought  from  the  foreign  national 
laboratories  and  those  of  the  Bureau  of  Standards,  and 
also  comparing  the  types  of  silver  voltameters  used 
in  the  se\eral  countries.  The  numerical  valtie  for  the 
\\'eston  normal  cell,  to  be  recommended  to  the  Inter- 
national Committee  on  Electrical  Units  and  Standards, 
was  agreed  u])on.  and  it  is  hoped  will  soon  be  adopted 
by  all  civilized  countries  of  the  world.  The  conduc- 
tivity and  the  temperature  coefficient  of  copper  have 
been  determined,  and  the  results  will  be  publi.shed  in 
the  Bulletin.  The  work  on  the  absolute  measurement 
of  current  is  nearly  completed  after  several  years' 
careful  experimental  work.  The  research  on  the  prop- 
erties of  mica  in  standards  of  capacity  is  complete  and 
ready  for  publication.  Special  electrical  testing  ii^strn- 
tnents.  designed  and  built  at  the  Bureau,  are  now  in 
use  and  allow  much  more  accurate  and  rajiid  meas- 
tirement  nf  current,  \(iltage  and  jiower.  The  methods 
of  measuring  magnetic  permeability  and  imn  losses 
adopted  afiford  reliable  results 
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PETROLEUM    IN    MEXICO. 

The  (lcveloi)ment  of  the  oil  fields  near  Tanipico  is 
having  an  important  effect  on  the  development  of  the 
entire''  Republic.  The  great  importations  of  oil  well 
machinery  and  oil  well  supplies  have  greatly  increased 
the  volume  of  business  of  the  port  of  Tampico.  The 
products  of  the  fields  furnish  fuel,  in  part  at  least, 
for  the  railway  systems  of  the  country  and  will  furnish 
Tampico  with  a  cheap  fuel  which  will  greatly  aid  in  its 
develoi)ment  as  a  manufacturing  center. 

l>"rom  the  petroleum  produced  gas  is  manufactured 
ii,   .Mexico  City  which  not  only  supplies  that  metrop- 
olis  with   cheap  light,  but  also  with   a  cheap  fuel  by 
means    of    which    the    residents    of    that    city    will    be 
enabled  to  heat   their  homes  during  the   cold   winter 
n^onths,  instead  of  suffering  with  the  cold  as  hereto- 
fore.    The  streets  of  all  of  the  larger  cities  as  Mexico 
Citv,  Guadalajara,  J^lonterey,  Chihuahua,  Tampico,  and 
others  are  being  paved  with  asphalt  distilled  from  the 
product   of   these    fields.      Roads    in    various    parts   of 
the   Republic   are   being  improved   by   the   use  of  oil. 
All  of  these  results  are  being  brought  about  by  new 
industries  which  have  been  made  possible  by  the  de- 
velopment of  these  oil  fields  and  which  give  employ- 
ment to  large  numbers  of  men  and  thus  contribute  to 
the  general  prosperity  and  development  of  the  country. 
The    American    Doheny    syndicate   controls    com- 
panies and  subsidiary  companies  engaged   in   the  de- 
velopment of  the  oil  fields  in  the  Tampico  section  and 
in  the  marketing  of  the  products  made  from  the  crude 
oil,  whose  holdings  represent  an  investment  of  almost 
,$^0,000,000    gold.      These    properties    include    the    oil 
producing  properties  of  the  Mexican  Petroleum  Com- 
lianv   of   California,   at    Eljano,   San    Luis    Potosi,   the 
lluasteca   Petroleum   Company,  the  Tamiahua    Petro- 
leum   Company,    and    the    'i'uxpam    Petroleum    Com- 
panv,  all  of  which  are  operating  just  south  of  Tampico 
in  the  State  of  Veracruz.    Other  properties  include  the 
gas  plant  of  the  Mexican  National  Gas  Company,  at 
Mexico   City,   the   paving  plants  of  the   Mexican    .As- 
phalt   and    Construction    Company    in    ^lexico    City, 
(luadalajara,    Puebla,    Chihuahua,    and    Tampico,    and 
those  to  l)e  established  in  the  near  future  in  Monterey, 
Durango  and  Morelia. 

Until  recently  the  only  producing  oil  wells  in  the 
Gulf  coast  section  were  those  of  the  Alexican  Petro- 
leum Company  at  Ebano,  .San  Luis  Potosi.  These  will 
have  furnished  a  steady  jirrKliKtion.  Hut  the  i)ro- 
duction  was  not  sufficient  tn  permit  the  comi)any  to 
fill  all  of  the  contracts  that  were  available.  Since  last 
.August,  however,  the  success  of  the  lluasteca  Pe- 
treleum  Company,  one  of  the  allied  or  auxiliary  com- 
panies in  the  field:'  at  Juan  Casianos,  Veracruz,  has 
made  the  oil  properties  of  that  company  even  more 
,  valuable  than  those  of  the  Mexican  Petroleum  Coni- 
nay  at  Ebano.  Well  No.  7,  the  greatest  oil  well  of 
the  district,  is  claimed  by  the  company  to  have  a  daily 
])roductioii  of  28,000  barrels.  It  is  said  to  be  under  a 
pressure  of  3000  pounds,  and  at  jiresent  to  be  shut  in 
50  per  cent.  Well  No.  T),  which  is  claimed  by  the  com- 
panv  to  be  a  75.000  l)arrel  well  i^  ^liiit  in  entirely  under 


'I   57^''   pound    pressure. 

The  oil  goes  through  the 
at   Juan   Casiano  to  Tam])ico. 


pipe  line   from   the  field 
The  largest  ])ipe  line 


delivery  in  one  day  up  to  the  present  time  is  30,- 
000  barrels,  but  when  the  storage  facilities  at  Tampico 
are  completed  the  company  expects  to  pump  32,000 
barrels  daily,  .\bout  20,000  barrels  are  shipped  daily 
by  rail  from  Tampico.  A  part  of  this  goes  to  Ebano 
to  be  stored  and  the  remainder  to  the  gas  plant  in 
Mexico  City. 

The  greatest  problem  now  confronting  this  com- 
pany is  that  of  storage  capacity.  The  storage  plans 
include  24  steel  storage  tanks  each  having  a  capacity 
or  56,000  barrels.  Nine  of  these  have  already  been 
completed  and  it  is  expected  that  the  remainder  will 
be  finished  at  the  rale  of  five  per  month.  Work  has 
already  been  commenced  on  a  re-inforced  concrete 
reservoir  at  Tampico  that  will  hold  1,250,000  Ijarrels, 
It  is  said  that  as  soon  as  possible  work  will  lie  com- 
menced on  another  reservoir  of  the  same  kind,  but. 
having  a  capacity  of  only  750,000  barrels,  at  the 
Geronimo  pipe  line  station.  A  third  reservoir  of  the 
same  kind,  with  a  capacity  of  500,000  barrels,  will  be 
built,  according  to  the  plans  of  the  company,  a1)out 
one  mile  from  the  Casiano  field. 

All  of  this  construction  work  necessitates  the  pur- 
chase of  large  quantities  of  supplies.  One  hundred 
mule  teams  and  scrapers  have  been  brought  in  from 
El  Paso.  Tex.,  22  carloads  of  lumber  have  been  brought 
here  from  the  Chihuahua  lumber  mills,  and  75  carloads 
of  machinery  have  been  brought  in  through  El  Paso. 
In  addition  large  quantities  of  lumber,  machinery,  oil 
well  supplies,  etc.,  are  constantly  arriving  in  Tampico 
by  steamer  from  the  Ignited  States,  while  thousands 
of  barrels  of  cement  have  been  brought  in  from  Ger- 
many. 

The  company  is  also  preparing  to  build  a  75-mile 
steam  railway  from  the  Ebano  fields  across  its  pro])- 
erty  to  the  Tuxpam  River,  at  a  cost  of  about  $1,000,000 
gold.  The  ties  are  said  to  be  already  on  the  ground. 
The  company  has  its  own  telephone  line  from  Ebano 
to  Juan  Casiano  and  also  between  Tampico  and 
Casiano.  It  also  has  a  concession  to  lay  a  pipe  line 
under  the  Panuco  River,  by  which  it  will  be  able  to 
deliver  oil  at  the  Waters-Pierce  tanks  at  Tampico. 

The  paving  company  now  has  a  large  force  of 
men  working  on  the  streets  of  Tampico.  The  streets 
are  being  prepared  for  as]>halt  and  the  curbing  laid. 
The  company  has  installed  a  concrete  mixer  and  an 
asphalt  mixing  plant.  Most  of  the  machinery  comes 
direct  from  the  I'nited  States.  Many  mules  and 
wagons  have  also  been  imported  by  it  for  the  street 
work. 

The  gas  plant  in  IMexico  City  is  said  to  have  a 
capacity  of  1,550,000  feet  per  day,  but  it  is  expected 
that  this  will  be  ultimately  increased  to  5,000,000  cubic 
feet  per  day,  in  order  to  meet  the  demand  for  lighting 
and  fuel  gas. 

Another  company  that  has  been  successful  in  find- 
ing oil  in  this  district  is  the  Aguila  Petroleum  Com- 
pany (Pearson  &  Son).  This  company  is  said  to  have 
an  abundant  sujjply  of  oil  from  its  wells  at  Tanguijo 
and  Porlreros  del  Llano.  Veracruz,  in  this  district. 
I  It  is  announced  by  the  Mexican  Herald  of  January 
^th  that  the  Pearsons  have  brought  in  a  new  well  at 
I'ortrero.-  del  Llano  the  flow  of  which  is  estimated 
at  100,000  l.iarrels  a  day.    It  is  flowing  in  a  great  stream 
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lOO  feet  high  and  steps  arc  Ijeiny  taken  to  sa^'e  the 
flow  and  prevent  such  a  conflagration  as  destroyed 
the  great  Dos.  Bocas  gusher.]  The  company  now  has 
three  large  barges  which  arc  used  to  transpcirt  the  nil 
to  Tampico.  In  addition  the  company  is  ha\ing  Cap- 
tain Ilernianson,  of  the  Tampiccj  Xavigatinn  Company. 
Iniild  for  it  six  large  steel  barges  to  be  useil  for  the 
same  purpose.  These  l^arges  will  have  a  carrying 
capacit}'  of  looo  barrels  each. 

This  company  also  has  the  entire  outjuit  of  the 
wells  of  the  Oil  Fields  of  Mexico  Compan}-,  at  i-'urljern, 
\'eracruz,  about  55  miles  from  Tuxpam.  This  latter 
company  is  putting  forth  every  eft'ort  to  bring  in  new 
wells  and  increase  its  jjroduction.  Scoies  of  drillers 
have  lieen  brought  to  the  field  from  the  United  States 
and  been  put  to  work  drilling  wells  in  the  proved  oil 
iield.  The  [jroduct  is  pumped  through  the  pipe  line 
of  tile  coni])an}-  from  I'lirbero  to  Tuxpam,  ahnut  55 
miles,  from  whence  it  is  shipped  by  steamer  tii  ihe 
Pearson  refinery  at  Alinatitlan. 

All  of  the  companies  which  had  to  shut  dcjwn  on 
account  of  the  rainy  season  and  high  water  have  re- 
sumed operations.  Several  new  companies  have  also 
connnenced  work.  xAmong  the  new  companies  is  the 
Gulf  Coast  Oil  Compan\-,  under  the  management  ot 
Mr.  A.  H.  McKay  and  Mr.  J.  E.  Mulligan.  Mr.  Kd- 
■ward  \\illiams  has  also  commenced  drilling  near 
Panuco. 


A  NATIONAL  HYDROELECTRIC  COMMISSION 

'I'he  executi\e  connnittee  of  the  National  IHectric 
Light  .\ssociation  recentl}'  passed  llie  following  reso- 
lutions : 

Whereas,  The  condition  of  the  laws  and  regula- 
tions relating  to  the  public  lands  of  the  United  States 
Government  is  so  complicated,  unsatisfactory  and 
unsettled  that  the  financing  and  commercial  devel- 
opment of  new  enterprises  in  connection  with  pub- 
lic lands  is  rendered  practically  impossil)le  ;  and 

Whereas,  The  immediate  development  of  the  idle 
water  ])owers  of  the  nation  is  of  importance  to  the 
whole  people  in  that  it  brings  to  immediate  use  an 
indestructiljle  natural  resource  that  would  be  other- 
wise lost  or  idle,  and  conserves  coal,  oil,  gas  and  other 
fuels  that  are  limited  in  amount  and  nut  >nl)ject  to  re- 
placement ;  ami 

Whereas,  The  National  Electric  Light  Associa- 
tion is  particularly  interested  in  the  situation  per- 
taining to  public  lands  of  the  United  States  in  connec- 
tion with  the  development  of  water  powers ;  and 

W'hereas,  Much  of  the  difiference  of  o]Mnion  upon 
the  subject  of  water-power  arises  from  the  difficulty 
of  obtaining  a  clear  comprehension  of  ;dl  the  facts; 
row.  therefore,  be  it 

Resolved,  That  this  Association  does  respecifully 
urge  that  a  competent  commission,  composed  of  mem- 
bers of  the  Senate  and  House  of  Representatives  of 
the  L'nited  States,  together  with  other  persons  famil- 
iar with  the  financial  and  other  practical  aspects  of 
the  situation,  be  appointed  with  full  authority  to  col- 
lect the  evidence,  and  for  that  purpose  to  hold  full 
and  complete  open  hearings  in  dififerent  sections  of 
the  country ;  and  be  it  furcher 

Resolved,  That  this  Association  does  respectfully 


urge  that  such  ccinnnissit)n  be  ai)[)ointed  at  as  early  a 
date  as  possible  to  the  end  that  its  meetings  may  be 
held  between  the  adjournment  of  the  present  session 
of  Congress  and  the  reassembling  of  the  new  Congress 
in  the  hoi)e  that  such  comniissiun  sin  mid  report  upon 
such  reassembling  and  Ccjugress  be  therelsy  enabled 
to  take  prompt  action  in  the  enactment  of  such  laws 
as  will  permit  the  development  of  the  natural  resources 
of  the  country  in  such  a  manner  as  shall  render  them 
of  the  greatest  possible  tise  to  all  of  the  people. 


CALIFORNIA  PUBLIC  SERVICE  COMMISSION. 

The  conference  measure  prepared  by  Percy  Long 
of  San  Francisco,  providing  for  a  public  service  com- 
mission in  California,  which  is  to  act,  theoretically, 
at  least,  until  such  time  as  the  Constitutional  amend- 
ment providing  for  a  public  utilities  commission  is 
adojjted  by  the  people,  has  been  introduced  in  the 
.Assembly  by  W  .  A.  Sutherland  of  h'resno  and  by 
Senator  Purnett  in  the  upper  house. 

In  connection  with  the  bill  several  other  bills  to 
provide  for  the  carrying  out  of  its  terms  were  intro- 
duced and  also  a  constitutional  amendment  giving 
numicipalities,  counties  or  the  State  tlie  right  to  award 
indeterminate  franchises  to  public  ser\ice  corpor;i lions 
and  allowing  them  to  take  over  the  franchises. 

The  bill  creates  a  commission  of  three,  to  lie 
appointed  by  the  Governor,  who  shall  draw  a  salary 
of  $8000  a  year  each.  Under  the  bill  the  coinmissioii 
has  the  power  to  regulate  stock  and  bond  issues  and 
regulate  rates  outside  of  incorporated  cities.  Counsel 
at  $3000  may  be  employed  and  a  secretary  is  to  be 
nanieil  by  the  commission,  to  draw  $4200  a  3-ear.  All 
puljlic  service  corporations  except  railroads  will  lie 
under  the  supervision  of  the  commission. 

(_)ne  of  the  accompanying  bills  provides  that  no 
injunction  shall  be  granted  restraining  the  issuance, 
sale  or  offering  for  sale  of  any  municipal  bonds  for 
public   improvements  or  public   utilities. 


CALIFORNIA  CONSERVATION   BILLS. 

h'our  conservation  bills  have  been  intrndnced  at 
the  California  legislature.  The  most  important  is  that 
providing  for  a  conser\ation  commission  of  five  mem- 
bers, to  be  appointed  by  the  Go\ernor,  fc,-  the  purjiose 
of  investigating,  gathering  data  and  reporting  at  the 
next  session  of  the  Legislature  what  legislation  is 
necessary.  This  commission  will  gather  the  facts 
concerning  water  sources,  water-jjower.  irrigation, 
reclamation,  forestry  and  mining.  The  bill  apiiropri- 
ates  $50,000  for  the  services  of  experts  and  other  ex- 
penses, the  commissioners  themsehes  to  work  without 
compensation. 

The  second  bill  contains  s]ieciiic  regulations  as  to 
how  water  appropriations  may  be  made  in  the  future. 
It  pro\i<les  for  a  bnard  of  control  of  three  members. 
Rights  already  accpiired  arc  imt  to  be  afl'ected  or  dis- 
turbed. Rights  in  the  fnliirc  for  the  use  of  water  to 
generate  electricity  and  ]io\vcr  arc  not  to  be  granted 
for  a  longer  period  than  twenty-five  years. 

The  third  bill  amends  a  civil  c<h1c  section  to  con- 
form with  the  twenty-five-year  limitation. 

The  fourth  measure  is  a  constitutional  amcndnicu! 
whii'li  provides  for  tliis  limitation  and  gives  the  legis- 
lative bodv  of  a  citv  or  cotintv  the  right  to  fix  rates. 
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It  luis  long  l^fcii  a  luatUT  of  cominoii  observation 
that  higli-t*'nsion  electric  conductors  are  encircled  by  a 
faint  bluish  glow  at  night.  This 
ocular  nianifestali(ui  of  high  \olt- 
age  is  accumpanied  by  an  audible 
indication,  or  hissing  noise,  which 
has  been  aptly  compared  to  that  of  a  hive  of  bees.  It 
was  Steinnietz,  we  believe,  who  first  apjilied  the  name 
"corona"  to  this  phenomena  and  showed  that  it  was 
merely  a  case  of  disruptive  conduction  through  the  sur- 
rounding air,  which  consequently  becomes  luminous, 
as  does  likewise  the  Geissler  tube  and  the  Aloore  light. 
Corona  has  been  investigated  by  many  engineers  and 
physicists  whose  recorded  data  contained  many  ap- 
parent inconsistencies. 

The  tremendous  task  of  bringing  order  out  of  thi.'^ 
chaos  has  been  accomplished  in  Professor  Harris  J. 
Ryan's  masterly  paper  on  "Open  Atmosphere  and  Dry 
Transformer  Oil  as  High  Voltage  Insulators,"  pre- 
sented Ui  the  American  Institute  of  Electrical  En- 
gineers through  the  San  h'rancisco  Section  and  briefly 
abstracted  elsewhere  in  this  issue.  This  paper  is  a 
sequel  to  that  presented  to  the  Institute  by  the  same 
worker  in  1904,  and  like  its  predecessor,  is  destined  to 
become  a  classic.  It  brings  this  branch  of  science  lo 
that  stage  known  as  the  deductive,  whence  it  is  but  a 
short  step  to  the  final  stage  of  formal  development. 

The  paper  is  largely  devoted  to  an  explanation  of 
corona  by  means  of  the  ionization  theory  and  to  ex- 
perimental confirmation  thereof.  According  to  thi.s 
theory  a  thin  layer  of  air  around  an  electric  wire  con- 
tains ions,  or  electricity  carriers,  which  move  rapidly 
to  and  fro  in  the  electric  field  surrounding  the  wire. 
Whereas  ordinary  air  is  an  insulator,  air  thus  ionized 
l>ecomes  a  conductor  and  is  made  luminous.  Corona 
is  thus  seen  to  be  the  first  stage  in  the  breakdown  of 
air  as  an  insulator,  succeeding  stages  being  the  spark 
and  arc  wherein  the  continuous  conduction  of  the 
electrode  vapor  takes  the  place  of  the  disruptive  con- 
duction of  the  ionized  air. 

The  electronic  theory,  here  employed  to  such  good 
advantage,  is  the  most  promising  path  toward  the 
solution  of  the  problem  as  to  what  is  the  ultimate 
nature  of  electricity'.  By  its  means  atmospheric  elec- 
tricity, as  exemplified  in  the  lightning  flash,  is  found 
to  be  due  to  an  electrical  charge  of  the  clouds  caused 
Ijy  ionization  through  the  ultra-violet  rays  of  the 
sun.  The  polar  auroras  likewise  may  be  traced  to  the 
discharge  of  ionized  solar  dust  into  the  earth's  atmos- 
phere, this  dust  being  deflected  to  the  poles  by  the 
earth's  magnetic  field.  So  while  the  theory  may  be 
fiistasteful  to  the  engineer  it  may  yet  be  the  means  by 
which  his  electrical  problems  will  be  overcome. 

While  these  theoretical  deductions  are  of  great 
scientific  interest,  they  are  as  yet  of  little  practical 
value.  They  show  the  necessity  for  large  conductors 
and  wide  spacing  in  order  to  reduce  the  energy  loss 
occasioned  by  corona.  They  teach  the  advisability  of 
keeping  the  wires  clean  so  as  to  minimize  the  number 
of  natural  ions  which  reduce  the  voltage  at  which 
corona  may  start  and  they  show  why  these  losses  are 
greater  at  high  altitudes  where  the  air  density  is  low. 
Corona  also  places  a  limit  beyond  which  higher  volt- 
ages are  not  economical.  But  for  a  time,  at  least,  there 
is  little  likelihood  of  corona  becoming  a  crown  of 
thorns  to  the  transmission  engineer 
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PERSONALS. 
C.  R.  Ray,  mauager  of  the  electric  light  and  power  system 
at  Metlford,  Ore.,  was  a  recent  San  Francisco  visitor. 

Leon  Bly,  secretary  of  the  Tehama  Light  &  Power  Com- 
pany of  Red  Bluff,  was  a  recent  San  Francisco  visitor. 

T.  E.  Bibbins  of  the  General  Electric  Company,  is  seek- 
ing health  and  taking  a  much  needed  rest  at  Honolulu. 

W.  S.  Heger,  California  manager  of  the  AUis-Chalmers 
Company,  spent  the  past  week  in  Los  Angeles  and  vicinity. 

H.  E.  Adams,  general  manager  of  the  Stockton  Gas  & 
Electric  Company  of  Stockton,  recently  spent  a  few  days  at 
San  Francisco. 

E.  L.  Haines,  of  J.  G.  White  &  Co.'s  San  Francisco  staff, 
who  was  confined  to  a  hospital  by  illness  for  several  weeks,  is 
now  convalescent. 

H.  Carl  Strong,  general  manager  of  the  Ketchikan  Light  & 
Power  Company,  arrived  at  San  Francisco  last  week  from 
Ketchikan,  Alaska. 

H.  R,  Noack,  manager  of  Pierson,  Roeding  &  Co.,  recently 
returned  to  his  San  Francisco  office  after  completing  a  tour 
of  the  Pacific  Northwest. 

A.  J.  Myers,  Pacific  Coast  district  manager  for  the  Wag- 
ner Electric  Manufacturing  Company,  is  visiting  the  com- 
pany's factory  at  St.  Louis. 

J.  A.  Cranston  of  Portland,  who  has  extensive  hydro- 
e'ectric  power  interests  in  the  Pacific  Northwest,  arrived  at 
San  Francisco  last  Monday. 

P.  A.  Burnham,  superintendent  of  the  Tonopah  Water 
Company,  left  for  Carson,  Nev.,  last  Sunday  after  spendiniT 
a  few  days  at  San  Francisco. 

H.  C.  Keyes,  of  the  Sacramento  Natural  Gas  Company, 
of  Sacramento,  spent  last  Sunday  in  San  Francisco  with  his 
bride  on  a  honeymoon  tour. 

R.  L.  Van  der  Naillen,  superintendent  of  the  Oro  Water, 
Light  &  Power  Company's  hydroelectric  plant,  was  a  recent 
San  Francisco  arrival  from  Oroville. 

W.  ,J.  Stadelman  has  resigned  as  manager  of  the  Santa 
Monica  Bay  Home  Telephone  Company  of  Santa  Monica,  Cal., 
being  succeeded  by  L.  R.  Weaver,  formerly  of  Richmond,  Ind. 

G.  C.  Townsend  has  resigned  as  manager  of  the  Butte 
exchange  of  the  Rocky  Mountain  Be'l  Telephone  Company  to 
represent  the  National  Packing  Company  at  Billings,  Montana. 

John  Boulware  Bubb  was  the  only  midwinter  graduate  in 
the  mechanical  engineering  department  at  Stanford  Univer 
sity  out  of  the  sixty-three  students  who  were  recently  granted 
degrees  at  that  institution. 

Thomas  Mirk,  of  Hunt,  Miik  &  Co.,  left  durin.2;  the  past 
week  for  San  Diego,  where  the  firm  are  installing  addi- 
final  Westinghouse-Parsons  turbines  and  condensing  appa- 
ratus for  the  San  Die.go  Electi'ic  Railway  Comiiany. 

Wynn  Meredith,  Pacific  Coast  manager  for  Sanderson  & 
Porter,  the  New  York  firm  of  electrical  engineers,  has  gone 
to  Victoria,  B.  C,  on  business  connected  with  the  Jordan  river 
development  of  the  British  Columbia  Railway  &  Power  Com- 
pany. 

Pour  of  the  Western  Union  Telegraph  Company's  officials 
arrived  at  San  Francisco  last  Sunday  to  confer  w-ith  C.  H. 
Gaunt,  the  general  superintendent  of  the  Pacific  division,  who 
is  convalescent  after  a  severe  illness.  Thoy  are:  E.  Boenius. 
district  commercial  superintendent  at  Sealllo;  W.  .1.  Sniiili. 
commercial  agent  in  the  same  district;  Iliigh  McPhee,  district 
commercial  siiperintendent  at  Los  Angeles,  and  C.  E.  Van 
Landinghani,  commercial  agent. 


George  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  made  a  trip  covering  the  hydro- 
electric transmission  lines  of  the  system  in  the  valleys  be- 
tween the  generating  plant  and  San  Francisco  during  the  past 
week. 

D.  C.  Henny,  a  United  States  Government  engineer  con- 
nected with  the  Reclamation  Service  with  headquarters  at 
Portland,  has  arrived  at  San  Francisco  in  company  with  E.  J. 
Hopson  for  the  purpose  of  letting  contracts  for  work  on  the 
Truckee-Carson  project  in  Nevada. 

H.  A.  Lardner,  manager  of  the  Pacific  Coast  branch  of 
J.  G.  White  &  Co.  of  New  York,  left  last  Monday  for  Los 
Angeles,  where  he  expected  to  meet  E.  G.  Williams,  the  firm's 
general  superintendent  of  construction,  and  make  an  inspec- 
tion of  the  work  in  progress  in  Southern  California. 

W.  H.  Phillips  is  chief  engineer  of  the  modern  electric 
power  plant,  in  the  new  eight-story  building  of  the  Young 
Men's  Christian  Association  on  Golden  Gate  avenue,  which 
was  recently  constructed  at  a  cost  of  more  than  $600,000. 
He  was  formerly  connected  with  the  United  States  Navy  and 
was  also  a  chief  engineer  of  U.  S.  Army  transports.  Raymond 
P.  Perkins,  who  was  formerly  connected  with  the  power  plant 
at  the  Presidio,  is  first  assistant  engineer  and  P.  D.  Rees  is  the 
second  assistant. 


TRADE    NOTES. 

The  Port  Wayne  Electric  Works  have  the  contract  for 
the  second  of  series  of  haulage  engines  for  scraping  gravel 
to  the  Grant  Gravel  Company,  to  be  used  in  their  gravel  pits 
at  Pleasanton,  consisting  of  125  h.p.  motor,  2200  volts,  direct 
geared  to  No.  6^4  steel  frame  Hendrie  BolthofE  hoist. 

Smith,  Emery  &  Company,  engineers  and  chemists,  an- 
nounce a  re-organization  of  their  business,  made  necessary  by 
its  rapid  growth  and  development.  The  capital  stock  has  been 
Increased  to  $100,000,  and  the  latest  bookkeeping  and  filing 
systems  are  being  installed.  The  Los  Angeles  establishment, 
which  has  hitherto  been  a  separate  corporation,  under  the 
name  of  Smith-Emery  Company,  now  becomes  a  part  of  Smith, 
Emery  &  Company,  the  parent  organization.  The  laboratories 
and  offices  of  the  company  occupy  the  entire  building  at 
6."il-r!  Howard  street,  San  Francisco,  and  the  Los  Ange'es 
branch  occupies  the  entire  building  and  lot,  owned  by  the 
company,  at  245  So.  Los  Angeles  street,  in  that  city.  The 
firm  has  at  present  on  its  regular  staff  twenty-two  engineers, 
chemists,  and  assistants,  and  a  staff  of  six  associate  engineers, 
and  has  extensive  Eastern,  Canadian  and  Eui'opean  connec- 
tions. 


NEW    CATALOGUES. 

The  Electric  Storage  Battery  Company  has  issued  an 
interesting  bulletin  of  facts  concerning  the  new  "Ironclad 
Exide"    battery    for   electric   vehicles. 

Bulletin  No.  130  from  the  Electric  Storage  Battery  Com- 
pany is  devoted  to  the  installation  of  the  "Chloride  Accum- 
ulator" for  the  Slate  Belt  Electric  Street  Railway  Company 
of  Pen   Argyl,  Pa. 

Catalogue  No.  ll."  from  the  Hooven,  Owens,  Rentschler 
Company,  Hamilton,  O.,  is  devoted  to  series  N  Hamilton  power 
pumps,  belt  or  rope  driven  from  engine,  motor  or  line  shaft. 
Chas.  C.  Moore  &  Co.,  engineers,  are  general  Pacific  Coast 
representatives. 

Boiler  Tube  Cleaners  are  listed  in  n  48-page  "ix7  in. 
catalogue  from  the  Lagonda  Mf;,'.  Co.,  Sprinsficld,  O.,  devoted 
t,i  Weinland  tube  cleaners,  both  water  and  air  driven,  tur- 
bine cleaners,  ball  and  thrust  bearing  ty|)e  iind  nuick  repair 
heads.  Chas.  C.  Moore  &  Co.,  engineers,  are  general  Pacific 
Coast  representatives. 
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981,622.  Electric-Vehicle-Charging  Wall-Socket  and  Plug. 
Jasper  Newton  Davis,  Denver,  Colo.  In  an  apparatus  of  the 
class  described  the  combination  of  a  socket  block  whose  body 
portion  is  composed  of  insulating  material,  said  block  be- 
ing equipped  with  socket  contacts  and  a  co-operating 
socket  plug  provided  with  electrodes  adapted  to  engage  the 
contacts  of  the  block,  and  electrical  conductors  connected 
with  the  respective  electrodes,  the  body  of  the  plug  being 


composed  of  insulating  material  and  having  a  handle  offset 
therefrom,  the  body  portion  having  separated  perforations 
formed  at  a  point  below  the  angle  of  the  handle  through 
which  the  said  conductors  pass,  the  plug  being  also  equipped 
with  upper  and  lower  webs  forming  barriers  between  the 
conductors,  and  their  respective  contacts  and  electrodes,  the 
said  webs  being  interposed  between  the  perforations,  sub- 
stantially as   described. 

982,224.  LIghtning-Arrester.  Elmer  E.  F.  Creighton, 
Schenectady,  N.  Y.,  assignor  to  General  E'ectric  Company. 
The  combination  with  a  three-phase  system  having  three 
conductors,  of  focr  electrolytic   condensers   with   correspond- 


ing terminals  electrically  connected  and  the  other  terminals 
of  two  of  said  condensers  directly  connected  to  two  of  said 
conductors,  and  means  whereby  either  of  the  remaining  two 
condensers  may  be  connected  to  .ground  and  the  other  con- 
nected to  the  third  conductor. 

981,881.  Electrical  Motor.  Harry  A.  Rhodes,  Denver, 
Colo.,  assignor  to  The  Tnivei-sal  Motor  Company,  Denver,  Colo. 
An  electric  motor,  comjjrising  a  rotatable  member  provided 
with  a  series  of  electro-magnets,  a  commutator  whose  seg- 
ments are  resiiective'y  connected  with  the  coils  of  the  said 
magnets,  positive  and  negative  brushes  engaging  the  com- 
mutator, and  a  stationary  armature  member  eccentrically  ar- 


ranged adjacent  to  the  magnets,  means  for  varying  the  air 
gap  between  the  armature  and  the  magnets,  the  parts  being 
so  arranged  that  the  magnets  are  energized  on  the  approach- 
ing side  of  the  shortest  air  gap,  between  the  magnets  and 
the  armature  member,  substantially  as  described. 

981,789.  Fluid-Measuring  Device.  Samuel  L.  Nicholson, 
Pittsburg,  Pa  .,  assignor  to  Westinghouse  Electric  &  Manu- 
facturing Company.  The  combination  with  a  fluid-propelled 
prime  mover,  a  throttle,  valve  or  gate,  a  rack  operatively  con- 
nected to  the  gate,  and  a  governor  for  automatically  vary- 
ing   the    valve    or    gate    opening    according    as    the    speed 


of  the  prime  mover  varies,  a  resistance  having  a  plurality  of 
intermediate  taps  severally  connected  to  a  series  of  station- 
ary contact  members,  a  movable  engaging  contact  member 
secured  to  the  rack,  and  a  source  of  energy  for  the  resistance, 
of  an  electric  measuring  instrument  for  continuously  recording 
the  energy  consumed  in  the  active  portion  of  the  resistance. 

981,849.  Portable  Dam.  Ethan  A.  Ernst,  Lamar,  Colo., 
assignor  of  one-third  to  William  E.  Nogal  and  one-third  to 
William  S.  Holbert,  Lamar,  Colo.  A  portable  dam  compris- 
ing pivotally  connected  wings  swinging  transversely  of  the 
ditch,  and  a  support  carrying  said  wings,  said  support  com- 
prising a  rod  extending  in  front  of  the  wings,  and  projecting 


below  the  .<;ame,  the  projecting  end  of  the  rod  being  adapted 
to  be  inseited  into  the  bottom  of  the  ditch,  and  the  upper 
end  of  the  rod  extending  in  a  bend  across  the  top  edges  of  the 
wings,  and  downwardly  behind  the  same,  the  pivot  of  the 
wings  beiUf^  carried  by  said  front  and  rear  portions  of  the 
rod,  and  the  wings  being  located  therebetween. 
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SWITCHBOARDS  FOR  JAPAN. 

i;y   km II.  r.EHN. 

Two  switchboards  of  considerable  size  have  lately  been 
built  by  the  General  Electric  Company  of  Schenectady,  New 
York,  for  the  Koyoto  Municipal  Water  Works.  Japan. 

The  generating  station  board  is  shown  in  Pig.  1  It  is 
forty  feet  long  and  consists  of  twenty-four  three-section  mar- 
ble panels,  supported  on  a  pipe  framework.  This  framework 
also  carries  the  oil  switches,  disconnecting  switches,  instru- 
ment transformers  and  several  sets  of  busses. 


5  2  I 


Fig.     1.      6600     and     35,000     Volt     Switchboards     for 
Municipal    Water    Work.s,     Kyoto,    Japan. 

The  station  equipment  controlled  from  this  board  consists 
of:  Two  turbo  exciters,  125  volts,  125  kilowatt;  five  3-phase 
turbo  generators,  6600  volt  1500  kilowatt,  60  cycles;  three  3- 
phase  outgoing  lines,  6600  volts,  to  substation;  one  bank  of 
transformers  6600/3500  volt;  seven  3-phase  feeders,  3500  volt; 
three  3-phase,  4-wire  feeders,  3500  volt. 

Each  exciter  has  a  triple  pole,  double-throw  switch  and 
a,  double  set  of  busses  so  arranged  that  eitlier  exciter  can  be 
used  to  excite  the  generator  fields,  while  the  other  is  used  for 
station  lighting  and  auxiliary  power. 

The  alternating  current  generator  panels,  in  addition  to 
the  usual  instrument  and  synchronizing  equipment,  have  re- 
verse current  relays  for  automatically  tripping  the  oil  switches 
on   a   reversal   of   current   which   might   result    from   a   short 


Fig.    2.      Ariangcmenl    of    Switching    Apparatus    for 
Municipal    Water    Works.    Kyoto,    Japan. 


i~S) 


^ 


^ 


■SOB 


VWWV 

Spare 
Un/t 


vWVW    WWW    WWW 
/www    /WVW\    /VWvV\ 


I 


_OJ<, 


3  2/0 

Fig.   3.      Diagramatic      Repre.sentation      ot      Tians- 

tormer  Connections  and  Metliod   of  Cutting 

in  Spare  Units. 


3phase  Jirire 
Emergency  Bus 


yrm 


Sub  Siat^/on 


>«    A. 


3 phase  4mre 
emergency  3us 


P/ 


t*^ 


feederaus         JL 


3 phase  3>r/re 
emergency  dus 

irrn 


Transmission 
lines 

Sphase  4mre 
Emergency  Bus 

—  :   I, 


7  / 


mhk  ^fik 


Feeder  Bus  I 

— ^MsN— 


::   ;:    : 


-AW— 

Generating  Station      fp-^HI>l    Q  Q  Q 


ffecordiny  Instruments 


Oil  Str/tcfii 
Current  Transformer 
Sent 


Fig. 


4.      l)lagraniatic    Itepre.spTilat  inn    in    Ccnciating 
Station   and  Sub.statimi    \\'iring. 


106 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.  1 


circuit  in  tlie  winding  of  the  generator  or  from  a  failure  of 
the  prime  mover. 

The  panels  controlling  the  different  lines  and  feeder  cir- 
cuits are  equipped  with  inverse  time  limit  overload  relays  in 
connection  with  automatic  oil  switches  in  addition  to  the 
indicating  instruments. 

Continuity  of  service  was  considered  of  primary  import- 
ance in  the  design  of  this  switchboard  and  to  insure  this,  an 
arrangement  of  spare  equipment,  as  illustrated  in  Fig.  3,  was 
adopted.  For  the  transformer  bank  consisting  of  three  750 
kilowatt  single  phase  units,  one  spare  transformer  of  the 
same  capacity  was  installed  to  take  the  place  of  any  disabled 
unit.  These  four  transformers  are  connected  through  trans- 
fer switches  on  the  primary  and  secondary  sides  to  enable 
the  operator  to  disconnect  any  unit  and  connect  the  spare 
for   service   in   the   shortest   possible    time. 

Spare  oil  switches  for  both  the  three-phase,  three-wire  and 
the  three-phase,  four-wire  feeder  systems  connect  the  main 
feeder  bus  with  a  set  of  emergency  busses  to  which  any  feeder 
circuit  can  be  connected  through  transfer  switches.  The 
feeder  oil  switches  are  provided  with  disconnecting  switches 
on  each  side  and  can  be  taken  out  of  service  for  inspection  and 
cleaning  without  interrupting  the  circuit.  Fig.  4  shows  this 
arrangement.  This  illustration  also  shows  clearly  the  ring 
bus  system  used,  by  which  certain  groups  of  feeders  may  be 
connected  to  different  generators  independent  of  other  groups 
or  the  whole  system  operated  together. 


THE   "IRONCLAD-EXIDE"   BATTERY." 

BV    BRUCK    FORIl. 

The  "Ironclad-Exide"  battery  is  of  the  lead  sulphuric  acid 
type,  and  its  principal  feature  of  novelty  resides  in  the  con- 
struction of  the  positive  plate,  together  with  other  features 
of  mounting  and  connecting,  which  will  be  brought  out  later. 
The  flat  plate  form  was  many  years  ago  recognized  as  the 
best  electrode  for  both  positive  and  negative  plates.  Two 
forms  of  design  have  been  in  vogue  for  many  years — the 
plain  plate  or  slab,  and  plate  composed  of  a  number  of  par- 
allel bars  or  rods  laid  side  by  side  and  mounted  in  a  suitable 
frame.  Where  the  latter  design  has  been  employed,  it  has 
usually  been  for  the  positive  electrode  or  pole  plate.  This 
has  been  true  in  both  the  lead  sulphuric  acid  type  of  battery 
and  also  in  the  alkaline  battery. 

The  new  "Ironclad"  positive  plate  is  of  this  design.  Its 
grid  is  composed  of  a  number  of  parallel  vertical  metal  rods, 
united  at  their  tops  and  bottoms  integrally  to  top  and  bottom 
frames,  the  top  being  supplied  with  the  usual  conducting  lug. 
Each  vertical  rod  forms  a  core  surrounded  by  a  cylindical 
pencil  of  peroxide  of  lead  active  material,  which  in  its  turn  is 
enclosed  by  a  hard  rubber  tube  supplied  with  a  multiplicity 
of  fine  horizontal  laminations  to  provide  access  for  the  elec- 
trolyte to  the  active  material,  and  passages  for  the  flow  of 
current  during  the  charge  and  discharge  of  the  plate.  The 
rubber  tube  fits  very  snugly  upon  the  active  material,  and  its 
elasticity  allows  a  certain  come  and  go,  maintaining  its  rela- 
tion with  respect  to  the  active  material  during  the  alternate 
expansion  and  contraction  of  the  latter  In  the  process  of 
charge  and  dischaige. 

The  cylindrical  form  is  jjeculiarly  adapted  to  perform  this 
function,  and  the  amount  of  electrolyte  surrounding  each 
tube  is  just  about  the  correct  proportion  for  the  active  pencil. 
Each  rubber  tube  is  furnished  with  two  oppositely  disijosed 
vertical  ribs,  which  serve  to  stiffen  and  strengthen  the  lami- 
nated tube  and  act  as  separators,  entirely  taking  the  place  of 

The  negative  plate  is  of  the  form  used  successfully  for 
the  ribs  commonly  provided  upon  the  separators  of  cells  using 
plain  flat  plates. 


'Abstract   of   paper  presented   at   the   meeting  of  The    Elec- 
tric Vehicle  Association  ot  America,  New  York,  January  17,  1911. 


so  many  years  in  the  "Exide"  Battery,  but  in  order  to  enable 
it  to  withstand  not  only  the  increased  capacity,  but  also  the 
gieatly  increased  life  of  the  new  "Ironclad-Exide"  positive 
plate,  it  has  been  made  somewhat  thicker. 

The  grid  of  the  negative  plate  is  of  the  standard  "Exide" 
design,  facial  horizontal  bars  on  one  face  of  the  plate  being 
in  staggered  relation  to  the  bars  on  the  opposite  face,  the 
whole,  being  united  by  vertical  ribs  at  intervals. 

The  wood  separator,  consisting  of  a  plain  sheet  of  veneer 
of  appropriate  thickness,  is  interposed  between  the  face  of  the 
negative  plate  and  the  vertical  ribs  of  the  rubber  tubes  of  the 
Ijositive  plate. 

The  positive  and  negative  plates  respectively  are  united 
into  groups,  their  lugs  being  burned  to  pillar  straps  in  the  or- 
dinary way. 

An  improvement  on  the  pillar  strap  has  been  incorporated 
for  the  "Ironclad-Exide"  Battery,  by  slightly  pointing  the 
tops  of  the  pillars,  thereby  making  it  somewhat  easier  and 
quicker  to  burn  the  connections.  This  modification  is  also 
being  incorporated  in  the  straps  for  standard  "Exide"  cells. 

The  connector  used  in  the  "Ironclad"  Battery  is  not  rigid, 
as  it  is  in  the  "Exide"  Battery,  but  is  made  of  thin  sheets  of 
copper  lead  plated  to  protect  the  copper  against  corrosion,  and 
provided  with  an  alloy  terminal  at  each  end  received  to  re- 
ceive the  pillar  of  the  strap,  to  which  it  is  integrally  burned. 

A  battery  assembled  with  these  connectors  has  a  very 
neat  and  business-like  appearance. 

The  characteristics  of  the  cell  in  discharge  are  similar  to 
those  of  other  types  of  lead  storage  batteries,  the  potential 
at  the  normal  four-hour  rate  starting  well  above  two  volts 
and  maintaining  a  fairly  uniform  value  throughout  the  dis- 
charge until  toward  the  end,  when  it  drops  more  rapidly.  At 
1.75  volts,  the  cell  is  practically  discharged. 

Similarly  its  characteristics  during  charge  are  like  those 
of  other  lead  batteries,  the  voltage  remaining  fairly  uniform 
throughout  the  major  part  of  the  charge  and  rising  rapidly  to 
its  final  value  toward  the  completion  o"f  the  charge. 

The  internal  resistance  of  the  cell,  being  about  the  same 
as  that  of  an  "Exide"  cell  of  corresponding  size,  the  varia- 
tion in  capacity  with  change  in  rate  is  about  the  same.  While 
its  capacity  decreases  at  a  less  than  constant  rate  of  change 
with  increase  of  discharge  rate,  yet  its  capacity  becomes 
greater  at  an  increasing  rate  as  the  discharge  rate  becomes 
less.  This  is  a  valuable  characteristic  of  the  lead  cell  when 
the  elapsed   time  of  discharge  is  extended. 

The  new  battery  is  rated  initially  at  four  and  a  half  hours 
at  a  current  corresponding  to  the  four  hour  rate  of  an  "Exide" 
Battery  of  the  same  size.  For  example,  an  MV  "Ironclad"  pos- 
itive plate  is  rated  at  7  amperes  for  four  and  a  half  hours. 
As  the  battery  is  worked,  the  capacity  will  increase  to  from 
five  and  a  half  to  six  hours  or  even  more.  Cases  have  been  re- 
corded under  somewhat  special  conditions  where  the  capacity 
has  reached  seven  hours  at  this  rate  before  beginning  to  de- 
crease. 

The  gain  in  capacity  is  not  merely  temporary,  and  al- 
though increasing  at  a  comparatively  rapid  rate  it  decreases 
very  slowly  so  that  the  actual  capacity  is  considerably  above 
the  rating  for  practically  the  entire  life  of  the  plates. 

The  dimensions  of  the  elements  of  the  new  battery  were 
proportioned  to  make  "Ironclad-Exide"  elements  interchange- 
able with  those  of  the  "Exide,"  so  that  plates  from  an  "Exide" 
Batterj'  can  be  renewed  with  a  proper  fitting  element  of  the 
"Ironclad-Exide"  type.  This  has  been  accomplished  by  mak- 
ing the  new  plates  in  both  MV  and  PV  sizes,  and  of  appro- 
priate thickness  to  be  mounted  upon  the  same  plate  center 
spacing  as  that  ot  the  "Exide."  Since  the  outside  negatives 
in  the  "Ironclad"  are  of  the  same  thickness  as  the  negatives 
of  the  "ICxide"  Battery,  the  over  all  dimensions  of  an  "Iron- 
clad" element  are  therefore  the  same  as  the  over  all  dimen- 
sions of  an  "Exide"  element  having  the  same  number  of  plates. 


January  28,  1911.] 
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NEWS  NOTES 


FINANCIAL. 

EUGENE,  ORE.— The  Council  has  taken  steps  to  install 
a  nuinicipal  lighting  s.ysteni  and  the  matter  will  be  presented 
to  the  voters  at  the  April  election. 

VENICE,  CAL. — A  bond  election  will  be  held  in  the  near 
future  to  vote  on  the  proposition  of  issuing  and  selling  bonds 
for  an  extension  of  the  salt  water  mains. 

FALLS  CITY,  ORE.— At  the  special  election  held  in 
Falls  City  last  week  the  proposition  to  issue  city  bonds  to  the 
amount  of  $25,000  for  installing  a  water  system  was  carried 
by  a  vote  of  148  to  21. 

HOOD  RIVER,  ORE.— A  special  city  election  will  be 
held  here  for  the  puriiose  of  submitting  to  the  voters  the 
question  of  an  issue  of  bonds  in  the  sum  of  $38,900  for  the 
purpose  of  purchasing  the  water  plant  and  the  distributing 
system  used  by  the  Hood  River  Light  &  Power  Company. 

ANAHEIM,  CAL.— The  City  Council  passed  an  ordinance 
providing  for  holding  a  special  election  on  January  SOth  to 
vote  on  issuing  bonds  in  the  sum  of  $90,000  for  the  construc- 
tion of  a  sewer  system  and  $85,000  for  the  acquisition  of 
certain  electric  light  appliances  and  additions  to  the  muni- 
cipal light  and  water  works  building.  The  bonds  will  bear 
5  per  cent  interest  per  annum  payable  semi-annually. 


INCORPORATIONS. 
SAN   FRANCISCO,  CAL. — The   Leitch   Electric  Company 
has  been  incorijorated  by  Chas.  A.  Leitch,  Warren  Vance  and 
D.  A.  Turnbull,  with  a  capital  stock  of  $25,000. 

SAN  FRANCISCO,  CAL.— The  Sierra-lUue  Lakes  Water 
&  Power  Company  has  been  incorporated  by  Eugene  J.  Sulli- 
van, Walter  E.  Sullivan  and  Geo.  H.  Richardson,  with  a  capi- 
tal stock  of  $75,000. 

SAN  FRANCISCO,  CAL.— The  Sacramento  Short  Line  has 
been  incorporated  by  B.  M.  Aikins,  R.  P.  Henshall.  Luther 
Elkins,  G.  W.  Mordecar,  R.  V.  Whiting,  M.  Schmulo  and  F. 
L.  Stewart,  with  a  capital  stock  of  $10,000,000. 

VANCOUVER,  WASH.— The  Northwestern  Electric  Com- 
pany, capital  $5,000,000,  has  been  incorporated  by  D.  A.  De 
Yarmon  of  this  place,  B.  C.  Condit  of  Oakland,  Cal.;  C.  E.  S. 
Wood,  N.  E.  Parker  and  Erskine  Wood  of  Portland.  The 
new  company  proposes  to  develop  power  on  the  Lewis  river. 

SEWARD,  ALASKA.— A.  C.  Brown  and  other  citizens  of 
this  place  have  organized  the  Seward  Alaska  Electric  Com- 
pany, capitalized  at  $200,000  tor  the  purpose  of  the  construc- 
tion of  a  telephone  line  from  this  place  to  mining  camps 
on  Cache  creek  and  later  to  Iditarod.  Orders  for  wire  and 
equipment  have  been  placed. 


ILLUMINATION. 

FULLERTON,  CAL.— R.  C.  Keen  of  Monrovia  has  com- 
pleted arrangements  for  an  electric  store  in  Fulierton. 

COTTAGE  GROVE,  ORE— The  Cottage  Grove  Light  & 
Power  Company  has  been  granted  a  25-year  franchise. 

ORLAND,  CAL.— C.  R.  Wickes  has  been  granted  a  fran- 
chise for  an  electric  light  and  power  plant  here.  Work  on 
it  is  expected  to  commence  within  two  months. 

EUGENE,  ORE.— Preliminary  steps  are  being  taken  by 
the  City  Council  toward  establishing  a  municijial  light  plant, 
the  current  from  the  city's  power  jilant  at  Waterville  to  be 
used. 


ANAHEIM,  CAL. — The  city  of  Anaheim  has  let  a  contract 
to  Mr.  Orr  to  erect  reinforced  concrete  electric  poles  on 
the  Broadway  extension   at  35c   per  lineal   foot. 

EL  CBNTRO,  CAL.— The  Holton  Power  Company  will 
at  once  erect  a  large  gas  plant  here  and  has  let  a  contract 
to  Allis-Chalmers  Company  for  a  gas  producer  plant.  The 
plant  will  cost  $250,000. 

METALINE,  WASH. — W.  W.  Warmer,  representing  the 
Sterling  Silver  Lead  Company,  has  been  granted  a  fran- 
chise to  operate  a  telephone  and  electric  power  system  and 
to  construct  a  system  of  water-works  here. 

KLAMATH  FALLS,  ORE.— Mayor  Sanderson  is  in  re- 
ceipt of  a  communication  from  the  Rogue  River  Valley  Gas 
Company  inquiring  as  to  the  possibility  of  securing  a  fran- 
chise for  the  establishment  of  a  gas  plant  here. 

BENSON,  ARIZ.— A  franchise  has  been  granted  R.  G. 
Arthur  for  an  electric  light  power  plant  at  Benson,  A  com- 
pany will  be  incorporated  shortly  with  M.  J.  Cunningham, 
S.  F.  Meguire,  W.  M.  Adamson  and  Pete  Jensen. 

SAN  FRANCISCO,  CAL.— At  the  annual  meeting  of  the 
stockholders  of  the  City  Electric  Company  the  follcwing 
directors  were  elected:  Mortimer  Fleishhacker,  Herbert 
Fleishhacker,  L.  Schwabacher,  W.  Arnstein,  S.  L.  Napthaly, 
Wm.  L.  Gerstle,  J.  J.  Mack,  S.  Scheeline  and  A.  Schwabacher. 

SEATTLE,  WASH. — The  Board  of  Public  Works  has 
passed  favorably  upon  the  ju-oject  for  the  construction  of  a 
2000  h.p.  hydroelectric  plant  on  Lake  Union,  utilizing  the 
waste  water  system.  A  large  storage  reservoir  will  probably 
be  constructed  in  Volunteer  park  and  a  steel  pipe  will  be 
installed  to  conduct  water  to  the  plant. 

ROSWELL,  ARIZ. — The  Berrendo  Irrigated  Farms  Com- 
pany which  bought  the  Roswell  Electric  Light  &  Power  Com- 
pany's plant  last  year,  is  preparing  to  spend  $250,000  in  a 
new  building  and  additional  machinery  and  equipment  to  fur- 
nish power  for  pumping  water  for  irrigation  and  for  a  street 
and  suburban  railway  that  is  to  run  from  St.  Mary's  Hos- 
pital on  the  Milne  Bush  tract. 

MONTEREY,  MEXICO. — Tenders  will  be  received  by 
the  Monterey  Railway,  Light  &  Power  Company  of  Monterey, 
Mex.,  up  to  March  1st,  1911,  at  the  office  of  the  company, 
for  the  erection  of  a  gas  plant  to  serve  the  requirements  of 
Monterey,  Mexico,  a  city  of  85,000  inhabitants,  with  first 
class  railroad  facilities.  Plans  and  specifications  may  be 
seen  at  the  company's  offices.  Copies  of  plans  and  specifi- 
cations, form  of  tender  and  other  necessary  information  will 
be  furnished  to  responsible  bidders  on  request.  Separate  or 
supplemental  tenders  will  also  be  received  at  the  same  time 
for  the  laying  of  gas  mains  and  curb  connections.  All  inter- 
ested parties  should  communicate  with  Vice-President  Lewis 
Lukes,  Monterey  Railway,  Light  &  Power  Company,  Ltd.. 
Apartado  P.  O.  Box  58,  Monterey,  N.  L.,  Mexico. 


TRANSMISSION. 

EUGENE,  ORE.— It  is  reiiorted  that  the  Oregon  Power 
Company  will  soon  begin  work  on  the  construction  of  the 
proposed  electric  plant  at  Martins  Rapids. 

REDDING,  CAL.— A  water  right  claiming  250,000  inches 
in  the  Sacramento  River  at  a  point  three  miles  north  of  Red- 
ding has  been  located  by  Geo.  L.  Bancroft,  of  Denver,  Colo. 
Bancroft  is  a  civil  engineer.  The  location  is  the  largest  ever 
made  in  Shasta  County.  The  notices  are  posted  on  the  east 
bank  of  the  river  a  little  below  Middle  Creek  station.     Tho 
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location  of  the  water  right  was  made  this  week  by  Georgo 
W.  Hush,  attorney  for  Mr.  Bancroft,  in  obedience  to  tele- 
graphic orders  received  from  Denver.  The  Sacramento  Val 
ley  proper  begins  at  Middle  Creek,  three  miles  above  Redding. 
It  is  there  that  the  canyon  walls  recede  and  the  farming  land 
appears. 


TRANSPORTATION. 
GREAT  FALLS,  MONT.— Fire  recently  destroyed  the  car 
barns  of  the  Great  Falls  Electric  Company,  causing  a  loss  of 
$20,000. 

MEDFORD,  ORE.— Dr.  J.  F.  Eddy  has  applied  for  a  fran- 
chise to  construct  an  interurban  trolley  line  here  in  the  inter- 
est of  outside  parties. 

VALDEZ,  ALASKA.— It  is  reported  that  the  construc- 
tion of  an  electric  railway  six  miles  long  from  this  place 
to  Mineral  Creek  will  soon  be  under  way. 

BUTTE,  MONT.— The  Butte  Driving  Club  is  preparing 
to  build  a  street  railway  line  from  Reagan's  roadhouse  on 
the  flat  to  the  Five-Mile,  in  case  the  street  railway  com- 
pany does  not  take  action. 

OAKLAND,  CAL.— The  East  Shore  and  Suburban  Railway 
Company  between  Richmond  in  Contra  Costa  County  and 
Oakland  and  other  cities  in  Alameda  County,  was  acquired 
last  week  by  the  United  Properties  Company,  recently 
formed,  with  F.  M.  Smith  as  one  of  the  leading  factors. 

SACRAMENTO,  CAL.— Street-car  transfers  are  to  be 
good  at  any  time  during  the  day  of  their  issuance  if  a  meas- 
use  introduced  in  the  Assembly  by  R.  J.  Callaghan  of  Ala- 
meda becomes  a  law.  The  bill  provides  that  every  transfer 
issued  by  a  street  railway  company  shall  be  honored  by  the 
conductor,  of  the  line  lor  which  the  transfer  is  issued  at 
any  time  during  the  same  day  that  it  is  issued. 

HOOD  RIVER,  ORE.— The  principals  of  the  electric  road 
to  connect  Hood  River  with  the  North  Bank  road  have  been 
looking  over  the  situation.  The  proposition  roughly  outlined 
is  to  run  a  track  from  Bingen  to  the  Columbia  River,  cross- 
ing the  river  by  ferry  at  the  Koberg  lock  and  then  follow  the 
county  road  into  Hood  River,  connecting  with  the  Hood  River 
electric  road,  which  is  said  to  be  a  sure  go  in  the  spring. 


WATER-WORKS. 

REDMOND,  ORE.— Redmond  is  to  have  a  $10,000  water 
system. 

CENTRALIA,  WASH.— The  City  Council  of  Centralia 
plans  to  acquire  a  city  water  system  to  cost  $200,000. 

ASOTIN,  WASH.— Engineer  Foster  of  the  Lewiston- 
Clarkston  Company,  is  now  engaged  in  surveying  the  town 
in  order  to  make  plans  for  the  installation  of  a  system  of 
water-wcrks. 

OREGON  CITY,  ORE.— Willamette  has  sold  $3600  worth 
of  bonds  to  the  First  National  Bank  of  this  city.  The  sale 
insures  an  early  beginning  of  the  work  of  installing  a  com- 
plete water  system. 

SALINAS,  CAL.— General  Manager  W.  H.  P.  Hill  of 
the  Monterey  Gas  &  Electric  Company  has  applied  for  per- 
mission to  string  the  8-inch  water  pipe  to  take  the  place 
of  the  old  mains  in  the  water  service,  along  Main  street 
through  this  town. 

RICHVALE,  CAL.— Sealed  bids  will  be  received  by  the 
secretary  of  the  Richvale  Land  Company  up  to  12  o'clock 
noon  of  February  6th,  1911,  both  for  material  used,  in  labor 
performed  on  and  construction  complete  of  the  sewer  sys- 
tem, septic  tank,  water  system  and  cement  walks  for  and 
In  the  townsite  of  Richvale. 


A.N'AHEIM,  CAL. — Six  bids  were  received  by  the  Coun- 
cil for  laying  a  water  piiie  line  on  Broadway  between  Los 
.\ngeles  and  Walnut  avenues.  W.  L.  Kreuscher  secured  the 
contract   for   $589.67. 

FRESNO,  CAL. — The  August  Oil  Company,  operating 
in  the  Midway  field  in  Kern  County,  will  begin  at  once  the 
laying  of  water  pipe  lines  from  their  property  to  other  por- 
tions of  the  field.  At  a  meeting  of  the  directors  of  the  com- 
pany held  in  this  city,  the  work  of  laying  a  4-inch  water  pipe 
line  to  a  point  2%  miles  northwest  and  to  another  point 
one  mile  east  of  the  August  property,  was  authorized.  The 
August  property  is  located  on  section  31.  It  is  proposed 
to  continue  the  line  to  the  east,  two  miles  south  and  east  to 
the  center  of  the  Maricopa  field. 

SAN  FRANCISCO,  CAL. — According  to  an  estimate  made 
by  G.  A.  Elliott,  superintendent  of  maintenance  for  the  Spring 
Valley  Water  Company,  the  recent  storm  has  stored  up  in 
the  company's  reservoirs  enough  water  to  supply  San  Fran- 
cisco for  the  next  two  years.  Over  2,164,000,000  gallons  of 
water  has  been  added  to  the  company's  supply  for  future 
use  in  San  Francisco.  At  Crystal  Springs  where  the  reser- 
voir is  ten  miles  long,  the  storm  was  most  bounteous.  The 
water  in  the  reservoir,  which  daily  supplies  5,000,000  gal- 
lons to  the  city,  rose  nearly  two  feet  and  increased  the  avail- 
able supply  of  1,624,000,000  gallons,  making  a  total  of  avail- 
able supply  of  17,650,000,000  gallons.  More  than  400,000,- 
000  gallons  were  poured  into  the  San  Andreas  during  the 
week.  The  total  available  supply  of  water  in  San  Andreas 
reservoir  was  increased  to  4,118,000,000  gallons  during  that 
jjeriod.  Pilarcitos  reservoir  had  an  increase  in  the  water 
supply  during  the  week  of  140,000,000  gallons,  making  the 
total  available  supply  326,000,000  gallons. 

SAN  FRANCISCO,  CAL.— Affirming  its  decision  of  a 
year  and  a  half  ago  in  practically  the  same  measures,  the 
Supreme  Court  last  week  gave  a  victory  to  the  city  of  Oak- 
land over  the  Contra  Costa  Water  Company,  reversing  the 
decision  of  the  Alameda  Superior  Court  and  granting  the  city 
a  new  trial  in  the  long  legal  battle  over  rates  fixed  by  the 
City  Council.  In  its  original  opinion  the  Supreme  Court 
implied  that  the  properties  of  the  water  company  were  not 
worth  more  than  $3,500,000,  and  that  a  net  return  of  4%  per 
cent  upon  the  investment  was  a  fair  and  reasonable  rate 
to  allow  a  public  service  corporation.  Last  week  the  court 
undertook  to  explain  that  it  did  not  mean  to  imply  anything 
of  the  kind.  With  regard  to  the  valuation  of  the  properties 
the  court  said  first,  that  the  $7,000,000  figure  set  by  the 
trial  court  was  entirely  unsupported  by  evidence,  and  second, 
"No  value  in  excess  of  $3,000,000  being  admitted  by  the 
pleadings,  and  there  being  evidence  supporting  a  finding  of 
value  as  low  as  $3,500,000,  we  were  constrained  to  deal 
with  the  appeal,  in  the  absence  of  a  finding  of  value  suffi- 
ciently supported  by  evidence  on  the  theory  that  the  value 
was  no  greater  than  the  lowest  amount  as  to  which  a  find- 
ing would  have  been  held  to  have  been  supported  by  the  evi- 
dence contained  in  the  record;  that  amount  was  practically 
declared  to  be  $3,500,000."  As  to  the  rate,  the  court  said: 
'We  were  not  to  be  understood  as  intimating  that  such  a 
return  would  be  considered  a  fair  and  full  return  under  all 
the  circumstances  were  we  a  legislative  body  empowered  to 
fix  rates.  But  to  be  declared  confiscatory  the  return  must 
give  less  than  the  lowest  reasonable  percentage  of  profit 
upon  the  actual  value  of  the  property  devoted  to  the  public 
use."  In  other  words,  the  court  found  that  the  rates  as 
fixed  by  the  city  of  Oakland  could  not  be  held  confiscatory, 
even  if  they  were  not  quite  fair  and  reasonable. 
In  its  original  opinion  the  court,  referring  to  a  net  return 
to  the  stockholders  of  4.68  per  cent,  said:  "This  certainly 
would  be  a  very  substantial  net  return,  considerably  more 
than  is  desired  from  many  investments  eagerly  sought  by 
capital." 
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JHELUM  HYDROELECTRIC  POWER  PLANT 


BY    HEINHICH    HOMBERCER. 


'I'he  Ijcautifiil  valley  of  Kasliiiiir,  India,  of  which 
Srinagar  is  the  capital,  with  its  colony  of  houseboats, 
lies  6ooo  ft.  above  the  level  of  the  sea,  the  mountain 
Haramukh  (16,903  ft.)  guarding  the  valley  of  the  Sind, 
while  at  a  farther  distance  rises  the  sacrecl  mountain 
Mahadeo. 

Kashmir  was  once  a  lake,  and  it  sometimes  suf- 
fers now  from  terrible  floods.  recei\ing  as  it  does  the 
rainfall  of  3900  square  miles  and  having  1)ut  one  out- 
let, the  gorge  of  Baramulla  to  the  river  Jhelum — the 
Hydaspes  of  Alexan- 
er  the  Groat.  W'ular 
Lake,  which  is  12' 2 
miles  by  5  miles  in  ex- 
tent, is  said  to  flow 
over  the  remains  of  a 
city  famed  for  its 
wickedness,  which  was 
destroyed  by  earth- 
quake and  flood.  The 
boatmen  plying  on  the 
lake  say  that  the  ruins 
have  been  seen  in  the 
water.  Maharaja  Sir 
Per tab  Singh  holds 
sway  over  a  territory 
of  88,000  square  miles, 
some  of  which  is  amongst  the  most  fertile  in  the  world, 
peopled  by  about  three  millions.  Himself  ranking  as 
one  of  the  foremost  Hindu  princes  in  India,  more  than 
half  the  population  over  which  he  rules  is  Mohammedan. 

In  1905  the  maharaja  was  granted  fuller  independ- 
ent power  of  administration  by  the  supreme  govern- 
ment of  India,  and  Kashmir  bears  witness  to  the  wis- 
dom and  sense  of  proportion  exercised  in  its  use. 

The  ruler  of  Kashmir  has  applied  his  knowledge 
of  science,  as  well  as  of  medicine  and  law.  to  the  gov- 
ernment of  the  country,  and  Kashmir  is  now  opened 
out  by  a  railway  system  which  is  to  be  entirely 
operated    by  electricity.      The    latest    and    no    doubt 

'Abstract  of  paper  presented  to  the  Technical  Society  of 
the  Pacific  Coast  and  reprinted  from  the  Journ?.J  of  the  Asso- 
ciation   of    Engineering   Societies. 
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Intake  ni-ar  Baniar.  Kojjiila 
and  Floatinii 


the  largest  public-works  undertaking  just  completed  in 
Kashmir  is  the  Jhelum  electric  power  installation. 

The  report  and  recommendation  of  Major  de  Lot- 
biniere,  R.E.,  CLE., — by  whom  the  preliminary  in- 
vestigations and  reconnaissance  survey  of  the  works 
were  completed  in  1904, — having  been  finally  accepted 
by  the  durbar  of  Kashmir,  it  was  decided  to  commence 
construction  in  the  spring  of  the  following  year.  The 
report  had  located  the  site  of  the  head  works  nearly 
opposite  the  ancient  temple  at  lianiar,  85  miles  cm  the 

Jhelum  Valley  high- 
way, with  forebay  and 
power  house  at  Mo- 
hora,  about  6'  2  niiles 
farther  down,  the  avail- 
able working  head  be- 
ing approximately  400 
ft.  The  Jhelum  Power 
Division  was  formed 
without  delay,  with 
headquarters  at  Ba- 
niar, where  the  (ild 
state  sawmill  buildings 
and  road  bungalow 
were  placed  at  the  dis- 
posal of  the  electrical 
department  by  the 
state  engineer,  which  afforded,  after  some  alterations 
and  renovations,  suitable  accommodation  for  the  resi- 
dent engineer,  divisional  office,  store  and  office  estab- 
lishment. 

These  buildings  were  subsequently  transferred  for- 
mally, at  a  valuation  arrived  at  by  mutual  agreement.  l?y 
the  latter  end  of  May,  most  of  the  land  required  had  been 
taken  up  and  demarcated,  and  contracts  allotted  on 
open  tender  for  the  construction  of  head  works,  and 
upper  sections  of  the  supply  channel,  ground  being 
first  broken  on  the  26th  of  that  month,  near  the  head 
works.  Meanwhile,  check  levels  had  been  taken  from 
the  proposed  site  of  the  head  works  to  those  of  the 
forebay  and  power  house,  and  the  accuracy  of  the 
])reliminary  work  in  this  connection  was  fully  estab- 
lished.    Careful  and  detailed  inspection  of  the  supply 
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channel  alignment  along-  the  hillsides  showed  that  a 
wooden  flume  presented  the  only  practicable  method 
of  conveying  the  water  required  over  the  greater  part 
of  the  6>4  mile  route.  The  state  forest  department 
having  undertaken  the  supply  of  the  whole  of  the 
timber  (deodar)  required,  then  estimated  at  300,000 
cu.  ft.,  and  details  having  been  settled,  indents  and 
full  information  in  this  connection  were  promptly  sub- 
mitted to  the  conservator  of  forests.  Major  de  Lot- 
hiniere,  C.I.E.,  left  Kashmir  for  Europe  and  America 
on  deputation  at  the  beginning  of  July,  1905,  to  ar- 
range preliminaries,  contracts  for  the  hydraulic  and 
electric  plant,  and  also  for  plant  and  machinery  re- 
quired in  connection  with  the  proposed  dredging  oper- 
ations.    Major  H.  A.  D.  Eraser,  R.E.,  was  appointed 


an  ordinary  irrigation  canal.  It  consists  of  a  draft  cir 
intake  channel,  regulating  basin  and  scour  sluice,  the 
latter  having  four  outlets,  each  4  ft.  liy  7  ft.,  with  the 
sill  level  2  ft.  below  that  of  the  lower  main  sluices. 

Of  main  sluices  there  are  ten,  in  two  tiers,  one 
a1)ove  the  other,  for  use  at  high  and  low  river  level. 
These  discharge  into  a  small  regulating  basin,  at  the 
contracted  end  of  which  a  gate  8  ft.  wide  and  9  ft.  high 
gives  admittance  to  the  supply  channel.  These  gates 
are  all  of  steel,  and  provided  with  suitable  screw  gear- 
ing for  manipulation.  All  outlets  are  protected  by  heavy 
iron  gratings.  .\  vertical  grid-barrier  of  old  rails,  erected 
vertically  across  the  intake  channel,  together  with 
massive  floating  timber  booms  securely  anchored, 
afiford  further  protection  from  damage  by  passing  tim- 


Flg.  i;l      Intake.     Detail  of  Grid  Barrier. 

as  engineer  and  agent  in  London  to  the  Kashmir  durbar 
in  connection  with  the  Jhelum  power  installation  in 
June,  1906.  Mr.  A.  C.  Jewett  was  appointed  in  this 
capacity  from  December,  1906,  and  was  located  at  the 
Schenectady  works  of  the  General  Electric  Company, 
New  York,  whose  tender  for  electrical  pL-fnt  had  been 
meanwhile  accepted 

The  Development  of  Water-Power. 

The  present  works,  in  so  far  as  they  relate  In  the 
development  of  water-power,  have  been  constructed  to 
develop  20,000  h.p.  at  Mohora,  of  which  but  5300  will 
be  utilized  at  present,  the  generating  plant  comprising 
4  units  only,  each  of  tooo  kw.  The  site  for  the  head 
works  was  fixed  finally  at  a  point  some  500  ft.  above 
that  originally  selected,  gaining  thereby  an  additional 
head  of  about  10  ft.,  and  reducing  the  exca\ation  on  the 
channel  line  considerably.  The  general  design  is  very 
much  like  that  usually  adopted  for  the  head  work  pf 


AikkJrJk 


Fig.     3.     Masonry-Lined     Conduit;     in     Back- 
ground the  Arched-Over  Type  of  Conduit 
in   "Cut   and   Cover." 

ber,  vast  quantities  of  which  are  floated  down  the 
river  each  flood  season  by  the  state  forest  depart- 
ment. The  capacity  of  the  main  sluices  is  over  600 
cu.  ft.  per  second,  with  minimum  head  at  low  water. 
During  construction  a  temporary  bund  was  thrown 
around  the  site  to  exclude  the  river,  and  constant 
pumping  operations  were  necessitated  during  the 
whole  of  the  working  season  of  1906,  at  the  end  of 
which  the  works  had  been  brought  well  above  high 
flood  level.  The  masonry  throughout  is  of  gneiss 
bowlder  stone,  obtained  near  the  site,  in  soorkhee 
mortar,  Portland  cement  being  used  in  both  concrete 
and  masonry  of  foundations. 

Masonry  Conduit. 
The  supply  channel  takes  the  form  of  a  masonry 
lined  and  floored  conduit,  and  wooden  flume;  the  lat- 
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ter  construction  was  resorted  to  only  when  the  former  153  ft.  of  ordinary  channel.     At  Rampur,  the  masonry 

was  found  impracticable.  conduit  recommences  at  chain  "z^.  in  continuation  of 

The  total  length  of  channel  is  6.5  miles,  made  up  of  an   interpolated  section   of   wooden   flume,   passes   be- 

]\Iiles  neath  the  Jhelum  \"alley  Road,  and  across  the  camp- 

Masonrv    Hned   conduit ".    1.57  ing  ground  of  His  Highness  the   Maharaja  Sahib   to 

Silt  basin                                                      o  11  chain  91,  being  at  either  end  about  1000  ft.  long;  just 

Wooden  flume                                            467  below  Rampur,  chains   102  to   107,  the  channel  forms 

Rock  tunnel,  unlined^  '.'.'.'.'.'..'.'.'.'.'.'.   0.15  ^  subway  on  a  reverse  curve,  below  the  bed  of  a  large 

and    at    times    dangerous   nullah.      .\    similar    subway 

Total  length                                            6  =;o  passes   beneath    the   bed    of   a    nullah    at    Chenanwari 

'"^  (chain  2^7),  followed  by  150  ft.  of  arched  conduit  in 

A  masonry  lining  was  inevitable,  owing  to  the  na-  ^ut  and  cover,  and  about  200  ft.  of  open  masonry  chan- 

ture  of  the  soil,  loose  shingle,  bowlders,  and   silt,   in  ^^i  immediately  beyond  tunnel  No.  3,  at  Chenanwari. 

irregular  formation.     The  thickness  of  masonry  linmg  pro„^  j^e  lower  end  of  tunnel  No.  6,  \he  masonry  con- 


■   ■■     '.*1,',-*    ."■■■ 
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Fig. 


4.      Tunnel   No.    3    Near   Chenanwari, 
and  Aqueduct  Crossing  Gorge. 


Fig. 


Flume     in    Course    of     Construction. 
Dry-Laid    Retaining   Wall. 


averages  2  ft.,  with  backfilling  of  clay  concrete ;  that 
of  the  floor  being  6  in.,  all  sub-laid  with  soorkhee  con- 
crete of  6  in.  minimum  thickness.  The  whole  is  of 
coursed  stone  rubble  in  soorkhee  mortar,  and  the  water- 
bearing surfaces  are  pointed  throughout  with  Portland 
cement.  The  dimensions  of  the  masonry  duct  are  ii 
ft.  wide  and  9  ft.  minimum  height,  the  section  is 
rectangular,  with  a  uniform  grade  of  1.05  per  1000,  this 
being  constant  from  head  works  to  forebay.  The 
aggregate  length  of  the  masonry  conduit  is  8300  ft., 
of  which  3200  ft.  are  arched  over  in  "cut  and  cover.'' 
The  locations  of  this  type  of  channel  are  as  follows : 

From  the  head  works  to  the  Baniar  stream,  length 
of  3400  ft.,  of  which  1000  ft.  (chains  7  to  17)  lie  in 
very  deep  cutting,  the  arched  roof  being  superlaid  with 
earth  cover  to  a  depth  of  from  ro  ft.  to  20  ft.  From 
the  left  bank  of  the  P.aniar  stream  to  the  head  of  the 
silt  basin  there  are  450  ft.  of  cut  and  cover,  with 
400  ft.  of  similar  construction  below  the  basin,  and 


duit  runs  across  the  flats  of  Mohora  plateau,  for  a 
length  of  about  13,000  ft.,  wdiere  it  debouches  into  the 
forebay;  this  last  section  is  lined  and  floored  in  brick- 
work. 

The  Wooden  Flume. 
It  was,  as  already  stated,  decided  at  the  out.set 
that  a  wooden  flume  presented  the  only  practicable 
method  of  conveying  the  water  along  the  steep  hill- 
sides, which  are  of  loose  formation  generally  with 
side  slopes  ranging  from  i  in  2  to  i  in  i,  and  aver- 
aging I  in  I  1/3.  A  woodworking  plant  was  imported 
and  installed  with  two  portable  engines  in  a  temporary 
mill  at  Rampur  where  the  whole  of  the  tongued  and 
grooved  planking,  etc.,  for  floor  and  side  lining  (over 
one  million  linear  feet)  and  other  miscellaneous  work, 
were  dealt  with.  The  rectangular  flume  frames  were 
all  worked  up  by  hand  at  site.  Final  alignment  hav- 
ing been  demarcated,  it  was  decided  that  the  track  on 
which  the  flume  was  to  be  built  should  take  somewhat 
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the  form  of  an  ordinarv  hill  roadway  with  a  uniform 
orade  of  1.05  in  1000.  A  continuous  retaining  wall 
of  coursed  rubble  laid  dry,  battered  i  in  4  to  i  m  3- 
supports  the  hillsides,  and  a  drop  wall  of  snnilar  con- 
struction protects  the  outer  edge  of  the  track  from 
erosion,  etc.  The  minimum  width  of  the  track  is  12 
ft  and  it  is  metaled  throughout.  The  dmiensions  o 
the  rectangular  wooden  flume  are,  8  ft.  4  '"■  wide  and 
8  ft  6  in  between  floor  and  under  sides  of  caps ;  these 
are  canted  at  the  outer  ends  in  rounding  sharp  curves 
to  counteract  centrifugal  wave  effect.  The  mimmum 
radius  of  curvature  on  the  line  is  50  tt  and  these 
curves  occur  at  three  points  only  viz..  Bamar  aque- 
duct, entry  to  tunnel  No.  2.  and  at  No.  6  aqueduct  over 

the  Mohora  nullah. 

The  present  general  watertightness  of  the  flume 
leaves  little  to  be  desired;  recent  observations,  most 
carefully  taken,  have  shown  that  the  total  leakage  in 
four  miles  of  practically  consecutive  channel  of  this 
description  is  but  little  more  than  half  a  cubic  foo 
per  second.  The  flume  has  been  necessarily  roofed 
throughout  to  exclude  soil,  etc.,  from  the  hillside 
above ,  this  includes  also  the  space  between  the  flume 
and  retaining  wall  at  roof  level. 

The  capacitv  of  the  flume  is  well  over  500  cu.  ft. 
per  second  at  full  depth  of  flow  (8  ft.)  and  with  a  ve- 
locity slightlv  in  excess  of  8  ft.  per  second.  This  is 
equivalent    to    over    18.000   h.p.    at    the    power    house. 

Mohora.  ^^     ,      ■     r        *., 

Deodar  fCedrua  Deodara).  from  Kashnnr  forests, 
has  alone  been  used  in  construction  of  the  flume 
throughout,  and  this  cedar  is  reputed  to  be  about  the 
best  of  its  class  in  the  world,  .-\bout  700.000  cu.  ft.  of 
this  material  have  been  used  on  the  work. 

The  total  length  of  wooden  flume  is  24,666  ft.  (4-07 
miles)  •  its  building  was  commenced  early  in  1907,  and 
bv  the  end  of  the  working  season,  i.  e.,  December, 
IQC  T8600  ft.  had  been  finished.  The  work  was 
rest'imed  at  the  -nd  of  March.  TO08.  and  carried  to  com- 
pletion on  the  ist  of  August.  1908. 

The  silt  basin,  a  most  essential  adjunct,  has  been 
constructed  beyond  the  left  bank  of  the  Baniar  stream 
at  a  point  4,100  ft.  from  the  head  works,  below  which 
this  was  the  f^rst  suitable  site  available.  It  is  pro- 
posed to  install  a  floating  sand  pumping  plant  m  the 
near  future,  with  portable  engine,  to  clear  the  silt 
from  the  receptacle  at  the  bottom  of  the  basin,  as  may 
be  required  from  time  to  time. 

The  Aqueducts. 
Of  aqueducts  there  are  five  major  and  five  minor, 
over  gorges  and  small  watercourses  traversed  by 
the  supplv  channel.  Of  the  major  aqueducts,  the  first 
is  a  76  ft.  skew  span  over  the  Baniar  stream,  two- 
thirds  of  a  mile  below  the  head  works.  Here  the 
girders,  which  are  of  "Warren"  type,  are  inverted,  the 
wooden  flume  being  snugly  ensconced  between  the 
booms,  on  the  lower  of  wdiich  it  is  thus  carried.  This 
affords  maximum  headway,  which  was  rather  limited, 
for  the  passage  of  timber  and  driftwood,  etc.,  large 
quantities  of 'which  are  swept  down  this  stream  at 
times,  during  iirolonged  freshet  i)erinds.  The  water- 
way immediately  above  this  a(iueduct,  which  was 
ratiier  confined  between  rock  banks,  has  been  con- 
siderably improved  by  the  clearance  of  an  obstructive 
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roof  of  hard  rock.  The  other  four  major  aqueducts  are 
of  similar  design,  but  the  girders  drop  from  their  bear- 
ings, and  the  flume  is  carried  on  the  upper  boom.  The 
clear  spans  are  in  each  case  80  ft.  and  the  depth  l)e- 
tween  the  boom  centers  10  ft;  the  headway  from  the 
bed  of  the  gorge  below  is  from  35  ft.  to  nearly  60  ft.  in 
the  case  of  the  last  one  at  Mohora.  These  aqueducts 
cross  the  Chenanwari  and  Mohora  gorges,  together 
with  two  large  intervening  nullahs.  There  are  six 
tunnels  on  the  line,  of  aggregate  length  approximately 
2000  ft. 

Three  snowsheds  have  been  c<instructed  over  the 
wooden  flume  at  points  where  snowdrifts  are  known 
to  be  exceptionally  heavy  at  times.    These,  it  is  hoped, 
will   be  found   effectual   in   preventing  damage  to  the 
flume  by  snow  avalanches.     These  sheds  are  situated 
at  chains  117,  123  and  205,  between  Rampur  and  Chen- 
anwari, and  were  constructed  from  rejected  plankiiig 
and  timber  poles.     It  was  found  during  the  progress 
of  work  that  during  periods  of  abnormal  rainfall  very 
heavy  trees  and  driftwood,  etc.,  as  well  as  bowlders. 
are  likely  to  be  swept  down  two  ravines,  situated  about 
half  a  mile  below  Rampur.  the  flow  of  water  in  which 
is   ordinarily    quite    insignificant.    The  means  adopted 
to    forestall    anticipated    trouble    in    this   respect   took 
the  form  of  very  heavy  timber  floors  or  aprons,  laid 
over  the  flume,  of  which  they  are  quite  independent, 
and  supported  by  substantial  crib-work  abutments  of 
logs  and  stones.     The  timbers  forming  these  aprons 
are    securely    dog   spiked    and    bolted,    the    floors    are 
flanked,  with  side  walls  formed  of  heavy  poles  bolted 
to  verticals,   in   stockade   fashion.     These  over-chutes 
afford  ample  clearance  way  for  the  largest  logs  or  trees 
that   can    possibly   be   brought    down,   and    they   have 
been   in   existence,   together   with   the   snowsheds,   for 
over  two  years,  with  most  satisfactory  results. 

The  Power  Plant  in  General. 

For  the  design  of  the  power  plant  proper,  conse- 
quently also  for  the  arrangement  of  forebay  and  pipe 
lines,  three  different  points  of  view  were  of  decisive 
influence. 

(x)  The  fact  that  the  plant  was  to  be  located  at  a 
point  far  distant  from  the  origin  of  the  machinery  and 
materials  installed,  and  the  impossibility  of  procuring 
repair  parts  without  considerable  loss  of  time. 

(2)  The  unfavorable  conditions  of  transportation, 
as  the  power  plant  is  accessible  only  over  a  mountain 
road  200  miles  long  from  the  railway  terminal  Rawal- 
pindi, crossing  altitudes  as  high  as  7000  ft.  above  sea 
level.  All  material  has  to  be  moved  by  beasts  of  bur- 
den (bullocks)  :  the  greatest  permissible  weight  was 
4  tons,  preferably  2  tons,  as  the  rates  for  transporta- 
tion are  based  on  a  sliding  scale,  which  goes  up  rap- 
idly from  the  2-ton  point.  The  maximum  weights  had 
to  be  hauled  in  carts  drawn  by  four  animals,  two 
hitched  to  the  front  and  two  to  the  back  of  the  vehicle. 

(3)  The  power  plant  was  to  be  installed  and  oper- 
ated principally  by  natives  without  any  experience 
in  this  sort  of  work,  and  on  whose  ingenuity,  in  extra- 
ordinary cases,  one  can  count  only  within  moderate 
limits. 

It  was  decided,  therefore,  not  to  go  beyond  a  unit 
size  of  1000  kw.  for  the  first  installation  of  4000  kw.,  to 
make  each  of  the  units  entirely  independent,  includ- 
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Forebav.     Jhelum  River  Power  Installatimi. 


I'lri.  6.      J-'ureba\'.  Grating  and  uperating  Mct-haiiisni 
tor  Main    Heailgates. 


Fig.  7,    InstallinLt  Prt'ssure  Pipe 
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ing  a  separate  pressure  pipe,  main  gate  valve  near  the 
machine  and  sluice  gate  at  the  forebav.  For  the  pro- 
posed extension  of  the  plant,  however,  pipe  lines  of 
larger  capacity  have  been  planned,  each  of  which  would 
be  sufficient  to  feed  two  looo  kw.  units.  If  the  Jhelum 
\'alley  Railway  should  be  completed  in  time  for  the 
next  following  installation  of  generating  apparatus,  a 
larger  size  of  units  may  also  be  considered. 

The  exciter  units  take  their  water  from  a  double 
header  pipe,  running  along  the  uphill  wall  of  the  power 
house  building.  This  is  connected  with  the  main  pipe 
lines  by  means  of  special  valves.  The  small  motor  gen- 
erator set,  to  be  mentioned  later,  and  the  fire  service 
also,  connect  with  this  double  header. 

The  Forebay. 

The  forebay  is  located  on  the  Mohora  plateau 
immediately  overlooking  the  power  station.  It  has 
been  built,  together  with  the  last  lOoo  ft.  of  conduit, 
(if  brickwork  in  soorkhee  mortar,  cement  pointed,  as 
stone  was  not  readily  available  near  the  site.  The 
extension  of  the  spillway  to  an  existing  nullah  on  the 
left  flank  consists  of  about  500  ft.  of  wooden  flume, 
and  at  the  foot  of  the  nullah  a  capacions  masonry  cul- 
vert beneath  tb'^  Jhelum  Road,  followed  by  300  ft. 
of  similar  wooden  flume,  conveys  the  surplus  water  to 
the  spill  channel  from  the  power  house  tailraces,  and 
so  back  to  the  river.  The  forebay  has  been  constructed 
for  the  full  capacity  of  20.000  h.p.,  and  all  fittings, 
gratings,  gates  with  gearings,  and  inlets  for  future 
pipe  lines,  have  been  erected  complete  and  in  position. 
The  large  tapered  steel  inlets  for  future  extensions 
have  been  closed  with  brickwork  which  can  readily 
be  removed  when  required.  The  gates,  of  which  there 
are  eight  in  all — four  of  the  smaller  size  for  present, 
and   four  larger  ones   for   future   iise — are  of  deodar 


PIPE    UN£S 

wood,  made  at  site;  the  metal  fittings,  gearings,  etc., 
for  manijjulation  were  imported. 

Each  gate  controls  and  isolates  a  separate  cham- 
ber containing  the  bell-mouth  inlets,  which  perforate 
the  outer  main  front  wall,  giving  admittance  to  the 
penstock  pipes.  The  bed  of  the  nullah,  on  left  flank 
of  the  forebay,  being  liable  to  heavy  scour,  it  has 
been  recently  decided  to  spill  from  the  aqueduct  over 
the  Mohora  nullah,  some  1500  ft.  higher  up  the  chan- 
nel, where  the  bed  of  this  nullah  is  of  very  hard  rock. 

The   Pressure  Pipes. 

Each  of  the  pressure  pipes  is  750  ft.  long,  with 
no  horizontal  curves,  and  two  bends  in  the  vertical 
plane  are  made  in  the  form  of  welded  angle  sections. 
One  of  the  joints  near  the  entrance  taper  is  a  slip  joint, 
packed  with  hemp,  in  order  to  permit  possible  longi- 
tudinal movement  of  the  pipe  line. 

The  pipes  are  made  of  welded  steel,  each  section 
is  ID  ft.  long  between  the  rows  of  rivets  which  form  the 
circular  joints.  The  diameters  are  reduced  three  times, 
beginning  with  36  in.  at  the  top,  and  ending  with 
30  in.  at  the  lower  end,  the  thickness  of  the  plate  in- 
creasing from  5  mm.  to  8  mm.  Each  course  has  two 
longitudinal  welding  seams,  made  by  the  water  gas 
process,  and  is  tapered  to  the  double  thickness  of 
the  plate,  so  that  every  course  fits  the  next  following 
one.  The  ends  of  each  course  were  carefully  finished 
and  fitted  at  the  works  and  provided  with  calking 
edges;  all  rivet  holes  drilled  from  templates,  and  every 
course  was  tested  hydraulically  to  one  and  one-half 
times  the  static  head.  The  welded  seams  were  tested 
for  tightness  by  tapping  with  a  short-handled  sledge 
hammer  while  the  pipe  was  under  test  pressure.  All 
pipes  were  coated  inside  and  outside  with  a  rust- 
preventing    compound,    and    carefully    marked    before 
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shipment,  so  that  a  mistake  in  asseml)ling  was  prac- 
tically impossible. 

For  shipment,  four  sections  of  different  diameters 
were  telescoped  into  each  other  and  held  in  place  by 
wooden  wedges  driven  into  the  spaces  between  the 
pipes  at  each  end  of  the  bundle.  Finally  the  ends  of 
the  bundles  were  closed  by  heavy  wooden  covers, 
drawn  together  by  means  of  three  threaded  half-inch 
iron  rods  with  nuts.  These  were  placed  close  to  the 
inside  of  the  innermost  or  smallest  diameter  pipe.  Ow- 
ing to  this  careful  way  of  packing,  which  also  re- 
sulted in  a  great  reduction  of  space  and  saving  in 
freight,  these  light  pipes  stood  the  long  trip  with 
transshipment  at  four  places,  Hamburg,  Bombay, 
Karachi  and  Rawalpindi,  very  well,  and  arrived  at  the 
plant   in  perfect  condition. 

The  laying  of  the  pipe  lines  began  from  the  bot- 
tom ;  the  bottom  section  of  each  pipe  is  provided  with 
a  welded  flange  by  means  of  which  it  was  bolted  to 
a  heavy  cast-iron  fitting  of  slight  curvature.  This 
fitting  has  a  soleplate  cast  to  it  and  acts  as  a  thrust 
block,  being  bolted  to  a  heavy  foundation  pier.  The 
entire  pipe  thrust  is  taken  up  at  that  point.  To  pre- 
vent a  dangerous  vacuum  in  case  of  the  sudden  empty- 
ing of  a  line,  automatic  air  inlets  are  provided  at  two 
points;  also  a  standpipe  immediately  below  the  fore- 
bay. 

The  material  for  the  pipe  lines  arrived  in  1907, 
well  towards  the  end  of  the  season  suitable  for  pipe 
laying;  nevertheless,  work  was  started  immediately, 
and  when  it  had  to  be  stopped  in  December,  all  four 
lines  had  been  finished  as  far  as  the  Jhelum  Valley 
Road,  under  which  they  pass  through  tunnels,  about 
156  ft.  from  the  power  house.  Early  in  April,  1908. 
work  was  resumed,  and  the  installation  was  finished 
by  the  first  of  August,  simultaneously  with  the  com- 
pletion of  the  flume. 

Where  the  pipes  are  exposed  they  are  carried  on 
brick  piers,  which  are  20  ft.  apart. 

« 

The  Power  House. 

The  very  heavy  excavation  in  difficult  hard  bowl- 
der soil,  that  had  necessarily  to  precede  the  commence- 
ment of  the  power  house,  was  begun  towards  the  end 
of  1905  and  was  completed  in  June,  1906.  The  de- 
sign for  the  building  was  adopted  after  determining 
present  limits  as  regards  length,  etc.,  and  adapting 
details  to  local  requirements.  The  steel  trusses  for 
the  roof  were  procured  from  Bombay.  The  building 
was  laid  out  early  in  July,  1906,  and  brought  to  its 
main  floor  level  by  the  end  of  the  working  season.  It 
was  eventually  completed — that  is,  in  the  matter  of 
walls,  roof,  and  doors  and  windows — by  end  of  No- 
vember,  1907. 

The  foundations  and  superstructures  to  the  gallery 
level,  i.  e.,  20  ft.  above  the  main  floor,  are  of  coursed 
rubble  masonry,  and  the  walls  above  this  of  mortar 
class  brickwork,  all  in  soorkhee  mortar.  All  concrete 
and  mansonry  work  in  the  tailraces  and  wheel  pits,  etc., 
is  in  Portland  cement  soorkhee  mortar.  Concrete 
was  used  in  all  ordinary  foundations,  etc. 

The  main  floor  consists  of  6-in.  soorkhee  concrete, 
with  Portland  cement  surface  rendering:  the  gallery 
floors  are  of  Portland  cement  concrete  7  in.  thick,  with 


expanded   metal   reinforcement;   the    whole   is   carried 
on  steel  beams,  of  suitable  sections  and  spacing. 

The  roof  consists  of  galvanized  iron  corrugated 
sheeting,  22  B.^^■.G.,  laid  upon  i  in.  kairoo  planking, 
over  common  rafters  and  jnirlins  of  similar  wood,  the 
whole  supported  by  steel  trusses  of  French  type, 
spaced  at  12  ft.  4  in.  centers.  The  roof  is  double,  in 
two  spans,  one  of  39  ft.  2  in.  and  one  of  40  ft.  2  in., 
with  central  valley  gutter  and  down  pipes  at  gable 
ends. 


Fig.    10.      Power    House    Building    (end    view) 
Tailrace, 


The  internal  dimensions  of  the  building  arc  183 
ft.  6  in.  long  and  76  ft.  wide  at  main  floor  level.  Two 
additional  tailraces  and  foundation  pits  for  four  more 
machines  of  similar  size  to  those  now  installed,  to- 
gether with  six  extra  transformer  compartments,  have 
been  provided  within  the  existing  building.  Should 
any  deviation  from  the  existing  type  of  machines  be 
made  in  future  installations,  these  foundation  pits,  etc., 
can  be  readily  adapted.  A  spacious  machine  shop  has 
been  provided  at  the  east  end  of  the  power  house,  with 
an  adequate  outfit  of  machine  tools  and  motor-driven 
shafting,  etc.  This  portion  of  the  building  also  con- 
tains a  complete  oil-treating  plant  and  a  specially  con- 
structed pit,  to  facilitate  work  upon  the  main  trans- 
formers. This  generating  plant  began  to  arrive  late 
in  1906,  by  the  end  of  which  little  more  than  some  line 
material  had  been  received.  Further  arrivals  accumu- 
lated in  Rawalpindi  during  the  winter,  when  the  roads 
to  Kashmir  are  usually  closed  to  heavy  traffic  by  rea- 
son of  snow.  In  the  spring,  however,  carting  was  re- 
sumed,  and    so    well    maintained    that    practically    the 
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SO  H>  MOTOR  SENERATOI^   WATER  i^lHCEL  S£r 

whole  of  the  plant  had  been  delivered  by  the  end  of 
1907. 

A  substation  at  Srinasjar  has  been  erected  on  a 
suitable  central  site,  within  the  state  silk  factory  en- 
closure. 

Hydroelectric  Machinery. 

The  machiner_v  so  far  installed  in  the  jiower  house 
consists  of  the  folldwintr  items: 


Fig.    11.      Power    tion-se    Interior. 

Bearings    for    Main    Generating    Units. 

Exciter   Header   Pipe   in  Background. 

4  main  generators,  1000  k\v.  2300  volts,  60  cycles, 
300  r.]).m. 

4  main   water-wheels,  17^3  \\.\).,  500  r.p.m. 
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fi  transformers,   single-pliase 
30,000.  50,000  and  60,000  volts. 

2  exciter  generators,  150  k\v.,  125  volts,  500  r.p.m. 

2  exciter  water-wheels,  275  h.p.,  500  r.p.ni. 

I  motor-generator  water-wheel  set,  50  h.p.,  125 
volts.  720  r.p.m. 

Water-Wheel   Units. 

As  mentiiincd  liefore,  the  main  generators  are  of 
1000  kw.  rated  capacity,  and  the  water-wheels,  mounted 
upon  the  same  shaft  as  the  rotor  fields,  develop  a 
maximum  of  1765  h.]).  In  order  to  reduce  size,  weight 
and  cost  of  the  units,  a  turning  speed  of  500  r.p.m. 
had  ])een  selected,  although  slower  speed  machines 
would  have  given  a  higher  efficiency.  This  high  speed 
required  the  application  of  two  jets,  plying  on  one 
single  water-wheel  runner. 

The  main  shaft  is  carried  in  two  bearings  of  11  in. 
and  8  in.  diameter  respectively,  the  generator  is  located 
between  the  bearings  and  the  water-wheel  runner  is 
mounted  on  one  extended  end  of  the  shaft.  The 
generator  rotor  was  pressed  upon  this  shaft  after 
arrival  at  the  jilant ;  the  water-wheel  runner,  cast  in 
one  piece,  is  bolted  to  a  flange,  forged  upon  the  end 
of  the  shaft,  by  fitted  bolts. 

^Vater  is  conveyed  to  the  machine  fnmi  below: 
the  main  supply  pipe  is  located  below  the  floor;  it  has 
a  diameter  of  24  in.  and  is  equipped  with  a  main  gate 
valve  of  the  same  opening;  it  is  carried  up  through 
a  Qo-degree  elbow  and  terminates  in  a  casting  forming 
a  double  nozzle  in  such  a  way  that  one  jet  strikes  the 
wheel  horizontally  below  the  shaft  and  the  other  one 
from  above  it  at  an  angle  of  60  degrees  from  the  hori- 
zontal. Both  nozzles  are  equipped  with  regulating 
needles  for  hand  operation. 

The  instantaneous  regulation  is  accomplished  by 
cylindrical  jet  deflectors,  and  these  are  operated  simul- 
taneously by  a  vertical  Lombard  oil  governor.  This 
form  of  regulation  in  itself  does  not  afford  anv  econ- 
omy in  water  consumption,  but  it  was  resorted  to 
principally  by  rea.son  of  its  simplicity,  and,  further- 
more, cheap  labor  permits  of  an  ample  operating  crew 
in  the  plant,  so  that  hand  operation  of  the  needfes  and 
starting  and  stopping  of  entire  units  can  be  carried 
to  an  extreme,  which  in  a  plant  in  this  countrv  would 
rather  overtax  the  operators. 

The  water-wheel  housings  are  entirely  of  cast- 
iron,  and,  for  the  purpose  of  cutting  down  the  weight 
of  the  single  pieces,  and  also  for  facilitating  the  erec- 
tion, they  are  maYle  in  four  pa^t^;.  In  order  to  permit 
a  ready  inspection  of  wheels  and  nozzles,  man-holes 
with  bolted-down  covers  are  provided  at  the  side  of 
the  housing. 

The  main  bearings  have  shells  with  cylindrical 
support,  lined  with  anti-friction  metal.  Rack-teeth 
cast  in  the  outside  of  the  bottom  shell  make  it  possible 
to  rack  it  around  the  shaft  and  to  remove  it  without 
the  necessity  of  lifting  the  rotor  and  shaft  out  of  the 
bearings.  All  that  is  necessary  is  to  transfer  tjie 
weight  of  these  parts  upon  temporary  blocks. 

The  gf)vernors  have  a  pressure  and  \acunm  tnnk 
cast  witli  the  frame:  the  oil  pump  also  forms  an  in- 
teural  )>art  ..f  ilie  governor,  and  like,  the  pendulum,  is 
belted  directly  to  the  main  shaft. 


It  is  apparent  that  each  unit  is  homogeneous  and 
independent,  from  the  forebay  to  the  switchboard. 

Of  the  two  exciter  units  (for  a  third  one.  foun- 
dation pit  and  pipe  connections  are  provided)  either 
one  is  sufficient  to  energize  four  of  the  main  units. 
In  general  design  they  are  identical  with  the  main 
units,  but  generator,  bearings  and  base  form  one  ele- 
ment of  the  unit,  and  the  water-wheel  was  pressed 
upon  the  extended  generator  shaft  after  arrival  at  the 
plant. 

\\'ater  is  conveyed  to  the  wheel  by  a  single  needle 
nozzle,  operated  directly  by  a  Lombard  hydraulic  gov- 
ernor. The  latter  is  mounted  upon  the  nozzle  casting 
and  takes  its  water  from  the  main  pipe  line. 

l-'or  the  operation  of  solenoid  switches,  and  to  fur- 
nish direct  current  for  various  other  purposes,  a  motor- 
generator-water-wheel  set  was  installed  in  a  chamber 
under  the  switchboard,  consisting  of  a  d.c.  generator, 
an  induction  motor  and  a  50  h.p.  water-wheel  equipped 
with  a  needle  nozzle  for  hand  operation. 

A  double  line  of  twenty-one  miles  length  connects 
the  plant  with  Baramulla.  and  from  there  it  is  contin- 
ued as  a  single  line  to  Srinagar  (thirty-three  miles). 
The  present  voltage  is  30,000. 

The  old  "jhula"  over  the  Jhelum  at  Baniar  has 
been  replaced  by  a  suspension  bridge  of  permanent 
type,  and  a  good  light  bridge  of  steel  wire  rope  has 
also  been  erected  just  above  the  power  station  at 
]\Iohora.  These  have  been  constructed  with  materials 
that  had  served  their  purpose  on  the  works,  and  are 
primarily  intended  to  facilitate  access  to  the  transmis- 
sion line  (the  vital  importance  of  which  can  be  hardly 
overstated)  in  this,  its  most  difficult  section.  The 
bridges  at  the  same  time  confer  on  the  people  of  the 
locality   a    much-appreciated   boon. 

The  whole  of  the  unskilled,  and  a  large  proportion 
of  the  skilled,  labor  throughout  has  l)een  drawn  from 
Mohora.  Srinagar.  Poonch  and  Jammu.  so  that  a  num- 
ber of  the  subjects  of  His  Highness  the  Maharaja 
Sahib  have  derived  substantial  benefit  in  the  shape  of 
remunerative  employment  on  these  works  during  three 
years.  Most  of  the  contractors  also  were  residents 
of  Kashmir  and  Jammu.  The  whole  work,  including 
the  erection  and  installation  of  plant,  both  hydraulic 
and  electric,  was  practically  completed  on  August 
15,    1908. 

The  cost  of  the  entire  plant  to  date  has  been 
about  $823,000.  including  transmission  lines  and  dis- 
tributing system. 

The  entire  electrical  equipment  was  furnished  b}- 
the  General  Electric  Company,  of  Schenectady.  N.  Y.. 
the  entire  hydraulic  equipment  by  the  Abner  Doble 
Company,  of  .San  Francisco.  The  former  was  shipped 
from  New  York  via  Suez,  the  latter  partly  the  same 
way.  partly  from  San  Francisco  via  Hongkong;  the 
pipe  lines,  from   Hamburg  via  Suez. 


Slide  rule  calculations  of  pipe  discharge    can    be 

rciidily  acconipli'-hed  from  llie  foi-nni!a  (_)  — ^  (1"\^  d  "\''h 
\\iuM-e  (  )  is  the  discharge  in  cubic  feet  jier  second  from 
a  pipe  d  inches  inside  diameter  laid  at  a  grade  of  h 
feet  per  thousand. 
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STREET  LIGHTING. 


BY    WVNN     MEREDITH. 

With  the  advent  of  the  tungsten  lanij)  the  prob- 
lem of  economic  and  satisfactory  street  lighting,  par- 
ticularly in  residence  and  suburban  districts,  has  been 
greatly  modified.  The  low  efficiency  of  the  old  car- 
bon incandescent  lamp  made  its  use  expensive  and  un- 
satisfactory as  compared  with  arc  lamps  placed  a  con- 
siderable distance  apart.  The  disadvantage  of  the  arc 
method  of ■  street  lighting  in  resident  districts  where 
trees  and  dens"  foliage  obstruct  the  direct  rays  from 


ornamental,  massiveness  and  exquisite  rigidity  are 
obtained  by  means  of  a  cement  base,  the  upper  part 
of  the  post  consisting  of  ordinary  gas  pipe  with  a 
cast-iron  globe  holder  located  8  ft.  above  the  curb. 
As  a  city  ordinance  requires  trees  to  be  trimmed 
slightly  above  this  height,  the  light  from  the  post  is 
unobstructed  over  the  entire  surface  of  the  street  and 
sidewalks.  Posts  have  been  placed  about  75  ft.  apart 
on  opposite  sides  of  the  streets,  making  the  spacing 
on  each  side  150  ft.  and  at  the  intersection  of  streets 


Thi'  .\lameda  Post. 

the  high  hung  lamps  is  apparent,  even  though  arc 
lamps  are  placed  at  each  intersecting  streets,  the  mid- 
dle of  the  blocks  and  more  particularly  the  sidewalks 
are  frequently  dark  and  practically  without  any  light 
at  all.  The  incandescent  lamps  of  the  old  filament  type 
permitted  of  a  good  distribution,  but  their  low  effi- 
ciency is  such  as  to  make  the  cost  of  sufficient  illumi- 
nation excessive.  The  tungsten  lamp  not  only  gives 
a  much  higher  efficiency,  but  yields  a  superior  quality 
of  light  and  in  both  respects  closely  approaches  the 
arc  lamp. 

One  of  the  principal  difficulties  has  been  tlie  cost 
of  distribution  and  installation  of  the  ordinary  electro- 
lier. This  problem  has  recently  been  solved  in  the 
.Mameda,  Cal.,  municipal  plant  by  the  construction 
of  a  home-made  electrolier  that  has  proved  in  an 
experimental  installation  to  be  quite  satisfactory. 

On  account  of  the  fragility  of  the  tungsten  lamp 
it  is  of  the  greatest  importance  that  the  lamp  support 
be  substantial  and  rigid  to  avoid  even  slight  vibrations, 
which  result  in  an  early  destruction  of  the  standard 
voltage  tungsten  filament. 

In  the  Alameda  post,    which    is    not   particularly 
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Details  of  Construction. 

two  are  placed,  one  on  opposite  diagonal  corners.  The 
ordinary  no  volt,  60  watt  lamp  is  used  connected  in 
parallel  and  served  from  a  pole  transformer  connected 
to  a  special  2300  volt  constant  potential  street  circuit. 
Each  transformer  serves  the  lamps  for  two  blocks 
each  way,  the  wires  being  carried  down  the  pole  and 
distribution  to  the  lamps  being  made  under  ground 
with  ordinary  galva-duct  buried  a  few  inches  below 
the  sod  in  the  parking  between  the  curb  and  sidewalk. 
An  outlet  box  with  cover  is  imbedded  in  the  concrete 
base,  to  facilitate  the  drawing  in  of  wires  and  to  house 
a  double  pole  fuse  block. 

Each  lamp  post  costs  about  $10  erected,  and  the 
total  cost  of  the  installing  including  ducts,  wiring  and 
painting,  is  about  20  cents  per  front  foot,  or  40  cents 
per  lineal  foot  of  street.  This  is  a  remarkably  low  cost 
for  an  electrolier  system  with  underground  wiring. 
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FLOW  OF  WATER  IN  PIPES. 

BY     A.     H.     HALI.ORAN. 

The  accompanying  diagram  gives  a  close  approxi- 
mation to  the  amount  of  water  in  cu.  ft.  per  sec.  that 
will  be  carried  by  a  given  sized  pipe  laid  with  a  given 
grade,  expressed  either  as  ft.  per  thousand  or  as  per 
cent.  It  is  calculated  for  old  cast  iron  pipe  but  for 
sizes  above  i6  in.  may  be  used  for  riveted  steel  pipe. 
The  capacity  of  new  pipe  is  1.4  greater. 
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A  single  example  will  suffice  to  show  the  simplicity 
of  the  method.  How  much  water  will  be  carried  by 
an  18  in.  pipe  a  mile  long  when  there  is  a  difference  in 
elevation  of  160  ft.  between  the  beginning  and  end 
of  the  pipe?  This  is  practically  a  3  per  cent  grade. 
The  vertical  lines  show  per  cent  grade,  the  horizontal 
lines  the  pipe  size.  The  oblique  line  through  their 
intersection  gives  the  flow  in  cu.  ft.  per  sec.  Conse- 
r|uently,  following  up  the  3  per  cent  vertical  line  until 
it  intersects  the  18  in.  horizontal  line  we  find  the 
oblique  line  showing  15  cu.  ft.  per  minute  discharge. 


The  most  economic  size  of  pipe  to  carry  pumped 
water  according  to  a  formula  developed  in  Engineer- 
ing-Contracting may  be  determined  from  the  formula 
^  ^  75  VQ  where  X  is  the  inside  diameter  of  the  pipe 
in  inches  and  Q  is  the  number  of  cubic  feet  of  water 
pumped  per  second. 


EXPERIENCE  IN  THE  SHOP. 

BY    H.   ALTMAYER. 

A  contractor  who  had  been  using  a  donkey  engine 
to  pull  a  sand  drag  decided  to  substitute  an  electric 
motor,  the  high  cost  of  coal  being  the  deciding  factor. 
He  accordingly  rented  and  installed  a  35  h.p.  single 
phase  motor.  Unfortunately  this  would  not  pull  his 
2]/}  yd.  scraper  350  ft.  a  minute,  bringing  the  voltage 
from  220  down  to  180  volts  before  pulling  out  of  step. 
As  current  was  transmitted  at  2300  volts  through  five 
miles  of  No.  4  wire  the  electric  light  company  put  in 
a  ID  per  cent  booster  and  installed  75  k\v.  transformer 
capacity,  but  even  then  the  motor  would  just  haul  the 
empty  scraper  taking  43  kw.  at  205  volts. 

As  a  larger  single-phase  motor  could  not  be  f)b- 
tained  it  was  decided  to  couple  on  another  motor  by 
means  of  two  driving  pulleys  on  the  jack  shaft.  Tlicrc 
was  available  a  15  h.p.  type  C  three-phase  Westing- 
house  1 120  r.p.m.  motor  made  when  the  company  was 
putting  in  higher  grade  steel,  but  still  employing  the 
old  quantity.  This  was  thoroughly  tested  with  single- 
phase  current,  the  voltage  being  raised  to  330  and  from 
these  tests  curves  were  drawn  to  show  the  magnetizing 
current,  iron  losses,  efficiency  and  speed.  A  good  point 
was  found  on  the  curve  except  for  rotor  losses.  After 
these  had  been  segregated  by  calculation  into  bar 
losses  and  ring  losses  it  was  found  by  reinforcing  the 
rotor  ring  that  the  motor  would  pull  32.5  brake  h.]). 
at  iifi.S  r.p.m.,  this  being  the  manufacturers  rated  full 
load  speed  of  the  single-phase  motor  and  of  the  three- 
phase  motor  reconnected  to  give  the  effect  of  330  \nlts 
when  220  volts  were  applied. 

As  the  type  "C"  motor  had  no  starting  tiircpie  on 
single-phase  it  was  brought  up  to  speed  with  the  other 
motor  and  then  thrown  on  the  line.  It  was  found  that 
due  to  excessive  line  drop  the  commutator  type  of 
motor-had  a  smaller  break  down  point,  and  would  carry 
its  share  of  load  up  to  about  30  kw.  at  190  volts  and 
the  "C"  motor  would  be  taking  25  kw.,  but  on  heavy 
load,  such  as  the  scraper  being  caught  in  the  sand,  the 
"C"  motor  would  do  more  than  its  share,  holding  up 
till  the  varnish  began  to  run  out  of  the  coils  and  car- 
rying 45  kw.  at  185  volts. 

An  old  10-kvv.  transformer  was  stripped  of  its  high 
tension  coils  and  four  sets  of  30  volt  windings  wound 
on  the  secondaries,  and  the  commutator  type  of  induc- 
tion motor  was  made  to  carry  its  part  of  the  load  by 
boosting  its  voltage  to  240  volts,  while  the  other  got 
210  volts,  at  which  one  carried  43  kw.  and  the  "C"  32 
kw.  on  the  forward  pull  at  350  ft.  per  min.  and  25  and 
20  kw.  for  the  empty  bucket  at  300  ft.  per  minute,  it 
requiring  2.5  minutes  for  the  round  trip. 

This  combination  rig  was  operated  successfully 
for  four  months,  after  which  they  desired  to  move  their 
hoist  200  ft.  As  they  were  doing  the  moving  by  power 
off,  the  200  ft.  of  No.  GO  motor  line  were  left  on  the 
sand  until  it  could  be  reset.  The  next  day  they  tele- 
phoned that  the  motors  would  not  pull  their  load  and 
it  was  found  that  because  of  extra  slack  in  the  line 
they  had  coiled  each  wire  separately  and  hung  it  on 
an  iron  telephone  pole  step.  The  consequent  choking 
effect  was  sufficient  to  prevent  getting  good  results. 
After  stretching  out  the  lines,  the  outfit  operated 
until    the   job    was    completed, 
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Coiif^ressional  eiulcirseiiicnt  of  IIk'  I'anania-l'acitic 
Exposition  practically  assures  the  success  of  this  un- 
dertaking   which    is     destined     to 
bring  the  Pacific  Coast  before  the 
eyes   of   the   world   in   a    most    fa- 
vorable manner.     Electricity's  part 
in    this   exposition   is   to  be   the   most  important   ever 
assigned  to  this  convenient  form  of  light  and  power. 
The"  fair   means   more  people   to  buy   more  power  in 
everv  Pacific  Coast  community. 
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The    State,    as    the    sponsor    for    the    coriioration, 
must  be  adjudged  guilty  of  neglect  of  its  duty  in  allow- 
ing thi.s  spoiled  child  to  grow  into 
Our  '''-  head-strong  youth.    .\  society  for 

Opportunity  I'le  prevention  of  cruelty  to  corpo- 

rations is  no  longer  needed,  for  the 
case  now  demands  the  attention  of  the  truant  officer. 
The  public  service  corporation,  though  not  the  most 
recreant  of  these  creations  has  been  the  most  heedless 
in  estranging  its  logical  friends,  the  ])ublic,  whose 
needs  should  be  served,  not  exploited. 

For  discipline  and  control  the  State  relied  upon 
the  time-honored  principle  of  competition,  not  realiz- 
ing that  telephone,  railway,  gas  and  electric  service 
are  natural  monoi)olies  which  cannot  be  thus  re- 
strained. The  average  consumer  is  ignorant  of  the 
technical  processes  and  specialized  knowledge  em- 
ployed in  these  industries  and  so  has  no  standard 
wherewith  to  coini)are  the  value  of  the  service  ren- 
dered. Consequently  it  becomes  possible  for  the  seller 
to  name  his  own  price  and  terms.  Although  all  cor- 
porations did  not  take  base  advantage  of  this  chance, 
there  were  enough  shortsighted  ones  to  earn  for  them- 
selves and  associates  a  feeling  of  public  distrust  which 
demands  some  change  in  present  conditions. 

Of  the  suggested  changes  the  two  most  note- 
worthy are  governmental  operation,  as  e.xemplified  in 
municipal  ownership  of  public  utilities,  and  govern- 
mental control,  as  effective  in  the  public  service  com- 
missions which  have  been  established  by  a  half  dozen 
or  more  States.  The  former  method  not  only  curbs 
but  also  kills  the  corporation,  v.-hich  is  admittedly  the 
most  economical  form  of  administration  ever  devised 
and  which  has  so  many  other  desirable  features  as 
to  make  its  continuance  advisable.  Furthermore  few 
communities  are  able  to  provide  equivalent  service  at 
equal  rates  for  the  same  cost  to  the  taxpayer.  For  a 
graft-ridden   city  to  operate  any  public   utility  is  the 

height  of  folly  . 

Rate  regulation  by  local  municipal  boards  has 
proved  a  signal  failure  for  over  thirty  years  in  Califor- 
nia which  was  the  first  State  to  adopt  this  form  of 
control.  National  regulation  is  impracticable  in  this 
great  countrv  of  diversified  interests,  so  the  only  feas- 
fble  suggestion  is  a  public  service  commission.  The 
purpose  "^of  such  a  commission  is  to  protect  the  rights 
of  the  people  by  establishing  fair  rates  and  improved 
service.  Manv  corporations  do  not  require  such  an 
incentive  to  give  satisfaction  to  their  patron'^.  Those 
tliat  oi)pose  a  imblic  service  commission  may  be  tcni- 
porarilv  embarrassed  hv  its  rulings  but.  if  these  are 
fairly  given,  wiU  find  that  the  ultimate  result  will  be 
a  financial  stability  and  public  confidence  of  inestima- 
ble value. 
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PERSONALS. 

A.  M.  Hunt  returned  to  San  Francisco  during  tlie  past 
week  after  a  business  trip  to   Portland. 

J.  B.  Clarkson,  of  the  Western  Electric  Company's  sales 
department,   is   making   a   tour  of  Central   California. 

R.  E.  Danforth,  president  of  the  Public  Service  Railway 
Company,  of  East  Orange,  N.  J.,  is  a  San  Francisco  visitor. 

F.  G.  Baum,  of  F.  G.  Baum  &  Co.,  returned  last  Tuesday 
from  an  engineering  investigation  in  the  Sacramento  Valley. 

H.  L.  Jackman,  manager  of  the  Humboldt  Gas  &  Electric 
Company,  of  Eureka,  was  a  San  Francisco  visitor  during  the 
past  week. 

George  I.  Kinney,  Pacific  Coast  district  manager  of  the 
Fort  Wayne  Electric  Works,  is  making  a  tour  of  the  Pacific 
Northwest. 

F.  B.  Gleason,  manager  of  the  Western  Electric  Com- 
pany's Pacific  Coast  branch,  left  last  Tuesday  on  a  trip  to 
Salt  Lake  City. 

Frank  P.  Clark  is  sales  engineer  for  Chas.  C.  Moore  & 
Co..  engineers  at  Honolulu  where  a  large  number  of  Hammell 
oil   burners  are   being  installed. 

J.  M.  Ough,  who  is  interested  in  a  hydroelectric  project  on 
Kings  River,  has  been  confined  to  an  Oakland  Iiospital  re- 
cently, with  a  case  of  appendicitis. 

H.  H.  Noble,  president  of  Northern  California  Powtr 
Corajjany,  returned  last  Wednesday  from  an  insiiection  tour 
of  the  transmission  lines  in  Shasta  County. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  Pacific  Coast  repre- 
sentatives for  the  Westinghouse  Machine  Company,  returned 
to  San   Francisco  from   San   Diego  last   Monday. 

W.  S.  Turner  has  resigned  as  managing  engineer  of  the 
Portland,  Ore.,  office  of  W.  S.  Barstow  &  Co.,  whose  several 
contracts  in  that  vicinity  are  about  completed. 

A.  W.  Whiteford,  a  steel  manufacturer  of  Beth'.ehem, 
Pa.,  and  Knox  Taylor,  the  head  of  the  Taylor  Iron  &  Steel 
Works,  of  Highbridge,  N.  J.,  were  recent  San  Francisco 
visitors. 

W.  B.  Foshay  has  resigned  as  manager  for  the  Pacific 
Power  &  Light  Company  at  Walla  Walla,  Wash.,  to  accept 
a  similar  position  with  the  Washington  Oregon  Corporation 
at    Vancouver,   Wash. 

C.  E.  Thatcher,  who  recently  arrived  on  the  Pacific  Coast 
from  the  East,  has  just  been  appointed  City  manager  of  the 
Western  Union  Telegraph  Company  at  San  Francisco  to  fill 
the  vacancy  created  by  the  resignation  of  W.  A.  Newcomb. 

Elam  Miller  has  been  appointed  commercial  engineer  of 
the  Pacific  Telephone  and  Telegraph  Company,  reporting  to 
the  general  commercial  superintendent,  vice  C.  F.  Mason,  who 
has  taken  the  position  of  district  commercial  superintendent 
of  the  Los   Angeles   district. 

Louis  C.  Kelsey,  of  Salt  Lake  City,  Utah,  has  opened  an 
office  in  Portland,  Ore.,  as  consulting  engineer,  and  will  give 
special  attention  to  the  design  and  construction  of  water- 
works systems,  hydroelectric  plants,  irrigation,  sewers  and 
sewage  disposal  systems,  and  pavements. 

Louis  W.  Hill,  president  of  the  Great  Northern  Railroad 
and  interested  in  the  Oregon  Electric  system  extending  from 
Portland  up  the  Willamette  Valley  passed  through  San  Fran- 
cisco this  week  on  his  way  to  Los  Angeles.  He  has  an- 
nounced that  extensions  of  the  electric  railway  lines  will  be 
made  including  one  from  Salem  to  Eugene,  Ore. 


F.  S.  Cromise,  manager  of  the  new  business  department 
of  the  Pacific  Gas  &  Electric  Company,  is  in  the  East. 

W,  .1.  Massee.  president  of  the  electric  power  and  street 
railway  company  at  Macon,  Ga.,  is  at  San  Francisco  with  a 
party  of  Eastern  capitalists  on  a  tour  of  the  Pacific  Coast. 

A.  H.  Hull,  who  has  charge  of  the  General  Electric  Com- 
pany's testing  laboratory  on  Bryant  Street,  San  Francisco, 
recently   returned   from  a  Northern   California  trip. 

William  A.  Newcomb  who  was  appointed  San  Francisco 
city  manager  of  the  Western  Union  Telegrai)h  Company 
about  four  months  ago,  resigned  during  the  past  week  and 
left  for  Washington,  D.  C.,  to  re-enter  the  service  of  the  State 
Department  in  a  more  important  capacity.  During  his  stay 
in  California,  Mr.  Newcomb  won  the  high  esteem  of  both  his 
fellow  officials  and  his  employees  besides  improving  the 
local  service. 

A.  S.  Grenier,  heretofore  general  manager  of  the  Pacific 
Power  &  Light  Company,  has  been  elected  vice-president  of 
that  company,  in  charge  of  operation  and  construction.  .James 
E  Davidson,  who  has  been  new  business  manager  of  the 
company,  has  been  appointed  general  manager.  Both  officials 
have  headquarters  In  Portland.  H.  R.  Kingman  has  been  made 
local  manager  of  the  North  Yakima  branch,  vice  H.  F.  Way, 
who  has  been  appointed  assistant  to  the  chief  engineer. 

Paul  Shoup,  general  manager  of  the  Pacific  Electric  Rail- 
way of  Los  Angeles,  has  announced  the  following  depart- 
ment heads  effective  Feb.  1,  1911.  J.  McMillan,  general  man- 
ager in  charge  of  the  operating  department.  Geo.  E.  Pills- 
bury,  chief  engineer  in  charge  of  construction,  E.  C.  Johnson, 
assistant  chief  engineer  in  charge  of  maintenance  of  way;  D. 
W.  Pontius,  traffic  manager  in  charge  of  all  traffic  affairs;  S. 
A.  Bishop,  general  claims  agent;  George  L.  Bugbee,  land  agent 
of  the  Pacific  Electric  Land  Company  and  related  companies; 
W.  V.  Hill,  tax  and  contract  agent;  Fred  F.  Small,  mechanical 
engineer;  h.  A.  Culloden,  auditor;  S.  H.  Anderson,  electrical 
engineer;  M.  S.  Wade,  cashier;  W.  G.  Sherlock,  assistant 
cashier. 


TRADE   NOTES. 

The  Vulcan  Electric  Heating  Company  has  estalilished 
offices  at  1100  Military  Road,  Buffalo.  New  York,  also  main- 
taining their  office  and  stock  at  542  West  .Jackson  Jioulevard, 
Chicago,  111.  Increased  manufacturing  facilities  have  been 
acquired  and  the  company  is  now  better  equipped  than  ever 
before  to  take  care  of  their  customers'  requii  .nients  on  Vul- 
can  products. 

The  Pelton  Water  Wheel  Company  recently  sent  a  gang 
of  men  to  Chile  to  start  the  work  of  a  new  pipe  line  for  the 
hydroelectric  plant  at  the  Baden  Copper  Comany's  mines. 
A  superintendent  of  construction  will  follow  them  to  take 
charge  of  the  installation  of  the  water  wheels. 


MEETING  NOTICES. 

The  next  meeting  of  the  Portland  Section,  .American  In- 
stitute of  Electrical  Engineers,  will  meet  on  February  21  in 
the  Electric  Building,  when  E.  L.  Ritter  of  the  Pacific  Tele- 
phone &  Telegraph  Company,  will  speak  on  "Teleijhone  ami 
Telegraph  Work." 

The  next  meeting  of  the  Los  .4ngeles  section  of  the  Ameri- 
can Institute  of  Electrical  Engineers  will  be  held  at  Bianch- 
ard  Hall.  233  So.  Broadway,  on  Tuesday,  February  21st,  at 
S  p.  m.  Professor  A.  W.  Nye  of  the  University  of  Southern 
California  will  jjresent  a  paper  on  steam  turbines.  Visiting 
members  are  cordially  invited  to  be  present. 
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NEW   CATALOGUES. 

In  Bulletin  No.  4809,  recently  issued  by  the  General  Elec- 
tric Company,  is  described  that  company's  Type  F,  Form  K-3 
oil-break  switch. 

The  Washington,  Baltimore  &  Annapolis  1200-volt,  d.c. 
railway  is  detailed  in  Bulletin  No.  4808  from  the  General 
Electric  Company. 

Paragon  Bulletin  No.  2  from  the  Paragon  Sellers  Com- 
pany presents  some  new  facts  about  grounding  with  partic- 
ular reference  to  the  Paragon  ground  cone. 

The  January,  1911,  number  of  the  J-M  Packing  Expert,  in 
addition  to  its  usual  valuable-suggestions  about  high  pressure 
steam  packings,  contains  as  a  new  feature  an  Anti-Trouble 
Column. 

Bulletin  5  C  from  the  national  engineering  department 
of  the  National  Electric  Lamp  Association  is  devoted  to  tan- 
talum multiple  lamps,  100-125  volts  and  200-2.50  volts,  25,  40, 
50  and  80  watts. 

Electric  Sign  Lighting  is  the  subject  of  Bulletin  15  from 
the  engineering  department  of  the  National  Electric  Lamp 
Association,  giving  data  on  performance,  economy  equipment 
and  applications  of  "Mazda"  and  carbon  sign   lamps. 

Bulletin  8  B  from  the  engineering  department  of  the  Na- 
tional Electric  Lamp  Association  illustrates  and  describes 
"Mazda"  miniature  and  low  voltage  lamps  for  automobile, 
signs  and  other  battery  uses  for  voltages  from  1.5  to  20. 

Straight  air-brake  equipments  are  illustrated  and  described 
in  Bulletin  No.  4798,  recently  issued  by  the  General  Electric 
Company.  This  bulletin  should  prove  of  interest  as  well  as  of 
service  to  all  connected  with  street  railway  work. 

Catalogue  No.  463  from  the  Sprague  Electric  Company 
contains  a  complete  list  of  Sprague  conduit  products  con- 
veniently arranged  for  quick  use.  These  include  iron-armored 
insulating  conduit  and  fittings,  knockout  and  outlet  boxes  and 
covers,  and  flexible  steel-armored  conductors  and  fittings. 

Catalogue  H  from  the  National  Tube  Company  is  a  470- 
page  volume  comprising  material  manufactured  at  their  Ke- 
wanee  works  and  embracing  wrought  pipe  for  steam,  gas  water 
and  ail,  cast,  malleable  iron  and  brass  fittings,  valves  and 
cocks,  radiators  an'1  coils,  and  drive  well  points  and  well 
supplies. 

The  General  Electric  Company  has  just  issued  Bulletin 
No.  4685,  which  is  a  revision  of  a  previous  bulletin  on  belt- 
driven  alternators.  The  alternators  illustrated  and  described 
in  this  publication  are  of  the  revolving  field  type  and  range  in 
capacity  from  30  to  550  kw.  The  bulletin  contains  dimension 
diagrams  of  the  complete  line. 

Bulletin  No.  4785,  recently  issued  by  the  General  Electric 
Company,  is  devoted  to  the  subject  of  electric  drive  In  wood- 
working plants  and  advantages  to  be  derived  from  the  use  of 
electric  motors  in  this  industry.  The  bulletin  illustrates  and 
describes  the  electric  motor  as  a  part  of  wood-boring  machines, 
drills,  jig  saws,  rip  saws,  band,  circular  and  swing  saws, 
planers,  etc.  ' 

A  publication  whi;h  should  prove  of  interest  to  those  con- 
nected with  the  manufacture  of  paper  is  Bulletin  No.  4784, 
just  issued  by  the  General  Electric  Company,  and  devoted  to 
electric  drive  in  pulp  and  paper  mills.  The  advantages  to  be 
derived  from  the  use  of  electric  power  in  this  industry  are  set 
forth  in  the  bulletin,  and  descriptions  of  a  number  of  import- 
ant installations  are  also  included. 

The  Wesiern  Electric  Company  has  just  issued  Bulletin 
No.  1006,  describing  non-nuiltiple  toll  switchboards.  The 
boards  described  are  divided  into  two  general  types,  those 
having  self-restored  line  signals  and  those  with  manually- 
restored  line  signals.  Considerable  space  is  devoted  to  the 
combined  jack  and  signals  used  with  the  first  type  of  boards. 


The  bulletin,  which  contains  thirty-six  pages,  is  illustrated 
with  many  photographs  and  diagrams  and  contains  a  table 
showing  the  capacity  of  standard  types  of  non-multiple  toll 
switchboards. 

Steady  vs.  unsteady  voltage  is  the  title  of  Bulletin  No. 
4793  from  the  General  Electric  Company.  This  publication 
illustrates  and  describes  regulators  for  controlling  the  gen- 
erator voltage  and  also  those  for  regulating  the  feeder  voltage. 
There  are  reproductions  of  curves  showing  voltage  with  and 
without  regulators  installed.  The  bulletin  illustrates  instal- 
lations of  both  types  of  regulators. 

Bulletin  No.  4804,  recently  issued  by  the  General  Electric 
Company,  is  a  revision  of  the  company's  previous  bulletin  on 
direct  connected  generating  sets.  These  sets,  while  originally 
designed  to  meet  severe  conditions  of  marine  work,  are  also 
well  adapted,  and  have  been  used  extensively  for  both  power 
and  lighting  in  isolated  plants,  and  as  exciters  for  alternating 
current  generators  in  central  station  work. 

The  General  Electric  Company  has  developed  a  line  of  air 
compressors  having  piston  displacements  of  from  15  to  100 
cubic  feet  per  minute.  These  compressors  are  portable  and 
were  designed  for  use  where  the  installation  of  a  system  of 
piping  is  not  feasible.  These  sets  are  mounted  upon  three- 
wheel  trucks  which  can  easily  be  moved  from  one  place  to 
another.  A  detailed  description  of  these  sets  is  given  in 
Bulletin  No.  4810. 

Air  compressors  are  illustrated  and  described  in  Catalogue 
No.  549  from  the  Piatt  Iron  Works  Company,  Dayton,  O., 
particularizing  on  Smith-Vaile  air  compressors,  both  steam 
and  power  driven  in  single  and  duplex  simple  and  two-stage 
types.  Catalogue  No.  555  from  the  same  company  is  devoted 
to  Smith-Vaile  general  service  pumps  both  steam  and  power 
driven.  Chas.  C.  Moore  &  Co.,  engineers,  are  general  Pacific 
Coast  representatives. 

Bulletin  No.  4807,  recently  issued  by  the  General  Electric 
Company,  illustrated  and  described  panels  designed  for  use  in 
small  or  isolated  plants  containing  but  one  generator.  The 
bulletin  describes  panels  of  two  sizes,  76  and  90  inches,  the 
only  difference  in  the  two  sizes  is  that  the  larger  panel  con- 
tains the  necessary  apparatus  for  controlling  a  constant  cur- 
rent transformer.  The  publication  contains  dimension  and 
connection  diagrams. 

Bulletin  No.  9465,  describing  the  Moore  light  for  color 
matching,  has  just  been  issued  by  the  Western  Electric  Com- 
pany. This  is  declared  to  be  the  only  artificial  illuminant 
which  gives  exact  daylight  color  values,  and  it  is  being 
introduced  into  shops,  mills  and  other  establishments  where 
color  values  are  of  great  importance.  •  The  white  Moore  light 
is  a  radical  new  form  of  the  electric  light.  It  is  a  vacuum 
tube  electric  light  produced  by  the  passing  of  alternating 
currents  through  highly  rarified  carbon  dioxide  gas 
confined  within  a  continuous  clear  glass  tube.  The 
bulletin  contains  a  description  of  this  illuminant  and  of 
its  uses  and  operation.  A  page  is  devoted  to  the  list  of  con- 
cerns now  using  this,  and  another  to  tabulated  dimensions, 
data,  etc. 

In  a  new  48-page  catalogue  recently  issued  by  the  La- 
gonda  Manufacturing  Company  of  Springfield,  Ohio,  (Chas. 
C.  Moore  &  Co.,  Engineers,  Pacific  Coast  agents),  is  dis- 
cussed the  relative  advantages  and  different  conditions  un- 
der which  it  is  most  suitable  to  use  the  various  types  of 
boiler  tube  cleaners.  Besides  boiler  tube  cleaners,  other 
boiler  room  devices  are  briefly  described,  such  as  the  La- 
gonda  water  strainer  for  removing  impurities  from  boiler 
feed  or  condenser  water,  the  automatic  feeding  device  for 
removing  scale  from  Stirling  boilers  without  entering  the 
drum,  the  Lagonda  double  action  cut-off  valve  for  auto- 
matically shutting  oft  steam  in  case  of  break  in  the  line, 
besides  other  devices  such  as  tube  cutters,  reseating  ma- 
chines, etc. 
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982,380.  Electric-Pole  Stand.  David  A.  Martin,  Republic, 
Wash.  In  a  support  for  poles  or  the  like,  the  combination  with 
a  flexible,  metallic  tubular  casing  adaiited  to  be  permanently 
set  in  the  earth  and  serve  as  a  stand  and  to  directly  receive 
the  pole  and    i)rovided    with    a    split  upper  part  adapted  to 


# 


directly  engage  the  pole,  of  a  clamp  independent  of  and  slida- 
ble  on  said  split  upper  i)art  of  the  supjjort  and  adapted  to  be 
located  at  any  desired  position  to  cause  said  split  upper  part 
to  clamp  the  pole  to  the  casing  subject  to  release  and  removal 
of  said  pole  without  disturbing  the  casing. 

982,419.  Electrically-Operated  Organ.  William  B.  Flem- 
ing, Los  Angeles,  Cal.  In  an  organ  the  combination  of  a  great 
wind  box;  a  wind  channel  having  an  exhaust,  said  channel 
being  communicable  with  said  wind  box;  a  pneumatic;  valves 
actuated  by  said  pneumatic  to  control  the  communication  of 
said  wind  box  with  said  channel  and  the  exhaust  therefrom; 
a  wind  channel  communicable  with  said  pneumatic  and  with 


the  great  wind  box,  said  channel  having  an  exhaust;  a  second 
pneumatic;  valves  actuated  thereby  to  control  the  communi- 
cation between  the  wind  box  and  the  channel  leading  to  the 
first  pneumatic  and  the  exhaust  from  said  channel;  a  channel 
leading  from  said  second  pneumatic  to  the  open  air;  an  elec- 
tro-magnet to  control  said  last  channel;  means  to  operate 
said  electro-magnet. 

982,424.  Liquid-Fuel-Burner  Tip.  William  F.  Goodwin 
and  Joseph  C.  Low,  San  Francisco,  Cal.  A  burner  tip  compris- 
ing a  fluid  conveying  element  including  spaced  walls,  said 
walls  having  openings  therein,  a  nozzle  member  engaged  in 


t  nc  111'  the  openings,  and  a  nozzle  fastening  member  engaged 
through  the  other  opening  and  connected  with  the  nozzle 
member,    said    nozzle    fastening    member    being    hollow,    and 


having  jiassages  communicating  with  the  interior  of  the  noz- 
zle member,  and  with  the  interior  of  the  conveying  member, 
lor  the  i)assage  of  fluid  from  the  conveying  member  through 
the  nozzle  member. 

982,495.  Electric  Time-Alarm  for  Hotels,  etc.  George  M. 
Hinman,  Lindsay,  Cal.  An  alarm  system  consisting  of  a  main 
circuit  closing  clock  iirovided  with  contacts,  dials  with  con- 
tacts corresi)onding  to  those  on  the  clock,  connections  be- 
tween the  two  sets  of  contacts,  batteries  and  alarm  devices  in 


the  circuit  of  said  connections,  an  auxiliary  c  ntact  on  each 
dial,  a  detachable  plug  normally  engaging  said  auxiliary  con- 
tact to  connect  the  same  in  circuit,  an  auxiliary  contact  on  said 
clock,  and  means  to  form  a  connection  between  said  clock 
auxiliary  contact  and  the  other  clock  contacts  to  close  a  plu- 
rality of  alarm  circuits. 

982,738.  Inclosed  Fuse.  Charles  R.  Moellendorf,  Seattle, 
Wash.  An  electric  fuse  comprising  complementary  shell 
parts  of  insulating  material  complementary  cap  elements  of 
conducting  material  mounted  upon  the  ends  of  the  respective 
shell  parts,  a  fusible  element,  tongues  extending  inwardly  and 


/6  y<» 

oulwurdly  from  the  cap  elements  of  one  of  said  shell  iiarts, 
means  for  detachably  connecting  said  fusible  element  to  the 
inwardly-extending  tongues,  and  means  extending  through 
the  inwardly-extending  tongues  and  the  shell  parts  and  their 
caps  for  detachably  securing  the  said  elements  together. 
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TYPE    F.    FORM    P,    OIL    BREAK    POLE 
LINE   SWITCH. 

l:V     II.     S.     MORGAN. 

Owing  to  the  magnitude  and  complex- 
ity of  the  electrical  distribution  systems 
of  the  present  day,  it  is  important  in 
many  cases  that  means  be  provided  for 
cutting  portions  oi  the  circuit  in  or  out 
of  service  by  suitable  devices  installed  at 
points  which  necessarily  must  be  re- 
mote from  the  station.  Such  a  device 
must  be  designed  for  Installation  out  of 
doors  and  for  operation  under  load,  and 
would  find  application  in  sectionalizing 
feeder  systems,  cutting  in  and  out  trans- 
formers and  in  similar  service.  In  many 
cases,  the  use  of  this  switch  in  connec- 
tion with  a  transformer  will  obviate  the 
necessity  of  bringing  high  tension  lines 
into  the  building.  To  meet  this  demand 
the  General  Electric  Company  have  de- 
signed an  oil  break  switch  which  is  sim- 
ple, introduces  no  complications  in  wir- 
ing, and,  on  account  of  the  convenient 
construction  of  the  frame  and  method 
of  supporting,  is  easily  installed.  It  can 
be  mounted  on  a  flat  surface  or,  by  use  of 
strap  iron  hooks,  on  transmission  pole 
cross  arms  in  a  manner  similar  to  that 
usually   employed    for   mounting   pole   type    transformers. 

This  pole  line  oil  break  is  thoroughly  weatherproof.  It  is 
entirely  enclosed  in  a  cast  iron  frame,  fitted  with  a  removable 
cover,  grooved  on  the  under  side  to  fit  closely  to  the  edge 
of  the  frame  and  supplied  with  a  suitable  gasket  which  pre- 
vents damage  to  the  mechanism  due  to  weather  conditions. 
A  detachable  oil  vessel,  with  insulating  line  and  barriers  be- 
tween [he  switch  poles,  fits  around  a  flange  at  the  bottom 
of  the  frame.  The  stationary  contacts  are  flared  fingers  of 
drop  forged  copper,  supported  from  the  contact  blocks  of  the 
copper  current  carrying  studs,  by  a  heavy  flat  steel  frame. 
The  studs  are  supported  by  and  insulated  from  the  frame  by 
porcelain  insulators.  The  movable  contacts  are  wedge 
shaped  copper  blades  hinged  at  one  end.  They  are 
actuated  by  specially  treated  wooden  rods  connected  to  the 
shaft  which  in  turn  is  operated  by  the  crank  and  handle 
outside  of  the  frame.  The  construction  of  the  stationary  and 
movable  contacts  is  such  that  any  burning,  due  to  rupturing 
the  arc,  is  confined  to  the  tips  of  the  stationary  contact  fingers 
and  the  upper  extremity  of  the  movable  contacts,  preserving 
the  actual  current  carrying  surfaces.  This  feature  of  con- 
struction insures  clean  contact  surface  and  uniform  contact 
pressure  without  retarding  the  opening  of  the, switch. 

This  switch  is  built  in  sizes  up  to  200  amperes  at  15,000 
volts.  The  method  ot  bringing  the  leads  to  the  switch  varies 
somewhat  according  to  the  voltage,  but  in  every  case  they 
enter  through  porcelain  bushings  jirotected  from  the  weather 
by  the  overhang  of  the  frame.  The  switches  up  to  4500  volts 
are  designed  for  use  with  insulated  wire,  while  for  voltages 
between  4500  and  15,000  bushings  are  furnished  which  allow 
the  uee  of  bare  wire. 


Goiieral    Electric   Non-Automatic    Oil    Break    Switch 
Designed   for   Pole   Line  Service. 


cluster  fixture  which  is  intended  to  replace  arc  lamps  in  mills, 
factories,  foundries,  etc. 

The  illustration  shows  Cat.  No.  06641/2  with  24  in.  en- 
ameled steel  concentrating  dome  reflector  for  meeting  re- 
quirements where  it  is  necessary  to  hang  the  light  units 
sufficiently  high  to  clear  traveling  cranes.  A  second  form, 
their  Cat.  No.   0684 i/i,  has  a  24   in.  enameled   steel  flat   cone 
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i'.'  ■       i  .       '    :.,  -ter. 

distributing  reflector,  and  is  designed  to  be  suspended  from 
twenty-five  to  thirty  feet  above  the  floor.  Both  fixtures  have 
sockets  for  250-watt  (S-40-B)  large  base  lamps.  They  are 
furnished  wired  in  series  for  220  volt  circuits  or  series-multiple 
for  110  volt  circuits.  A  reflected  light  volume  of  approxi- 
mately 1500  c.p.  is  secured. 

The  manufacturers  have  a  Mill  Cluster  Bulletin  giving 
curves  showing  the  light  distribution,  together  with  tables 
furnishing  data  on  single  cluster  unit  illumination,  or  the 
cumulative  illumination  of  a  plurality  of  single  units,  in  foot 
candles.     Copies  may  be  secured  on  application. 


BENJAMIN    MILL   CLUSTER.  .  ,  .  ,-  ,         ^  .  ^ 

A  catechism  on  direct  current  apparatus  has  been  issued 

In  line  with  the  activity  for  improved  conditions  in  the  ,,,.  Fairbanks,  Morse  &  Co.,  Chicago,  giving,  in  simple  Ian- 
matter  of  industrial  lighting,  the  Benjamin  Electric  Manutac-  guage,  definitions  for  electrical  terms  and  describing  the 
turing  Company  of  Chicago,  have  placed  upon  the  market  a      construction  and  uses  of  different  electrical  machines. 
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HIGH  TENSION  CONDENSER  TYPE  TERMINALS. 

A  new  type  of  terminal  for  high  tension  apparatus  lias  n^- 
cently  been  developed  by  the  Westinghouse  Electric  &  Man- 
ufacturing Company  utilizing  a  principle  not  used  for  this 
]nirpose  before. 

The  terminal  is  constructed  of  alternate  concentric  in- 
sulating and  conducting  layers,  forming  a  series  of  condensers 
which  serve  to  make  the  distribution  of  potential  stresses  in 
the  insulating  material  uniform  and  thus  increase  dielectric 
strength  of  the  terminal.  As  a  result  a  much  smaller  ter- 
minal can  be  used  for  a  given  voltage  with  a  corresponding 
saving  in  cost  of  the  entire  piece  of  apparatus  and  a  gain  in 
dependability  under  conditions  of  abnormal  stresses  due  to 
surges,  lightning  and  similar  causes. 


Oil    Circuit    Breaker    Equipped    With    High    Tension 
Condenser    Type   Terminals. 

It  can  be  readily  seen  that  any  terminal  passing  through 
a  metal  tank  forms  in  effect  a  curved  condenser,  the  plale^ 
of  which  are  the  surface  of  the  terminal  and  the  surface  of 
the  hole  or  bushing  in  the  tank.  The  insulation  between  the 
two  is  the  dielectric  of  a  condenser  and  is  subject  to  all 
the  conditions  affecting  such  a  dielectric.  It  can  be  shown 
both  mathematically  and  experimentally  that  the  static 
stresses  in  the  dielectric  of  a  curved  condenser  are  not  uni- 
form throughout  the  thickness,  but  are  greatest  near  the 
inner  surface.  Therefore  the  thickness  of  the  insulation 
must  be  made  such  that  the  inner  layers  will  not  be  subjected 
tn  dangerous  stresses,  which  result  in  the  outer  layers  being 
thicker  than  necessary.  Looking  at  the  matter  in  another 
way,  if  the  insulation  is  designed  for  a  certain  voltage  per 
inch  of  thickness,  there  will  be  danger  of  breakdown  due 
to  the  higher  stresses  near  the  inner  surface.  For  low  volt- 
ages the  unnecessary  thickness  of  insulation,  is  not  important, 
but  for  voltages  of  70,000  and  over  the  ordinary  insulator  be 
comes  so  large  as  to  necessitate  an  increase  in  size  of  the 
entire  apparatus. 

By  interposing  the  metal   layers,  the  difference  in  diam- 
eters of  the  plates  of  each  condenser  is  reduced  and  the  dis- 


liiliution  (jf  the  potential  made  moie  uniform,  which  results 
in  a  saving  of  unnecessary  thickness  of  insulation.  An 
idea  of  the  saving  effected  can  be  had  by  a  compari- 
son of  two  terminals  designed  and  tested  for  200,000  volts. 
An  ordinary  bulk  type  terminal  for  this  voltage  is  about  9  ft. 
in  length  and  16  in.  in  diameter  including  insulation.  A  con- 
denser type  terminal  for  the  same  voltage  is  7  ft.  in  length 
and  4  in.  in  diameter,  the  volume  of  the  former  being  S  times 
the  latter. 

The  condenser  type  terminal  is  constructed  by  winding 
the  successive  layers  on  a  central  outlet  tube.  The  insulating 
layers  consist  of  a  special  grade  of  paper  wound  under  pres- 
sure and  cemented  and  pressed  together  into  a  solid  mass 
without  weak  spots.  On  each  thickness  of  insulation  is 
wound  a  layer  of  metal  foil.  The  layers  are  so  finished  that 
each  is  shorter  than  the  one  beneath  it,  thus  tapering  the 
terminal  and  providing  a  creeping  surface  between  successive 
conducting  layers.  The  creeping  surfaces  on  the  end  pro- 
jecting into  the  air  are,  naturally,  larger  than  those  at  the 
end  submerged  in  oil.  A  heavy  metallic  flange  is  fastened  to 
the  outside  of  the  terminal  to  serve  as  a  support  for  mounting 
it  in  the  tank. 

The  illustration  shows  a  60.000-volt  oil  circuit-breaker 
equipped  with  condenser  type  terminals.  The  Westinghouse 
Electric  &  Manufacturing  Company  supply  these  terminals 
with  all  high  voltage  transformers,  circuit-breakers,  electro- 
static voltmeters  and  similar  apparatus. 


A  NEW  CRANE   MOTOR. 

A  new  direct  current,  rever.sible  and  totally  enclosed 
crane  motor,  known  as  the  "Western  Electric"  Hawthorn 
type  HLA,  has  just  been  placed  on  the  market.  This  motor 
combines  high  electrical  efficiency  with  a  compact  and  rigid 
construction,  which  insures  absolute  reliability  under  the 
severe  conditions  common  to  crane  and  hoisting  service. 

These  motors  are  of  the  totally  enclosed,  split  frame  type, 
and   are   built  in   sizes   ranging   from   1%    h.p.   at   1375  r.p.m. 


Western    Electric    T>  pe    "HLA"    Crane    Motor. 

to  .50  h.p.  at  525  r.p.m.  The  frame  is  cylindrical  in  form  and 
of  small  diameter,  requiring  minimum  head  room  and  reduc- 
ing the  moment  of  inertia  of  the  revolving  parts.  The  franie^ 
is  cast  of  soft  steel  and  designed  with  a  low  center  of  gravity 
and  ample  feet  surface  for  rigidly  bolting  in  i]lace.  The 
upper  half  of  the  frame  may  be  lifted  after  removing  si.\  or 
eight  bolts,  depending  upon  the  size  of  the  motor.  This 
leaves  the  armature  and  bearings  intact.  The  heads  are 
not  split,  but  can  be  lifted  out  after  removing  the  upper 
half  of  the  frame  and  the  bolts  which  secure  the  heais  to 
the  lower  frame.  This  leaves  the  motor  practically  dis- 
assembled. 

The  motor  heads  which  are  held  in  place  by  four  bolts 
are  provided  with  brackets  for  the  mounting  of  the  back 
gear    shafts    and    brake    pads    for    the   addition    of   magnetic 
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brakes.     These   motor   heads   are   adjustable,   which    permits 
of  the  motor  being  mounted  in  various  horizontal  positions. 

The  laminated  pole  faces  which  are  cast  with  the  frame 
are  securely  bolted  to  the  poles.  This  eliminates  iron  losses 
and  insures  cool  operation.  The  bearings  are  of  the  self- 
oiling,  revolving  ring  type  and  their  surface  is  provided  with 
bronze  linings.  This  arrangement  insures  the  efficient  lubri- 
cation and  good  wearing  qualities  necessary  for  heavy  duty. 
The  armature  core  and  commutator  are  mounted  on  a  quill 
to  facilitate  easy  removal  from  the  shaft  without  disturbing 
the  windings.  The  commutator,  coils  and  brush  holders  are 
of  the  latest  improved  design  and  are  made  for  heavy  duty. 


A  CHAFING   DISH  WITH   AN   IMMERSION  TYPE   HEATER. 

It  is  well  established  that  the  efficiencies  of  resistor  ma- 
terials for  heating  devices  cannot  be  improved.  The  best 
energy  developed  by  the  passage  of  an  electrical  current 
through  a  resistance  will  always  equal  1-R.  Obviously,  sev- 
eral resistors  of  different  materials,  all  having  the  same  re- 
sistance, through  which  a  current  of  a  certain  value  flows 
will  each  develop  precisely  the  same  amount  of  heat.  Im- 
provements in  the  efficiencies  of  electric  heating  devices  must, 
then,  come  through  the  effective  utilization  of  the  heat  that 
is  produced  by  the  flow  of  electric  current  through  heating  ele- 
ments. The  efficiencies  of  the  elements  themselves  cannot 
be  improved.  Every  reasonable  precaution  should,  in  the 
efficient  heating  device,  be  taken  to  prevent  the  loss  of  the 
electrically  generated   heat. 


COVtft  fOOC   PAN  SPACINO  RING  WATtfl  PAN 

i 
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CONOUCTINO  COBD  CCNISCL^   IRlTCII  H>A1II(6   tLEHENI  TRAY 


E.xploded  View  of  Chafing  Dish. 

The  principles  of  heat  conservation  advocated  in  the 
above  paragraph  are  embodied  in  the  construction  of  the  new 
Westinghouse  electrically  heated  chafing  dish  which  is  illus- 
trated herewith.  This  device  consists  of  an  ordinary  chafing 
dish  to  which  is  added  a  Westinghouse  disc-type  heater  and 
a  spacing  ring  to  provide  for  its  admission. 

The  heater  is  of  the  disc-immersion  type  and  is  im 
mersed  in  and  is  wholly  surrounded  by  the  water  in  the  water 
l)an.  Evidently,  all  of  the  heat  developed  must  be  imparted 
to  the  water.  There  can  be  no  losses  of  heat  through  direct 
radiation  from  the  heater.  The  water  pan  is  nickled  and 
highly  polished  which  retains  losses  from  radiation  from  the 
hot  water  at  a  minimum. 

The  Westinghouse  disc-type  heater  resembles  somewhat 
a  stove  lid  with  its  handle  permanently  attached.  The  con- 
ductors to  the  heating  element  are  carried  up  through  the 
"handle"  which  is  called  the  lead  arm.  A  specially  prepared 
cord,  a  telescopic  3-heat  control  switch  and  ft  separable  at- 
tachment plug  are  permanently  attached  to  each  heater.  The 
resistors  (heating  elements)  in  Westinghouse  disc-type  heat- 
ers are  hermetically  welded  between  the  sheet  copper  plates 
which  form  the  two  surfaces  of  the  disc.  The  resistors  are 
in  intimate  contact  with,  although  thoroughly  insulated  from 
these  two  plates.  This  construction  effectively  prevents  oxi- 
dization and  insures  that  the  temperature  of  the  heating  ele- 
ment win  never  rise  more  than  a  few  degrees  above  that  of 
the  outside  of  the  heater  and  of  the  liquid  in  which  the 
heater  is  immersed.  The  Westinghouse  disc-type  heater  is 
not  in  any  way  fastened  in  the  water  pan  and  can  be  readily 
removed  for  cleaning  at  any  time.  The  heater  can  be  used  for 
heating  liquids  is  any  vessels  that  will  contain  it.     Any  alco- 


hol heated  chafin.g  dish  of  the  usual  size  can  be  equipped 
for  electrical  operation  by  the  addition  of  a  heater  and  spac- 
ing ring  which  is  slotted  to  provide  for  the  admission  of 
the  lead  arm  to  the  heater.  Both  of  these  parts  are  sold 
separately  or  in  combination  with  a  chafing  dish  by  the  West- 
inghouse Company. 

Disregarding  the  matter  of  thermal  efficiency,  the  follow- 
ing advantages  are  claimed  for  the  Westinghouse  chafing 
dish: 

1.  All  parts  are  readily  accessible  for  cleaning. 

2.  The  heater  can  be  used  for  heating  liquids  in  any 
vessel  that  will  contain  it. 

3.  If  through  oversight  the  water  is  allowed  to  boil  en- 
tirely away  the  heater  will  operate  in  air,  at  normal  voltage, 
for  an  indefinite  period  without  harm. 

4.  There  are  no  porcelain  or  moulded  asbestos  parts 
which  are  brittle  employed  in  the  ajjparatus.  No  brittle  or 
fragile  materials  are  used. 

5.  The  heater  and  spacing  ring  will  fit  any  alcohol  heated 
standard  chafing  dish  of  3  pints  capacity.  Having  an  outside' 
diameter  of  water  pan  rim  of  from  8%  to  9%  in. 

The  three  heats  take  125,  250  and  500  watts  respectively. 


ELECTRIC  PLANT  OF  KINGFALFA  MILLS,  NEBRASKA 
CITY,   NEB. 

The  extensive  use  of  alfalfa  meal  for  stock  feeding  in  our 
western  states  has  caused  a  very  rapid  growth  of  a  new  indus- 
try; namely,  the  grinding  of  alfalfa  stalks  for  the  production 
of  this  highly  nutritious  product.  The  mills  are  usually  elec- 
trically driven  and  they  form  an  attractive  example  of  the 
way  in  which  electric  power  contributes  to  the  development 
of  a  new  industry. 

A  typical  installation  is  that  of  the  Kingfalfa  Mills  at 
Nebraska  City,  Neb.  Their  plant  consists  of  a  300  k.v.a.,  440- 
volt,  600  r.p.m.,  3-phase,  60  cycle,  alternating  current  gener- 
ator of  the  two-bearing,  belt-driven  type;  this  is  driven  by 
a  300  h.p.,  simple,  non-condensing  Corliss  engine,  and  the 
power  developed  is  used  to  drive  a  disintegrator  or  alfalfa 
meal  mill  and  other  auxiliary  machines,  such  as  blower,  dust 
collector,  packer,  etc.  The  alfalfa  mill  is  driven  by  a  150  h.p. 
slii)-ring  type  motor,  w^hich  is  belted  direct  to  the  mill. 


Eioctrie  Plant  of  Kingfalfa  Mills. 

On  account  of  the  great  weight  of  the  mill  and  the  inertia 
of  the  moving  parts  a  high  starting  torque  is  required  to  start 
and  bring  it  up  to  speed,  which  is  a  severe  test  on  the 
capacity  of  both  the  motor  and  generating  plant. 

The  capacity  is  four  tons  per  hour  of  the  finished  product, 
and  in  a  test  of  several  hours  continuous  operation  has  been 
worked  to  the  capacity  of  six  or  seven  tons  per  hour.  The 
entire  electrical  equipment  was  manufactured  and  installed 
by  Fairbranks,  Morse  &  Co.,  through  their  branch  office  at 
Omaha,  Neb. 
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NEWS  NOTES 


INCORPORATIONS. 

SAN  FRANCISCO,  CAL.— The  Sierra-Blue  Lakes  Water  & 
Power  Company  has  been  incorporated  by  Eugene  J.  Sulli- 
van, Walter  E.  Sullivan  and  Geo.  H.  Richardson,  with  a  capi- 
tal  stock  of  175,000. 

SAN  FRANCISCO,  CAL.— The  La  Sierra  Heights  Water 
Company  has  been  incorporated  by  J.  E.  Coberly,  Edwin  Hig- 
gins,  A.  B.  A.  Briggs,  H.  G.  Hubbard,  and  J.  O.  Smith,  with 
a    capital    stock    of   $1,000,000. 

REDWOOD  CITY,  CAL.— The  Sierra  and  San  Francisco 
Power  Company  has  filed  amended  articles  ot  Incorporation. 
The  principal  place  of  business  has  been  changed  to  Mill- 
brae.  The  capital  stock  of  the  company  is  $:iO,000,000  and 
the  directors  are:  J.  S.  Thornton,  Winfleld  Dorn,  H.  F. 
.lackson,  Geo.  H.  Whipple  and  W.  Gregory. 

SAN  FRANCISCO,  CAL.— Articles  ot  incorporation  of  the 
California  Power  &  Manufacturing  Company,  capitalized  at 
$5,000,000,  have  been  filled  by  F.  G.  Baum,  Charles  VV.  Slack, 
Chauncey  S.  Goodrich,  George  H.  Ray  and  .lohn  T.  Pigott. 
The  company  proposes  to  own  and  oi)erate  water  plants  lor 
power,  lighting,  irrigation,  electricity  and  heating  in  Northern 
California. 


TRANSMISSION. 
CHELAN  FALLS,  WASH.— Power  stations  will  be  estab- 
lished at  Entiat  and  Chelan  Falls  in  the  spring  by  George  D. 
Brown  of  this  place. 

NORTH  YAKIMA,  WASH.— The  Pacific  Power  &  Light 
Company  has  applied  to  the  county  for  a  franchise  for  :!0 
miles  of  pole  line  to  siipi)ly  power  and  light  for  its  telephone 
properties. 

EUGENE,  ORE.— The  Oregon  Power  Company  is  asking 
proposals  for  materials  to  be  used  in  construction  of  the  power 
plant  at  Martin  Rapids  on  the  McKenzie  river.  Manager  Spen- 
cer is  now  on  his  way  to  Chicago  to  confer  with  officials  as 
to  other  work. 

BISHOP,  CAL. — F.  B.  Mechling,  commercial  agent  for  the 
Nevada-California  Power  Company,  from  Goldfield,  has  made 
a  trip  through  southern  Inyo  and  lower  Owens  Valley  and 
signed  up  business  for  the  company  prospective  toward  the 
extension  of  the  power  lines  down  the  valley. 

OROVILLE,  CAL.— According  to  H.  H.  Sinclair,  general 
manager  of  the  Great  Western  Power  Company,  the  only 
work  that  will  be  done  this  year  will  be  the  addition  of  an- 
other unit  to  the  power  plant  at  Big  Bend.  This  work  will 
cost  in  the  neighborhood  of  $200,000. 

SPOKANE,  WASH.— According  to  D.  L.  Huntington,  pres- 
ident of  the  Washington  Water  Power  Company  a  new  power 
house  will  be  built  on  the  Spokane  River  this  side  of  the  re- 
cently completed  Little  Falls  unit,  and  there  is  a  transmis- 
sion line  to  be  built  from  the  plant  to  Spokane. 

PLACERVILLE,  CAL. — Engineers  have  prepared  a  camp 
at  Chili  Bar  on  the  south  fork  of  the  American  River  tor 
the  complete  survey  and  platting  of  the  power-site  ditch  right 
and  other  interests  at  Chill  Bar  owned  by  John  Pearson  of 
this  city,  and  now  under  bond  to  the  Sacramento  and  Sierra 
Railway  Co.  The  engineers  are  under  Civil  Engineer  J.  A. 
Graham  of  Berkeley.  A  few  weeks  ago  John  P.  Fisher,  former 
county  clerk  of  El  Dorado  County  and  now  a  trusted  agent 
of  the  Sacramento  and  Sierra  Railway  Company  appropriated 
5000   miner's   inches   of  the   water   of  the   south   fork  of  the 


American  River  and  it  is  now  apparent  that  the  appropria- 
tion of  water  will  he  used  for  the  purpose  of  the  development 
of  electricity.  That  the  Sacramento  and  Sierra  Railway  Com- 
pany is  considering  the  enterprise  of  constructing  a  great 
power  plant  for  the  generation  of  power  to  operate  its  ears 
is  evident. 


FINANCIAL. 
NEWPORT  BEACH,  CAL.— The  City  Trustees  last  week 
offered  a  resolution  of  intention  to  call  an  election  to  vote 
for  the  purchase  of  a  gas  and  electric  light  system  for  New- 
port. The  electric  light  company  places  a  valuation  of  $15,- 
000  on  its  plant.  The  Board  decided  to  make  a  bond  issue 
of  $55,000,  interest  5  per  cent,  and  to  pay  off  two  $1000  bonds 
each  year  after  five  years  had  elapsed.  It  will  not  take  the 
amount  named  to  purchase  the  plants  but  the  Board  wants  to 
have  bonds  voted  and  then  sell  them  as  they  are  needed. 

PORTLAND,  ORE.— The  American  Power  &  Light  Com- 
pany, of  71  Broadway,  New  York,  have  purchased  the  Hood 
River  Light  &  Power  Company,  of  Hood  River,  Oregon,  a 
company  owning  a  generating  plant  on  Hood  River,  and  sup- 
plying the  town  of  Hood  River  with  power,  light  and  water. 
The  following  new  officers  have  been  elected  for  the  Hood 
River  Company,  and  hereafter  it  will  be  operated  by  the  same 
management  as  the  Pacific  Power  &  Light  Company:  Presi- 
dent, Guy  W.  Talbot,  vice-president,  A.  S.  Grenier;  secretary 
and  treasurer,  Geo.  F.  Nevins;  assistant  secretary  and  treas- 
urer, Lewis  A.  McArthur;  general  manager,  James  E.  David- 
son. The  new  officers  of  the  Hood  River  Company  will  be  in 
the  Spalding  Building,  Portland,  Oregon.  The  American 
Power  &  Light  Company  already  controls  the  following  com- 
panies in  Oregon  and  Washington:  Pacific  Power  &  Light 
Company,  Portland  Gas  &  Coke  Company,  Walla  Walla  Val- 
ley Railway  Company  and^  Hanford  Irrigation  &  Power  Com- 
pany, all  of  which  have  headquarters  in  Portland.  It  is  un- 
derstood from  press  reports  that  a  66,000-volt  line  will  be 
built  by  the  Pacific  Power  &  Light  Company  from  its  pres- 
ent plant  at  The  Dalles,  westward  along  the  Columbia  River 
22  miles  to  Hood  River,  in  order  that  the  Hood  River  Light 
&  Power  Company  may  have  additional  power  service  to  fall 
back  on  in  case  of  emergencies.  It  is  also  reported  that  addi- 
tional development  will  be  made  at  Hood  River,  and  that  more 
distribution  lines  will  be  built  in  the  Hood  River  Valley. 


TRANSPORTATION. 
MARSHFIELD,    ORE.— It     is    announced    that    the    Lane 
County  Asset  Company  has  financed  20  miles  of  electric  road 
from  Eugene  to  Florence. 

BELLINGHAM,,  WASH.— The  Chamber  of  Commerce  has 
recommended  that  the  city  subscribe  sufficient  funds  for  the 
construction  of  the  first  nine  miles  of  the  Nooksack  Valley 
Traction   &   Railway  Company. 

MISSOULA,  MONT. — Local  business  men  are  considering 
the  construction  of  a  Missoula-Kalispell  electric  railway  line 
across  the  Flathead  country  and  of  an  electric  road  through 
the  Frenchtown  and  Grass  Valley  countries. 

SAN  BERNARDINO,  CAL.— Preparatory  to  linking  this 
city  with  Los  Angeles  via  Riverside,  the  San  Bernardino  Trac- 
tion Company  has  commenced  to  tear  out  its  roadbed  along 
Third  street,  rei)lacing  the  track  with  100  pound  rails.  The 
entire  system  throughout  the  valley  will  be  replaced  with 
heavier   rails. 
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PORTLAND,  ORE. — Application  for  a  subway  franchise 
has  been  made  by  the  chief  engineer  of  the  Bakei-  Inter- 
urban  Railway.  It  provides  for  a  complete  street  car  system 
in  addition  to  the  bore  under  the  Willamette  river. 

PORTLAND,  ORE. — John  P.  Stevens,  president  of  the  x\orth 
Bank  Railroad,  announced  that  only  two  electric  roads  will 
be  built  in  Oregon  this  year,  one  is  the  Eugene  extension  75 
miles  long,  extending  to  the  coast.  Contracts  for  construc- 
tion will  be  let  at  once.  The  other  road  is  the  Tillamook  line. 
SACRAMENTO,  CAL.— The  people  of  the  city  who  live 
in  the  vicinity  of  C  street,  between  Nineteenth  and  Twenty- 
seventh  streets,  have  sent  a  petition  to  Mayor  M.  R.  Beard 
requesting  him  to  urge  the  Northern  Electric  Railway  Com- 
pany to  extend  its  local  service  line  up  C  street,  from  Eigh- 
teenth to  Twenty-fifth. 

SACRAMENTO,  CAL.— Plans  and  specifications  have  been 
drawn  for  the  remodeling  of  the  Northern  Electric  Com- 
pany's building  at  Eighth  and  J  streets,  the  work  to  begin  in 
early  spring.  The  present  walls  of  the  structure  will  be  torn 
down  and  a  pressed  brick  and  plate  glass  effect  substituted. 
New  tile  flooring  will  be  laid  throughout  the  building  and  the 
heating  arrangements  and  electric  apparatus  will  be  modern. 
MEDFORD,  ORE.— John  R.  Allen,  who  has  held  a  fran- 
chise for  a  street  railway,  started  work  on  it  just  48  hours 
before  the  franchise  expired.  Two  blocks  of  track  on  the  main 
street  were  laid.  No  engineering  work  has  been  done,  and 
no  stakes  set.  A.  Welch,  502  Fenton  building,  Portland,  owns 
the  Allen  franchise.  He  has  sent  Jas.  R.  Thompson,  an  engi- 
neer, to  Medford  to  start  on  this  system,  which  will  ulti- 
mately cover  the  entire  Rogue  river  valley. 

OAKLAND,  CAL.— The  statement  of  Vice-President  E. 
E  Calvin  of  the  S.  P.  Co.  that  the  proposed  ordinance,  passed 
to  print  two  weeks  ago,  granting  the  railroad  a  franchise  on 
Seventh  street,  was  not  approved  by  its  president,  has  de- 
feated the  possibility  of  the  awarding  of  the  grant  on  the 
Oakland  plan,  as  outlined  by  Chairman  Ben  H.  Pendleton 
o.""  the  City  Council.  The  matter  will  have  to  be  entirely  re- 
considered, and  will  come  up  at  the  next  meeting  of  the 
Council. 

PETALUMA,  CAL.— The  Petaluma  &  Santa  Rosa  Electric 
Railway  Company,  through  its  president,  E.  M.  Van  Frank, 
has  asked  the  Pet.-Uuma  trustees  to  grant  a  franchise  to  the 
company  for  a  line  through  this  city.  A.  W.  Bullard,  the 
San  Francisco  representative  of  Rollins  &  Sons,  financed  the 
project  to  extend  the  local  electric  line  to  deep  water.  The 
terminus  will  be  at  Point  Pedro,  where  it  is  proposed  to  have 
fast  steamers  meet  the  road  and  convey  the  passengers  and 
freight  to  San  Francisco. 

STOCKTON,  CAL. — After  a  long  drawn  out  controversy 
the  city  trustees  of  Modesto  have  voted  to  advertise  for  sale 
the  franchise  asked  for  by  the  San  Joaquin  Valley  Electric 
Railway.  This  means  that  the  Brackett  electric  road,  which 
is  now  pushing  construction  work  on  its  line  between  Stock- 
ton and  Modesto,  will  gain  the  desired  entrance  to  the  Stan- 
islaus county  seat.  The  franchise  will  be  on  Elm  street, 
from  the  city  limits  to  Eighth,  on  Eighth  to^F,  with  a  spur 
for  passenger  purposes  only  from  Eighth  to  Ninth  on  1  street. 
At  a  meeting  held  the  directors  of  the  San  Joaquin  Valley 
Electric  Railway  was  increased  by  the  addition  of  Fred  W'. 
Rothenbush,  the  Stockton  brewery  man,  and  Andrew  Mc- 
Cormick,  the  cattleman  and  meat  dealer. 

PORTLAND,  ORE.— Ten  acres  of  land  have  been  pur- 
chased by  the  Portland  Railway,  Light  &  Power  Company  in 
southeast  Portland  upon  which  will  be  built  the  company's 
new  car  shops.  The  tract  lies  directly  west  of  the  large 
shops  of  the  S.  P.  Co.  The  11-acre  tract  at  Powell  and 
Twenty-sixth  streets,  bought  recently  by  the  company,  will  be 
used  for  a  material  yard  with  the  intention  of  erecting  car 
barns  upon  a  portion  of  the  land  as  the  demand  for  shelter 


for  the  company's  rolling  stock  increases.  Vice-president  F. 
1.  Fuller  is  now  having  the  plans  for  the  new  shops  drawn 
up  and  that  construction  will  be  commenced  as  soon  as  pos- 
sible. The  shops  will  be  built  in  units,  the  first  unit  to  cost 
about  $300,000.  It  will  be  a  fireproof  structure  of  brick  or 
concrete.  Other  units  will  be  added  in  accordance  with  the 
demand.  One  very  important  factor  in  industrial  Portland 
will  be  the  manufacture  of  cars  instead  of  sending  to  East- 
ern or  Middle  States  factories  for  them.  Last  year  the  com- 
pany bought  120  new  cars. 

OAKLAND,  CAL.— The  plans  of  the  United  Properties 
Company  to  extend  the  Oakland  Traction  and  Key  Route  sys- 
tems to  Sacramento  and  San  Jose  were  revealed  last  week, 
when  the  incorporation  papers  of  the  Sacramento  Short  Line 
and  San  Jose  Short  Line  Railways  were  filed.  According  to 
the  plans  of  the  corporation  the  Key  Route  system  known  as 
the  San  Francisco,  San  Jose  and  Oakland  Railway,  will  be 
extended  98  miles  into  Sacramento,  there  to  connect  with 
the  Northern  Electric  Company.  The  San  Jose  extension 
will  be  but  a  continuation  of  the  Oakland  Traction  Company, 
whose  lines  at  present  terminate  in  Hayward.  A  franchise 
and  rights  of  way  have  already  been  secured  for  the  extension 
of  this  line  into  San  Jose.  The  Sacramento  Short  Line  is  cap- 
italized at  $10,000,000  and  the  directors  are  attaches  of  the 
office  of  Gavin  McNab,  one  of  the  incorporators  of  the  United 
Properties  Company.  Of  the  capital  stock,  B.  M.  Aikens,  Mc- 
Nabs  chief  aid,  has  subscribed  $84,000,  and  the  remaining 
directors,  R.  P.  Henshall,  Luther  Elkins,  George  W.  Mor- 
decai,  N.  Schumlowitz,  R.  V.  Whitney  and  F.  L.  S.  Stewart, 
have  subscribed  $1000  each.  The  same  directorate  appears  in 
the  incorporation  papers  of  the  San  Jose  Short  Line.  The 
capital  stock  is  fixed  at  $80,000. 


.    ILLUMINATION. 
ARLINGTON,    ORE.— C.    H.    Busey    has     petitioned     the 
Council    to   erect    and   operate    an    electric    lighting    plant    in 
this  city.     The  matter  has  been  taken  under  advisement. 

LONG  BEACH,  CAL.— The  Towne  Electric  Company  of 
this  city  will  install  electric  power  fixtures  and  lighting  for 
the  new  Polytechnic  and  Academic  high  school.  The  com 
pany's  bid  is  $.j9.50.50. 

TUSTIN,  CAL. — Residents  of  Tustin  have  presented  a 
petition  to  the  Supervisors  asking  for  the  formation  of  a  Pa- 
cific Highway  Lighting  District  and  a  resolution  has  been 
adopted  by  the  Board  calling  an  election  for  February  6th 
to  vote  on  the  proposition  of  forming  a  district  to  be  known 
as  the  Tustin  lighting  district  of  Orange  County. 

MERCED,  CAL. — Mr.  J.  M.  Berkley,  consulting  engineer 
of  the  San  Joaquin  Light  &  Power  Company,  visited  here 
last  week  in  connection  with  the  plans  which  the  company  is 
making  for  the  improvement  of  the  gas  system  at  Merced. 
This  improvement  will  embrace  the  entire  reconstruction  and 
rebuilding  of  the  old  works.  A  new  75,000  cubic  foot  gas 
holder  will  be  constructed  and  the  mains  throughout  the  city 
will  be  relaid  and  larger  service  pipes  installed.  The  im- 
provement will  cost  about  $25,000,  and  work  will  begin  next 
week. 

SACRAMENTO,  CAL.— One  million  dollars  will  be  in- 
vested in  the  city  of  Sacramento  by  the  Pacific  Gas  &  Elec- 
tric Company  during  the  year  1911.  This  sum  will  be  ex- 
pended in  erecting  an  auxiliary  steam  plant,  in  the  improve- 
ment of  the  street  railway  service,  in  additions  to  the  gas 
plant  and  in  other  betterments  of  the  company's  interests. 
The  beginning  of  these  expenditures  has  already  been  made 
and  further  work  will  be  pushed  as  rapidly  as  possible.  The 
plant  for  generating  electricity  by  steam  will  of  itself  cost 
$500,000,  exclusive  of  the  lot  upon  which  it  will  be  located. 
The  site  has  already  been  purchased  and  plans  have  been 
completed  for  the  immediate  construction  of  a  steam  turbine 
with  an  average  capacity  of  15,000  h.p. 
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FIREPROOF  SUBSTATIONS 

nv    r.    F.    AHAMS  ' 

The  problem  of  liow  to  deliver  lisjlit,  heat,      as   regards  high   tension  arcs  and   flame.     Galvanized 
and  power  without  •■s|)illing"  the  goods  en      steel   stations  provide  an  excellent  ground  path   for  a 

free  arc,  which  generally  centers  on  a  limited  surface. 
A  few  holes  the  size  of  bird  shot  through  the  sheet 
steel   is  generally   the  limit  of  the   damage   in   a   steel 
building  when  high  tension  troidde  occurs. 

•  )ur  technical  literature  and  the  discussions  of  the 
Institute  of  Electrical  Engineers  devote  manv  ])ages 
to    the    subject    of    tire    risk     from     the    use    of    oil 

type     transform- 


import- 


lonte,    has    always    engaged    the    nimds    of 

^  Iransmission  men. 

^^^g  (  )vving  to  the  concentration  of  ap])aralus 

bBIHJ     at  substations,  there  are  always  a  large  num- 
c.F.Adams      ],p,.    ,,f    possible    "spilliug"    poiuts    centered 
there.      Many    of   the    earlier    switching   stations    and 
small    sub-stations   came    to   grief   before   the 
ance  of  fire  pre- 
vention was  real- 
ized. A  free  high 
tension   arc   in    a 
small    substation 
is    not    a    proper 
subject   for  close 
attention,   in    the 
station. 

Erom  a  studv 
of  human  im- 
pulse, the  emer- 
ge n  cy  switches 
are  always  lo- 
cated out  of 
doors,  and  these 
are  g  e  n  e  r  a  1 1  y 
sui)pleniented  by 
high  tension 
fuses,  at  stations 
where  an  attend- 
ant is  not  on 
continuous  duty. 
For  the  past  four 


Mountain    View    Kuli.slation. 


years,  one  station  after  another  has  been  relnnlt  and 
constructed  of  fire  proof  material.  I^einforced  concrete 
is  the  material  most  erAployed  in  the  more  important 
points.  Concrete  barriers  separate  the  high  tension  oil 
switches,  and  in  some  stations  thev  are  used  as  Inis 


ers.  Many  of  the 
fi  ironost  e  n  g  i  - 
n  e  V  r  s  insisted 
liiat  the  station 
tire  risk  was  di- 
re c  t  1  y  ]5ropor- 
t  i  o  u  a  I  to  the 
amount  of  oil  in- 
volved, (ieneral 
e  X  p  e  r  i  ence  al- 
ways determines 
disputes  of  this 
nature,  and  the 
practice  of  the 
Pacific  Coast  en- 
gineers, in  avoid- 
i  n  g  ex-pensi\-e 
transh  inner  com- 
partments, o  i  1 
drains,  and  spe- 
cial transformer 
fire  apparatus 
has  been  \-indi- 
(  )il  cannot  burn  unless  it  is  verj-  hot. 
Vou  cannot  over- 
in  a  few  minutes 


cated  by   time 

or  fed  through  some  form  of  wick. 

heat  several  hundred  gallons  of  oi 

time. 

A  proper  fuse  or  automatic  switch  will  jjrotect  a 
partitions  also.  Eor  the  moderate  country  station,  the  •  transformer  against  much  damage  from  internal  short 
preferred  structure  is  of  galvanized  steel  mounted  on  circuit.  The  absence  of  external  combustible  material 
a  steel  frame,  the  floor  being  of  concrete. 


The  concrete  station   is  found  to  lie  invulnerable 


>  Engineer   of   Electric   Construction.    Pacific   Oa.s    &    Electric 
Company. 


is  the  best  protection  against  possible  external  heat. 
If  there  is  nothing  combustible  in  the  structure  of  a 
station,  transformers  require  no  fire  housings. 

This  general  jirinciple  has  governed  the  design  of 
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stations  and  their  iiUcrnal  ar- 
rangement. The  accompanying 
photos  show  the  external  line  and 
switching  structures,  as  well  as 
the  character  of  buildings  now  in 
use  by  the  Pacific  Gas  &  Electric 
Company. 

Redwood,  Alarysville,  Chico 
and  Mountain  View  have  e.xcel- 
lent  examples  of  the  compact  con- 
crete buildings.  ■  Hammontown 
lias  a  galvanized  steel  .structure, 
while  the  stations  at  San  Mateo 
and  Palo  Alto,  are  housed  in  ma- 
sonry structures,  whose  combu^- 
tible  material  is  limited  to  the 
roof  only. 

Of  the  above  concrete  stations. 
Marysville  contains  five  sets  of 
three-pole  6o-kilovolt  oil  switches, 
being  an  important  switching  sta- 
tion. Its  transformer  ecjuipment 
consists  of  six  500-kilowatt  units, 
which  supply  current  for  six  tvvo^ 
phase  circuits  for  light  and  power 
purposes.     • 

C  hico  station  has  1700-kilovvatt 
capacity  of  transformers,  and  is 
also  the  junction  point  for  the 
lines  of  the  Xcjrthern  Calihirnia 
Power  Company. 

Mountain  View  station  contains 
1 500-kilowatt  capacity  of  trans- 
formers supplying  current  to  Pain 
Alto  and  Sunnyvale.  It  is  also  an 
important  switching  station.  The 
industry  and  taste  displayed  on 
the  lawn  and  yard  decorations 
have  made  this  a  "premium  sta- 
tion," and  the  station  interior  is 
as  well  kept  as  the  grounds. 

Redwood  City  station  contains 
six  sets  of  60-kilovolt  oil  switches, 
and  a  transformer  equipment  of 
1 500-kilowatt.  Four  distributing 
circuits  are  operated  from  this 
]K)int. 

The  operating  success  which 
has  followed  the  adoption  of  the 
fire-proof  station  is  its  best  re- 
commendation, and  all  future  stalinn 
planned  for  the  same  permanence  and 
service. 


Pal.)    Alto    Subst.ation,    Nejir    the    Railroad, 


n.tmiiioTiton    Siilistatitiii.    Siippl>-ing    Twenty    Gold    I>redgers    oil   the    Yuba    Kivtr. 


are 
hiyh 


Demg 
s;rade 


PUBLIC  UTILITIES  COMMISSION   PROPOSED 
IN  UTAH. 

The  creation  of  a  public  utilities  commission,  with 
jurisdiction  over  all  public  service  corporations  in 
L'tali,  is  authorized  by  a  bill  introduced  by  Senator 
Padger,  of  Salt  Lake.  The  l)ill  gives  the  commission 
executive  powers  over  the  corporations  specified  with 
reference  to  fixing  standards  of  rates  to  he  charged, 
adjusting  differences  and  regulating  the  business  of 
the  corporations.  The  commission  is  to  consist  of 
three  members,  appointed  by  the  GoveriKir.     Xot  more 


tli;in  t\\i>  I  if  the  members  shall  be  affiliated  with  the 
same  political  part}'.  One  commissioner  is  tn  be  ap- 
pointed f(ir  two  years,  another  fur  four  years  and  the 
third  for  six  years.  At  the  expiration  of  each  term  the 
successor  of  the  original  appointee  is  to  he  named  for 
six  vears.  One  commissioner  is  to  devote  all  of  his 
time  to  the  work  and  the  other  two  part  of  their  time. 


Oil  burning  boats  to  the  number  of  340  are  credited 
to  the  port  of  San  Francisco,  according  to  the  records 
of  the  U.  S.  Steamboat  Inspectors'  office,  as  compiled 
by  John  K.  Bulger.  The  total  tonnage  of  these  ves- 
sels is  391,521  and  their  consumption  of  fuel  oil  is  esti- 
mated at   25.000,000  barrels  per  aimuin. 
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ELECTRICAL  STRIDES  IN  THE  SOUTHWEST. 

BY   CH.\S.    H.   PEIRSON. 

Los  Angeles  is  further  advanced  in  the  use  of 
electricity  than  any  other  city  in  the  world,  according 
to  the  annual  mid-winter  number  of  the  Los  Angeles 
Times.  Its  people  use  more  electricity  per  capita. 
Almost  every  dwelling,  from  the  shack  to  the  mansion, 
is  equipped  with  electric  lights.  Electricity  is  used  for 
more  industrial  purposes  than  elsewhere.  Events  of 
the  past  month  indicate  that  the  year  191 1  will  see  it 
become  the  exclusive  motive  power  for  all  transporta- 
tion save  transcontinental  and  long  coastwise  hauls.  In 
agriculture  electricity  has  taken  a  more  prominent 
place  than  in  any  other  industry,  and  for  irrigation  and 
bringing  to  the  use  of  humanity  great  areas  of  produc- 
li\e  land,  it  has  proven  so  efficient  that  the  expert 
minds  devoted  to  its  study  do  not  hesitate  to  make 
startling  predictions  for  the  future. 

The  great  era  of  the  development  of  electric  power 
by  the  private  corporations  operating  in  Southern  Cal- 
ifornia commenced  in  1906,  and  continuing  to  the  pres- 
ent time  is  chronologically  as  follows : 

The  bringing  in  of  Southern  California  Edison 
Company's  Kern  River  power  plant  with  a  capacity  of 
30,000  horsepower. 

The  completion  of  Southern  California  Edison 
Company's  steam  plant  in  Los  Angeles,  with  a  capacity 
of  16,000  horsepower. 

Following  this  was  the  dcveloi)ment  by  the  Pacific 
Light  &  Power  Company  of  its  Kern  River  plant  with 
a  water-power  capacity  of  10,000  horsepower. 

Next  the  Pacific  Light  &  Power  Company  com- 
pleted its  steam  plant  at  Redondo,  with  a  capacity  of 
20,000  horsepower. 

The  Pacific  Light  &  Power  Company  is  now  con- 
structing a  steam  plant  at  Redondo  with  two  turbo- 
generators of  16.000  horsepower  each,  or  a  total  of  32,- 
000  horsepower. 

The  Southern  California  Edison  Company  is  now- 
constructing  at  Long  Beach  what  will  ultimately  be 
(iue  of  the  largest  steam  plants  in  the  world.  It  has  an 
installation  of  eight  turbo-generators  of  16,000  horse- 
power each,  with  128  boilers  of  750  horsepower,  giving 
a  total  capacity  of  nearly  150,000  horsepower. 

The  total  of  the  power  which  has  been  developed 
ly  private  corporations  for  use  in  Southern  California 
since  1906  available  for  use  twenty-four  hours  per  day 
will,  tl-.erefore,  be  seen  to  equal  80,000  horsepower, 
which  is  now  in  use  for  continuous  service. 

The  capacity  of  electric  generation  from  the  waters 
of  the  Owens  River  is  estimated  by  the-  aqueduct  en- 
gineers as  64,000  horsepower  available  for  all  hours  of 
the  day.  By  storing  the  water-power  during  the  early 
hours  of  the  morning,  it  will  be  possible,  however,  for 
the  waters  of  the  aqueduct  to  generate  a  total  output 
of  120,000  horsepower  during  the  evening  lumr  when 
the  demand  reaches  its  maximum. 

Three  events  of  j^redominating  importance  to 
those  engaged  in  the  electrical  business  and  the  pub- 
lic, ha\  e  transpired  during  the  year  1910.  They  are  as 
follows.  • 

The  announcement  a  few  weeks  ago  that  the  South- 
ern Pacific  is  to  electrify  all  i>f  its  sulturban  lines  as 
well  as  lines  leading  tii  near-by  cities,  coupled  with  the 


prospect  that  electricity  may  be  used  as  mcitive  power 
for  even  longer  hauls,  changes  materially  the  aspect 
of  the  generating  proposition  and  puts  a  new  phase  on 
the  question  of  supply  and  demand.  The  program 
announced  for  immediate  electrification  by  the  South- 
ern Pacific  Railway  includes  the  following: 

The  coast  line  to  Ventura  (with  perhaps  an  ulti- 
mate extension  of  the  trolley  system  to  Santa  llar- 
bara),  no  miles. 

The  line  from  Los  Angeles  to  Ontario,  including 
the  line. to  Pasadena,  and  from  Dolgeville  to  Duarte, 
and  a  loop  between  Savannah  and  Pomona. 

Another  part  of  the  .system  planned  to  undergo 
similar  transformation  at  an  early  date  includes  the  line 
from  Los  Angeles  to  San  Pedro  and  Long  Beach,  to- 
gether with  a  system  of  tracks  terminating  in  a  double 
loop  taking  in  West  Anaheim,  Anaheim,  Tustin,  Santa 
Ana,  Newport  Beach  and  Los  Alamitos.  The  steam 
line  projected  to  Santa  Monica  and  built  to  the  Palms 
is  also  to  be  electrified,  affording  a  new  outlet  for  trol- 
ley lines  to  the  .\rcade  Station.  The  electrification  of 
these  steam  lines  will  add  about  300  miles  to  the  1000 
miles  of  trolley  trackage  included  in  the  lines  taken 
over  by  the  Southern  Pacific. 

An  electrical  engineer  conversant  with  the  traffic 
on  the  lines  which  it  is  proposed  to  electrify  and  those 
which  will  probably  be  added  to  the  program  as  an- 
nounced, estimates  that  it  will  require  approximately 
40,000  horsepower  per  day  to  operate  them.  The  esti- 
mated generating  capacity  of  the  flow  of  the  Owens 
River  Aqueduct  is  64,000  horsepower,  and  it  will  thus 
be  seen  that  the  electrification  of  the  lines  of  the  South- 
ern Pacific  as  above  indicated  will  require  electric 
power  equal  to  about  two-thirds  of  the  entire  available 
output  of  electricity  from  the  Owens  River,  thus  ma- 
terially changing  the  basis  of  estimate  of  the  avail- 
able hydroelectric  energy  in  Southern  California. 

Next  in  importance  is  the  en(jrmous  appropriations 
ilecided  upon  by  the  electric  companies  for  steam  aux- 
iliary plants.  This  construction,  either  under  way 
or  arranged  for  during  the  past  year,  will,  u])on  coni- 
pletion,  aggregate  $8,000,000. 

This  seems  remarkable  in  the  face  of  the  fact  that 
the  time  is  rapidly  approaching  when  electric  genera- 
tion from  the  waters  of  the  Owens  River  will  be  avail- 
able. The  answer  is  to  be  found  in  the  fact  that  the 
officers,  managers  and  experts  of  the  private  electric 
companies  have  learned  by  experience  that  service  de- 
]iendent  entirely  upon  water-power  generation  is  un- 
reliable to  the  extent  that  it  is  subject  to  the  destruc- 
tive forces  of  floods,  and  washouts,  and  that  long  trans- 
mission lines  are  menaced  by  many  forms  of  interrup- 
tion. To  guarantee  electricity  to  merchants,  manufac- 
turers and  large  consumers,  whose  business  is  abso- 
lutely dependent  upon  the  constancy  of  light  and 
l)ower,  it  is  necessary  as  a  business  proposition,  to  sup- 
plement all  hydroelectric  energy  by  a  battery  of  steam 
plants  cfjual  to  keep  the  load  up  to  its  maximum  de- 
mand in  the  event  of  any  emergency. 

The  ])eak  load  for  demand  averaging  between  5 
o'clock  and  9  o'clock  in  the  evening  also  has  to  be 
forced  up  by  steam-generated  electricity. 

It  logically  follows  that  in  a  possible  contest  for 
business,  between  a  system  dependent  entirely  upon 
electricity  generated  by  water  and  subject  to  the  vicis- 
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sitiules  of  vveatlitT,  and  a  system  which  can  jjnarantee 
llie  merchants  and  manufacturers  tliat  their  stores 
Wduhl  l)c  H.Gjhtcd  and  the  wheels  of  their  industries  sup- 
plied with  ]50wer  through  auxiliary  forces  of  steam 
ijenerated,  that  the  unsupported  water-power  would 
suft'er  in  competition. 

Electric  jiower  is  already  beinsj  generated  from  the 
u]5per  waters  of  the  Owens  River.  Thus  far  it  is  used 
principally  for  construction,  and  a  small  supply  is  be- 
ing sold  for  lighting  the  village  of  Independence,  Inyo 
county. 

E.  I'.  Scattcrgood,  the  electrical  engineer  of  the 
Aqueduct  Commission,  says  that  the  city  will  have  at 
its  se\cn  ]iower  sites  when  the  development  of  the 
( )wcns  River  power  is  completed,  a\-ailahle  at  a  central 
substation,  a  net  average  of  64,000  horsepower,  and  by 
the  use  of  reservoirs  and  regulating  de\ices,  it  will  be 
possiljle  to  deliver  for  a  short  period  during  any 
twenty-four  hours  up  to  a  peak  load  of  120,000  horse- 
]iower.  This  will  be  accomplished  by  holding  back  the 
water  which  would  flow  through  the  canal  during  the 
early  morning  hours  and  turning  it  all  loose  during 
about  one  hour  in  the  early  evening  when  the  demand 
for  ciuTcnt  for  lighting  is  greatest. 

The  general  plan  of  the  develojiment  of  electric 
power  along  the  line  of  the  aqueduct,  and  its  transmis- 
sion to  T^os  .Angeles  and  vicinity  is,  in  the  npininn  nf 
the  Consulting  Board  of  Engineers,  a  thoroughly  jirac- 
ticable  scheme  involving  no  engineering  jirdblem  whicli 
slioukl  not  permit  nf  successful  solution,  aufl  promising 
a  reliable  source  nf  ])ower,  destined  to  find  a  ready 
market  at  prices  advantageous  to  Los  .Angeles.  Tak- 
ing at  ])oints  of  departure  the  atpieduct's  surveys  for 
amounts  of  fall  and  the  reports  of  stream  flows  and 
ca])acity  nn  wliich  the  general  acpieduct  design  is 
I'ased,  the  li(i;ird  finds  that  the  tutal  anmnnt  of  |)ower 
which  can  be  de\elii])cd  in  the  \icinity  of  l.ns  .\ngeles 
and  ready  for  sale  at  step-down  voltage  is  approxi- 
mately 64,000  horsepower  for  twenty-four  hours  to  a 
maxinuuu  deli\-ery  of  120,000  horsc])owcr.  This  is 
substantially  .^o  per  cent  in  excess  of  the  estimate 
luade  by  the  first  Board  of  Consulting  Engineers.  The 
power  available  at  Cottonwood  and  Division  Creek 
jimounting  to  some?  4500  kilowatts  was  -lot  contem- 
lilatcfl  or  included  in  the  earlier  estimates.  Final  snr- 
\  eys  for  location  with  special  reference  to  power  devel- 
oi)ment  ha\-e  permitted  of  more  advantageous  locations 
of  power  sites,  thus  securing  higher  heads  and  a  cor- 
responding increase  in  the  power  available  without  in- 
creasing the  cost  of  the  aqueduct  construction.  The 
estimate  of  cost  is  less  in  very  marked  degree  than  the 
a\erage  cost  of  hydraulic  power  development  and  in- 
stallation elsewhere  on  this  coast,  and  under  gener- 
ally- sinnlar  i)liysical  conditions  and  surroundings.  In 
the  case  of  the  aqueduct  project  the  pi'imavN-  di\'ision 
works  are  a  part  of  the  aqueduct,  and  the  watei'  is  fnr- 
thenuore  carried  along  the  aqueduct  line  in  close  prox- 
imitv  to  the  |)ower  sites,  lender  these  circumstances 
the  cost  of  hydraulic  development  for  power  in  con- 
nection with  the  aqueduct  should  naturally  be  some- 
what less  than  for  the  dev-elojiment  of  water-power  in- 
dependently. 

The  principal  power  sites  are  in  relatively  close 
proximity  to  the  city  of  Los  Angeles,  and  are  at  the 
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saint'  time  rclatixcly  accessible  for  the  transmissimi 
and  installation  of  e(|uipment.  All  extra  charges  for 
diverting  water  from  the  natural  aqueduct  line  and 
handling  it  along  the  ixovver  line  has  been  charged  to 
power  de\'elopment,  the  same  as  in  the  case  of  diver- 
sion from  the  course  of  a  natural  stream  for  power  ])ur- 
poses.  In  brief,  in  the  distribution  of  charges  between 
the  acpieduct  and  ])Ower  project  the  former  is  charged 
only  with  such  features  as  should  !)e  directly  necessary 
for  passing  the  water  as  an  aqueduct. 

The  experts  of  the  Board  of  Consulting  Engineers 
assumed  that  under  usual  conditions  the  average  a(pie- 
duct  flow  per  day  would  be  at  the  rate  of  400  cubic 
feet  per  second  and  that  this  flow  must  be  maintained 
or  at  least  permitted  whether  power  is  de\'eloi)ed  or 
not.  With  this  steady  flow  the  capacity  of  the  power 
sites  at  San  Fernando  and  at  Haiw'ee  Dam,  together 
with  those  at  Cottonwood  and  Division  Creek  feeders, 
wit'n  an  average  stream  flow  of  twenty  second  feet  and 
eight  second  feet,  respectively,  will  provide  for  a  steady 
development  of  scjme  14,000  kilowatts. 


Cottonwood      Power      Ilmist 'Vwn     17, 

ators— Power     AH      L'tilize.l      foi- 
Work. 


i-kw.      (Jeiier- 
Cuiistrui-tion 


To  prii\iile  for  the  \arial)le  flow  at  these  sites 
while  at  the  same  time  assuring  the  necessary  contin- 
uous daily  a\erage  flow  through  the  entire  length  of 
the  aqueduct,  ])rovision  is  made  for  aqueduct  storage 
reservoirs  above  and  below  these  ,sites.  The  function 
of  these  reservoirs  will  therefore  lie  to  i)ermit  nf  the 
regidation  of  supply  in  accordance  with  the  demand, 
while  in  addition  they  will  ha\e  a  capacitv  sufficient  to 
i;iro\-ide  a  guarantee  against  (irdinarv  interniplic  uis  of 
service  due  to  incidental  repairs  on  the  a<|uedurt  line 
lietween  the  h'airmont  and  ll;iiwee  reser\-oirs. 

Regarding  the  program  for  the  dexelopment  of  the 
(Jwens  power,  the  consulting  board  recommends  a  pro- 
gressive develo],,nent  at  such  a  rate  as  the  growth 
of  tlie  power  market  may  justify.  .\s  a  first  step,  the 
installation  of  all  such  portions  of  tlie  e(pii])ment  as 
may  thus  lie  re(|uired  for  the  aqueduct  project  bv  itself 
together  with  the  full  de\elo]iment  of  one  or  uK.irc 
]Knver  sites  as  further  study  may  indicate,  is  suggested. 

The  cost  of  constructing  the  generating  plant  as 
abo\-e  outlined,  without  allowing  for  a  distributing  sys- 
tem in  Lo_s  .\ngele-,  or  elsewhere  will,  according  to  the 
Consulting  T.oar<l  of  hjigineers.  aniomit  to  ,$7,200,000. 

The  people  of  T  os  .Anyeles  and  Southern  Califor- 
nia are  probably  lhe  greatest  users  of  electric  light  in 
the  world.     In  the  first  place,  their  homes  were  built  to 


l)c  lighted  by  electricity  ;  there  was  little  antique  gas 
piping  and  fixtures  to  be  removed  because  the  great 
construction  period  of  this  city  dates  from  the  time 
that  electricity  was  accepted  by  the  world  as  its  illum- 
inant.  The  number  of  houses  in  Los  .Angeles  and  its 
en\'irons  where  electricity  is  used  for  lighting  is  ap- 
proaching the  loo-per-cent  point. 

In  the  second  place,  the  people  of  Los  .\ngeles 
have  now  the  cheapest  electricity  in  .America — jiroh- 
ably  in  the  world.  They  have  always  had  their  elec- 
tricity far  l^elow  the  cost  of  other  similarly  conditioned 
cities.  .A  tabulation  compiled  from  correspondence 
obtained  from  fifty-seven  cities  shows  the  average 
lighting  rate  to  be  11.4  cents  per  kilowatt  hour,  as 
against  7  cents  in  Los  .Angeles,  this  city  thus  having 
a  rate  40  per  cent  less  than  the  demonstrated  average. 
The  following  will  show  the  reader  what  other  i)er)ple 
are  paying  for  their  electricity  in  cities  and  towns 
which  have  obtained  their  growth,  and  the  extension 
of  whose  distributing  system  is  practically  complete, 
while  Los  .Angeles  is  just  beginning  to  grow  and  its 
distributing  system  must  be  extended  to  permit  of 
growth  : 

\ew  York,  \.  Y.,  population  3.000,000.  maximum 
rate  to  cents:  Brooklyn,  N.  Y.,  1,600.000,  12  cents; 
Rochester,  X.  Y.,  210.000,  S  cents:  Buffalo,  .V.  Y..  415.- 
000.  9  cents;  Philadelphia,  Pa..  1,500.000,  13.5  cent^ ; 
Pittsburgh,  Pa.,  600,000,  10  cents;  Washington.  D.  C. 
350,000,  10  cents;  Baltinifire,  Aid.,  650,000,  10  cents; 
Boston.  Mass..  630,000,  11  cents;  Providence,  R.  I.. 
215.000.  12  cents;  Hartford.  Conn..  105,000.  ii  cents, 
(cash  discount  of  5  per  cent)  ;  Portland,  Ale..  65.000.  (; 
cents:  Manchester.  \.  TL.  70.000.  12  cents,  (cash  dis- 
count of  5  per  cent)  :  Burlington,  A't..  20,000,  10  cents; 
Richmond.  A^a.,  116,000.  to  cents:  Raleigh.  N.  C.  15.- 
000,  13.5  cents:  Chicago.  111.,  2,6(X),ooo,  12  cents:  Alil- 
waukee,  Wis.,  375.000,  12  cents  (cash  discount  of  5 
jier  cent);  Madison.  W^s..  20.000.  14.5  cents;  Des 
Aloines.  Iowa.  100.000.  12  cents,  (cash  discount  of  5 
jier  cent):  Indianapolis.  Ind..  250,000,  10  cents:  To- 
IX'ka,  Kan..  50,000,  9  cents:  Memphis.  Tenn..  200.000. 
10  cents:  Louisville.  Ky..  290.000.  8.4  cents:  Detroit. 
Alich..  450.000,  T2.6  cents:  Grand  Rapids.  Alich..  110,- 
000.  8  cents,  (a  jienaltv  of  10  per  cent  if  not  paid 
promptly);  St.  Paul.  Alinn.,  235.000.  13.5  cents;  Alin- 
neapolis.  Minn.,  310.000,  10  cents;  Kansas  City.  '\\n.. 
375,000.  10  cents;  St.  Louis.  Alo..  750.000.  12  cents; 
Xatchez.  Aliss.,  15.000.  13.5  cents;  New  Orleans,  La.. 
375.000.  17. 1  cents  ;Birmingham.  .Ala. .40, 000,  10.4  cents; 
Little  Rock.  .Ark..  60.000.  13.5  cents;  .Atlanta.  C,a..  150.- 
000,  9  cents;  Newark.  X.  J..  350.000.  10  cents;  Cleve- 
land, O.,  550,000,  12.5  cents;  Cincinnati,  O..  460,000,  10 
cents,  (cash  discount  of  5  per  cent)  ;  Cuthrie,  Okla., 
20.000,  15  cents;  Wheeling,  W.  Va..  50.000.  13.5  cents; 
Sioux  Falls.  S.  D..  15.000.  18  cents;  Fargo,  X^.  D..  15.- 
000.  10  cents;  Denver.  Colo..  225.000.  8  cents:  Boise. 
Idaho.  10.000.  15  cents;  Butte.  Alont..  50,000.  ii.8 
cents;  Omaha.  Xeb..  155.000,  14  cents  (5  per  cent  cash 
discount)  ;  Seattle.  Wash..  200.000,  9  cents,  (10  per  cent 
penalty  if  not  i)aid  promptly)  ;  Spokane.  W'ash..  ^o,- 
000,  TO  cents;  Salt  Lake.  I^tah.  100,000.  10  cents:  San 
Antonio,  Tex..  125,000.  T4,5  cents;  Houston,  Tex.,  100,- 
000,  T3  cents,  (5  per  cent  cash  discount)  ;  Cheyenne, 
AVvo,.  30,000.   T2  cents;  Albuquerque,  N.  M..   10,000. 
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13.5  cents;  Portland.  Ore.,  275.000,  15  cents,  (cash 
discount  of  5  per  cent  I  :  San  Francisco,  Cal.,  500.000.  9 
cents;  Sacramento,  Cal.,  55,000,  9  cents;  Oakland,  Cal., 
150,000.  9  cents. 

One  million  electric  lig'hts  tjlow  in  Los  .Xn^eles 
e\erv  night,  as  shown  by  the  connectiim  records  in 
the  city  electrician's  office. 

One  thousand  and  sixt^'-four  electric  motors  were 
turning-  the  wheels  of  industry  within  the  city  at  the 
close  of  the  last  record  year. 

It  can  be  assumed  that  so  far  as  electric  lighting  is 
concerned,  that  its  use  is  almost  abreast  with  the  popu- 
lation, and  that  its  increase  hereafter  will  be  commen- 
surate with  the  increase  in  population.  Something 
over  95  per  cent  of  the  total  possible  residential  and 
business  lighting  is  now  done  by  electricity,  but  the  in- 
crease in  the  use  of  the  motors  presents  a  field  of  won- 
derful possibilities.  It  is  daily  displacing  the  steam 
and  gasoline  engine  for  manufacturing  purposes,  and 
is  making  the  establishment  of  manufactories  an  un- 
dertaking requiring  far  less  capital  than  in  the  days  of 
the  inevitable  tall  chimney,  the  costly  steam  boiler,  and 
the  solidly  constructed  building  which  was  obliged  to 
stand  the  rack  of  the  steam  engine.  When  I.os  .An- 
geles takes  its  place  in  the  ranks  of  great  manufactur- 
ing cities  of  America,  the  electric  motor  will  be  the 
principal  factor  in  accomplishing  the  achievement. 

The  completion  of  the  Panama  Canal  will,  of 
course,  open  oyr  ports  for  the  importation  of  cheaper 
raw  material  and  the  exportation  of  finished  ])roducts. 
I1  will  bring  directly  to  our  port  the  skilled  and  accom- 
plished textile  workers  of  the  Old  A\'orId  who  now  drift 
from  Castle  Garden  to  the  manufacturing  centers  of 
New  Fngland  and  the  South.  The  cotton  growing  in- 
dustry of  the  Imperial  \'alley  will  become  an  impor- 
tant domestic  source  of  raw  material;  push  the  I)utton, 
and  the  electric  motor  will  do  the  rest. 

The  increase  in  the  use  of  electricity  for  light  and 
liower.  as  shown  bv  the  records  of  the  office  of  the 
cit\-  electrician,  since  the  vear  1005  will  closely  conform 
to  the  increase  of  its  use  in  other  cities  and  towns  in 
Southern  California.    These  records  arc  as  follows: 


FOR  ii.»iK  -vs   M(;H'ri>(;. 

Nmnbfr    <>(     Ifi-c.p.    lamps    co\"enMl     h>-    porniits 

i.s.sueil   cliniiig  year    UiO.'j-n 

190(5-7 
ia07-S 
7   months    190S-9 
1909-10 


FOR    rSK    .\S    POWER. 

Number    ot    motors    covered    by    permits    ilurin.e 

the   year    190.5-6 

inon-7 

1907-S 
7   months   190S-9 


Year   ending   .July    1. 
Oapacity    of    motor.s    in    horsepower 


1910 
.  1906-7 
1907-.S 
19nS-9 
1909-10 


ir,.-,.613 
135.744 
112,299 

79.124 
175. S40 


783 
1.017 
69S 
511 
1.064 
5.240 
2.675 
2.105 
4,S17 


Fixation  of  atmospheric  nitrogen  by  arc  discharge 
requires  about  2^  kw. -hours  for  c\ery  pound  of  nitro- 
gen bound  as  nitric  acid,  whereas  6.4  kw. -hours 
suffices  for  one  pound  of  nitrogen  held  in  the  form 
of  calcium  cvanamide. 


take  an 

annual  toll  of  life  and  limb  far  exceeding  the  killed  and 
wounded  of  several  great  military  campaigns.  The 
statistics  given  by  the  r)ulletin  of  the  Piureau  of  Labor 
for  1908.  which  must  1)e  regarded  as  incomplete  be- 
cause of  the  failure  to  report  fully  these  accidents, 
show  a  yearly  mortality  of  between  30,000  and  35,000 
adult  wage  earners  alone,  and  the  non-fatal  injuries 
inflicted  will  roll  up  the  total  b}'  at  least  an  additional 
2,000,000.  These  and  other  arresting  statements  are 
made  by  Mr,  John  Calder.  manager  of  the  Remington 
Typewriter  Works,  Ilion.  Kew  York,  who  will  at  the 
Xew  York  monthly  meeting  of  the  American  Society 
of  Mechanical  Engineers,  29  \\'est  Thirty-ninth  street, 
Xew  York.  Tuesday  evening,  February  14th.  present 
a  brief  for  the  Mechanical  Engineer  and  the  Preventi<iii 
of  Accidents.  Mr.  Calder  believes  much  can  be  accom- 
jjlished  by  a  movement  on  the  part  of  the  profession 
which  has  to  deal  so  largely  with  the  planning  and 
working  of  industrial  machinery.  Prevention,  not 
cure,  is  the  theme  of  the  paper,  which  analyzes  the 
causes  of  those  accidents  regarded  as  preventable  and 
describes  \arious  dc\'ices  ior  guarding  ei|uii)meiit  and 
processes,  drawn  chiefly  from  the  writer's  experience 
in  plant  management.  .Mr.  Calder  considers  that  one- 
third  of  the  present  rate  of  mortality  can  and  should 
be  eliminated   by   such   devices. 

The  causes  of  preventable  accident  are.  in  .Mr. 
Calder's  belief,  chiefly  ten.  ignorance,  carelessness,  un- 
suitable clothing,  insufficient  lighting,  dirty  and  ob- 
structed work  places,  defects  of  machinery  and  struc- 
ture, aiul  absence  of  safeguards,  and  with  each  of 
these  he  deals  in  turn,  showing  how  they  may  be  elim- 
inated. F.ngineers  are  largely  responsible  in  these 
cases  since  to  them  usually  falls  the  control  of  such 
plants,  and  the  matter  should  be  made  one  of  scientific 
study  by  them. 

I'nder  the  head  of  safeguarding,  the  author  has 
iiianv  interesting  views  of  cc|uipment  and  machinery, 
showing  the  use  of  such  devices  on  gears,  steam  tur- 
bines, lathes,  cotton  carders,  rolling  mill  engines,  trans- 
mission tubes,  belts,  ^•ariable  diameter  comertiug 
saws,  log  saws,  constant  diameter  overhung  saws, 
press  feeds,  calendaring  machines,  grinding  wheels, 
etc.  He  also  takes  up  in  detail  especially  dan- 
gerous machines  and  processes  which  present  difficult 
.safeguarding  problems  for  the  engineer.  Lender  the 
first  head  he  presents  only  four,  which  may  be  re- 
garded as  typical ;  wood  working  saws  and  cutters, 
punches  and  presses,  rolling  machinery  of  all  kinds 
where  hand  feeding  is  necessary,  and  emery  and  other 
grinding  wheels,  all  of  which  lie  fully  illustrates.  Dan- 
gerous processes  where  the  risk  is  not  purely  mechan- 
ical invoKe  enforcing  of  rules,  such  as  ne\er  to  clean 
a  machine  while  it  is  in  motion;  the  placing  of  ma- 
chines in  locations  that  will  not  endanger  passers-by; 
]irotection  of  open  stairs  and  gangways,  of  open  vats 
containing  chemicals,  and  of  vessels  which  are  likely 
to  burst.  The  author  further  recommends  the  con- 
tinual inspection  of  these  safeguards,  the  education  of 
the  workmen  rather  than  the  ])revalence  of  many  "take 
warning"  signs  which  go  unread,  and  providing  of 
first  aid  services  in  the  case  of  every  accident. 
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POSSIBILITIES  OF  LOGGING  BY 
ELECTRICITY. 

In  an  article  in  the  I'acitic  [.unii^er  Trade  Journal, 
Seattle,  Wash.,  I'^rank  Mackean  describes  the  applica- 
tion of  electricity  to  the  homely  task  of  lofjgingf 
He  assumes  that  there  is  a  small  brook  near  the  tract 
of  timber,  and  that  upon  e.xamination  it  is  found  to 
be  4  ft.  wide,  i  ft.  deep  and  flowing  4  ft.  per  second. 
There  is  hardly  a  good  sized  l)ody  of  timber  on  the 
coast  that  does  not  boast  of  one  or  more  of  such 
streams,  quite  often  many  times  larger. 

The  topography  of  the  country  is  such  as  to  make 
it  comparatively  easy  to  find  a  place  in  the  stream 
where  the  hanks  are  high  and  the  gorge  or  bed  of  the 
stream  is  narrow  enough  to  locate  the  dam  or  diver- 
sion works.  This  point  should  be  selected  with  a  \icw 
of  a  good  foundation  for  these  works,  shale,  clay  or 
rock  being  necessary  to  make  the  structure  reliable. 

The  next  step  is  to  determine  the  head,  or  the 
height  in  feet,  that  can  be  utilized  in  the  fall  of  the 
stream.  .As  a  hypothetical  case  assume  that  in  its 
course  of  1000  ft.  down  the  valley  the  brook  falls  an 
even  100  ft.,  and  that  the  diversion  works  has  raised 
the  water  another  to  ft.  above  the  bed  of  the  stream, 
hence,  between  the  level  of  the  ])ond  and  the  site  of  the 
power  plant  is  a  difference  of  iio  ft.  ^^'ater-power  is 
j)roportional  to  the  amount  of  water  in  a  stream, 
times  its  fall  in  feet,  reduced  to  foot  ]iounds  and  then 
to  horsepower. 

In  the  case  of  the  supposed  stream  abo\c"tlic  \alue 
is  reduced  to  horsepower  as  follows : 

Find  a  jilace  where  the  stream  is  fairly  straight 
and  has  a  well  defined  channel  free  from  boulders 
and  obstructions  for  50  ft.  or  a  too  ft.  of  its  course 
and  measure  off  one  of  them,  marking  them  by  a  stake. 
In  this  stretch  at  an  average  width  point  of  the  brook- 
measure  the  width  of  the  stream,  which  will  be  found  4 
ft.  wide,  then  every  6  in.  across  the  stream  measure  the 
depths  and  liv  adding  the  se\-en  measurements  to- 
gether it  will  be  found  that  the  average  depth  of  the 
stream  is  t  ft.  The  next  steo  is  to  determine  the  ve- 
locity of  the  flow.  To  do  this  fairlv  well  a  comuK^n 
one-half  pint  flask,  or  a  i  or  2  11>.  liottle,  will  lie  found 
good,  but  a  stick  aliout  6  in.  long  and  I  or  2  in.  thick 
with  a  small  stone  tied  on  one  end  will  answer  the 
jiurpose.  In  either  case  the  float  should  be  so  bal- 
lasted as  to  ride  well  immersed  in  the  water.  With 
watch  in  hand  time  this  floating  bottle  or  stick  lie- 
tween  the  points  marked  on  the  liank  of  the  stream 
by  trying  it  three  times  and  then  calculating  this  time 
by  the  average  of  the  three  readings.  We  will  assume 
that  in  this  case  it  is  4  ft.  per  second  or  that  the  float 
traveled  the  too  ft.  in  T5  seconds,  or  the  so  ft.  in  /]/> 
seconds.  \\'e  are  now  in  ])ossession  (if  the  data  from 
which  to  calculate  our  power.  Wc  do  this  bv  multi- 
ph'ing  the  width  by  the  depth,  e(|uals  4,  by  the  velocitv 
of  the  stream.  4  ft.  per  second,  etpials  tTi,  which  is 
the  number  of  cu.  ft.  per  second  in  the  stream,  and 
tliis  midtijilied  by  Tio  e(|uals  960  cu.  ft.  ])er  minute.  The 
li'iwer  factiir  is  further  determined  b\-  multiiilying 
the  head  nr  f.iH  ;is  reiiresented  in  lliis  case  as  no 
ft.  bv  the  i/io  which  gi\-es  us  to5,6oo  cu.  ft.  of  water. 
-As  the  weight  of  one  cu.  ft.  of  water  is  62^/  lb.,  we 
reduce  this  water  to  foot-pounds  by  multiplving  the 


two,  which  gives  us  a  (piotient  of  6,600.000  fool- 
pounds.  As  the  equivalent  of  one  horsepower  is  33,- 
000  foot  pounds  we  divide  the  first  by  the  last  with  a 
result  of  200  horsepower.  This  is  the  theoretical 
horsepower  only.  As  a  matter  of  fact,  the  transfer  of 
this  force  into  power  entails  losses,  and  actual  practice 
shows  that  these  losses  average  fully  30  jier  cent  of 
the  total  theoretical  horsepower  of  the  stream.  These 
losses  are  found  in  the  friction  of  the  water  in  the 
flume,  pipes  or  races;  the  water-wheel:  an<l  also  in 
the  electrical  machinery  and  wire  line  used  to  distrib- 
ute the  power.  In  this  case  we  will  have  lost  60  horse- 
power, leaving  us  140  horsepower  a\ailable  for  real 
use. 

The  next  step  is  the  conversion  of  this  power, 
which  is  accomplished  as  follows : 

.Assuming  that  the  improvement  is  to  be  made 
solely  for  the  purpose  of  logging  ofif  the  land  and  in 
no  sense  to  be  i>ermanent ;  the  diversion  dam  can  be 
constructed  of  logs,  built  of  the  gravity  tyjie  planked 
on  its  upper  slope  with  tongue  and  groo\ed  2-inch 
flooring  and  the  intake  pipe  placed  at  least  3  ft.  below 
the  proposed  dam  water  level.  A  spillway  over  the 
crest  of  the  dam  or  around  it  should  be  provided,  am- 
ple to  carry  any  flood  waters  that  may  come  down  the 
stream,  and  care  should  be  used  to  see  that  the  dis- 
charge in  the  stream  is  far  enough  below  the  dam  to 
not  undermine  it. 

The  next  step  is  the  pipe  line.  ..\s  we  have  16 
second  feet  of  water,  and  6  ft.  per  second  is  about  the 
economical  limit  of  velocity  in  a  pipe  line  we  will  re- 
quire an  iS  in.  pipe  to  carry  the  water  down  the  lOOO  ft. 
of  slope  from  the  dam  to  the  ]Kiwer  house.  Time  was 
when  the  placing  of  a  continuous  wood  stave  pipe  was 
a  specialty  that  was  taxed  against  the  user  at  a  rate 
that  left  a  question  as  to  its  final  economv.  but  the 
planing  mill  and  local  sawmill  have  made  it  a  simple 
matter  to  get  out  the  material  for  such  a  pipe  as  above 
noted.  By  taking  a  common  r(iu£rh  2x4  and  planing 
it  on  tw'o  edges  and  one  side,  beveling  the  edsrcs 
slightly,  the  staves  can  be  easily  prepared  for  this 
P'ipe.  To  secure  the  necessary  bevel  draw  an  t8  in. 
circle  on  a  piece  of  paper,  then  another  one  22  in.  or 
2  in.  from  the  other;  take  a  pair  of  compasses  or  di- 
\-iders  and  space  the  outer  circle  into  t8  equal  spaces. 
Then  from  each  scribed  point  on  the  circle  draw  a 
straight  line  to  the  next  point  and  so  on  clear  around 
the  circle.  Then  from  each  of  these  points  draw  a 
line  to  the  center.  Then  from  the  intersection  of  the 
inner  circle  and  the  radial  lines  draw  another  set  of 
lines.  These  will  divide  your  circle  into  18  sesrinents 
having  plane  sides.  One  of  these  seements  is  the  pat- 
tern for  planing  your  staves  and  allowing  ^  in.  for 
planing  in  thickness,  another  '^4  ''i-  f'"'  planing  two 
edges  will  give  us  for  our  stave  dimensions  as  fin- 
ished, 35/^  in.  on  the  outer  side  and  ^'^  in.  on  the 
inner  planed  side,  the  edges  beinsj  each  beveled  at 
the  same  angle.  One  sixtv-fourth  of  an  inch  is  allowed 
in  these  calculations  and  dimensions  for  the  shrinkage 
of  the  wood  which  should  be  cut  from  fir  flooring 
loo-s.  free  from  knots  thai  run  through  iir  ma\"  come 
'in  <he  edfes  of  the  beveled  stave,  and  should  be  nut 
in  the  line  fresh  from  the  mill  and  planer,  green.  The 
liands  are  marie  siiTiply  by  cutting  a  4  in.  thread  on  }i 


February  11,  1911.]               JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS  137 

in.  round  iron  rods  and  swedging  a  head  on  the  other  are  set  up  on  the  ground  and  fastened  to  the  tree  to  be 

end  and   bending  them   around   the   formed   pipe   and  felled,  in  such  a  position  as  to  allow  the  saw  to  work 

using  a  lug  to   make  the  connection,  using  a  socket  jroperly.     Tiie   current   is  sujjplied   to   the  motor   by 

wrench  to  set  up  the  nuts  and  thus  tighten  the  round  a  feed  wire  of  the  same  design  as  that  on  the  donkey, 

iron  hoop.     These  should  be  spaced   from  4  in.  to   i  (!)ne  man  only  is  required  to  operate  this  and  in  thick 

ft.  apart  as  the  pressure  comes  on  the  pipe  line.     .All  timber  he  could  easily  attend  to  three  as  well  as  one. 

stave  joints  or  ends  should  be  made  by  taking  a  hand-  This  outfit  will  do  the  work  of  five  men  easily.    The 

saw  and  sawing  a  scarf  across  the  end  of  the  stave  same  saw  can  be  used  to  "buck"  the  trees  into  logs, 

^i  in.  deep  and  inserting  an   ij4  in-  wide  by  3)'s   in.  as  the  tripod  is  adjustable  to  make  the  saw  operate 

long  strip  of  Xo.   16  gauge  hoop  iron  into  it  and  the  either  horizontally  or  vertically. 

stave  next  following  it,  also  similarly  sawn.  Care  The  foregoing  makes  up  a  complete  electric  log- 
should  be  used  to  see  that  the  hydraulic  gradient  is  ging  outfit  from  the  brook  to  the  skid  road  or  delivery 
not  departed  from  in  laying  the  pipe  line  or  you  will  point  of  the  "yarder" ;  and  in  this  article  we  propose 
have  a  severe  loss  of  head  in  your  plant.  to   confine  ourselves   to   this   division   of   the   logging 

The  water-wheel  may  be  of  the  horizontal  turbine  problem  only, 

type   fitted   with  an  automatic  governor,  and   for  the  The  next  and  most  \-ital  question  to  answer  and 

particular  development  here  outlined  should  be  a  12  in.  digest  is  the  cost  of  the  electric  system  of  logging. 

wheel  with  steel  case  and  steel  draft  tube,  and  set  8     intake  and  dam $     50.00 

or    10   ft.    above   the   tail    race   or   ditch   carrving   the      Pipe  line,  is-inch  wood  stave  (continuous),  laui ojo.oo 

r  ,  ^       o  Water-wheel,  installed   (200   h.p.  capacity) 300.00 

water  away   irom  the   wheel.  Power  house,  shed  construction 150.00 

The    next   step    is    the    power    house,    which    can    be       Electric   generator  and  station   instruments    (d.c.) 950.00 

,      .,        ,  ^   .  ,    '  ,      .,  ,.  r  ,         ^  iring   (say   Vi   mile) 400.00 

built  the  same  as  the  other  camp  buildings,  of  rough  • 

,        ,  „,,  ,  ^  J     J    •      '■  •  Total   cost,    ready    to    operate J2.490.00 

lumber.      1  he  only  extra  care  needed  is  m  preparing  Electric  donkey,  complete,  with  50  h.p.  motor  geared 

the     foundation     for     the     water-wheel     and     electric  ^  '°  !■  '"'''h  same  drums  and  equal  to  a  g.xio  in.  steam 

1         1  1       i_          r  outfit  and  guaranteed  to  do  the  same  class  of  work.  .       9.'>ii.iiO 

generator,      which      should      be      firm      and      well      set.  Electric  failing  and  bucking  saw,  takes  one  man  to  run 

Concrete  could  here  be  employed  to  good  advantage         "•  '""  ^^  "^^  ^'°''^  of  5  men 1^0.00 

even   for  a   temporarv   plant,  but  logs  cribbed   and   drift  Complete  equipment  up  to  reader  point  in  logging  oper- 

bolted  will  answer  it  properly  placed.     The  generator  to  this  amount  should  be  added  for  C5  h.p.  -roader- 

should  in  this  case  be  a  150  h.p.  direct  current  machine         donkey,  the  sum  of i.iso.oo 

.     ,  ,   .       ,  ,  ,  ,     ,.  ,       Extra  line  construction  for  same 250.00 

of  the  multipolar  type,  600  volts,  and  direct  connected  

to  the  water-wheel.     This  is  important,  as  a  compact  ^'to'dfuver  ^gs!  ^•I^.f'^^.r'''^'^':'':::':':  .':":"S4,u9».oo 

installation  is  necessary  and  one  that  is  as  near  "fool  .^^  ^  ^^^^^  ^1^;^  ^^,j^^  ^^i,l            -^^^  ^j^^  following 

proof     as  possible  and  the  entire  plant  should  be  as  j-       ,         ^      ,.         ^             ^r.      c  o„  „  ^  r     ,      r  1 

^      ,        ,  '         ,     .             .    .             .,'                ,      .       ^,  fixed  costs,  to  get  an  outfit  of  80,000  feet  of  logs  per 

nearly  self-regulating  as  it  is  possible  to  make  it.     1  he  1 

switchl)oard,  a  marble  slab  set  on  an  iron  frame  at  one 

•  ,          f    .,                        1           •           ii                              1^111  Interest   on    investment,   at    10   per   cent,    to   cover   contin- 

bUle    of    the     room     housing    the     power     plant,     should  gent   e.xtra.s,    $490   per  year,    or   per    day   of   300    working 

carry   one   or    more    switches,     an     automatic     circuit         days  in  year  $  i.ce 

,  ,  ,  ,  ,  ....  Depreciation,  5  per  cent S4 

ijreaker,  and  a  voltmeter  and  an  ammeter  with  a  pilot      1  Electrician  at  power  house 4.00 

light,  and  a  rheostat.    The  wiring  can  be  either  single      -  Electricians  at  donkeys  ($4.00  each) 8.00 

'^  .         .  ,-   •  T  -  Choker  men   ($3.00  each)    6.00 

or  double  circuit  as  the  conditions  may  warrant,     liy      1  sniper 3.00 

grounding  one  side  of  the  electric  machine  and  one  side      l  9}^^^^^'  ■  • ,: ;;•  •"  — ,•; ..r^I! 

°  '^  .  .3   Rigging  slingers    ($3.50   each) 10.00 

of  the  motors,  one   wire  is  all   that   will   be   required     1  signal  man   3.00 

for  operating  the  system.    The  wires  should  be  rubber      ^  i'""'^''  ''"'^  '■"'■''"^■"  '°  "^^'"^''^  ^'^'^"•"=  '^'^'^ "    ^'^^ 

covered  and  double  braided  to  protect  the   insulation  ^^  ^,^.^  ^^^  ^^^^,,^,.  ,3  „„  ,^^  ^^^^.^.^  e.speeiaiiy  chargeable*'''"" 

fiom  abrasion  and  then  a  cheap  wooden  bracket  and         to  the  electric  equipment 2.00 

glass   insulator   can   be   tacked    to    the    trees   to   get    it    to       And  we  have  as  the   total   daily  cost   of  operating $41.00 

the  point   of  tlSao'e.  Or  a  cost  of  5114   cents  per  thousand  from  the  tree  to  the 

™,                ,       ^         .         ,                 .                   ....  water,  on  3000  foot  delivery. 

Ihe   next   step   in   the   equipment   is    the    electric  ...                           ,       ,• 

donkev.     This   is   substantiallv   the   same    in    the    ar-  -^g^'n'^t  this  electric  showing  we  have  the  digest 

rangement  of  drums  and  drum  control  as  the  steam  "'  ^^Sg'^^'S  costs  by  steam  under  average  conditions  as 

outfit,   but   the    frame   is    made   onlv   long   enough   to  pn'^Hshed  in  the  October,  1910,  "iimberman,     by  Mr. 

carry  the   drums,   and   under   the   main    ;haft    (which  J-  P-  Van  Orsdel,  of  Portland,  logging  engineer: 

in  the  steam  donkev  is  the  engine  shaft)  the  iron-clad  cost  of  failing  and  bucking  by  hand,  1000  feet  to  log,  av-     _^ 

,  .  .     ,      :       ,   .  ,  '  .      ,  .  ,  erage $o...».> 

electric  motor  is  bolted  in  and  a  gear  is  keyed  to  it  and      Yarding  same.  900  ft.  haul.  1000  to  log,  average «5 

meshes  into  the  pinion   on  the   motor   shaft.      Under      Ro.ading  same,  3000  ft.  average  haul ••    ■"" 

the   haulback  drum   is  another   small   drum    which   is  Total  cost  per  m ■_ »i-''» 

fitted    with    two    friction    contacts    and    carries    coiled  He   gives   the   capacity  of  the   machines   at   from 

thereon  a  duplex  braided  specially  insulated  stranded  5°  ^I-  to  75  M.  per  day  of  10  hours, 

electric   cable   which    supplies   the   donkey    with    elec-  He  also  gives  the  crews  for  this  daily  ouiimt,  as 

tricity.     With    this   equipment   the   machine    can    be  follows: 

moved  around  in  the  woods  bv  its  own  power  exactly  Two  sets  fallers,  three  buckets, 

the  same  as  the  steam  outfit.  '                                           "  For  the    yard    engine    crew    he  gives  one  driver. 

The  cut-ofT  electric  saw  consists  of  a  small  one-half  one  firemen,  bucker,  one  chaser,  one  hook  tender,  two 

horsepower  motor  geared  to  an  8  ft.  cross-cut  or  fall-  rigging  slingers,  one  swamper  and  sniper,  and  he  fig- 

ing  saw  with  a  frame  fitted  with  hinged  tripods  that  ures  their  time  at  $26  per  day. 
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His  ruadcr  crew  is  gi\eii  as  une  eiii^ineer,  one 
fireman,  one  wood  bucker,  one  ciiascr,  one  gral) 
man,  at  a  cost  of  ,$_^j.5o  for  labor  and  npkceji,  ctf. ; 
So  we  will  have  to  assume  that  the  same  schedule  of 
wages  has  been  used  as  for  the  yarder  crew.  This 
would  make  the  labor  account  as  follows : 

Engineer.  $4.00;  fireman,  $3.50;  bucker,  $3.00: 
chaser,  $2.50;  crab  man,  $3.00,  making  a  total  of  $16 
per  day,  which  certainly  shows  a  large  allowance. 

In  his  analysis  of  the  upkeep  of  the  yarder  he  also 
allowed  $10  per  day.  There  is  a  wide  division  of  ojjin- 
ion  as  to  these  costs  and  we  feel  inclined  to  split  them 
in  half  to  arrive  at  the  comparative  figures. 

4    Fallers,   .it    $3.U0    e.ich $12.00 

3   Bueker.s,   at    $3.00   each O.Oii 

Yai'tler   crew    L'*I.Oo 

Reader  crew    1  C.OtJ 

Yarder   upkeep    ( l^    estimate) 5.00 

Roader   upkeep    ( hi    estimate) 8.2ri 

At  a   total   daily  cost   of $76.25 

As  against  the  electric  cost  of 41.00 

Leaving  a  net  daily  saving  of $35.25 

(Jne  manufacturing  company  claims  a  saving  of 
$250  per  month  per  donkey  as  against  steam  equip- 
ment, and  the  cost  shows  simply  an  adaptation  of  a 
stean)  outfit  which  was  not  as  good  a  showing  as  can 
be  made  with  an  outfit  such  as  we  have  outlined. 

The  prime  factors  in  favor  of  the  electric  rig,  are 
its  wonderful  tlexil.)ility,  thus  saving  fully  50  per  cent 
in  the  wear  and  tear  of  your  rigging  and  machinery,  its 
speed  in  operation  and  the  great  saving  in  labor  tliat 
it  makes.  We  have  frequently  heard  the  logger  assert 
that  the  logs  sawed  up  for  wood  for  his  donkey  were 
of  no  particular  value,  but  personal  investigation  has 
shown  that  they  will  average  No.  2  logs  and  this  will 
make  the  timber  consumption  on  the  basis  of  the  value 
of  this  grade  for  the  roader  and  yarder  per  day  at  least 
$12;  add  to  this  the  wages  of  the  two  firemen.  $7  per 
day.  and  the  one-half  time  of  one  wood  cutter  and 
one  full  time  at  $4.50  per  day.  Add  to  this  the  addi- 
tional cost  of  the  wear  and  tear  on  the  machinery 
caused  by  the  use  of  steam  and  you  have  a  convinc- 
ing array  of  comparative  figures  in  favor  of  the  elec- 
tric outfit. 

Hut  the  usefulness  of  this  great  power  does  not  stop 
in  the  logging  camp  here.  The  blacksmith  can  use 
it  to  weld  his  iron,  the  cook  can  use  it  in  an  electric 
cook  stove  that  can  be  Iniilt  to  provide  food  for  30  men 
for  the  cost  of  a  common  range,  and  save  time  and 
money  every  turn  of  his  work.  The  tram  road  can 
be  fitted  with  a  motor  car  to  haul  logs  to  the  connect- 
ing railway  or  tide  water  or  mill  ancf  all  at  no  addi- 
tional cost  for  the  electricity,  as  55  h.p.  for  the  bucking 
and  falling  and  yarder  outfits  and  65  h.p  for  the  roader 
outfit  leaves  a  margin  of  20  h.p.  for  these  camp  econ- 
omies. 

Keen  intellects  are  ever  busy  striving  to  shave 
a  dollar  here  and  a  cent  there  from  the  cost  of  harvest- 
ing the  rich  yield  of  fir  and  cedar  from  the  hills  and 
valleys  of  this  wrmderful  country  and  modern  engi- 
neering has  furnished  the  key  to  the  greatest  saving 
of  them  all  by  showing  the  logger  how  to  make  the 
tumbling  hillside  brook  saw  down  his  trees,  with  an 
electrically  driven  motor  saw,  "buck"  them  into  logs 
by  the  same  rig.  and  then   "yard"  or  assemble  them 


with  the  electric  "donkey"  to  the  skid  road,  fore-and- 
after  or  the  electric  tram,  where  a  similar  electric 
"donkey"  delivers  them  to  the  mill,  connecting  railway 
and  waterway,  with  a  celerity,  speed  and  economy 
that  is  at  once  the  niar\-el  and  delight  of  the  lumber- 
man and  ex])ert  woodsman. 

In  conclusion,  the  advantages  of  the  freedom  from 
danger  of  fires  is  one  of  the  greatest  points  in  favor 
of  the  electric  outfit,  and  another  great  source  of 
saving  is  that  no  water  supply  is  needed  for  the 
ilonkeys. 


LUBRICATING  OIL. 

The  report  of  the  use  of  lubricating  oil  in  the  elec- 
tric and  air  compressor  plants  at  the  Panama  Canal 
during  the  month  of  November  shows  a  marked  ad- 
vance in  economy  in  the  use  of  oil  in  these  plants,  and 
a  favorable  record  as  compared  with  lubrication  of 
similar  plants  in  the  States. 

In  the  air  compressor  plants  at  Rio  Grande,  Em- 
pire and  Las  Cascadas  there  are  14  compressors ;  rated 
horsepower  of  each  compressor,  425 ;  steam  pressure, 
125  pounds,  steam  end  of  engines,  double  cylinder, 
simple;  air  end,  double  cylinder,  cross  compound;  area 
of  two  steam  cylinders,  9.42  square  feet;  area  of  high 
pressure  air  cylinders,  9.42  square  feet ;  area  of  low 
pressure  cylinders,  15.17  square  feet;  speed  of  com- 
pressors, from  127  to  137  revolutions  per  minute.  All 
engines  are  equipped  with  individual  lubricators  on 
steam  cylinders,  and  on  each  valve  on  the  air  end.  The 
return  oiling  system  is  in  use  on  all  bearings,  and 
engine  oil  is  filtered  before  returning  to  the  supply  or 
pressure  tank.    The  reports  for  each  plant  show  : 

Rio  Grande — \'alve  oil  used,  27^  gallons ;  revo- 
lutions per  gallon,  275,332;  square  feet  of  area  rubbed 
over  per  pint  of  oil,  1,296,752.  Air  compressor  oil  used. 
^/  gallons  ;  revolutions  per  gallon  of  air  compressor  oil, 
202,770;  square  feet  of  area  rubbed  over  per  pint  of 
oil,  1.246,516.  Stationary  engine  oil  used,  ^SH  &«i'" 
Ions;  re\olutions  per  gallon  of  stationary  engine  oil, 
222,481.  riant  of  five  compressors  runs  10^  hours 
per  day,  except  Sunday. 

Empire — Valve  oil  used,  71  3/10  gallons;  revolu- 
tions ])er  gallon  of  valve  oil,  256,577;  square  feet  of 
area  rubbed  over  per  pint  of  valve  oil,  1,208,492. 
.\ir  compressor  oil  used,  J^V^  gallons;  revolutions  per 
gallon  of  air  compressor  oil,  248,723;  square  feet  of 
area  rubbed  over  per  pint  of  air  compressor  oil,  1,529,- 
064.  Stationary  engine  oil  used,  84' 2  gallons;  revolu- 
tions per  gallon  of  oil,  216,346.  Plant  of  five  com- 
l^ressors  runs  223,2  hours  per  day. 

Las  Cascadas — Valve  oil  used,  25  gallons;  revolu- 
tions per  gallon  of  valve  oil,  256,732;  square  feet  of 
area  rubbed  over  per  pint,  1,209,188.  Air  compressor 
oil  used.  28  gallons;  revolutions  per  gallon,  229,224; 
square  feet  of  area  rubljed  over  per  pint  of  oil,  1,409,- 
154.  Stationary  engine  oil  used,  40  gallons;  revolu- 
tions per  gallon,  160,456.  Plant  of  four  compressors 
runs  103^2  hours  per  day,  except  Sunday. 

The  consumption  of  oil  at  Balboa  and  Empire  elec- 
tric plants  was:  Balboa — Valve  oil,  33  gallons;  sta- 
tionary engine  oil,  20  gallons;  air  compressor  oil,  10 
gallons.  Empire — Valve  oil,  17  gallons;  stationary 
engine  oil,  15  gallons. 
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GAS-PRODUCER   ENGINES   IN   MEXICO. 

There  is  a  growing  market  in  the  San  Luis  Potosi 
district  for  suction  gas  engines,  otherwise  known  as 
gas-producer  engines,  and  the  field  is  being  cultivated 
by  European  manufacturers  with  more  assiduity  than 
by  Americans.  These  plants  are  coming  into  use  for 
pumping,  ice  making,  small  electric  light  plants,  mill- 
ing, and  general  manufacturing,  and  are  replacing 
small  steam  engines.  The  efficiency  and  economy  of 
the  producer  engine  make  it  most  suitable  for  this 
district,  where  fuel  is  expensive,  and  where  the  saving 
in  water  is  also  worth  considering.  It  is  estimated 
that  the  production  of  loo  horsepower  by  suction  gas 
engines  costs  but  one-third  of  steam  power,  and  that 
such  an  engine,  costing  $7500  gold,  can  be  run  at  a 
saving  which  will  pay  the  first  cost  in  less  than  two 
years.  This  type  is  peculiarly  adapted  to  conditions 
on  this  plateau,  where  no  water  power  is  available. 
where  small  plants  are  desired  at  isolated  points,  and 
where  economy  is  of  vital  importance. 

Manufacturers  in  the  United  States,  where  power 
is  cheap  and  readily  rented,  can  scarcely  realize  that 
here  it  is  a  necessity  in  character  but  a  luxury  in  price. 
If  this  whole  district  is  to  be  developed  and  indus- 
trially modernized  it  can  not  be  done  with  steam  or 
with  steam-produced  electricity,  or  with  large  central 
plants,  but  with  the  suction  gas  engine.  Tlie  United 
States  is  the  logical  source  of  supply  for  these  engines, 
but  it  must  be  said  that  .\merican  manufacturers  have 
not  maintained  their  customary  and  rightful  superi- 
ority in  the  development  of  this  form  of  plant,  which 
is  largely  a  product  of  the  past  10  years. 

A  steam  engine  cannot  be  sold  to  an  importer  here 
who  can  afford  to  buy  a  gas  suction  engine  and  whi) 
knows  its  capacity  and  results.  The  fact  that  the  de- 
mand for  these  engines  is  being  largely  supjdied  by 
others,  should  be  sufficient  notice  to  .\merican  manu- 
facturers that  they  are  slighting  an  opportunity  in  a 
line  in  which  they  should  lead  the  world. 

The  demand  here  is  for  plants  of  from  25  to  500 
horsepower.  Up  to  200  horsepow-er  single  engines  are 
preferred ;  above  200  horsepower  separate  units  are 
found  practicable,  although  these  engines  have  been 
installed  up  to  650  horsepower. 

It  is  to  be  noted  that  at  this  altitude  C^ooo  feet) 
there  is  a  diminution  of  from  18  to  20  per  cent  in  effi- 
ciency, as  compared  with  results  at  sea  level.  The 
engine  must  be  heavy  enough  to  absorb  all  shocks. 
probably  not  less  than  t8  tons  for  too  horscjiower : 
it  must  be  accurately  fitted  in  all  its  parts,  and  the 
strength  and  weight  of  parts  must  be  adapted  to  the 
strains  to  be  put  upon  them.  Finally,  the  plant  must 
be  sold  upon  terms  to  allow  the  purchase  price  to  lie 
paid  out  of  the  saving  effected  by  its  use.  German 
firms  have  in  some  cases  allowed  three  years  for  full 
payment,  or,  as  one  dealer  says,  "they  allow  all  the 
time  asked  for." 

In  an  engine  for  this  market  reliability  is  the 
prime  necessitv  ;  repairs  and  waiting  for  jiarts  are  ex- 
ceptionallv  embarrassing;  while  simpler  parts  can  be 
made  in  this  city,  it  requires  time,  and  suspension  in 
an   irrigating  or   water-supply   plant    is   very    serious. 


The  planter,  miner,  or  manufacturer  will  not  take 
chances  on  his  plant  breaking  down,  if  he  can  help  it. 
The  American  manufacturer  is  accustomed  to 
making  engines  for  localities  where  fuel  is  cheap  and 
labor  high  :  here  these  conditions  are  reversed,  fuel  is 
high  and  labor  low,  and  the  points  needing  power  are 
isolated  and  processes  intermittent,  so  that  power  in 
wholesale  quantities  is  impracticable.  The  price  of 
fuel  is  a  handicap  to  power-producing  processes  on 
one  hand,  and  the  low  price  of  labor  further  cuts  down 
the  margin  of  economy  in  machinery.  Power  must  be 
economically  produced  in  quantities  to  suit  the  de- 
mand in  order  to  show  a  saving  over  hand  labor. 

A  large  machinery  house  in  San  Luis  Potosi  re- 
cently imported  a  small  ice-making  plant  from  the 
Ihiited  States,  but  was  obliged  to  buy  the  engine  in 
Europe,  much  against  its  inclination,  as  the  house  is 
American,  and  has  installed  eight  of  these  plants  in 
this  territory.  There  is  much  American  machinery 
that  meets  little  competition  here,  but  the  case  is  dif- 
ferent with  gas-producer  engines. 

The  German  selling  method  is  especially  effective. 
Thev  give  their  agents  much  discretion  in  the  matter 
of  credits,  guaranties,  and  prices — in  fact,  the  German 
agent  is  more  than  a  .salesman  of  these  engines;  he  has 
administrative  discretion;  he  is  not  tied  down  to  rigid 
net  prices;  he  can  meet  conditions  to  a  large  extent. 
Further,  when  he  has  a  serious  prospect  of  a  sale  and 
needs  help,  his  firm  sends  an  expert  engineer  to  assist 
in  demonstrating  the  plant,  and  without  expense  to  the 
local  agent.  On  the  other  hand,  the  .American  manu- 
facturer quotes  a  net  ])rice  at  factory,  with  short  credit, 
if  anv.  and  a  guarded  guaranty,  the  result  being  that 
the  agent  is  left  no  freedom  to  negotiate.  This  gives 
the  customer  a  strong  impression  that  he  is  not  deal- 
ing with  a  fully  authorized  representative  of  the  firm. 

These  engines  are  scarcely  past  the  experimental 
stage  in  many  points,  although  their  economy  of  fuel 
is  beyond  question,  and  an  absolute  guaranty  is  neces- 
sary. The  Germans  are  apparently  looking  more  to  get- 
ting the  business  than  to  immediate  profits,  and  they 
realize  the  future  of  this  typ'e  of  plant  under  Alexican 
conditions. 

There  are  good  features  in  the  American  model 
as  well  as  in  some  foreign  designs,  but  an  engine  em- 
bodying all  the  best  points  of  all  the  successful  types 
remains  to  be  produced.  It  is  hoped  that  .American 
manufacturers  will  make  this  combination,  but  they 
must  be  prompt,  for  foreign  makers  are  much  alive. 

,\  gas-producer  engine  plant  of  700  horsepower  is 
contemplated  for  concentrating  works  for  mining  pur- 
poses, about  40  miles  from  the  city  of  San  Luis  Potosi. 
The  work  is  not  yet  definitely  specified,  but  it  is  known 
that  -American  engines  will  be  preferred.  [Name  and 
address  of  the  constructing  engineer  is  on  file  in  the 
Bureau  of  Manufactures,  together  with  mucli  other 
usefid  information  concerning  gas  suction  engines  in 
San  Luis  Potosi. "J 


Man-power  nn  the  farm  is  estimated  to  cost  about 
n  cents  per  hour,  animal  liorsepowcr  about  8  cents 
per  hour.  Electrical  power  costs  less  and  depreciates 
less. 
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POLE  LINE  CONSTRUCTION.  cnoineeriii!-.     These    diagrams    require    no    other    ex- 

Tlic   accompanying;-   iliat,n-ams   arc    republished   by  ].lanation   than   the  directions  s^iven  to  find  tlie  strain 

permission    from    Aianifold    &    Piiole's   "Straight    Line  td  whicli  copper  wire  of  known  weight  is  subjected  by 

Engineering   Diagrams"     (Technical    I'ulili-hing  Com-  a  given  span  length  and  deflection  at  various  tempera- 

p;iny.  San   h'rancisco),  which  contain  similar  solutions  tr.res.     Xo.  1 1  covers  spans  from  85  to  400  ft.  and  No. 

of   many   other   problems    in    electrical    and    hydraulic  12  from  400  to   iioo  ft. 
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STREET     RAILWAY     FRANCHISES     NOT     EX- 
CLUSIVE. 

An  interesting  case,  covering  street  railroad  fran- 
chises, has  been  decided  this  week  by  the  United 
States  Circuit  Court  of  Appeals  in  the  matter  of  the 
appeal  of  the  Seattle  Electric  Company  against  the 
Seattle-Renton  and  Southern  Railway  Company. 

According  to  the  facts  set  forth  in  the  de- 
cision, the  defendant  corporation  operated  a  street 
railroad  in  Seattle.  Rainier  avenue  being  one  of 
the  principal  streets  of  the  road,  under  a  franchise 
from  the  cit3^  Under  another  franchise  a  competing 
road,  the  Seattle  Electric  Company,  was  granted  the 
right  to  operate  a  railway  over  certain  rights  of  way 
covered  by  the  Seattle-Renton  line,  on  and  adjacent 
to  Rainier  avenue.  The  Seattle-Renton  Company  took 
the  matter  into  the  United  States  Circuit  Court  and 
ap])licd  for  a  restraining  order  to  prevent  the  building 
of  the  competing  line.  It  alleged  that  the  operation 
of  the  new  road  would  hamper,  obstruct  and  render 
inefficient  its  road;  that  its  earnings  would  be  greatly 
reduced  and  the  cost  of  oj^eration  greatly  increased. 
It  also  was  alleged  that  the  ordinance  granting  the 
competing  franchise  was  oljtained  by  fraud. 

Upon  these  representations  the  United  States  Cir- 
cuit Court  granted  an  interlocutory  order  restraining 
the  new  company  from  constructing  its  line  and  from 
this  order  the  new  company  appealed. 

The  decision  holds  that  the  Seattle  Electric  Com- 
pany had  a  right  to  occu])y  Rainier  avenue,  on  the 
ground  that  a  street  car  line  franchise  is  not  exclusive. 
The  city,  under  its  charter,  has  a  right  to  construct 
and  operate  street  car  lines  over  its  streets,  and  to 
grant  others  the  privilege  of  constructing  and  operat- 
ing railways  over  them.  The  ordinance  is  not  in  con- 
flict with  the  Constitution  of  the  United  States,  and 
the  Seattle-Renton  Company  took  its  franchise  and 
erected  its  lines  of  railway  subject  to  the  right  of  the 
city  to  grant  to  another  a  franchise,  under  which  it 
would  be  authorized  to  operate  a  street  railway  over 
the   streets   occupied   by    the    Seattle-Renton. 

_  The  decision  says  that  the  Circuit  Court  had  no 
jurisdiction  in  the  matter,  and  reverses  the  judgment 
of  injunction,  with  instructions  to  dismiss  the  case. 


PROPOSED  ELECTRICAL  LEGISLATION. 

I  hrec  Ijills  have  been  intruduced  in  the  California 
Assembly  by  Mr.  Kennedy  of  San  Francisco  regulat- 
ing overhead  and  underground  construction  and  creat- 
mg  the  office  of  a  State  electrical  inspector,  which,  if 
passed,  would  cause  the  needless  expenditure  of  mil- 
lions of  dollars  by  the  telephone  and  electric  light  and 
power  companies. 

No.  312  provides  that  all  overhead  conductors  shall 
be  spaced  at  least  13  inches  from  the  center  line  of  the 
pole,  specifies  that  a  distance  of  4  feet  must  exist  be- 
tween wires  carrying  over  600  volts  primary,  and  those 
carrying  less  than  this  voltage,  all  high  tension  cross- 
arms  to  be  painted  a  bright  yellow,  provides  that  guy 
wires  and  span  wires  be  insulated,  insists  that  vertical 
pole  conductors  l)e  encased  in  wood  at  least  I'j  inches 


thick,  prohibits  transformers  on  electric  arc  poles,  pro- 
vides insulated  or  grounded  guard  wires  under  circuits 
of  15,000  volts  or  more  crossing  above  wires  of  lower 
voltage,  and  provides  an  additional  safety  Ijolt  and 
clamp  for  suspending  aerial  cable  of  75  Xo.  19  or  100 
Xo.  22  B.  &  S.  gauge  or  lower. 

Xo.  313  provides  that  al  electric  subways  and 
manholes  in  which  men  are  to  work  must  be  con- 
structed of  stone,  brick  or  concrete,  equipped  with 
sewer  connection,  must  not  be  less  than  4x4x5  ft.  in 
size,  that  their  openings  must  be  at  least  28  in. 
diameter  or  square,  and  not  less  than  3  ft.  from  any 
street  car  track. 

XTo.  414  creates  the  office  of  a  State  electrical  in- 
spector who  shall  have  had  at  least  seven  years'  ex- 
perience as  a  journeyman  lineman.  He  is  to  be  ap- 
pointed for  four  years  at  an  annual  salary  of  $2500 
and  $50  monthly  expense  account  and  to  have  the 
]iowcr  of  ajjpointing  any  number  of  deputies  to  see 
that  the  above  provisions  are  properly  enforced. 

A\'hile  these  i)rovisions  are  ostensibly  intended  to 
I)rotect  the  lives  of  the  electrical  workers,  they  involve 
the  practical  reconstruction  of  almost  all  electric  light 
and  telephone  pole  lines  in  all  the  cities  and  towns  of 
the  Stale  at  an  enormous  expense,  merely  to  provide 
work  for  men.  To  increase  the  present  spacing  of  8  in. 
to  13  in.  means  the  ruination  of  the  smaller  telephone 
companies  and  the  serious  embarrassment  of  all  others. 


AMERICAN  ELECTRIC  RAILWAYS. 

Ten  billion  passengers  are  carried  in  a  year  on  the 
electric    railways'  of   this   country.     There   are   35.000 
miles  of  electric   railway   track    (single).   75.000  cars, 
and  the  capitalization  of  com])anies  is  $4,000,000,000. 
Their  annual  income  is  $440,000,000.    They  have  250,- 
000  salaried  employees.    The  comj^anies  holding  mem- 
bership in  the  American  Electric  Railway  Association 
— which  is  a  professional  and  technical  body  of  prac- 
tical,   operating    railroad    officials — own    26.425    miles 
of  the  above-mentioned   track,  66.400  cars,   and   have 
a  capitalization  of  $2,693,000,000.  They  carry  7,000.000,- 
000  passengers  yearly,  almost  five  times  the  population 
of  the   earth  !     These  gigantic   figures   and   their  sig- 
nificance   were   discussed   at   a   banquet   given   to   the 
American   Electric  Railway  Association   by  the   Elec- 
tric Railway  ^lanufacturers'  Association,  an  affiliated 
l>od\',  in  Xew  York,  the  other  evening  at  the  conclusion 
of  the   former's   midwinter   meeting.     In    was   shown, 
too.  that  within  the  next  ten  years  the  existing  traffic 
will,    in    all    probability,    be    doubled.      Moreover,    the 
steam  roads  which,  like  the  Pennsylvania.  X^ew  York 
Central    and    Xew   York.    X'^ew    TIa\en    and    Hartford 
railroads,    have    already    electrified    divisions   of   their 
main  lines,  as  well  as  the  steam  roads  entering  Chi- 
cago, will,  a  decade  hence,  have  carried  electrification 
o\-er  a  mileage  wdiich  at  the  present  time  would  seem 
incredible.      Steam    roads    ha\'ing   electrical    di\-isions 
are  admitted  to  membershij)  in  the  Association.     Only 
twenty-fi\-e  years  ago  not  a  mile  of  electric  track  ex- 
isted an}-where.  not  a  dollar  was  in\e>ted  in  liie  busi- 
ness.    Electric  traction  is  the  largest,  and  perhaps  the 
most  wonderful  of  tlie  new  industries. 
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(1  l)e  served,  not  ex- 
\ve  said  last  week,  ^^'hereat  several  lia\e 
(ibjected  that  exploiting,  or  ex- 
plaining in  detail,  is  the  only  way 
ill  which  these  needs  can  be  niafle 
known.  Street  railway  patrons  cx- 
[x-ct  safe,  rapid  and  convenient  service  in  cross-seated 
cars,  comfortably  heated  and  ventilated.  These  public 
needs  are  frequently  not  obtained  until  they  have  been 
exploited  or  recounted  at  length,  in  the  press  or  by 
other  means  of  public  expression.  The  Pacific  Coast 
needs  more  people  to  exploit,  or  make  completely 
available,  its  latent  resources.  So  this  jo'urnal  has 
always  exploited,  or  explained  in  detail,  all  of  the 
f)Ower  developments  in  this  great  country  "from  the 
Rockies  to  the  Coast,"  once  exploited,  or  explored,  in 
quest  of  goltl.  but  now  ca])al)lc  of  a  more  beneficent 
agricultural  exploitation.  In  all  of  the  above  defini- 
tions exploitation  carries  a  good  sense. 

But,  just  as  most  of  the  good  things  of  this  life 
become  harmful  in  excess,  so  has  this  good  old  word 
recent!}-  fallen  into  disrepute  and  assumed  an  evil 
meaning  which  has  already  been  given  first  place  in 
the  dictionary.  If  to  satisfy  the  needs  of  street  rail- 
way patrons  it  is  necessary  to  sacrifice  a  valuable  fran- 
chise which  in  turn  becomes  the  basis  for  increased 
capitalization,  and  if  the  immediate  necessities  of  the 
Pacific  Coast  are  forced  to  pay  a  heavy  toll  of  passen- 
ger and  freight  rates,  then  these  needs  are  being  util- 
ised or  employed  in  selfish  schemes,  they  are  brought 
out  for  the  company's  own  advantage  without  regard 
to  the  rights  of  others,  in  short,  they  are  lieing  ex- 
ploited. 

It  is  unnecessary  to  here  dwell  upon  the  thousand 
and  one  ways  in  which  a  public  service  corporation 
can  thus  exploit  the  needs  of  its  consumers,  ^^'l1ether 
they  appear  as  bribery  of  public  officials,  interference 
in  political  nominations  and  elections,  "fixing"  of  juries 
and  judges,  or  in  the  greatest  of  all  curses,  over-capi- 


Gas  Producer  Engines  in  Mexico 1.39 

i\Ian-power   1.39      talization,   the   practice   is   radically   wrong  and    must 
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I4'i      be   stopped.     Closely  allied  to  these  actions  contrary 
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of  the  policy  of  an  "open  town"  in  order  that  "owl" 
c;irs  may  prove  profitable  or  that  electric  light  and 
power  may  be  used  all  night. 

^^'e  well  understand  that  the  piildic  service  cor- 
poration is  usually  an  unwilling  party  to  these  cor- 
rujitions  and  is  "held  up"  liy  jircdatory  politicians  who 
arc  the  real  cause  of  the  evil.  .-\s  long  as  the  cor])ora- 
tion  is  subject  to  local  mtinici[)al  control,  so  long  will 
these  abuses  continue.  The  logical  remedy  is  to  vest 
the  power  of  rale-regulation  ;ind  franchise-granting  in 
some  State  organization,  such  as  a  public  service  cmn- 
mi<sion,  whose  mcmluM-s  arc  technically  (pialified  to 
handle  the  s|iecializcd  problems  iiudhed  and  who  are 
iree  from  all  political  domination.  Here  the  (jovernor. 
News  Notes  14S      as  the  apoint!\'e  official,  is  the  responsible  party. 
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PERSONALS. 

C.  F.  Adams,  ijresident  of  the  Poitlaud  Gas  Coiupaiiv. 
is  a  San  Francisco  visitor. 

G.  McM.  Ross,  a  mechanical  engineer,  was  at  San  Fran- 
cisco from  Stockton  this   week. 

T.  C.  Winck  of  the  Tacoma  Traction  Company  has  been 
spending  a  few  days  at  San  Francisco. 

Rudolph  W.  Van  Norden,  consulting  engineer,  has  re- 
turned to  San  Francisco  from  Sacramento. 

Clarence  H.  Howard,  president  of  the  Commonwealth 
Steel  Company  of  St.  Louis,  is  at  San  Francisco. 

James  H.  Wise,  of  F.  G.  Baum  &  Co.,  has  returned  to  his 
San  Francisco  office  after  a  Northern  California  trip. 

John  Martin,  president  of  the  Coast  Counties  Light  and 
Power  Company  of  Santa  Cruz,  Cal.,  is  spending  several  weeks 
in  the  East, 

R.  Leo  Van  der  Naillen,  superintendent  of  the  Oro  Water, 
Light  &  Power  Company,  was  at  San  Francisco  from  Oroville 
during  the  past  week. 

W.  S.  Heger,  California  manager  of  the  Allis-Chalniers 
Company,  has  returned  to  his  San  Francisco  office  after  a  trip 
to  the  factory  at  Milwaukee,  Wis. 

F.  O.  Sievers,  connected  with  the  sales  department  of 
the  Pacific  Coast  branch  of  the  Fort  Wayne  Electric  Works, 
has  been  making  a  tour  of  Northern  California. 

Edward  J.  Nally,  vice-president  and  general  manager  ot 
the  Postal  Telegraph  Cable  Company,  is  at  San  Francisco 
on  a  general  inspection  tour  of  the  Pacific  Slope. 

Sidney  Sprout,  who  recently  saved  one  of  the  islands  in 
the  Sacramento  river  from  being  flooded,  has  returned  to 
his  San  Francisco  office  from  Virginia  City,  Nevada. 

Wynn  Meredith  and  E.  N.  Sanderson  ot  Sanderson  & 
Porter,  returned  to  San  Francisco  from  Vancouver,  B.  C,  this 
week,  Mr.   Sanderson   continuing  East  after  a   brief  stay. 

A.  H.  Coates  of  the  Colonial  Electric  Co.  is  attending  the 
Chicago  automobile  show  in  the  interest  of  his  numerous 
Pacific  Coast  auto  supply  specialties.  He  expects  to  return 
to  San  Francisco  about  March  1,  after  visiting  several  Ea.st- 
ern  cities. 

Fred  Poss,  ol;  the  Holophane  Company,  and  S.  B.  Gregory 
of  the  Arrow  Electric  Company,  were  recently  presented  with 
silver  golf  trophies,  won  at  the  Del  Monte  golf  links  during 
the  Electrical  Jobbers'  meeting.  R.  D.  Holabird  made  the 
piesentation  speech  at  the  Palace  Hotel,  San  Francisco. 

F.  H.  Ensign  has  resigned  as  manager  of  the  Pacific  Gas 
and  Electric  Company  of  Phoeni.x,  Ariz.,  after  51^  years'  ser- 
vice. It  is  his  intention  to  devote  his  time  to  personal  inter- 
ests and  he  has  become  financially  interested  in  the  New  State 
Electric  Supply  and  Fixture  Company  and  the  New  State  Auto 
Aerial  Company  and  assumes  the  management  of  both  con- 
cerns in  addition  to  other  personal  interests  in  Phoenix  and 
throughout  the  valley.  Mr.  Ensign  retains  his  identification 
with  the  Pacific  Gas  and  Electric  Company  as  consulting  en- 
gineer. Mr.  R.  G.  Whitmarsh  has  been  elected  by  the  officials 
of  the  company  to  succeed  Mr.  Ensign  as  manager. 

C.  E.  Thatcher,  the  new  city  manager  of  the  Western 
Union  Telegraph  Company,  at  San  Francisco,  will  have  as 
his  assistant  C.  W.  Isaacs,  who  has  been  in  the  company's 
employ  for  twenty  years.  Mr.  Thatcher  recently  arrived 
from  Washington,  D.  C.  where  he  occupied  an  important  po- 
sition at  the  head  of  the  transportation  rate  section  of  the 
Treasury  Department.  He  formerly  had  considerable  tele- 
graphic experience  with  the  Burlington  railroad  system  and 
elsewhere.  He  is  also  an  International  Exposition  man,  hav- 
ing represented  the  United  States  Government  at  both  the 
Jamestown  and  the  Seattle  expositions  in  an  important  ca- 
pacity. 


Harry  Curtis  Rice,  vice-president 
of  the  General  Incandescent  Lamp 
Co.,  Cleveland,  Ohio,  was  married 
on  Tuesday,  February  7,  1911,  to 
Miss  Edna  Tyler  Kindelon,  at  Lynn, 
Massachusetts.  The  wedding  was 
:i  quiet  affair,  attended  only  by  the 
immediate  families,  Mr.  and  Mrs. 
Rice  immediately  thereafter  taking 
the  steamer  from  New  York  to 
Florida  and  Cuba  where  they  will 
spend  a  few  weeks.  Mr.  Rice's 
many  friends  on  the  Pacific  Coast 
extend  him  their  heartiest  congratu- 
lations, especially  as  his  bride  is  a 
California  girl  who  thus  adds  an- 
other tie  to  those  that  already  endear  Harry  Rice  to  the 
local  electrical  fraternity.  Mr.  and  Mrs.  Rice  will  be  at 
home  after  April  15th,  at  Harlow  Park,  1906  East  105th  street, 
C'eveland,  Ohio. 


TRADE  NOTES. 
The  Westinghouse  Electric  &  Manufacturing  Company 
has  sold  the  Isthmian  Canal  Commission  two  75  kw.  motor- 
generator  sets  with  a  switchboard  for  the  control  of  each. 
One  of  the  motor-generator  sets  will  be  located  in  the  sub- 
station near  the  site  of  the  Gatun  Locks  and  the  other  on 
the  Pacific  side  near  the  Pedro  Miguel  Locks.  The  appara- 
tus will  be  used  in  connection  with  the  construction  ot  the 
lock  gates.  The  outfits  will  be  installed  at  Gatun  and  Pedro 
Miguel  and  will  operate  on  25  cycle,  2300  volt  energy  trans- 
mitted from  the  power  stations  at  Gatun  and  Miraflores.  The 
motor-generators  will  convert  this  alternating  current  to 
direct  current  at  230  volts  for  use  on  the  various  small 
tools  used  in  the  gate  construction. 


NEW    CATALOGUES. 

The  Banner  Electric  Company  of  Youngstown,  Ohio,  have 
issued  a  handsome  souvenir  description  of  the  Allegheny 
County  Soldiers'  Memorial,  a  most  novel  and  beautiful  blend- 
ing of  illumination  with  architecture  and  decoration. 

The  Maxwell  Gas  Company  of  San  Francisco  have  issued 
an  interesting  catalogue  devoted  largely  to  the  production  and 
purification  of  gas  from  the  distillation  of  wood.  This  at- 
tractive publication  was  prepared  by  Mr.  J.  W.  Swaren. 

Theo.  F.  Dredge,  representing  the  Richardson-Phenix 
Co.,  at  San  Francisco,  is  distributing  their  Bulletin  No.  53, 
devoted  to  the  Richardson  Model  ".M"  Mechanical  Lubricator. 
This  bulletin  contains  valuable  data  on  friction  in  steam  en- 
gines and  how  it  may  be  minimized  by  proper  lubrication. 

The  Kellogg  Switchboard  &  Supply  Co.  has  issued  the  sec- 
ond edition  of  Bulletin  No.  32  on  cord  circuit  practice  for 
magneto  switchboards.  This  bulletin  is  issued  uniform  witli 
Bulletin  No.  54  on  party  line  equipment,  the  third  edition  ot 
which  is  being  rapidly  exhausted.  These  two  bulletins  are 
written  by  a  practical  telephone  man  who  understands  the 
needs  of  the  man  behind  the  switchboard  and  on  the  right  of 
way.  J 

The  Insulator  Book  from  The  Locke  Insulator  Mfg.  Co., 
io  being  distributed  by  Pierson,  Roeding  &  Co.  This  con- 
venient loose-leaf  catalogue  of  porcelain  insulators,  <;ives 
complete  illustrated  details  of  the  various  types  of  insu- 
lators, both  suspension  and  pin,  for  all  possible  service.  It 
furthermore  includes  valuable  data  pertaining  to  pole  and 
tower  line  construction,  wire,  line  protective  devices,  etc., 
as  well  as  full  information  on  tests  of  insulating  material. 
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982,789.  Electromagnetic  Power-Transmitting  Mechan- 
ism. Augustus  Jesse  Bowie,  Jr..  S;in  Francisco,  Cal.  Power 
Iransinission  mechanism  comprising  a  positively  driven  pri- 
niar.v  element   mounted  on  a  rotataljle  main  sliaft,  and  a  sec- 


ondary  element  mounted  on  a  rotatable  counter-shaft,  out  of 
alinement  with  the  main  shaft  and  driven  therefrom,  said  pri- 
mary and  secondary  elements  forming  an  electro-magnetic  in- 
ductive system  involving  a  magnet  having  an  air  gap,  and  an 
energizing  coil  for  said  magnet,  and  an  electric  conductor 
interposed  in  said  air  gap. 

982,928.  Wave-Motor.  Telesphore  J.  Beaudette,  Los 
Angeles,  t'al.  In  a  wave  motor,  the  combination  with  a  wave 
actuated  rocking  means,  of  gearing  connected  to  said  wave 
actuated  means,  a  driven  shaft,  a  connection  from  said  gear- 
ing to  said  driven  shaft,  for  increasing  the  speed  of  opera- 
tion of  the  driven   shaft  at   the  latter  part  of  the  operating 


'2---,.        :^^,^- 


stroke,  comprising  a  drum  on  the  driven  shaft,  a  drum  con- 
nected to  the  gearing,  a  cable  winding  over  said  drums  to 
wind  off  on  one  of  the  drums  as  it  winds  on  to  the  other,  a 
wheel  engaging  said  cable  to  deflect  it,  a  -support  for  said 
wheel  mounted  to  move  with  the  rocking  means,  and  means 
for  adjusting  the  position  of  the  said  wheel  on  said  su|)port 
to  vary  the  power  of  the  motor. 

983,216.  Water-Governor.  Arthur  Dickerson,  American 
Fork,  Utah,  assignor  to  Dickerson  Automatic  Governor  Com- 
pany. A  hydraulic  governor,  comprising  a  tank,  a  pump 
therein,  the  shaft  of  the  pump  extending  through  the  ends 
of  the  tank,  means  for  connecting  one  of  the  ends  with  the 
prime  mover,  a  longitudinally  movable  pulley  on  the  other 
end,  said  pulley  having  a  hub  provided  with  a  spiral  slot, 
a  pin  on  the  shaft  extending  into  the  slot,  a  peripherally 
grooved  disk  rigid  with  the  hub,  a  governor,  a  driving  con- 
nection between   the   pulley   and   the   governor   for  operating 


the  same,  a  cylinder  above  the  pump,  a  communication  be- 
tween the  pump  and  the  center  of  the  cylinder,  a  iilunger 
comprising  a  pair  of  spaced  pistons  in  the  cylinder,  a  hollow 
piston  rod  attached  to  each  end  of  the  plunger  and  extend- 
ing through  the  ends  of  the  cylinder,  a  pipe  leading  to  the 
tank  and  having  a  branch  at  each  end  of  the  cylinder,  a 
sliding  connection  between  each  branch  and  the  adjacent  end 
of  the  piston  rod,  said  rod  having  an  inlet  opening  in  the 
space  between  tlie  pistons  and  a  plurality  of  exhaust  openings 


at  each  end  of  the  plunger,  a  valve  stem  in  the  piston  rod, 
a  valve  on  each  end  of  the  stem,  a  double  valve  at  the  cen- 
ter of  the  stem,  said  valves  being  so  spaced  on  the  stem  that 
when  in  normal  position,  the  valves  will  be  unseated,  an 
elbow  lever  having  one  arm  connected  with  the  lower  end  of 
the  valve  stem  and  the  other  arm  engaging  the  groove  of 
the  disk,  a  shaft  provided  near  one  end  with  an  arm  for  con- 
necting with  the  controlling  mechanism  of  the  prime  mover, 
and  having  intermediate  its  ends  a  gear  sector,  and  a  rack 
bar  on  the  piston  rod  meshing  with  the  sector. 

983,010.  Rotary  Compressor.  Theodore  R.  Vinzent  and 
Fred  C.  Bell,  Alameda,  Cal.  A  rotary  compressor  compris- 
ing a  horizontally  mounted  casing  having  an  ovoidal  cham- 
ber, cylinders  fixed  to  the  casins  and  extending  radially  there- 


from, a  double  ended  piston  extending  through  said  chamber 
and  having  its  ends  operating  in  opposed  cylinders,  inlet 
and  outlet  valve-controlled  passages  in  the  pistons  and  cylin- 
ders, and  a  weight  fixed  to  the  piston  between  its  ends  and 
inclosed  by  said  chamber. 
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A.C.   ENGINE  TYPE   GENERATQRS; 

A  line  of  low  slieed,  60  CyCle,  engine  type  alternators 
embodying  a  number  of  new  features  of  design  has  been  re- 
cently placed  on  the  market  by  the  Westinghouse  Electric 
&  Manufacturing  Company.  The  line  covers  capacities  from 
.50  to  1100  k.v.a.,  2-phase  or  3-phase,  and  standard  voltages 
oi'  240.  480,  600,  1200  and  2400  volts.  A  striking  character- 
istic of  the  entire  line,  as  shown  by  the  machines  already  in 
operation,  is  the  ability  of  the  generators  to  successfully 
carry  commercial  loads  of  low  power  factor. 

As  the  general  construction  and  arrangement  of  parts  of 
the  revolving  field  generator  is  familiar  to  all,  this  descrip- 
tion will  be  confined  to  the  new  features  of  this  design,  known 
as  the  type  "E." 


Collector   Kiul  of  To   k.v.;\.  T.vpe   E  Generator.    JOO   T'.pm. 

The  stator  frames  are  of  such  design  as  to  give  great 
rigidity  and  plenty  of  freedom  for  the  end  connections  of 
the  armature  winding.  At  the  same  time  the  construction  is 
economical  of  material  and  affords  excellent  ventilation.  The 
frame  consists  of  a  one-piece  casting,  except  in  sizes  of  such 
diameter  that  a  split  frame  is  a  necessity  for  shipping  rea- 
sons. In  such  cases  the  halves  are  bolted  firmly  together, 
making  practically  a  solid  frame.  The  frames  of  the  smaller 
sizes  are  provided  with  slide  rails  on  which  the  frame  can 
be  shifted  to  expose  the  rotor. 

The  armature  core  is  built  up  of  laminations  of  japanned 
steel  of  good  magnetic  characteristics.  The  laminations  are 
dove-tailed  in  recesses  in  the  frame.  They  are  assembled 
under  pressure  and  securely  held  by  finger  plates  and  end 
plates.  Generous  ventilating  ducts  are  provided  in  the  core 
to  maintain  uniform  low  temperature.  The  teeth  are  firmly 
supported  at  each  end  of  the  core  by  finger  plates. 

Repairs  to  the  armature  winding  are  very  easily  made  be- 
cause of  the  design  of  the  winding.  The  armature  slots  are 
open  and  the  coils  are  held  in  place  by  wedges.  The  coils  are 
Interchangeable  and  are  completely  formed  and  insulated  be- 
fore assembling  in  the  core. 


The  end  bells  provided  for  the  protectibn  Of  the  arnlature 
winding  and  attached  to  the  end  of  the  fr^me  are  of  seg- 
ments built  up  into  circular  form  and  so  bolsfed  together  that 
they  are  light  and  open,  yet  rigid  and  inde^ructible. 

The  brush  holder  brackets,  except  in  the  larger  sizes, 
are  bolted  to  the  armature  frame,  which  makes  each  gener- 
ator complete  in  itself.  On  the  larger  sizes,  however,  the 
brush  holders  are  mounted  on  a  pedestal  which  is  to  be 
bolted  to  the  engine  bed  plate.  At  least  two  brushes  are  pro- 
vided for  each  collector  ring,  which  makes  it  possible  to  ad- 
just any  brush  without  opening  the  field  circuit. 

The  rotor  consists  of  a  casting  with  laminated  pole-pieces 
bolted  on.  The  proportions  of  the  casting  are  worked  out 
with  special  reference  to  cooling  strains,  and  the  material 
used  provides  a  homogeneous  magnetic,  circuit.  Edgewise 
wound  strap  is  used  for  the  field  coils  of  all  type  "E"  gener- 
ators. This  makes  an  ideal  construction  for  field  coils  as 
every  turn  of  winding  is  exposed  to  the  air  and  heat  is  readily 
radiated  and  dissipated.  The  insulation  between  turns  is  of 
fire-proof  quality. 

The  entire  design  of  the  type  "E"  generators  is  arranged 
for  thorough  circulation  of  the  air. 

The  field  poles  of  type  "E"  generators  are  so  designed 
that  a  cage  damper  winding  may  be  used  when  desired.  Such 
a  winding  consists  of  a  series  of  copper  bars  embedded  in 
the  pole  faces,  with  the  ends  short-circuited  like  the  squirrel 
cage  winding  of  an  induction  motor.  The  winding  serves  as 
an  effective  damper  to  any  fluctuation  and  thus  tends  to  pre- 
vent "hunting."  The  cage  damper  winding  is  not  essential 
to  satisfactory  operation,  however,  when  modern  steam  en 
gines  are  used  as  the  prime  mover.  Where  internal  combus- 
tion engines  are  used  the  cage  damper  winding  is  advisable. 

The  collectors  are  of  the  spider  type,  consisting  of  two 
machined  cast  iron  rings  mounted  on  a  cast  iron  bushing 
or  hub.  from  which  they  are  carefully  insulated.  The  hub 
is  belted  to  the  rotor  spider  casting,  so  that  the  alignment  is 
entirely  independent  of  shaft  adjustments. 

Ample  factor  of  safety  is  allowed  throughout  the  me- 
chanical design  and  the  electrical  design  is  such  that  over- 
loads and  low  power  factors  do  not  interfere  with  satisfac- 
tory service. 


RUGGED  MOTORS. 
After  the  explosion  and  fire  which  recently  destroyed  the 
Los  Angeles  Times  Building,  two  Bullock  motors  were  removed 
from  the  basement  where  they  were  lying  in  5  feet  of  water. 
The  presses  to  which  they  were  attached  were  completely  de- 
stroyed and  had  no  value  except  as  scrap  iron.  The  motors, 
however,  were  not  badly  damaged  and  were  practically  the 
only  article  of  value  saved  from  the  ruins.  In  the  adjust- 
ment of  losses  made  by  the  Fire  Underwriters'  Association,  99 
per  cent  of  the  total  insurance  was  allowed,  the  Iper  cent  saving 
being  based  almost  entirely  on  the  value  of  the  motors.  The 
life  of  the  insulation  of  these  was  destroyed,  but  the  coni?uu- 
tators,  brush  holders,  bearings  and  frames  of  the  machines 
were  in  perfect  condition.  The  motors  attracted  considerable 
attention  and  excited  much  comment  because  of  the  fact  that 
they  were  the  only  pieces  of  machinery  saved  from  the  ruins. 
The  larger  motor  is  a  60  h.p.,  500-volt,  400  r.p.m.  machine, 
while  the  smaller  is  a  10  h.p..  4.''.0  r.p.m.  machine.  They  are 
now  being  re-wound  in  the  shops  of  the  manufacturers.  Allis- 
Chalmers  Company,  and  will  be  used  to  drive  new  presses 
In  the  new  building  which  is  soon  to  be  erected. 
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A     TESTING    CABINET     FOR     THE     SMALL     TELEPHONE 
SWITCHBOARD. 

To  meet  the  demand  for  an  inexpensive  testing  outfit 
for  small  telephone  exchanges,  where  a  reliable  means  of  test- 
ing is  absolutely  essential  liut  where  the  outlay  for  an  elab- 
orate wire  chief's  equipment  seems  prohibitive,  the  Western 
Electric  Company  has  jilaced  on  the  market  a  new  testing 
cabinet. 

This  cabinet,  known  as  the  No.  1407,  can  be  used  with 
any  switchboard  and  will  do  practically  the  same  work  as 
the  large  and  expensive  wire  chief's  desks.  It  is  made  in  two 
styles,  one  for  use  with  magneto  switchboards  and  the  other 
with  common  battery  switchboards.  The  cabinet  is  adapted 
to  be  fastened  to  the  end  of  a  regular  switchboard,  or  else- 
where, as  desired.  The  voltmeter  is  mounted  on  the  front 
of  a  substantially  made  oak  case,  directly  above  the  switch- 
ing keys.  The  two  terminals  for  connection  to  a  Wheat- 
stone  bridge  and  the  terminals  for  the  grounding  and  testing 
cords  are  arranged  at  the  bottom. 

The  apparatus  consists  of  a  testing  circuit,  an  operator's 
circuit,  a  ringing  circuit  with  keys  and  a  grounding  cord 
with  flexible  cord  and  plug.  Both  the  testing  circuit  and 
grounding  cord  terminate  on  eight  foot  cords,  and  are 
equipped  with  No.  47  cord  plugs.  With  these  cords  it  is 
possible  to  reach  across  and  get  connection  with  the  lines 
which    terminate    in    the   adjacent   switchboard. 


No.    ItiiT.    Testing    Cabinet. 

A  pair  of  binding  posts  placed  in  the  rear  of  the  cabi- 
net provide  a  convenient  means  of  connecting  the  telephone 
lines  at  the  main  distributing  frame  or  terminal  board,  directly 
with  the  testing  cabinet  apijaratus.  By  running  a  pair  of 
wires  from  these  binding  posts  to  some  convenient  place 
near  the  main  distributing  frame  and  using  a  flexible  cord 
provided  with  a  test  plug  fitting  the  protectors,  it  is  possi- 
ble to  test  either  the  switchboard  circuit  or  the  outside  line. 

Some  of  the  tests  which  can  be  made  with  this  testing 
cabinet  are  grounds,  opens,  shorts  and  partial  shorts,  crosses, 
foreign  battery,  insulation,  leaks,  cross  talk,  loose  connec- 
tions, swinging  troubles,  earth  potentials,  poor  grounds,  open 
fuses,  low  resistance  ringers  across  the  line,  receivers  off, 
voltage  of  dry  or  storage  cells.  location  of'grounds  in  motor 
or  generator  fields  of  armature,  resistances  of  receivers, 
drop  coils,  relays,  etc. 


IMPROVED  VERTICAL  RADIANT  TOASTER. 

The  electric  toaster  is,  perhaps,  the  most  popular  of  the 
various  electrical  cooking  devices  now  available.  It  is  one 
of  those  remarkable  articles,  which  so  coiupletely  satisfies 
all  the  requirements  of  real  convenience  and  utility,  that  it  is 
rapidly  attaining  the  character  of  a  modern  household  neces- 
sity wherever  electric  current  is  availaljle  for  domestic  use. 

When  the  General  Electric  Company  brought  out  the 
first  vertical  type  of  toaster,  its  advantages  were  so  apparent 
that  it  received  quick  recognition  as  ideal  in  its  line.  This 
appreciation   was   well   merited   because  the  new  design  en- 


aliled  tlie  making  of  two  slices  of  toast  simultaneously, 
greatly  reducing  the  time  and  cost,  and  increasing  the  con- 
venience of  preparing  the  favorite  breakfast  dainty. 

The  vertical  type  of  toaster  not  only  represented  a 
marked  advance  in  the  direction  of  increased  utility,  but 
served  to  estal)lish  the  superior  value  of  Calorite  as  a  resist- 
ance  material   for   producing  intense  radiant  heat  under  the 


Improved  Vertical  Radiant  Toaster. 

influence  of  an  electric  current.  As  in  the  case  of  tungsten, 
tantalum  and  other  metals  used  as  efficient  light  givers,  the 
history  of  Calorite,  the  new  metal  used  as  an  efficient  heat 
giver,  is  too  familiar  to  bear  repetition.  It  is  significant, 
however,  that  its  production  practically  renders  unnecessary 
any  further  development  for  the  present  of  the  electrical  com- 
ponent of  electric  heating  and  cooking  devices.  On  the 
other  hand,  modifications  in  the  mechanical  design  and  con- 
struction of  any  class  of  devices,  for  the  purpose  of  in- 
creasing their  utility,  beauty  or  convenience,  are  always 
more  or  less  possible,  and  electrical  cooking  devices  are  no 
exception  to  the  rule. 

The  1911  model  of  the  G-E  vertical  radiant  toaster  em- 
bodies new  features,  commendable  to  prospective  users  of 
such  devices.  The  inclined  rack  has  been  substituted  for  the 
periiendicular  holder  of  the  earlier  design  for  increasing  the 
convenience  of  the  toaster.  The  slices  of  toast  are  thus 
rendered  more  accessible,  and  can  be  turned  around  more 
readily  during  the  process  of  toastin.g. 

The  Individual  contact  plugs  adopted  for  the  ornamental 
electric  heating  and  cooking  devices  are  aiiplied  to  the  new 
toaster.  The  i)lugs  are  incased  in  polished  nickel  cylinders, 
which  add  to  the  attractiveness  of  the  toaster  and  places  it 
in  harmony  with  its  companions  on  the  buffet. 


KELLOGG   SAO    PAULO    INSTALLATION. 

Among  the  many  common  battery  exchange  systems  in- 
stalled recently  by  the  Kellogg  Switchboard  &  Supply  Com- 
pany, the  11  section  10,000  line  capacity  exchange  for  Sao 
Paulo,  Brazil,  is  of  special  interest  on  account  of  its  size 
and  importance.    This  contract  was  handled  by  Mr.  .1.  C.  Mur- 


Sao    Paulo    Telephone    Switchboard. 

ray.  sales  engineer.  This  system  is  to  be  used  first  as  a 
raagneto  multiple  lamp  signal  switchboard,  but  is  so  designed 
that  it  may  be  changed  to  a  common  battery  system  without 
discarding  any  of  the  original  apparatus.  The  present  equip- 
ment is  4960  lines. 

This  handsome,  massive  quartered  oak  board,  illustrated 
herewith    from    photograph    taken    just    previous    to   packing. 
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will  be  equipped  for  31  operators'  positions,  each  to  have 
1.5  universal  cords  with  ring  back  keys. 

The  Kellogg  Company  have  furnished  complete  acces- 
sory apparatus,  including  intermediate  distributing  frame, 
terminal  clips,  for  4960  lines  on  answering  and  multiple  side. 
The  relay  frame  is  for  .5400  subscribers'  lines. 

The  Kellogg  main  distributing  frame,  is  equipped  with 
4960.  Kellogg  arresters  and  terminal  clips  for  6250  outside 
lines.  There  is  to  be  one-two  position  chief  operator's  desk 
and  one-one  position  wire  chief's  desk. 

The  complete  operating  plant  will  be  made  up  as  fol- 
lows: One  set  of  11  storage  battery,  2  motor  generator  chang- 
ing sets  operated  from  220  volts,  60  cycles,  o-phase  alter- 
nating current,  two  ringing  machines  with  howler  attach- 
ment, one  to  operate  from  the  battery  and  the  other  to  oper- 
ate from  the  primary  battery  circuit,  one  white  Italian  mar- 
ble power  switchboard. 

The  slight  change  in  the  wiring  at  the  relay  rack  is  all 
that  is  necessary  to  convert  a  magneto  line  to  a  common 
battery  line.  The  cord  circuits  as  furnished  are  of  the  uni- 
versal type  and  will  automatically  adapt  themselves  to  line 
conditions. 


A  NEW  PORTABLE  ELECTRIC  BREAST  DRILL. 
A  new  line  of  "Western  Electric"  Hawthorn  portable  elec- 
tric drills  has  just  been  placed  on  the  market.  These  drills 
combine  compactness  and  durability  of  construction  with 
safe  and  reliable  operation.  They  are  made  for  use  on  110 
or  220  volt  direct  current,  and  60  cycle,  single  phase,  alter- 
nating current  circuits,  an  Edison  socket  and  cord  being  sup- 
plied so  the  drill  can  be  operated  from  any  standard  lamp 
socket  or  screw  base  receptacle.  The  motor  is  incased  in  a 
dust-proof  case  and  all  electrical  parts  are  well  insulated  and 


Hawthorn     Purtahle     Klectric     Breast    Drill 

protected,  insuring  freedom  from  shocks.  The  frame  is  of 
black  japan,  with  nickel-plated  trimmings,  and  an  aluminum 
breast-plate  or  spade  handle  can  be  had,  as  desired.  Small 
oil  chambers,  so  placed  as  to  prevent  leakage  when  the 
drill  is  being  used,  insure  good  lubrication  for  all  moving 
parts. 

The  motor,  weighing  about  twenty  pounds,  is  supplied 
with  two  knurled  side  handles  and  the  controlling  switch  is 
conveniently  located  within  easy  reach  of  the  right  hand 
grasping  the  handle,  which  allows  the  operator  full  control 
of  drill.  A  Jacobs  clutch,  which  takes  drills  up  to  and  in- 
cluding %  in.  diameter,  and  the  necessary  tightening  key 
are  furnished. 


NEW    CATALOGUES. 

Schurenian  Type  Elevator  Controllers,  both  direct  and 
alternating  current,  are  illustrated  and  described  in  a  hand- 
some booklet  from  the  Cutler-Hammer  Mfg.  Co. 

Bulletin  No.  1117,  describing  central  battery  wall  and 
desk  sets,  together  with  their  accessories,  for  standard  re- 
quirements, has  just  been  issued  by  the  Western  Electric 
Company. 

The  Western  Electric  1911  fan  motor  bulletin  is  now  ready 
for  distribution.  This  is  listed  In  the  series  of  publications 
of  that  company  as  bulletin  No.  5352.  It  is  contained  within 
!(  stiff  cover  of  bluish  gray,  with  an  attractive  design. 


TRADE    NOTES. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  just  received  an  order  for  two  2000  k.v.a.  water-wheel 
type  generators  and  four  2000  k.v.a.  oil-insulated  water-cooled 
transformers  for  the  main  station  of  the  Sao  Paulo  Tramway, 
Light  &  Power  Company  of  Sao  Paulo,  Brazil. 

The  Pemberton  Coal  &  Coke  Company  of  Affinity,  W.  Va.. 
has  just  placed  an  order  with  the  Westinghouse  Electric  & 
Manufacturing  Company  for  one  150  kw.,  250-volt,  200  r.p.m., 
direct  current  engine  type  generator;  one  150  k,v,a.,  2500  volt, 
a.c.  generator  with  exciter;  a  main  station  switchboard,  and 
a  150  kw.  substation  motor  generator  set. 

The  Westinghouse  Electric  &  Manufacturing  Company  has 
just  placed  upon  the  market  a  new  trolley  clamp  that  em- 
bodies several  Improvements.  The  swivel  Joint  permits  the 
boss  to  be  screwed  up  tight  to  the  stud;  this  keeps  out  moist- 
ure and  prevents  corrosion  and  wear  of  threads.  The  two  side 
caps  are  absolute  duplicates;  the  clamping  pressure  is  there- 
fore uniform.  Having  only  two  counter-sunk  holes  In  each 
Bide,  the  clamp  is  stronger  and  the  clamping  pressure  con- 
sequently more  permanent.  A  few  drops  of  solder  in  the 
swivel  joint  after  the  clamp  is  Installed  adapts  it  for  feeding. 
The  clamp  can  be  installed  with  an  ordinary  screw-driver  and 
a  monkey-wrench,  or  with  a  special  Type  FB  combined  screw- 
driver and  wrench  especially  designed  for  this  service. 

The  Western  Electric  Company  has  just  prepared  for 
distribution  an  attractive  1911  wall  calendar.  The  calendar, 
which  has  been  finished  in  two  colors,  is  of  a  pleasing  design, 
and  while  the  figures  are  large  enough  to  be  seen  across  the 
room,  it  is  not  too  large  for  the  office  wall.  The  Western 
Electric  Company's  symbol,  the  familiar  may  of  the  United 
States  within  a  circle,  comprises  the  upper  part  of  the  cal- 
endar. The  symbol  represents  the  scope  of  activity  of  this 
company.  A  separate  legend  is  provided  for  each  of  the 
twelve  months,  illustrating  some  phase  of  the  company's 
manufacturing  and  selling  program.  Four  cuts,  showing  the 
arc  lamp,  ventilating  fan  and  power  motor,  and  the  Western 
Electric  Inter-phone,  as  typifying  the  "essentials  of  modern 
business" — light,  ventilation,  power  and  communication — also 
are  prominently  featured. 

Recent  sales  made  by  the  General  Electric  Company  in- 
clude to  the  Sierra  &  San  Francisco  Power  Co.,  1  motor  gen- 
erator set  consisting  of  1  C"VC-4-14  kw.-1800-140  volt  shunt 
wound  generator  direct  connected  to  1  1-4-20  h. p. -1800-440  volt 
form  K  60  cycle  induction  motor;  to  the  Yuba  Construction 
Company,  dredge  equipment  for  Kirtley  Creek,  1  1-12-200  h.p. 
600-M-440  volt  motor.  1  1-12-25  h.p.-600-M-440  volt  motor,  1  I-IO- 
75  h.p.-720-K-440  volt  motor,  1  1-12-35  h.p.-600-K-440  volt  motor, 
1  1-6-15  h.p.-1200-K-440  volt  motor.  1  I12-.50  h.p.-600-M-440  volt 
motor,  1  110-35  h.p.-720-M-440  volt  motor,  1  1-4-2  h.p.-1800-K-44O 
volt  motor,  3  H-60-125  k.v.a.-4000/2000  volt-460/230  volt  sec- 
ondary transformers,  1  H-60-7i4  k,v.a.-4000/2000-l  15/230  volt 
transformers,  switches  and  circuit  breakers,  cable  and  wire, 
switchboard;  dredge  equipment  for  Feather  River:  1  1-14-300 
h.p.-514-K-440  volt  motor,  1  1-12-35  h.p.-600-M-440  volt  motor, 
1  1-12-150  h.p.-600-K-440  volt  motor,  1  1-12-75  h.p.-600-K-440  volt 
motor,  1  1-6-25  h.p.-1200-K-440  volt  motor,  1  1-12-75  h.p.-600-M-440 
volt  motor,  1  MO-GO  h.p.-720-M-440  volt  motor,  1  1-4-2  h.p,-1800 
K-440  volt  motor,  3  H-60-200  k.v.a.-4000/2000-460/230  volt  trans- 
formers, 1  H-60-10  k,v.a.-4000/2000-230/115  volt  transformers, 
switches  and  circuit  breakers,  cable  and  wire,  switchboard;  to 
the  Pacific  Portland  Cement  Company:  1  I-LM-2  T-6-A-2  6-ton 
mining  type  locomotive:  to  the  Oakland  &  Antioch  Railway: 
1  motor  generator  set  consisting  of  1  MPC-4-300  kw. -720-1200 
volt  shunt  wound  railway  generator  direct  connected  to  and 
mounted  on  common  base  with  1  ATI-10-345  kw.-720-llOOO  volt 
synchronous  motor,  1  6  kw.  125  volt  d.c.  direct  connected  ex- 
citer. 
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INCCIRPdRATIONS. 

SAN  FRANCISCO,  CAL— The  Searchlight  Cas  Cdrapiiny 
has  been  incorporated  by  F.  C.  Egan,  M.  L.  Cramer  and  S. 
H.  Ellis,  with  a  capital  stock  ot  $100,000. 

SAN  FRANCISCO,  CAL.— T.he  Monterey  &  Pacific  Grove 
Telephone  Company  has  been  incorporated  by  E.  C.  Gee,  C. 
Bull,  J.  D.  O'Connell,  R.  C.  Smith  and  H.  Haber,  with  a  capi- 
tal  stock  of   $100,000. 


FINANCIAL. 

SNOHOMISH,  WASH.— The  water  bond  election  held  for 
the  purpose  of  validating  $110,000  worth  of  bonds  to  be  sold 
for  the  purpose  of  a  gravity  water  system  from  the  Pilchuek 
river  at  a  point  in  the  forest  reserve  16  miles  from  Sno- 
homish and  above  all  settlements,  resulted  in  favor  of  the 
bonds.  '  ?1' 

LOS  ANGELES,  CAL.— The  New  York  syndicate  holding 
an  option  of  $4,896,000  worth  of  Owens  River  water  supply 
system  bonds  has  paid  for  $816,000  worth  of  the  bonds  witli 
accrued  interest  of  .$24,480.  This  transaction,  together  with 
the  announced  intention  of  the  syndicate  to  take  over  the 
entire  amount  of  bonds  covered  by  its  option,  insures  the  com- 
pletion of  the  Owens  River  aqueduct  early  in  the  summer  of 
next  year. 

SANTA  ANA,  CAL.— The  City  Council  passed  an  ordi- 
nance calling  a  special  election  to  be  held  on  February  14th 
for  voters  to  submit  a  vote  on  the  proposition  of  incurring  an 
indebtedness  by  issuing  and  selling  bonds  in  the  sum  of  $20,- 
000  for  the  construction  of  a  municipal  water  system  for  this 
city.  The  bonds  are  to  be  issued  20  in  number  and  of  $10oO 
each,  to  bear  41/2  per  cent  interest  per  annum,  interest  pay- 
able semi-annually,  on  September  1st  and  March  1st  of  each 
year  after  their  issue  until  paid. 

SAN  FRANCISCO,  CAL.— The  first  bonds  of  the  $45,000.- 
000  issue  recently  voted  for  the  Hetch  Hetchy  water  system 
were  offered  to  the  public  last  week,  buf  found  no  takers. 
Some  of  the  local  bond  houses  had  made  no  secret  of  their 
opposition  to  the  issue.  They  had  even  frankly  expressed 
their  intention  of  discouraging  the  sale.  It  was  stated  that, 
as  a  matter  of  policy,  they  would  remain  aloof  until  the  city 
"took  care  of  Spring  Valley."  The  offering  was  in  the  sum 
of  $1,125,000.  The  money  is  needed  to  complete  the  pur- 
chase of  the  Ham  Hall  properties  and  to  begin  preliminary 
work  at  Lake  Eleanor.  The  present  is  not  regarded  as  an 
opportune  moment  for  the  sale  of  municipals  in  the  United 
States.  A  recent  New  York  issue  found  its  buyers  in  Ger- 
many. M.  Brock,  of  N.  W.  Halsey  &  Co.,  one  of  the  con- 
cerns which  has  heretofore  bid  readily  and  heavily  for  San 
Francisco  securities,  stated  that  the  reason'why  his  company 
did  not  bid  for  tha  offering  of  water-supply  bonds  was  that 
they  were  offered  for  future  delivery,  the  greater  part  on 
Jime  1,  and  the  smaller  part  on  March  1,  whereas  when  his 
company  bought  bonds  it  desired  to  secure  them  immediately 
upon  the  acceptance  of  its  bid.  He  declined  to  say  whether 
or  not  there  were  other  objections  to  the  purchase,  that 
which  he  had  named,  he  said,  being  deemed  sufficient. 


ILLUMINATION. 
M.\NIL.A.  P.  I.-  The  franchise  to  build  and  operate  a  gas 
plant  in  the  city  of  Manila  passed  the  assembly  recently  after- 
noon.    Thos.  D.  Aitken,  representing  n,  German  syndicate,  is 
the  concessionaire. 


CALEXICO,  CAL.— The  Farniei's'  &  Merchailts'  dlub  has 
appointed  a  committfee,  Consisting  of  J.  fl.  Hoffman.  J.  F. 
Steintorf  and  H.  J.  Rick,  to  get  exact  figures  on  cost  of  estab- 
lishing and  operating  an  electric  lighting  plant  in  connection 
with   the   water   plant. 

CHICO,  CAL. — Contracts  have  been  let  by  the  Pacific  Gas 
&  Electric  Company  for  the  erection  of  a  gas  storage  tank 
of  100,000  cubic  feet  capacity  in  order  that  the  capacity  of 
the  local  plant  may  be  increased.  It  is  thought  the  work 
will  be  commenced  within  the  next  60  days. 

M.^RYSVILLE,  CAL. — A  deal  has  been  consummated  in 
this  city  whereby  Henry  Berg,  .Ir.,  and  Nate  Metz  of  this 
city  become  the  owners  of  the  Live  Oak  &  Encinal  Light 
&  Power  Company.  The  purchase  price  is  said  to  have  been 
$10,000.  The  new  firm,  will,  it  is  said,  extend  the  power  lines 
over  Sutter  county. 

OGDEN,  UTAH. — The  City  Council  has  passed  an  ordi- 
nance granting  to  A.  L.  Brewer,  J.  S.  Lewis,  M.  S.  Proing. 
.Toseph  S.  Cowcroft,  ,T.  N.  Spargo.  and  A.  T.  Wright,  a  fran- 
chise to  construct,  maintain  and  operate  an  electric  heating, 
lighting  and  power  system  within  the  limits  of  Ogden. 

LOS  ANGELES,  C.\L.— The  Southern  California  Gas 
Company  has  made  application  to  the  Supervisors  for  a  50- 
year  franchise  covering  all  roads  and  highways  of  Los 
.\ngeles  county,  except  those  on  which  the  Domestic  Gas 
Company  obtained  a  franchise  for  its  Glendale  system.  The 
Supervisors  ordered  that  the  franchise  be  advertised. 

PORTERVILLE,  CAL.— All  of  the  stock  of  the  Home  Gas 
Company  is  now  owned  in  Porterville,  the  Los  Angeles  pro- 
moters having  been  bought  by  local  capitalists.  At  the 
stockholders'  meeting  a  new  board  of  directors,  including 
Porterville  people  only,  was  elected  as  follows:  W.  B.  Phil- 
lips, president;  F.  H.  Hess,  secretary  and  manager,  and  L. 
.1.  Cranston,  treasurer;  other  members  of  the  board,  Daniel 
.Abbott  and  E.  E.  Graham.  Plans  have  been  made  for  the  re- 
construction of  the  plant.  A  high  pressure  line  is  to  be  put 
in  to  cover  the  entire  city  and  the  capacity  doubled. 

POCATELLO,  IDAHO.— Through  the  voluntary  sacrifice 
of  property  valued  at  $100,000,  former  Governor  Brady  fur- 
nished electric  lights  to  Pocatello,  which  had  been  in  dark- 
ness since  the  substation  and  transformer  house  of  Brady's 
power  company  was  destroyed  by  flood  water  Wednesday 
night.  By  dynamiting  the  power  company's  dam,  Brady,  who 
personally  superintendened  the  work  of  redeeming  Pocatello 
from  darkness,  was  able  to  reach  the  company's  transform- 
ers, buried  deep  below  the  surface  of  a  flood  in  the  Port- 
neuf  River  and  connect  them  again  with  the  company's  high 
tension  transmission  line  from  the  plant  at  Ann  Falls.  Three 
hundred  pounds  of  dynamite  were  used  in  blowing  out  the 
company's  dam  to  reduce  the  level  of  the  flood  water  around 
the  wrecked  transformer  house.  By  the  lifting  of  the  rail- 
road blockade  and  the  resumption  of  the  electric  light  sys- 
tem Pocatello  is  once  again  in  normal  condition. 

PALO  ALTO,  CAL.— The  Palo  Alto  Gas  Company  baa 
offered  to  sell  to  the  city  of  Palo  Alto  its  plant,  and  a  confer- 
ence has  been  arranged  between  the  representatives  of  the 
company  and  the  officials  of  the  city  to  arrange  terms.  The 
gas  company  has  made  the  claim  for  some  time  that  it  was 
not  making  any  money  in  Palo  Alto  and  inasmuch  as  the 
city  demands  2  per  cent  of  the  company's  gross  earnings  and 
compelled  it  also  to  reduce  Its  minimum  charge  to  50c  per 
month  after  the  company  had  raised  the  charge  from  50c 
to  $1,  the  gas  officials  think  they  are  not  being  justly  treated. 
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By  the  franchise  the  company  is  given  the  option 
on  the  purchase  of  the  plant  at  the  end  of  ten 
years.  Three  years  remain  until  the  franchise  would  call 
for  such  a  conference  as  the  gas  company  has  now  asked 
for.  City  Engineer  Byxbee  is  compiling  figures  under  the 
direction  of  the  City  Council,  with  a  view  of  reducing  the 
cost  to  the  consumer  of  water  and  light,  the  plants  for  which 
are  owned  by  the  city. 


TRANSMISSION. 
SPOKANE,  WASH.-The   Washington  Water  Power  Com- 
pany   has    started    preliminary    work    for    installation    of    a 
power  plant  at  Little   Falls. 

LEWISTON,  IDAHO.— Engineers  will  soon  make  a  pre- 
liminary inspection  of  the  dam  site  at  Kooskia  preparatory  to 
starting  construction  work  for  the  Kooskia  Land  &  Power 
Company. 

SPOKANE,  WASH.— The  Pacific  Power  &  Light  Com- 
pany is  building  a  heavy  copper  wire  power  line  from  Priest 
Rapids  to  Beverly,  Wahluke,,  White  Bluffs  and  Hanford,  u 
distance  of  35  miles. 

GILMORE,  IDAHO.— Plans  are  being  prepared  for  the 
installation  of  a  600  h.p.  power  plant  for  furnishing  power 
to  the  Gilmore  mines,  and  also  for  furnishing  this  place 
with  light  and  power. 

VALE,  ORE.— The  Telluride  Power  Company  will  within 
the  next  two  months  connect  this  place  with  its  big  Malad 
River,  Idaho,  electric  plant.  The  company  is  to  build  I'lO 
miles  of  transmission  line. 

EUGENE,  ORE. — The  city  has  directed  the  city  attorney 
to  prepare  an  amendment  providing  for  the  issuance  of  $25,- 
000  in  bonds  for  the  construction  of  a  tungsten  incandes- 
cent street  lighting  system. 

SAN  PEDRO,  CAL.— During  a  thunder  storm  lightning 
struck  the  substation  of  the  Southern  California  Edison  Com- 
pany on  Terminal  island,  last  week,  and  destroyed  elec- 
trical transformers  valued  at  $6000. 

MEDFORD,  ORE.— Harry  C.  Stoddard,  superintendent  of 
the  Rogue  River  Electric  Company,  announces  that  work  will 
start  early  this  summer  on  the  erection  of  a  new  power  plant 
at  Rogue  River   Falls,  near  Prospect. 

PIERCE  CITY,  IDAHO.— The  Pierce  Power  Company 
has  completed  plans  for  the  installation  of  an  electric  power 
plant  on  its  mining  property  one  mile  from  this  place.  The 
plant  will  develop  approximately  400  h.p..  which  will  be  used 
for  operating  dredges. 

PIERCE  CITY,  IDAHO— The  Sprague  Company  announces 
that  the  company  will  build  a  hydroelectric  power  plant  about 
two  miles  above  this  place,  with  which  to  operate  the  mines 
of  the  Sprague  Company,  also  the  Idaho  Placer  Company 
and  the  Ozark  quartz  mine. 

TURNER,  ORE.— The  Interior  Warehouse  Company,  a 
branch  of  the  Balfour,  Guthrie  Company,  has  secured  a  fran- 
chise from  the  council  to  install  a  plant  for  furnishing  elec- 
tric light  to  the  town.  Mayor  Martin  and  the  council  are 
considering  erecting  lamp  posts  along  the  principal  streets. 

VANCOUVER,  B.  C— The  city  electrician  will  soon  ask 
the  city  for  an  appropriation  of  between  $1.50,000  and  $200.- 
000  to  be  expended  on  new  equipment  and  addition  to  the 
present  system  during  the  year.  Among  the  supplies  to  be 
asked  for  are:  300  additional  arc  lamps,  40  fire  alarm  boxes, 
li)  semaphore  street  signals,  28  miles  of  wiring.  30  police 
call  boxes  and  a  large  number  of  lamps. 

W^A.SHINGTON,  D.  C— Applications  to  the  Forest  Serv- 
ice for  permits  to  use  water-power  sites  within  national  for- 
ests  now    number   2.S.     Since    the    promulgation    of   the   new 


regulations  12  projects  have  been  acted  on.  The  permits 
pending  are  located  in  Washington,  Oregon,  Montana,  Idaho. 
Colorado,  Utah  and  Minnesota.  It  is  expected  these  will  be 
passed  on  within  a  short  time.  They  are  now  in  the  hands 
of  the  district  foresters,  and  if  favorably  reported  will  be 
turned  over  to  the  companies  which  will  build  the  projects. 

SACRAMENTO,  CAL.— A  bill  has  been  introduced  by  As- 
semblyman Kennedy  of  San  Francisco  to  regulate  telephone, 
telegraph  and  electric  transmission  wires.  The  bill  requires 
that  wires  must  be  placed  on  the  pole  so  as  to  be  thirteen 
inches  from  the  pole  on  either  side,  thereby  allowing  twenty- 
six  inches  of  space  in  which  the  electricians  may  work.  Rep- 
resentatives of  the  power,  light,  telegraph  and  telephone  com- 
panies have  appeared  before  the  committee  and  made  vigor- 
out  opposition  to  the  bill,  saying  that  it  would  work  a  great 
hardship  upon  them  and  compel  them  practically  to  recon- 
struct all  their  lines  throughout  the  State. 


TRANSPORTATION. 
VALLEJO,    CAL.— The    long   projected    Vallejo    &    North- 
ern   Electric    Railroad    from    Sacramento    to    this    city    is    an 
assured  lact,  and  that  line  will  be  in  actual  operation  soon. 

MODESTO,  CAL. — The  South  San  Joaquin  Improvement 
Company  has  been  granted  a  franchise  to  operate  a  single  and 
double  track  electric  street  car  line  in  certain  streets  of  this 
city. 

PETALUMA,  CAL. — Ranchers  in  the  vicinity  of  Two 
Rock  Valley  have  presented  a  petition  to  the  Petaluma  & 
Santa  Rosa  Railway  Company,  asking  that  company  to  ex- 
tend their  line  from  Live  Oak  through  Two  Rock  Valley. 

LOS  ANGELES,  CAL.— Paul  Shoup,  manager  of  the  elec- 
tric systems  for  the  Los  Angeles  Electric  Railway  corpora- 
tion, is  preparing  to  build  a  tunnel  through  the  hills  from 
Hill  street  westerly.  Plans  have  practically  been  accepted 
and  rights  of  way  secured. 

GLENDALE,  CAL.— An  electric  line  will  be  built  from 
the  Brand  Boulevard,  at  about  Arden  street,  Glendale,  to 
Burbank.  Property  owners  of  Burbank  and  Glendale  will 
raise  $40,000  and  a  double  track  line  will  be  laid.  A  fran- 
chise has  been  asked  for. 

VALLEJO,  CAL. — The  Board  of  Trustees  passed  an  or- 
dinance permitting  the  San  Francisco,  Vallejo  &  Napa  Rail- 
road Company  to  change  and  substitute  a  single  pole  T-arm 
construction  in  place  of  the  present  span  construction  along 
Sonoma  street  from  Illinois  street  to  the  city  limits. 

ABERDEEN,  WASH.— The  Grays  Harbor  Railway  l^ 
Light  Company  and  Anderson  &  Middleton  have  consolidated 
and  will  operate  under  franchises  granted  the  latter.  An- 
nouncement is  made  that  the  present  power  plant  will  be  en- 
larged and  interurban  road  construction  on  the  harbor 
started. 

PRESCOTT,  ARIZ.— The  management  of  the  Prescott 
Gas  &  Electric  Company  has  stated  that  in  February  the 
new  electric  line  to  Miller  Valley  will  be  started  and  in  a 
few  weeks  all  places  would  be  connected.  The  new  line  'will 
be  run  from  a  distributing  station  in  the  northwestern  part 
of  the  city,  taking  in  Home  Acre  tract,  and  will  terminate 
at   Mountain  View  cemetery. 

MIDDLETON,  CAL.— The  high  waters  of  Putah  Creek 
hold  freight  and  mail  marooned  in  Middletown  for  the  town 
of  Lower  Lake.  The  storms  have  stayed  progress  on  the 
Santa  Rosa  &  Clear  Lake  scenic  railroad  over  St.  Helena 
Mountain,  but  the  work  of  surveying  the  north  side  of  the 
mountain  will  be  taken  up  as  soon  as  there  is  a  break  in 
the  storm,  and  it  is  expected  to  have  the  cars  running  into 
Middleton  by  the  middle  of  the  coming  summer. 
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SANTA  ROSA.  CAL.— The  I'eliihmia  &  SiUita  Rosa  Rail- 
way Corporation  has  liletl  suit  against  Geo.  C.  Miller,  Daniel 
Brown  Estate  Co.,  et  al.,  to  condemn  a  right  of  way  for  the 
extension  of  its  line  into  the  heart  of  Petaluma,  and  give 
tlie  railroad  an  uptown  depot  site.  This  is  the  first  step  to- 
ward carrying  out  the  proposed  improvement  of  the  com- 
pany's property.  The  company  will  change  its  line  in  Peta- 
luma city  so  as  to  give  it  an  uptown  depot  for  passenger  serv- 
ice. The  property  is  in  the  vicinity  of  Main  and  Washington 
streets.  It  is  expected  that  now  the  first  step  has  been 
taken  it  will  not  be  long  before  a  move  is  made  toward  ex- 
tending the  line  to  deep  water  on  San  Francisco  Bay  at 
Point  Pedro,  a^ul  straightening  the  road  between  Petaluma 
and  Santa  Rosa  by  running  a  line  from  the  Washie  House 
through    the   Cotati    and    up    (he    Petaluma    boulevard. 


WATERWORKS. 
MKDFORD,    ORE.— The    City    Council    has    passed    ordi- 
nances   providing   for    the    laying    of    new    water    mains    and 
sewers  throughout  the  city. 

N'.MiLI'MO,  CAIj. — The  water-pipe  contract  was  awarded 
last  week  to  the  United  States  Pipe  Company,  which  bid 
$:i-l,5S7.02.  For  the  S-inch  and  14-inch  pipe  this  comi)any  bid 
$30.25  a  ton.  ^ 

SACRAMENTO,  CAL.— The  joint  resolution  protesting 
against  the  Federal  Government  giving  the  Truckee  General 
Electric  Company  a  contract  to  divert  the  waters  of  Lake 
Tahoe  into  Nevada,  has  been  i)assed  by  the  Assembly  and 
the  Senate,  the  Senate  inserting  a  declaration  of  State  rights. 

SAN  FRANCISCO,  C.\L.  -In  the  Market  Street  Securities 
Company's  suit  to  recover  fiOOO  shares  of  stock  of  the  Sierra 
Nevada  Water  &  Power  Company  turned  over  to  the  National 
Surety  Company  of  New  York  as  security  for  a  bond,  Su- 
perior Judge  Hunt  has  granted  an  injunction  restraining  the 
surety  company  from  disposing  of  the  stock  pending  the  trial 
of  the  case. 

LOS  ANGELES,  CAL.— President  Ed.  T.  Voumans  and 
Secretary  F.  D.  Cornell  of  the  El  Sobrante  Land  Company, 
which  has  just  purchased  43,000  acres  of  land  near  Riverside, 
are  planning  to  develop  water  extensively  on  the  tract.  It 
i-i  planned  to  construct  a  dam  across  the  canyon  which  will 
create  a  reservoir  covering  250  acres  and  which  will  be  of  an 
average  depth  of  15  feet. 

ASTORIA,  ORE.— The  Water  Commission  lias  awarded 
a  contract  to  Palmberg  &  Malson  for  rebuilding  IVz  miles 
of  the  wooden  portion  of  the  18-inch  main  conduit  leading 
from  Hear  Creek  to  the  large  reservoir,  the  contract  iirice 
being  $68,117.35.  The  pipe  is  to  be  built  of  redwood  staves, 
and  by  the  terms  of  the  contract  the  work  must  be  com- 
pleted  on   or  before   September   1.  • 

TACOMA.  WASH. — Application  has  been  made  to  the 
Board  of  County  (Commissioners  for  Pierce  county,  by  the  city 
of  Tacoma,  a  municipal  corporation,  through  its  commissioner 
of  water  and  light,  for  a  franchise  to  cous''ruct  and  maintain 
within  the  easter'y  ten  feet  of  the  Mount  Tacoma-Canyon 
road  a  flume  of  pipe  for  the  purpose  of  conducting  the  water 
of  the  proposed  Green  River  gravity  water  system  of  thai 
city 

DOUGLAS.  ARIZ.— The  City  Council  has  awarded  the 
contract  for  constructing  a  water  system  as  follows:  M.  F. 
Dicus,  local  contractor,  received  the  following  contracts  for 
concrete  sump,  oil  reservoir,  well  tunnels,  furnishing  and 
laying  of  pipe  connection,  valves  and  general  work  for  $40.- 
000.  Chicago  Bridge  &  Iron  Works  received  the  contract 
for  the  water  tower  for  $11,950;  Denver  Rock  Drill  &  Mfg. 
Co.,  pumping  equipment,  $8510;  Simplex  Venturi  meter  at 
$572;  Davergn  Machinery  Co.,  machinery  at  $19,945. 


TACOMA,  WASH. — The  (•ouncii  has  passed  an  ordinance 
providing  for  the  construction  of  12-inch,  14-inch,  Iti-inch  and 
18-inch  wooden  water  mains  in  local  improvenieni  district 
No.  562  In  this  city. 

OAKLAND.  CAL.— Officials  of  the  I'eoples  Water  Com- 
pany are  considering  the  proposition  of  raising  the  dam  at 
Lake  Chabot  in  order  that  many  millions  of  gallons  of  water 
which  are  now  going  to  waste,  may  be  saved.  The  recent 
rains  have  filled  the  lake  and  the  excess  waters  are  now 
running  through  the  waste  gates.  It  is  estimated  that  the 
amount  of  water  which  is  now  running  away  is  eciiiivalent 
to  a  two  years'  supply.  The  lake  now  contains  5,500,000, (loii 
gallons  of  water.  By  raising  the  dam  higher  the  capacity 
of  the  lake,  which  is  the  chief  reservoir  of  the  People's  com- 
pany, may  be  increased  to  11,000,000,000  gallons.  When  the 
dam  was  originally  built  it  was  so  constructed  as  to  provide 
for  au  addition  to  its  height  should  the  necessity  ever  arise. 

OAKLAND,  CAL.— The  Peoples  Water  Company  has 
tiled  with  the  finance  committee  of  the  City  Council  its  report 
for  the  year  1910,  upon  which  the  water  rate  for  the  coming 
liscal  year  will  be  fixed.  The  report  gives  in  detail  the 
amount  paid  by  each  individual  ratepayer,  the  revenue  de- 
rived from  every  source,  an  itemized  account  of  expenditures 
made  for  supplying  water,  and  amount  of  money  expended 
in  purchase,  construction  and  maintenance  of  the  property 
necessary  to  carrying  on  of  business,  since  going  into  opera- 
tion. The  folowing  is  a  summary  for  the  Oakland  division: 
Receipts— Water  rales,  $999,946.61;  tapping,  $28,984.15;  turn 
on,  $957;  land  rents,  $32,263.89;  total,  $1,057,154.65.  Ex. 
penses— Supply,  $18,699.48;  distribution,  $105,681.07;  repairs, 
$19,011.41;  general  expenses,  $149,588.48;  renewals,  $3844.48; 
administration,  $8800;  service  construction,  $11,619.22;  total 
$317, 14:!. 67.  To  this  last  total  add  $84,855.39  for  taxes,  a 
gland  total  of  $401,999.06.  The  balance,  or  net  earnings  is 
$655,155.59.  Following  is  a  list  of  Investments  of  the  larg+r 
amounts:  Real  estate,  $10,920.39;  Alvarado  wells,  $6422.95; 
street  mains,  $102,284.89;  meters,  $57,810.16;  central  reser- 
voir.   $198,667.87;    general    $9603.92;    total,    $414,925.73. 

SAN  FRANCISCO,  CAL. — City  Engineer  Marsden  Man- 
son  considers  $37,310,000  a  price  which  may  reasonably  be 
paid  by  the  city  for  the  Spring  Valley  proi)erties  and  system 
as  a  whole,  so  stating  in  a  formal  report  to  the  Board  of 
Public  Works,  which  that  body  passed  on  last  week  to  the 
Supervisors  for  the  benefit  of  the  public  utilities  committee. 
With  his  estimates  the  city  engineer  couples  the  suggestion 
that  no  time  be  lost  in  resuming  and  carrying  to  an  effective 
conclusion,  if  possible,  the  negotiations  for  the  acquisition 
of  the  properties,  and  presents  arguments  that  such  action 
would  be  good  business  policy,  both  for  the  city  and  the 
company.  He  suggests  that  in  purchasing  these  properties 
"the  city  can  better  afford  to  deal  generously,  or,  from  the 
standpoint  of  some,  extravagantly  with  the  company"  to  the 
er.d  that  city  officials  may  "devote  their  time  and  energies 
to  developing  the  city  instead  of  annually  discussing  the 
problem  of  rates  and  prices  for  months,  only  to  need  in 
costly  and  prolonged  litigation,  for  which  the  city  ultimately 
pays  the  cost  of  both  sides."  The  city  engineer  suggests 
two  plans  for  meeting  the  expenditure  necessary  to  carry 
out  his  scheme  of  acquisition,  one  being  that  a  sufficient 
amount  be  taken  from  the  proceeds  of  the  $45,000,000  water- 
supply  bond  issue,  already  authorized.  The  other  plan  calls 
for  the  passage  of  a  charter  amendment  which  will  make  the 
present  rule  limiting  bond  issue,  to  15  per  cent  of  the  total 
city  assessment,  apply  only  to  non-productive  utilities,  in 
which  case  there  will  be  no  difficulty  in  authorizing  special 
bond  issues  for  productive  utilities.  Engineer  Manson  closes 
his  report  which  was  called  for  a  month  ago  by  the  public 
utilities  committee,  by  suggesting  that  representatives  of 
all  parties  and  organizations  be  called  to  consider  his  sug- 
gestions before  any  definite  action  should  be  taken. 
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Y.  M.  C.  A.  POWER  PLANT 

BV    B.    H.    BARBER 


An  interesting  power  plant  has  recently  been  in- 
stalled in  San  Francisco's  new  Y.  M.  C.  A.  building, 
which  for  accessibility  and  general  arrangement  has 
received  more  than  the  usual  attention  from  its  de- 
signers. 

The  engine  room  is  61x58  ft.  and  21  ft.  high  over 
the  engines  and  boilers,  a  gallery  running  around  two 
sides  for  the  accommodation  of  visitors.    A  ^-ton  chain 


These  bf)ilers  are  arranged  with  an  improved  furnace 
for  burning  fuel  oil,  which  is  supplied  from  a  4500 
gal.  storage  tank  under  the  Leavenworth  street  side- 
walk by  a  Xo.  3  \\'ilgus  oil  set.  W'ilgus  burners  are 
used,  and  evaporative  tests  have  shown  an  average 
equivalent  evaporation  of  14.54  lb.  of  water  from  and 
at  212°  per  lb,  of  oil,  for  each  boiler  and  while  car- 
rying an  overload  of  50  per  cent. 


Switchboard  and  Engin-'S  in  V.  M.  C.  A.  Pow.t  P'.^nt 


tackle  is  hung  from  an  overhead  trolley  which  is  car- 
ried directly  over  the  main  shafts  of  both  engines  and 
generators.  The  concrete  walls  and  pillars  are  fin- 
ished with  white  liquid  stone  paint,  and  as  ample  ven- 
tilation and  natural  lighting  is  provided,  the  usual 
heat  and  dark  corners  of  a  sub-basement  engine  room 
are  noticeably  absent. 

The  boiler  equipment  consists  of  three  Franklin 
water  tube  boilers,  each  having  1046  sq.  ft.  of  heat- 
ing  surface,   and    a    commercial    rating    of     104    h.p. 


Two  Brownell  20th  century  automatic  tandem 
compound  engines,  direct  connected  to  100  kw.  W'est- 
inghouse  220  volt,  three-wire  generators  and  one  W'est- 
inghouse  100  kw..  220  volt,  three-  '         and  gen- 

erator supply  the  current  for  th'  ,  ,^1  jjoAer 
service  of  the  building. 

The  engines  are  10  in.  and  1/^4  in.  x  15  in.  stroke 
and  at  250  r.p.m.  with  125  lb.  pressure  at  the  throttle 
with  1/3  cutoiT  develop  about  155  i.h.p.  each.  The 
governors  on  these  engines  are  of  the  Rites  inertia  tj-pe 
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and  extremely  sensitive  tu  sutlden  tliKtualiuns  of  load. 
Upward  of  4000  Mazda  lamps  of  from  25  tu  100 
wait  capacity  are  used  throughout  the  building,  while 
the  power  load  consists  of  three  passenger  elevators, 
one  service  elevator,  one  sidewalk  elevator  and  five 
fan  motors.  Current  is  used  at  220  volts  for  the  elc- 
\ators  and  fan  motors,  while  equalizing  transformers 
lake  care  of  the  unbalanced  lighting  luad  at  110  volts. 
The  elevator  service  is  severe,  often  im])Osing  swing 
loads  of  90  per  cent  to  100  per  cent  of  the  normal 
being  carried  on  the  engines  and  as  often  as  five  times 
in  a  minute.  The  engines  have  been  able  to  handle 
this  variable  load  in  a  very  satisfactory  manner. 


from  this  lieader  to  a  ,^50  gal.  direct  water  heater  for 
the  kitchen  supply;  through  a  reducing  valve  to  the 
cooking  kettles  in  the  kitchen  and  to  the  laundry  on 
the  ninth  floor.  This  auxiliary  header  is  also  con- 
nected to  the  main  header  through  a  4  in.  angle  valve 
which  is  ordinarily  kept  closed.  Steam  for  the  oil 
burners  is  supplied  by  a  separate  134  '"•  connection 
to  each  boiler  so  that  the  burners  are  not  atfected  by 
the  supply  of  steam  to  other  places. 

The  exhaust  and  drain  pipes  are  carried  in  a  trench 
at  the  rear  of  the  engines.  An  extra  large  vertical 
oil  separator  is  provided  to  catch  all  entrained  oil. 
From  this  sei)arator  the  exhaust  is  carried  to  two  large 


100   kw.  We.-itinghouse  Turbo  Generator. 

The  switchboard  is  built  of  blue  VermoRt  marble 
and  is  mounted  with  standard  Westinghouse  instru- 
ments and  arranged  with  double  throw  switches  so 
that  all  machines  may  be  run  in  parallel  on  lighting 
and  power  service  or  each  service  can  be  supplied 
from  separate  units. 

Break  down  service  is  also  supplied,  to  be  used 
in  case  of  emergency,  a  specially  constructed  switch 
being  used  to  throw  over  the  d.c.  service  and  which 
makes  contact  on  one  side  before  letting  go  on  the 
other,  which  insures  that  the  circuit  breakers  and 
potential  switches  on  elevator  motors  and  fan  rheo- 
stats will  not  go  out  when  changing  over.  This  is 
important,  as  the  elevator  machines  are  all  overhead 
and  any  momentary  break  in  the  current  would  neces- 
sitate resetting  all  potential  switches.  A  separate 
voltmeter  is  sup])lied  on  the  outside  service  and  a 
plug  connection  is  pro\-ided  for  cutting  in  the  swing- 
ing voltmeter  for  comparison  when  changing  over 
the  load.  Pi])ing  is  all  hung  from^the  ceiling  and 
covered  with  85  per  cent  magnesia  covering.  Each 
l)oiler  is  connected  through  a  5  in.  angle  valve  and 
]Ml)e  to  an  8  in.  main  header;  3  in.  long  radius  iii])c- 
bends  with  sto];  valves  lead  from  the  to])  of  this  header 
to  each  engine.  Crane  separators  are  used  over  each 
throttle,  all  draining  to  a  common  tra|)  which  dis- 
charges into  tlie  feed  water  heater. 

A  4  in.  auxiliary  header  extends  across  the  tops  of 
the  boilers,  and  supplies  the  oil  set,  vacuum  clean- 
ing machine,  two  well  ])um])s.  two  Spring  Valle\- 
pumps,  two  vacuum  return  pumjjs,  feed  pum])S  and 
salt  water  circulating  pumps.     Steam  is  also  supplied 


Franltlin  Water  Tube  Boilers. 

fresh  water  heaters  and  the  salt  water  heater,  then 
carried  up  as  a  riser  through  the  l^uilding,  to  which 
all  the  radiator  leads  are  connected.  The  back  pres- 
sure valve  is  at  the  roof  and  is  set  to  maintain  2  lb. 
pressure  on  the  heating  system.  All  condensation 
possible  to  recover  is  drawn  back  through  the  vacuum 
l)umps  and  returned  to  the  feed  water  heater. 

A  circulating  pump  passes  the  salt  water  from  the 
swimming  tank  through  a  pair  of  Jewel  filters  and  the 
salt  water  heater,  returning  it  to  the  plunge  at  a  tem- 
perature of  80  degrees.  All  water  for  flushing  pur- 
])oses,  etc.,  is  obtained  from  six  wells  under  the  build- 
ing, while  Spring  Valley  water  is  used  for  cooking, 
drinking  and  boilers,  all  except  that  used  in  the  boil- 
ers being  passed  through  Jewel  filters  before  using. 

\'entilation  for  the  auditorium,  lecture  lialls  and 
class  rooms  is  controlled  by  direct,  indirect  radiation, 
fresh  air  being  drawn  from  a  light  well  on  the 
north  side  of  the  building  and  after  passing  over  steam 
coils,  delivered  by  motor  driven  fans  in  the  engine 
room  to  the  various  points  as  required,  h'xhaust  fans 
are  also  provided  to  insure  a  constant  circulation 
throughout  the  system. 

McDougall  Bros,  were  the  architects  of  the  build- 
ing, Mr.  Harry  Leavitt  acting  as  their  consulting  en- 
gineer. Mangrum  &  Otter  installed  the  heating  and 
\entilation  system  and  all  ]uping  in  the  plant,  the  Com- 
pressed Air  Machinery  Company  being  the  contractors 
for  the  installation  of  the  boilers,  engines  and  gener- 
ators. 
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THE   GASIFICATION    OF    PETROLEUM.  value  „i  hy,lrooc„  ora.lually  .k-crcases  as  its  tempera 

liv  E.  N.  PERCY.  t^,,.^.  ,.j^^>^_  ^,„jji  .^y  ^.,-iii,-al  tciniieratiirc.  it  is  iiica|.ai)Ic 

Tile  inanufactiire  of  gas  from  pclrok'um   f,,r  illu-      "f '''"i"''i'ii"S  witli  oxyyen,  and  above  this  temperature 
niinating  purposes  is  mainly  accomplished  hy  spravin--      '^^  calorific  value  is  even  negative?   On  the  other  hand, 

the  oil  either  on  to  a  white  hot  surface,  into  a  very  hot  ^^^^  ''  substance  like  aluminum,  incapable  of  oxidizing 

space   surrounded   by   incandescent  surfaces    or  "both  ^"-'^'^^^'  ^  '-'^■''^'"  temperature,  yet  doing  so  easily  above 

The   factors   entering  into   action   under   these   cond,-  "'",  temperature,    and    acting   exothermically    as    an 

tions  are  the  element  of  the  specific  heat  of  the  gas  and  "-^^;^7"^PO""d,  below  this  temperature, 

of  the  oil-brick  or  other  heat  reservoir,  the  element  of  .f  turning  to  the  gas  generator    the  carbon  has  a 

time,  and  the  element  of  temperature  ''''""":■  '^'"'.  """"^   ''T   '^^\  <'f  h^'^'°^'"'   '''°'   ^' 

-cv     ■     ^-        r>-   .     ,           FCid-Luic.  many  times  in  excess,  by  weieht,  hence  much  cooler 

Eliminating  Pmtsch  and  other  retort  o  1  sas  pro-  'ru^     .  i         i             .if.-               ""-'i'-^  '""'-n  tooier. 

,        ^     ■        n       ,    •  ,    ,      "•'^'-'i-         ^'1='  pio  i];,e  carbon  has  not  had  time  to  heat  to  the  crit  cal 

cesses,  and  assuming  fire  brick  heat  storage    now  m  i„-,i„t.  ,„,  ,,  ,h,  .„,,„,„,  ^,  ,,,^^^^i,.,„_  cveiy  ato    " 

general    use,    we    can    assume    that    the    specific    heat  surrounded  by  films  of  highlv  heated  nascent  hydro- 

factoi-^is   fairly   constant   under   all    gas    making   con-  ,„en,  which  oxidizes  the  available  oxygen,  the  monie.it 

\v]  -I     ,1                    ■.•          -                'lie  temperature  falls  below  the  hydrogen  critical  Doint 

W  h.le  the  composition  o,  acceptable  ,llumn.un,g  ,„t  ,,„,  ,,,,^,                      ,ffi„i^^.  ,-,^  ^^^^  ,^^^^   j^'^P^^^ 

gas  IS  somewhat  comphcate.l.and  wlule  there  are  many  ,„ev  are  close  to  the  critical  temperature 

mix  ures  that  are  perfectly  acceptable  under  the  name  "  -Jhe  net  result  is  that  when  'nl  and  steam  are  thus 

of  dlummating  gas,  ,t  is  probable  that  o,l  gas  of  this  na-  ,„„,,,  carbon  monoxide  will  n.  „  be  formed    as              1 

turemaybemadewithm  narrow  limits  of  tem].erature,  ku,.wn  to  be  the  cise 

li  so  desired      Extremely  high  temperatures  lend  to  re-  Returning  to  ihe'question  of  oil.  the  general  cluu  - 

solye    oil    mto    ultmiate    hydrogen    and    carbon,      (las  acteristics  of  oils  used  for  gas  making  are 

making,  as  practiced,  is  intermittent,  and  some  cngi- 

neers  insist  on  high  heats,  making  a  gas  high  in  hydro-  «';ivuy                                                            Heat  Units    ' 

gen  at  first,  and  tailing  out  the\u„  until  enou^i   fa,  '''T''    ^t^'       l^     ""IS:::::::-       .f-J^tu 

gas  is  made  at  the  end  to  bring  up  the  candle  power  t(.  '<        ^«'/''        "%         is.60o  li.t.u.          i.-.o.etio  B.t.u; 

the  desired  20  or  22.     Others  use   a   more   moderate  -ru^  i,„„,.,.  ,„•,  ,,..,  ,  ,     .         ,                    , 

1  „„.          J           1                         ,         .       ,  1  ne  Jiea\  \   on  iias  t.  per  cent  more  car  )on    in  per 

heat,  and  produce  a  gas  that  is  a  most  r  ght  all   the  .  .„.  i    -.  r      .  '                 i           ,                     carDon    .50  pei 

wav  thrnno-h    Qtonr,;n^ti,„  .,„.  I    f        ,1                <'"i"'-  cent  less  hydrogen,  and  about  3  per  cent  more  heat  for 

way  mrougn,  stopping  the  run  before  ihe  "as  becomes  ,1                        •  1       .    1            , 

too  rich  and  tarry.  the  money  paid  out;  but  only  10  per  cent  or  less  of  the 

n^u^  „i           / '  r  ,•         1                     ,    -  "''  '^  used  for  heating  purposes  in  eas  makina"    while 

the  abso,      T                       ''as  two  sub-lactors,  one  ,s  „,,,  ,^,          ,,.„,  goes  to  make  gas.   "^ 

the  absolute   time   necessary    lor  the  01     vapor  to   be  v   ,'     ;i    •                 1          ,   ■         , 

brought  up  to  the  cracking  point,  and  the  other  is  the  ,      ,  '^"''  "%!''  f "'      '  '""'""'  "^'T  '^  '^''  ''"'  "^ 

t;„,^             •    ,  ,      ,,             '='  '         ,               .               '^  ''"^  hyilrogen.     Ihe  to   owing  is  a  tvpica    ana  ys  s  of  illu- 

time  occupied  by  the  vapors  and  gases  m  gainmg  an  „;„„,i^^     „,,,,  „,^,,,^.  f^^,^^  ^i,  ^„;,  . .        ^"^'^^'^ 

opportunity  to   become   heated;   this   is   explained    by  ^ 

describing  illuminating  gas  as  a  compound   in   which  Benzol 0.90      Combustible    sg.go 

certain   parts,   like   hydrogen,  and   methane   are   thor-  M^r!-;:::::    ^if      Sn^rpo^^r'^  ••  WW 

oughly  heated,  while  other  parts  arc  less  completely  Methane 33. tg      b.i.u 633.5 

broken  up,  although  passing  through  at  the  same  time.  'ololiae'^.  .'.y.'.'.V.  ''i.'oo 

Every  compound  has  a  critical  temperature.     If  it  2"/^''"    .rll 

'fji  ■,•...  -^  iirog«^n     8.60 

IS  formed  above  this  point  it  will  break  up  exotherm-  

ically  below  it;  if  it  is  formed  below  this  point  it  will  ^"*'"'' 

break  up  endothermically  above  it.  .\  complicated  Calculation  indicates  that  an  ultimate  analysis  of 
substance  like  oil  contains  compounds  of  many  dif-  such  a  gas  results  in  about  23.8  per  cent  hydrogen,  and 
ferent  critical  points,  hence  no  gas  apparatus  can  ever  74-^  per  cent  carbon,  the  remainder  consisting  of  mis- 
even  approach  theory  in  action,  but  merely  operate  as  cellaneous  matter. 

a  sort  of  an  averaging  contrivance.     To  il'lustrate  thij-  The  gas  has  twice  as  much  hydrogen  as  the  oil. 

point,  suppose  oil  and  steam  be  sprayed  into  an  incan-  and   7_^  as  much  carbon.     A  simple  calculation'  shows 

descent  chamber.    The  oil  splits  into  hydrogen,  carbon  that  about  2  11).  of  oil  are  required  to  make  i  lb.  of  gas, 

and  other  compounds.    The  steam  splits  into  hydrogen  with  ^  Ig.  lamp  black  over,  amounting  to   .!.s  of'^the 

and  oxygen.      Writers    have    frequently    shown     how  weight  of  the  oil  used,  or  30  lb.  of  lamp  black  per  thou- 

theoretical   temperatures   may   be   calculated,   and   ex-  sand  feet  of  gas,  on  a  basis  of  10  gallons  per  thousand, 

plained  why  we  never  reach  them;  but  a  little  reason-  This  agrees  closely  with  practice.     In  addition  to  this, 

ing  shows   that    regenerative    furnaces   of    any    type  in  practice,  there  is  much  tar  formed.     Tar  rei^resents 

should  greatly  exceed  these  temperatures.     They  do,  dead  loss,  because  it  contains  hydro.gen.  and  this  loss 

but  not   to   the   extent   indicated    by    reasoning    and  is,  theoretically,  unnecessary;  practically,  it  cannot  be 

fi,gures.    This  has  caused  the  writer  to  reason  that  the  avoided  with  a  heavy  oil.  but  a  light  oil  forms  almost 

calorific  value  of  substances  decreases  as  the  tempera-  no  tar,  when  rightly  used. 

ture  rises.     For  instance,  hydro,gen  and  oxygen  com-  Hierefore,  in  buying  heavy  oil.  which  contains  30 

iJine,  giving  off  great  heat,  and  their  theoretical  tem-  per  cent  less  hydrogen,  of  which  there  is  never  enough, 

perature  is  their  critical  temperature.    Above  this  tem-  and   3   per  cent   more   lamp   black,   of   which   there   is 

perature,  they  will  not  combine,  indeed,  they  are  sepa-  always  an  excess,  the  ,gas  man  is  buying  a  material  ^? 

rated  by  heating  above  this  point.     Is  it  likely  that  this  per  cent  less  suited  to  his  wants  because  it  is  to  or  20 

IS  a  sudden  change?     Is  it  not  likely  that  the  calorific  per  cent  cheaper.     In  addition,  it  clogs  his  generators. 
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requires  liealiny.  etc..  and  is  very  much  uwre  difficult 
to  handle. 

Where  the  lamp  black  is  used  in  a  water  tjas 
plant,  a  notable  saving  is  accomplished,  but  it  is  an 
expensive  process  from  a  labor  standpoint,  and  a  light 
oil  would  accomplish  a  large  part  of  the  same  work  in 
the  original  generator  set. 

The  carbon  to  hydrogen  ratio  in  illuminating  gas 
is  approximately  i  to  3,  by  weight.  In  light  oil,  it  is 
1  to  6.5,  and  heavy  oil,  i  to  8.  In  small  gas  plants,  the 
waste  lamp  blai.k  is  used  to  heat  the  boiler.  The  writer 
favors  using  it  in  some  simple  type  of  producer  to  heat 
the  oil  checkers,  in  fact,  a  modified  water  gas  plant, 
using  mostly  oil,  and  just  enough  water  gas  to  utilize 
lamp  black.  The  boiler  should  be  run  on  gas  (in  small 
plants  only),  as  it  would  enable  the  plant  to  run  more 
steadily,  consequently,  more  economically.  It  is  easier 
to  control  a  gas  fire  under  a  boiler,  and  it  starts  without 
trouble  in  a  cold  furnace.  The  gas  itself  is  made  much 
more  economically,  since  the  lamp  black  heats  the 
checker,  and  the  set  runs  more  continuously,  and  sel- 
dom cools  down. 

A  moment's  inspection  of  the  hydrogen  carbon 
ratio  of  any  gas,  even  a  monoxide  water  gas,  shows 
that  it  is  not  possible  to  manufacture  a  satisfactory 
illuminating  gas  that  will  contain  all  oi  the  carljon  in 
oil;  but  if  all  the  heating  be  done  with  carbon,  and 
carbon  only,  and  the  same  fuel  be  utilized  for  water 
gas,  it  can  all  be  used,  even  in  the  largest  plants:  but 
it  hardly  seems  necessary  to  separate  the  plants.  ^Vhy 
not  operate  a  modified  water  gas  set  so  as  to  run  prin- 
cipally on  oil,  as  stated  before? 

Assuming  that  ^^  of  weight  of  oil  goes  to  lani]) 
black,  and  that  10  per  cent  of  oil  is  used  for  heating 
purposes,  we  ha\'e  a  heal  balance  as  follows: 


1  n>.  of  oil.  .  .  .IS.r.iiO  B.t.ii.  -'s    11).  nf  lamp  black.  ..  .    .').4!)0  n.t.u. 

1    10   III.    (if   oil 1,S60  B.t.u. 

17. .S   ciJ.    ft.   iif   gas 11, 290  B.t.u. 

IS.COii  rs.t.u. 

Assuming  8  lb.  per  gallon,  we  have  J./  gallons  as 
the  amount  of  oil  necessary  to  make  one  thousand  feet 
of  illuminating  gas  as  above. 

The  amount  of  lamp  l)lack  agrees  closely  with 
practice.  The  oil  for  heating  varies  from  5  per  cent  in 
large  sets  to  30  per  cent  in  small  sets.  As  is  well 
known,  g,  10  and  11  gallons  are  actually  usetl,  and  the 
question  arises,  Where  is  the  waste?  It  cannot  be  the 
heating  oil,  or  waste  of  heat,  because  that  is  included 
in  the  10  per  cent.  It  cannot  be  in  lamp  l)lack.  because 
there  is  nothing  to  combine  with  it:  therefore,  by 
simple  elimination  the  losses  are  traced  to  hvdrogen. 
As  all  free  hydrogen  is  saved,  it  must  be  in  the  form 
of  a  com])ound,  and  is  cpiickly  found  in  the  tar.  Tar, 
while  a  complex  and  variable  substance,  is  very  rich  in 
hydrogen.  A  quart,  or  a  gallon  of  tar  per  thousand 
feet  of  gas  does  not  appear  to  be  much,  but  when  men- 
tioned in  terms  of  oil.  it  frequently  accounts  for  10  per 
cent  or  more.  The  writer  tested  one  small  plant  using 
heavy  oil,  and  in  about  two  weeks,  while  using  10.000 
gallons  of  oil  for  gas  making  and  a  small  steam  boiler, 
it  filled  a  wash  box  36  by  /2  in.  three-quarters  full  i>i 
solid  tar,  which,  no  doubt,  contained  free  carbon. 
Immediately  afterwards,  a  light  oil  of  30  Eeaume  was 
started,  and  practically  no  tar  made  thereafter.  There 
was  apparently  more  lamp  black,  but  this  was  because 


it  was  lighter  and  Huffier,  but  weighed  less.  The 
amount  of  oil  per  thousand  feet  of  gas  made  dropped 
more  than  one  gallon;  but  it  must  be  borne  in  mind 
that  the  light  oil  must  be  handled  properly,  or  no  gain 
will  result.  It  will  be  necessary  to  use  more  for  heat- 
ing purposes,  not  because  it  has  less  calorific  value,  but 
because  there  is  less,  in  fact  no  carbon,  left  in  the  set 
to  burn  out.  Light  oil  must  not  be  put  through  too 
much  brick  work,  and  should  be  forced  or  drawn 
through  the  set  cpiickly,  for  two  reasons,  first,  that  the 
gas  may  not  be  cooked  too  long,  breaking  up  illumi- 
nants  and  destroying  candle  power,  and  secondly,  that 
it  should  issue  at  as  low  a  temperature  as  possible  after 
being  made,  for  economy's  sake. 

When  the  writer  began  oil  gas  making  on  this 
Coast,  it  was  a  new  subject  to  him,  and  he  approached 
it  unbiased,  and  made  several  years'  tests  and  observa- 
tions in  that  spirit.  After  much  thought  and  study,  he 
is  still  unprepared  to  favor  any  apparatus  or  system, 
and  refers  to  their  peculiarities  merely  as  his  personal 
observation. 

Numerous  tests  and  records  of  tests  of  long  ma- 
chines of  U  type,  H  type  or  horizontal  tj'pe  show 
invariable  economy  in  heating;  that  is,  from  yi  to  i 
gallon  per  thousand  feet  of  gas  to  heat  the  set.  Short 
machines,  such  as  used  in  small  towns,  or  single  barrel 
machines  used  anywhere  show  less  economy  in  heat- 
ing; that  is  to  say,  from  i  to  4  or  5  gallons  per  thousand 
feet  of  gas  for  heating  set. 

The  long  machines  which  make  gas  throughout 
the  whole  length  show  less  economy  on  the  gas  making 
cycle,  that  is  to  say,  they  use  9  to  12  gallons  for  making 

The  long  machines  which  heat  through<iut,  then 
make  gas  from  both  ends  to  the  middle  or  both  ends 
to  some  intermediate  point  are  more  economical  on  the 
gas  making  cycle,  running  8  to  10  gallons. 

The  short  machines,  single  barrel  type,  with  short 
checker  brick,  not  more  than  4  to  6  ft.,  invariably  are 
the  most  economical  on  the  gas  making  cycle,  running 
from  7  to  9  gallons  per  thousand  feet. 

The  net  result  of  all  these  tests  is  to  slmw  that  to 
obtain  the  best  results,  a  gas  machine  should  be  long 
for  heating  and  short  for  gas  making.  This  at  once 
firings  up  a  type  that  fires  straight  through,  then  makes 
gas  from  both  ends  to  the  middle,  or  both  ends  and 
middle  to  two  take-ofts. 

It  is  almost  impossible  to  calculate  the  amount  of 
heat  necessary,  theoretically,  to  make  gas;  because,  in 
the  first  place,  it  varies  greatly,  and  in  the  second  place, 
the  calculation  is  too  much  involved.  Some  of  the  best 
records  for  heating  run  about  3  per  cent  of  the  total 
oil  used,  when  running  on  an  8-gallon-per-thousand- 
feet  basis.  This  is  pretty  good  running.  The  issuing 
products  of  combustion  were  at  a  temperature  of  2000 
degrees  I-".,  roughly  measured,  indicating  a  furnace 
efficiency  of  about  30  per  cent.  This  indicates  that 
about  22,000  B.t.u.  are  re(|uired  to  make  tooo  ft.  of  oil 
gas  under  commercial  conditions.  This  figure  must 
be  divided  by  furnace  efficiency,  and  any  other  unusual 
factor  entering  into  the  process. 

The  temperature  is  equally  uncertain,  and,  prob- 
ably varial)Ie,  but  several  tests  have  established  that 
at  2000  degrees  F.,  a  set  will  make  satisfactory  illumi- 
nating gas  of  18  to  20  candle  power,  while  if  much 
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cooler  than  this,  there  is  an  increasing  amount  of  tar 
and  increasing  candle  power.  As  the  temperature  of 
combustion  is  from  3500  degrees  F.  upwards,  and  the 
brick  are  left  at  temperatures  in  excess  of  3000  degrees 
after  each  heat;  it  is  safe  to  assume  a  temperature 
range  of  1000  degrees,  from  3000  down  to  2000  in  all 
calculations  of  time,  capacity,  etc.,  as  the  results  are 
pretty  certain  to  exceed  these  figures. 

The  specific  heat  of  brick  is  .2,  and  the  weight  145 
lb.  per  cubic  foot,  therefore  each  cubic  foot  is  capable 
of  storing  29,000  B.t.u.  when  heated  1000  degrees  1''. ; 
but  there  is  another  factor  that  enters  and  is  the  most 
important  of  all.  The  factor  of  conductivity  of  brick 
is  1/83  that  of  copper;  which  means  that  for  each 
degree  difference  of  temperature,  brick  can  only  trans- 
mit 14.5  B.t.u.  per  hour  per  square  foot  of  surface. 
With  a  thousand  degree  temperature  range,  amounting 
to  an  average  difference  of  500  degrees,  each  scpiare 
foot  of  brick  exposed  to  the  heat  can  absorb  only  161 
B.t.u.,  and  if  the  amount  of  oil  to  be  burned  during  tlic 
heat  is  known,  it  is  simple  to  calculate  the  amount  of 
brick  that  should  be  exposed  to  it,  and  the  length  of 
the  heat.  Several  checks  by  tlie  writer  show  results 
corresponding  closely  with  practice,  where  economy  is 
obtained,  but  not  otherwise. 

There  are  several  complex  phenomena  thai  enter 
in  addition:  they  can  be  partially  calculated,  par- 
tially judged  by  horse  sense,  and  hel])  to  explain  some 
of  the  peculiarities  known  but  not  understood  by  every 
practical  gas  maker. 

First — The  heat  gradually  creeps  to  the  interior  of 
the  brick,  but  will  not  become  high,  except  after  20  or 
24  hours'  run.  If  a  white  hot  brick  be  broken,  one  will 
be  surprised  at  the  coolness  of  the  interior;  still,  after 
a  day  or  two  steady  running,  bricks  get  heated 
throughout,  but  the  heat  thus  stored  does  little  good, 
on  account  of  the  slow  conductivity,  and  is  usually 
radiated,  after  the  day's  work  is  done.  Most  of  the 
heat  for  gas  making  is  stored  in  the  first  quarter  inch 
of  the  brick,  and  the  skin  of  the  l^rick  does  practically 
all  of  the  work.  To  be  sure  they  become  heated 
through,  and  thoroughh'  carbonized,  but  instead  of 
arguing,  let  the  interested  party  remo\-e  a  white  hot 
checker  brick  after  the  first  or  second  heat  and  break 
it  quickly,  and  note  the  result.  This  is  why  a  set  with 
ample  amount  of  brick  work,  heated  slowly  by  a  not 
too  hot  flame  makes  gas  long  and  easily  on  the  run, 
while  a  quick  sharp  heat  only  touches  the  skin,  the  run 
is  short  and  strenuous,  and  as  much  heat  strikes  into 
the  checker  and  lining  as  comes  out  to  the  gas,  and  the 
day's  run  may  be  over  before  returns  are  realized  from 
the  slowly  heated  brick. 

Second — The  radiation  losses  of  an  idle  set  are 
worth  studying,  since  they  are  so  easily  measured.  .\ 
small  country  set  that  runs  about  eight  hours  a  day, 
making  say  15,000  ft.,  will  require  12  to  20  gallons  to 
heat,  or  in  other  words,  that  represents  the  radiation. 
This  opens  up  a  field  for  thmight  in  the  lagging  of  gas 
sets,  since  their  shell  temperatures  are  relatively  high, 
and  radiation  losses  are  large. 

Third — There  is  the  time  element  in  heating.  It 
wnuld  be  easy,  liy  tests,  to  establish  a  time  b.-isis,  in 
seconds,  that  is  necessary  for  oil  to  absorb  the  neces 
sary  amount  of  heat  from  brick,  drop  its  carbon  and 


gasify.  This  brings  up  another  point  of  interest.  From 
his  experience  with  gas  engines  and  oil  gas  generators 
for  power  purposes  the  writer  is  inclined  to  think  that 
when  oil  strikes  a  white  hot  surface,  it  drops  much 
carbon,  and  cracks  to  either  pure  hydrogen  or  very 
light  hydrocarbons,  while  if  it  merely  conies  into  a  hot 
atmosphere,  or  receives  its  heat  by  radiation  only,  it 
drops  less  carbon,  and  forms  much  heavier  and  richer 
hydrocarbon  gases.  In  other  words,  by  having  less 
checker  brick,  but  more  tube  or  lining,  the  oil  would 
fe  just  as  thoroughly  cracked,  and  gasified,  but  the 
gas  would  be  of  higher  candle  power,  with  less 
pure  hydrogen,  incidentall3%  suitable  to  mix  with  a 
monoxide,  and  carrying  a  larger  percentage  of  carbon, 
which  is  another  advantage. 

Fourth — A  correction  which  must  always  be  made 
is  for  the  latent  heat  of  evaporation  of  the  oil,  amount- 
ing roughly  to  220  B.t.u.  per  pound  of  oil. 

Fifth^All  of  the  reactions  of  oil  gas  making  are 
endothermic.  The  net  efficiency  of  oil  gas  apparatus 
\aries  from  25  to  60  per  cent  exclusive  of  lamp  black 
and  tar.  By  using  the  carbon  or  lamp  black  for  heat- 
ing the  oil  gas  set,  it  would  seem  that  an  efficiency 
could  be  obtained  comparing  with  coal  gas  producers 
making  monoxide,  and,  in  addition,  a  simple  type  of 
generator  developed. 

Sixth — The  specific  heat  of  illuminating  gas  is 
about  .45,  while  that  of  hydrogen  is  3.4.  When  an 
excess  of  hydrogen  is  formed,  and  as  gas  consists  of 
half  hj'drogen,  or  more,  the  generator  is  cooled  down 
quickly,  until  the  illuminants  are  increased,  thus,  to  a 
slight  extent,  an  excess  of  hydrogen  acts  against  itself. 
As  every  gas  maker  knows,  a  gas  high  in  hydrogen 
takes  more  heat  than  a  richer  one. 

Referring  again  to  brick,  it  would  seem  as  though 
cast  iron  could  be  used  as  a  heat  reservoir  in  gas  sets, 
protected,  of  course,  by  a  coating  of  brick,  to  prevent 
oxidation.  The  specific  heat  is  .12.  hence  while  it 
theoretically  could  not  store  as  much  heat,  it  would 
really  store  much  more  than  brick,  because  of  its  high 
conductivity,  resulting  in  quicker  heating,  longer  runs, 
and  greater  economy. 

The  specific  heat  and  conductivity  of  carbon  and 
lamp  black  are  about  the  same  as  brick,  hence  carljon- 
ized  brick  ought  to  be  as  good  heat  reservoirs  as  clean 
brick ;  as  a  matter  of  fact,  the  writer  has  never  had  it 
satisfactorily  proven  that  well  shaped  carbonized  brick 
should  be  thrown  away,  yet  it  is  done  right  along. 

Lamp  black  is  made  when  the  oil  cracks  into  gas 
in  a  suspended  condition  from  radiated  heat. 

Coke  is  made  when  the  oil  impinges  directly  on 
an  incandescent  body,  or  runs  continually  to  one  place 
and  is  evaporated  by  radiated  heat  to  a  solid  residue. 

Both  of  the  above  phenomena  have  been  actually 
witnessed  by  the  writer  when  oil  was  sprayed  into  a 
white  hot  reverbatory  furnace,  with  the  air  shut  off. 
.After  spongy  coke,  full  of  hydrocarbons  is  made,  if  the 
blast  be  turned  on  it,  it  will  become  incandescent,  and 
burn  slowly.  In  the  course  of  time,  it  becomes  very 
hard,  of  a  bright  silver  color  when  cold,  and  very  dif- 
ficult to  renioxe  from  the  generator. 

Lam]>  bhu'k,  "sponge."  asphaltum,  etc.,  Iiurn  out 
easily  with  a  strong  blast,  particularly  if  carefully  done 
evcrv  time;  but  an  accumulation  of  hard  coke,  once 
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started,  stays  incandescent,  therefore  cokes  everything 
else  that  comes  its  way,  and  soon  clogs  the  machine, 
because  hard  coke  cannot  be  burned  out  in  a  puff  like 
sponge  coke,  and  the  hydrocarbons  usually  known  as 
"carbon  in  machine,"  and  which  vaporize  as  much  as 
they  burn,  as  is  evidenced  by  the  clouds  of  green 
smoke  when  the  stack  valve  is  lifted  and  blast  on 
before,  or  even  after,  oil  is  on. 

Under  the  conditions  of  heat,  etc.,  favorable  to 
many  endotliermic  reactions,  are  formed  carbides  of 
iron,  silicon,  calcium,  otherwise  known  as  acetylene, 
sulphur,  and  copper,  resulting  in  the  weakening  of 
metal  structures,  forming  of  explosive  compounds  and 
many  other  phenomena  that  appear  mysterious  to  the 
worthy,  practical  man.  The  writer  had  the  experience 
of  throwing  a  few  discarded  brick  into  a  vat  of  water, 
and  seeing  a  perceptible  amount  of  acetylene  gas  arise  ; 
not  enough  to  light,  but  of  unmistakable  and  charac- 
teristic odor. 

Steam  in  the  generator  has  many  peculiarities. 
Assuming  it  to  have  been  broken  up  intn  its  elements, 
the  oxygen  will  combine  with  white  ItiI  lamp  black 
under  the  conditions  previously  set  f<uth,  but  not  witli 
cold  carb(^n.  It  is  doubtful  if  hea\>-  Indgcd  coke  is 
particularly  active  in  any  capacity,  as  the  activity  of 
carbon  seems  to  depend  upon  the  temperature  and 
surface  exposed,  as  in  floating  incandescent  lamp  black, 
which  is  really  luminous  flame. 

Several  types  of  machine  taking  off  at  the  bottom, 
take  in  steam  at  the  top,  and  oil  half  way  down.  They 
make  the  usual  satisfactory  illuminating  gas.  The 
writer  has  reversed  the  connections  jnitting  the  oil  in 
at  the  top,  and  steam  in  the  middle.  The  oil  gas  was. 
obviously,  made  first,  with  attendant  incandescent 
lamp  l)Iack.  The  steam  being  broken  up.  went  to 
monoxide  in  the  usual  way,  and  the  percentage  of 
monoxide  was  very  much  increased;  whether  desirable 
or  not  is  another  question,  since  it  was  purely  an 
experiment. 

Extensive  ex])eriments  with  the  ordinary  water 
gas  set,  as  used  for  coke  and  coal  in  the  East,  sho\v 
that  25  per  cent  of  the  gas  is  furnished  l)y  the  oil.  If 
all  the  gas  were  furnished  by  the  oil,  it  would  require 
about  8  gallons  per  1000  ft.,  agreeing  closely  with  our 
best  practice.  About  one-seventh  of  the  oil  .goejN  to  tar. 
The  operating  temperatures  are  1500  to  2000  degrees  F. 
.\  great  many  very  complete  tests  indicate  that  the 
latent  heat  of  gasification  of  petroleum  is  about  400 
P>.t.u.  per  pound  of  oil.  This  is  equivalent  to  about 
13,000  B.t.u.  per  1000  ft.  of  gas;  but  pure  oil  gas  of  the 
type  used  to  carburet  water  gas  consLsts  almost  en- 
tirely of  hydrocarbons,  and  practically  no  livdrogcn 
uncombined,  and  is.  therefore,  of  high  candle  power. 
When  making  straight  oil  gas,  it  is  cracked  up  to  a 
higher  point,  liberating  40  to  45  per  cent  of  free  hydro- 
gen, and  cutting  candle  ]K>wer  down  accordingly.  This 
requires  more  heat,  since  the  equations  are  all  endo- 
tliermic for  the  breaking  down  of  hydrocarbons,  with- 
out oxidation.  The  13.000  B.t.n.  will  have  to  be  raised. 
There  have  been  no  tests  on  oil  gas  niachiiicrv  thnt 
ha\e  ln'i'u  m;ide  willi  siifficiciit  vaw  to  establish  this 
iigure.  since  it  can  be  esl.iblisln-d  l)\-  elimination  onl\, 
but  putting  this  with  our  former  reascniing.  the  ami:)uni 
of  heat  necessary  is  placed  somewhere  lietween  13,000 


B.t.u.  and  22,000  B.t.u.  per  1000  ft.  of  gas.  This  corre- 
sponds to  5x  lo  1/16  of  a  gallon  of  oil  per  1000  ft.  for 
heating  purposes,  ^^'ilh  a  fair  allowance  for  furnace 
efficiency,  we  are  probably  about  as  near  to  the  theo- 
retical figure  as  present  available  data  allows  us  to 
approach  ;  for  purposes  of  calculation,  it  may  be  taken 
at  18,600,  or  the  same  as  heavy  oil.  This  makes  a 
convenient  figure,  and  there  is  such  wide  latitude  in 
generator  design,  that  the  figure  will  serve  all  prac- 
tical purposes,  since  it  is  equivalent  to  saying  that  i  lb. 
of  ordinary  petroleum,  working  at  100  per  cent  furnace 
eft'iciency,  can  heat  for  the  manufacture  of  1000  ft.  of 
gas.  This  figure  would  indicate  that  axerage  generator 
efficiency  on  the  heating  cycle  is  about  30  per  cent  or 
less,  wiiich  is  ])robably  about  true. 

C'arbureted  water  gas  is  about  the  same  as  illumi- 
nating gas,  except  that  the  methane,  nnnioxide  and. 
free  li}'drogen  together  occujiy  the  volume  occupied  in 
ordinary  illuminating  gas  by  the  methane  and  free 
hydrogen  alone. 

Either  practical  experience  or  calculation  teaches 
us  that  in  a  water  gas  ])rocess,  the  carbon  can  furnish 
any  amount  of  heat  in  jiroportion  to  animint  used,  and 
can  gasify  any  auKJunt  of  oil,  and  that  there  will  always 
be  an  excess  of  carbon,  if  the  oil  gas  be  in  the  majority, 
yet  with  candle  power  held  at  2o.  This  means  that 
money  is  saxed  by  using  carbon  for  heating  and  for 
monoxide.  .\lso,  it  means  that  money  is  saved  by  add- 
ing a  gas  making  material  that  contains  no  carbon,  but 
hydrogen  and  oxygen  with  a  capacity  for  taking  up 
some  of  the  extra  carbon. 

In  otiier  words,  oil  costs  money,  lani])  black  and 
water  cost  nothing  (to  the  gas  maker). 

Therefore,  why  n(_)t  use  oil  for  just  three  things — 
the  illuminants,  the  carbon  and  the  methane. 

Xow  use  the  carbon  to  heat  checkers,  and  to  make 
water  gas.  and  pure  water  furnishes  hydrogen  and 
monoxide. 

.\t  first  thought  one  would  sa}'  that  is  merely 
water  gas,  but  the  idea  is  to  increase  the  heats  and  oil, 
until  oil  gas  and  carbon  are  producefl,  to  continue  the 
heating.  Of  ci:)urse  the  oil  would  ha\e  to  furnish  some 
hydrogen,  in  order  to  maintain  carbon  supply. 

There  is  nci  special  advantage  in  water  gas  unless 
there  be  some  economy  in  its  manufacture.  The  ther- 
mal economy  is  one  possibility,  and  the  use  of  water 
instead  of  oil  another.  It  would  seem  as  though  the 
logical  oil  water  gas  ])lant  would  1)e  a  three-section 
checker  heated  by  producer  gas  from  a  carbon  set. 
Into  one  checker  set  put  oil,  and  let  it  break  to  illumi- 
nants, carbon  and  some  hydrogen.  Into  the  second,  let 
the  steam  be  run,  and  split  to  hydrogen  and  oxygen. 
Let  them  combine  with  the  lamp  black  in  the  third 
chamber,  forming  monoxide.  .As  the  action  is  exo- 
thermic, no  checker  is  needed,  and  the  combination 
takes  place,  with  an  evolution  of  heat,  which  increases 
the  sensiljle  heat  of  the  gases,  helps  to  crack  u|i  a  few 
of  the  remaining  heavj^  hydrocarbons,  and  is  lost,  un 
less  the  time  comes  that  engineers  use  stack  device.^ 
for  saving  such  losses,  which  ;ire  not  as  l;irt;'e  as  tliex' 
apjiear,  because,  in  the  first  place,  the  s])ecific  heat  01 
gases,  referred  to  water,  is  \ery  low.  and  the  actual 
amount  of  sensible  heat  is  small,  because  the  total  fuel 
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used  for  gas  making  is  small  compared  to  the  fuel 
gasified. 

If  the  products  of  combustion  are  analyzed,  they 
should  result  about  as  follows : 

CO2,  13.8  to  14.5;  CO,  2.5  or  less;  O,  2.5  or  less; 
N,  81.6  about. 

If  the  CO2  is  nmch  less,  or  N  much  less,  it  indi- 
cates excess  air.  If  the  CO  is  high,  it  is  a  positive 
indication  of  too  little  air.  If  any  hydrogen  whatever 
is  present  in  more  than,  say,  i  per  cent,  it  is  an  indica- 
tion either  of  faulty  combustion,  or  very  high  stack 
temperature,  or  both.  In  considering  it,  one  must  bear 
in  mind  that  critical  temperatures  and  amount  of  air 
are  both  factors  with  hydrogen.  When  a  generator  is 
smoking  a  little,  it  is  heating  more  economically  than 
when  the  top  is  clear,  because,  first,  if  there  is  some 
smoke,  there  is  not  apt  to  be  excess  of  air,  while  if  the 
lop  is  clear,  there  is  apt  to  be  great  excess  of  air.  When 
a  generator  is  rather  cool,  and  covered  with  tar,  or 
heavy  oil,  and  tarry  carbon,  nothing  will  keep  it  from 
smoking,  because  the  heat  is  breaking  down  the  hydro- 
carbons, yet  is  not  hot  enough  to  ignite  them  ;  but  as 
the  heat  progresses,  they  will  be  observed  to  ignite. 
The  lieat  is  then  said  to  have  "come  up."  Frequently, 
when  this  is  the  case,  and  a  little  oil  is  turned  on, 
enough  to  carry  the  flame  up,  with  plenty  of  blast,  the 
escaping  hydrocarbons  and  free  carbon  will  ignite,  and 
burn  brightly,  if  the  oil  be  turned  off  again. 

It  is  poor  economy  to  have  an  excess  of  air  for 
two  reasons.  In  the  first  place,  it  is  very  easy  to  have 
200  or  300  per  cent  more  air  than  needed,  and  every 
100  per  cent  going  out  of  the  stack  at  2000  degrees 
temperature  takes  20  per  cent  of  the  amount  of  heat 
that  is  really  necessary,  as  a  simple  calculation  will 
show ;  second,  an  excess  of  air,  with  strong  draft,  gives 
a  sharp,  quick  heat,  hard  on  the  brick,  and,  bearing  in 
mind  their  slow  conductivity  previously  referred  to, 
the  heat  is  over  more  quickly,  but  less  heat  is  stored, 
since  it  is  all  in  the  skin  of  the  brick. 

Steam  is  an  obedient  servant  in  placing  a  heat,  and 
the  writer  has  often  marveled  that  gas  makers  are  not 
more  fully  instructed  regarding  its  use.  Any  generator 
tends  to  get  hottest  near  the  actual  point  of  combus- 
tion, and  excess  air,  with  all  its  evils,  or  too  little  air, 
with  its  slow  combustion,  or  other  imperfect  methods 
are  used  to  "place"  the  heat.  By  the  simple  addition 
of  a  steam  pipe  to  the  blast,  the  writer  has  been  able 
to  draw  the  heat  to  any  part  of  the  generator.  With 
any  kind  of  blast  or  fire,  after  the  nearer  part  of  the 
generator  is  heated  thoroughly,  then  the  steam  is 
turned  in.  Splitting  it  up  absorbs  heat  from  the  over- 
heated part,  and  it  restores  this  when  recombining  in 
the  tail  end  of  the  generator.  Also,  if  put  in  with  the 
fire,  it  lengthens  out  the  combustion,  partly  by  chem- 
ical action,  and  partly  by  physical,  until  it  is  perfectly 
possible  to  superheat  the  tail  end  of  the  generator, 
while  the  near  end  is  not  as  hot. 

The  blue  or  Bunsen  flame  is  believed  by  many  tc^ 
be  the  perfect  combustion.  This  is  a  grave  mistake. 
In  the  first  place,  the  Bunsen  burner  of  any  kind,  if 
burning  a  luminous  gas  with  suft'icicnt  air  to  burn 
blue,  has  a  great  excess  of  air,  with  attendant  losses  as 
referred  to.  In  the  second  place,  it  is  well  established 
that  a  luminous  flame  gives  off  more  heat  than  any 
other  for  two  reasons;  having  less  air,  it  can  burn  at  a 


higher  temperature,  and  its  luminous  hydrocarbons, 
although  absorbing  heat  while  breaking  up,  return  it 
in  the  form  of  radiant  energy  or  heat,  and  radiate 
powerfully  to  any  surrounding  substance.  This  radia- 
tion is  little  understood,  but  is  an  important  factor  in 
a  flame.  The  blue  flame  is  clean,  and  keeps  the  bricks 
clean  because  of  its  oxidizing  action  with  excess  highly 
heated  oxygen.  Luminosity  is  caused  by  the  breaking 
up  illuminants,  and  the  incandescence  of  their  carbon 
in  a  finely  divided  state.  While  not  as  hot  as  the 
surrounding  gases,  the  heat  has  more  mass,  or  rather, 
the  carbon  has,  more  resisting  power,  more  ability  to 
transfer  its  heat  by  radiation  and  convection.  The 
reason  a  Bunsen  is  not  luminous  is  because  the  carbon 
ne\'er  exists  as  carbon,  but  passes  directly  from  the 
hydrogen  atom  to  the  oxygen  atom  which  has  already 
been  carefully  mixed  and  heated,  with  se\eral  e.xtra 
ones  handy,  also  heated. 

To  exemplify  this,  put  a  blue  flame  rose  burner  in 
the  middle  of  a  cold  room.  It  has  hardly  any  effect, 
yet  the  heat  must  go  to  the  room.  It  goes  in  a  narrow, 
highly  heated  path  to  the  ceiling,  and  warms  the  ceil- 
ing only.  Now  put  a  sheet  iron  stove  over  it,  and  the 
radiating  surface  makes  the  whole  room  warm.  Now 
remove  the  stove  and  put  a  pan  of  boiling  water  on. 
The  room  is  again  warmed  by  the  steam,  which  has 
less  temperature,  but  greater  mass  of  heat,  and  greater 
abilit}-  to  radiate.  Now  remove  them  all,  and  cut  down 
the  air  supply  until  the  flame  burns  bright  yellow,  yet 
without  smoking.  It  will  act  verv  much  as  the  stove 
did. 

A  yellow  flame  will  heat  a  room  more  economic- 
ally and  can  do  it  without  radiating  surface,  which  a 
blue  flame  cannot.  Its  action  in  the  generator  is  sharp, 
because  the  inner  cone,  or  reducing  flame,  is  hot,  while 
the  remainder  is  cooled  off  heating  the  escaping  excess 
air ;  and  the  writer  will  venture  that  excess  air  is  found 
in  any  blue  flame,  wherever  used. 

Of  course,  this  does  not  refer  to  those  gases  and 
substances  that  burn  naturally  with  a  blue  flame. 

.\s  electricity  is  becoming  cheap,  and  as  it  is  dem- 
onstrated that  it  can  be  used  to  maintain  carbon  at  a 
high  temperature,  the  writer  hopes  to  see  a  gas  genera- 
tor developed  in  which  the  temperature  is  maintained 
l)y  electrical  means,  and  carbureted  water  gas  made  by 
a  continuous  process ;  thus  offering  great  inducements 
to  electrical  companies  already  in  the  business,  cheap- 
ening gas  plant  attendance,  and  allowing  holders  to  be 
much  smaller.  The  writer  has  done  some  experiment- 
ing along  this  line.  It  is  hoped  that  nothing  in  this 
article  will  be  construed  arbitrarily,  as  it  is  written  in 
the  spirit  of  personal  observation  and  understanding 
onlv,  not  as  irrefutable  facts. 


Leasing  of  water-power  sites  instead  of  a  revoca- 
ble i)ermit  has  been  approved  by  President  Taft  and  is 
to  be  the  subject  of  Congressional  action  in  IT.  R.  ^2.- 
3c)<;  introduced  by  Mr.  Parsons  on  February  2.  Leases 
are  ])roi)ose(l  for  50  year  periods  and  are  irrevocable 
except  for  breach  of  ronditions  or  of  tlu-  regulations 
established  which  are  not  inconsistent  with  the  lease, 
or  for  charging  higlier  rates  for  power  than  ma}'  be 
established  by  the  State.  Xo  lease  is  to  be  granted 
to  or  held  bv  any  trust. 
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PRECAUTIONS  FOR  HANDLING  EXPLOSIVES 

Miners"  Circular  No.  i,  the  first  of  a  series  to  lie 
written  in  plain,  non-teclinical  language  for  the  benefit 
of  the  miner  has  just  been  issued  by  the  Federal 
Bureau  of  I\Iines.  It  contains  the  names  of  the  per- 
missible explosives  tested  by  the  bureau  at  its  Pitts- 
burg station  up  to  November  15,  1910,  and  gives  pre- 
cautions as  to  their  use.  Permissible  explosives  give 
a  short  and  relatively  cool  flame  that  is  less  likely  to 
ignite  inflanirr.able  gas  or  coal  dust  than  is  the  longer 
and  hotter  flame  of  dynamite  or  the  longer  and  much 
more  lasting  flame  of  black  powder.  liecause  they  can 
be  used  with  greater  safety,  permissible  explosives 
have  taken  the  place  of  other  explosixes  in  many  coal 
mines  in  the  United  States  during  the  last  two  years 
and  their  use  is  increasing  rapidly. 

To  reduce  the  risks  in  storing,  thawing  and  liand- 
ling  explosives  at  coal  mines,  the  following  precau- 
tions are  urged  by  the  Bureau  of  Mines: 

Don't  store  detonators  with  explosives. 

Don't  open  packages  of  explosives  in  a  magazine. 

Don't  open  packages  of  cx]ilosives  with  a  nail 
puller,  pick  or  chisel. 

Don't  store  explosives  in-  a  hot  or  damp  place. 

Don't  store  explosives  containing  nitro-glycerine 
so  that  the  cartridges  stand  on  end. 

Don't  repair  a  magazine  until  all  explosives  are 
removed  from  it. 

Don't  use  permissible  explosi\'es  or  other  explo- 
sives that  are  frozen  or  partly  frozen. 

Don't  thaw  frozen  explosives  before  an  ojien  fire, 
in  a  stove,  near  a  boiler,  near  steam  pipes,  or  by  plac- 
ing cartridges  in  hot  water. 

Don't  put  hot  water  or  steam  pi])es  in  a  magazine 
for  thawing  purposes. 

Don't  carry  detonators  and  explosives  in  the  same 
package. 

Don't  handle  detonators  or  explosi\es  near  an  open 
flame. 

Don't  expose  detonators  or  explosives  to  the  sun 
for  any  length  of  time. 

Don't  open  a  package  of  explosive  until  ready  to 
use  the  explosive,  then  use  it  promptly. 

Don't  handle  explosives  carelessly.  " 

Don't  use  more  than  i><  pounds  of  any  permis- 
sible explosive  for  one  shot  in  a  coal  mine. 

Don't  use  a  detonator  (blasting  cap)  or  electric 
detonator  of  less  strength  than  No.  6. 

Don't  crimp  a  detonator  (blasting  cap)  around  a 
fuse  with  the  teeth. 

Don't  economize  by  using  a  short  length  of  fuse. 

Don't  use  a  metal  tamping  rod.  A  copper  tipped 
rod  is  not  to  be  recommended.    Wooden  rods  are  safer. 

Don't  use  two  kinds  of  explosives  in  the  same 
drill  hole. 

Don't  return  to  the  face  until  at  least  5  minutes 
after  a  shot  has  been  fired. 
•     Don't  breathe  the  gases  from  the  shot. 

Don't  return  to  the  face  after  a  misfire  for  at  least 
one-half  hnm. 

Don't  attempi  to  draw  llie  clinrge  in  case  of  a 
misfire. 

Don't  leave  any  detonators  or  cx])]osives  in  a  mine 
over  night. 


Don't  charge  or  load  any  hole  which  has  not  been 
properly  placed  or  has  been  drilled  "on  the  solid." 

Don't  light  the  fuse  of  dependent  shots  at  the 
lime  the  first   shot  is  lighted. 

Don't  expect  to  get  satisfactory  results  with  a  per- 
missilile  explosive  or  any  explosive  when  a  miner  uses 
it  for  the  first  time. 

Don't  think  the  use  of  permissible  explosives  can 
take  the  place  of  other  safety  precautions  in  mines 
and  thus  neglect  those  precautions. 


WOOD   PRESERVING  WITH   ASPHALT    OILS. 

In  a  paper  before  the  Wood  Preservers'  Associa- 
tion's meeting  on  January  19,  191 1,  Mr.  Frank  W. 
Cherrington  describes  experiments  made  and  results 
obtained  in  the  treatment  of  wood  with  asphaltic  oils 
for  the  purpose  of  preserving  it.  In  i<S85  a  committee 
on  wood  preserving  of  the  American  Railway  Engi- 
neering and  Maintenance  of  Way  .Association  reported 
that  crude  petroleum  would  prove  a  preservative  so 
long  as  it  continued  to  saturate  the  wood  by  exclusion 
of  water,  but  that  the  evaporation  of  the  volatile  oils 
rendered  it  tiseless  for  this  purpose.  Mr.  Cherrington 
states  that  this  report  was  based  upon  experiments 
with  eastern  paraffine  oils,  which  are  not  staljle  in  their 
composition.  In  1901  the  Santa  Fe  Railroad  injected 
California  asphaltic  crude  oil  into  pine  ties  and  "laid 
them  in  a  section  of  track  in  Southern  Texas,  where 
the  climatic  condition  is  one  of  the  most  severe  for  ties 
to  be  found  in  North  .America.  .\  maxinuim  cjuantity 
of  oil  was  forced  into  these  pine  ties,  the  absorption 
per  tie  being,  of  course,  dependent  upon  the  amount  of 
heart  and  sap  wood  in  each  tie."  Oils  from  other 
sections  of  the  country  than  California  or  Mexico  were 
reported  by  the  author  to  be  too  \olatile  and  highly 
inflammable  for  this  purjiose  in  their  natural  state,  but 
they  can  be  refined  tf)  a  desirable  consistency. 

Other  experiments  made  on  cross-ties  were  de- 
scribed. It  was  concluded  from  these  that  fairly  good 
penetration  could  be  secured  in  the  various  oaks, 
beech,  gum,  etc.,  wlien  injecting  all  the  preservative 
that  the  ties  would  absorb,  this  maximum  amount  1)e- 
ing  found  to  be  about  seven  pounds  ]ier  cubic  foot. 
Short  leaf  pine  ties  were  found  to  readily  absorb 
straight  asphaltic  oil  in  larger  quantities  and  with 
thorough  penetration. 

Other  experiments  were  made  with  mixtures  of 
25  per  cent  of  creosote  and  75  per  cent  of  asphaltic  oi', 
and  these  appeared  to  demonstrate  that  the  two  sub- 
stances remained  mi.xed  while  penetrating  the  woo'l, 
and  that  a  very  satisfactory  penetration  was  secured 
by  the  mixture. 

"It  is  readily  admitted  that  the  only  value  of 
asphaltic  oil  obtained  froni  the  central  I'nited  .States 
as  a  wood  preservative  would  be  by  the  injection  of  a 
maximum  quantity  of  oil  into  the  wood."  It  is  stated 
that  in  the  test  of  ties  so  treated  b}-  the  Santa  Fe 
Railroad,  nine  years'  test  has  indicated  that  where 
maximtim  saturation  had  been  obtained  the  ties  had 
l)ecn  well  preser\-ed  (hiring  this  time.  Nothing  is 
stated  by  the  author  to  indicate  that  any  actual  test 
has  ever  Iieen  made  of  the  use  of  this  material  as  a 
preservati\-e  for  wood  jiaving  blocks.  Init  w'e  believe 
it  is  the  intention  of  the  asphalt  companies  to  demon- 
strate its  value  for  this  purpose. 
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HOME  TELEPHONE  BANQUET. 

In  celebration  of  San  I'rancisco'.s  success  in  gain- 
ing the  Panama-Pacific  Exposition,  employes  of  the 
Home  Telephone  Company  of  San  P'rancisco  recently 
held  a  big  banquet  at  which  200  guests  were  present. 

Alany  s])eeches  were  made,  all  of  a  congratulatury 
nature,  and  promising  the  most  enthusiastic  support 
in  making  the  attair  the  biggest  one  of  its  kind  ever 
held.  The  toastmaster  of  the  e-\-ening  was  X.  J.  Pren- 
degast,  who  sounded  the  keynote  in  a  felicitous  ad- 
dress. Among  the  other  speakers  of  the  evening  were 
Dr.  H.  L.  Hall,  manager  of  the  Oakland  branch  of  the 
company;  P.  \\  .  Alexander,  A.  McFarlane,  S.  Baer, 
[ohn  \\'icks  and  William  Henderson. 


iralia,  1200  tons;  llnlivia.  108  tons;  Germany,  106  tons; 
Portugal,  609  tons;  and  the  United  Kingdom,  421  tons. 
The  value  of  the  tungsten  ore  produced  in  the  United 
States  during  1909  was  $614,370,  compared  with  $229.- 
955  in  1908  and  $890,048  in  1907.  With  the  reco\ery 
of  the  American  steel  trade  during  njcn)  prices  rose 
above  those  of  1908  and  ranged  from  $5  to  $9  per  unit 
for  tungsten  ores,  the  average  price  Ijeing  $6  to  $6.50 
per  unit. 

.So  far  as  known,  the  rutilc  (titanium  oxide)  depos- 
its at  Roseland,  \'a.,  are  the  largest  in  the  world.  I'he 
use  of  titanium  in  making  steel  rails  increased  consid- 
erably during  1909.  and  an  .American  railroad  which 
has  given  raik  treated  with  fcrrotitanium  a  lon<r  trial 


Hiiiiie  Telephone  Banquet. 


TUNGSTEN,  TITANIUM,  AND  TANTALUM. 

.\lthough  the  figures  from  all  the  countries  produc- 
ing large  quantities  of  tun,gsten  are  not  yet  available, 
enough  are  at  hand  to  sho..-  that  the  world's  production 
for  1909  was  larger  than  in  1908.  and  was  possibl}' 
equal  to  that  of  1907.  The  estimated  output  for  1900 
was  5289  short  tons  of  concentrates  containing  60  per 
cent  of  tung.sten  trioxide,  compared  with  ,^898  tons  in 
1908  and  6062  tons  in  1907.  In  very  few  of  the  returns. 
however,  is  the  percentage  indicated,  and  this  is  nec- 
essary in  comparing  figures.  It  is  probable  that  most 
of  the  exported  ore  is  richer  than  60  per  cent  in  tung- 
sten trioxide,  and  that  the  figures  are  therefore  low. 
The  principal  sources  of  the  1909  productions  were : 
I  nited  States,   1619  tons;  Argentina,  900  tons;  Aus- 


re])iirts  that  tlic}'  are  proving  entirely  satisfactory.  The 
use  of  titanium  in  arc-light  electrodes  is  also  growing. 
(  )f  these,  there  aro  two  principal  types,  one  of  which  is 
an  electrode  made  of  finely  ground  titanium  carbide, 
the  other  is  composed  of  magnetite,  chronium  oxide, 
and  rutilc. 

Xo  producticin  (if  niolybdcmnn  or  uranium  miner- 
als and  only  a  small  output  of  tantalum  mineral  are 
known  to  have  been  made  in  the  l-nited  States  during 
i9CK,t.  The  use  of  molybdenum  in  steel  has  not  in- 
creased much.  Tantalum  incandescent  electric  lamps 
ha\e  such  strong  competition  in  tun,gsten  lamps  that 
the  demand  for  tantalum  minerals  seems  rather  to  have 
decreased  than  grown.  The  tantalum  used  in  this 
country  in  1909  was  imported  from  Germany. 
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INDUSTRIAL  POWER   DATA. 

The  follDuiiio-  ial)lc  and  ciir\cs  arc  pri'liininarx  fo 
a  discussion  on  Industrial  Power  tn  he  lield  at  the 
February  24th  inectiui;  of  the  San  iM-ancisco  Section 
of  tlie  ,\nicrican   Institute  of  Electrical   luiL;iueers: 

Motor  Driven  Machine  Tools. 

Motor  driven  machiiu-  tools,  instalk-d  l>y  Paul  R.  Shipley. 
Motors  are  all  direct  current,  220  volts.  Motor  ratings  from  n.inie 
plates. 

Motor. 
Tool.  Type.  H.P.      .\mp.  R.P.M. 

90  in.  drivinir  wlieel  lathe Shunt  40  1  .id         495-   S.'iO 

90  in.  driving   wheel   lathe,   head.Comp.  'i        28         950 

72  in.  driving  wlieel   lathe Interpole     10  42.5      400-1600 

52in. lathe Interpole       7 ',■:        Sl-S      400-lfiOO 

:)6  in.  lathe Interpole       5  21.5      400-1600 

30  in.  lathe Interpole       5  21.5      400-1600 

IS  in.  brass  lathe    Interpole       3  V4        IS. 25   400-1600 

Turret  lathe   Shunt  3'/4        11.2      375 

72  in.  vertical    boring   mill Interpole       7.2         .■il.2      400-1600 

73  in.  horizontal  boring  mill Interpole       5  21.2      400-1600 

51  in.  vertical  boring  mill Interpole       5  21.2      400-1600 

7S  in.  radial  drill Shunt  5  19.2   1300-2000 

48  in.  planer Comp.  15\i        59.2      965 

24  ill.  double  head  shaper Comp.  6.5         25         870-1750 

20  in,  slotter Interpole     10  42.2      400-1600 

16in.  slotter Interpole       5  21.2      400-1600 

HO  in.  Quartering  machine    Shunt  3  11.2    1050-2iiiiO 

;io  in.  wheel   press    Comp.  10  30         780 

60  in.  punch  and  shears   Comp.  11.2         43       1125 

36  in.  punch  and  shears   Comp.  10  30         780 

Horizontal  punch  and  binder ...  .Comp.  7'/.        2s. 5      975 

(!ar  wheel  press Comp.  In  3;i         780 

I).  II.  axle  lathe Shunt  1-'  46         500-1000 

Car  wheel  boring  mill    SliunI  7  26,5      590-llSO 

C'ar  wheel  boring  mill  crane Shunt  %  3         700 

60  in.  X  20  tt.  Hue  rattler Comp.  25  90         725 

42  in.  planer Shunt  15  56. 5      875 

42  in.  planer   head    Comp.  2  7.5    1200 

Double   head   bolt   threader Interpole       5  21.2      400-1600 

No.   9  Sturtevant   fan    Comp.  17  59.5    1700 

Holt  header    f:omp.  13  49.5      S75 

Trip  hammer t'omp.  10  39         780 

Coach  wheel  lathe Shunt  15  57.5      935 

Iron  bed  wood  planer C^omp.  la  38         935 

Wood  bed  planer   ('omp.  15.5         59         965 

Triple   valve    grinder    Shunt  2  7.2    1100 

70  ft.   transfer  table    Series  25  100         450 

70  ft.  turntable Series  7 'A        30         750 

50  ton  coal  hoist Comp.  75  285         615-1120 

Coach  wheel  lathe Interpole    23  95         200-    600 

Group  dri\'e — 

2   30   in.   planers Comp.  15  57         580 

6  small   lathes    

1    16  in.  slotter 

1  60.  in.  radial   drill    press 

2  18  in. lathes 

1   36  in.  emery    wlieel     

1   18  in.  single   head    shaper Comp.  10  39         760 

3  turret    lathes    

1    18  in.  lathe 

1    small  lathe    

1    milling    machine     

1   36  in.  emerv    wheel     

1    24  in.  cut-off    saw     Comp.  23  85         750 

1  band  saw 

1    mortising     and     food     drilling 

machine.   .    

1    IS  in.  joiner    

1   rip   saw    

1  bolt    cutter    

2  small    drill    presses 

1   pipe  cutting  machine    

1    24  in.  emery    wheel     

1    48  in.  grindstone 

1  18  in.  cut-off    saw     Cmiip.  23  85         750 

2  rip    saws     

I    mortising    machine    

1    sticker 

1    wood  shaper    

1    buffeting    machine    

1   saw  grinder    

1    grindstone ' 

100-Ton   Cr,an^  —  H.P.  R.P.M. 

3  2   0  amp  series  motoi-s 5,r;  50-500 

1  7^   amp.    series   motor IS  50-500 

2  30   amp.    series   motors 7U.  50-500 

30-Ton  Crane —  H.P.  R.P.M. 

3  100   amp.    series    motors 25  575 

2    13    amp.    series    motors ,  ,\      3.25  825 

7H-Ton  Crane —                                                            H.P.  R.P.M. 

1   30   amp.   series   motor 71;.  759 

1    44   amp.   series  motor .  .  .    11   ~  700 

1    8   amp.   series   motor 2  900 

Telephone   Exchange    Motors. 

Curves,  Fig.  1  and  2,  form  part  of  the  standard  specifications 
fnr  motors  used  in  the  exchanges  of  the  Pacific  Telephone  and 
Telcuraph    CDinpany.      Tlic   power    factor   and    efficiency    are    in 


every    case    the    niinininni    |icrniiss,'d>k'    for    the    p.'irticular    horse- 
power and  lo;id  specified. 

Submitted  by  C,  W.   Uniknt,  t  liict  Engineer.  P,  T.  &  T.  Co. 

Test   of    Gold    Dredger. 

Figs.  ,?  ami  4,  siibniilted  1)>  Mr.  1..  K.  F'.Urop  nf  llic  Marys- 
ville  Drcdgiiii;  ('iinipan\ 

Motor    Driven    Geared    Lathe. 

Test  of  an  iiuUulion  muior  direct  connected  to  lathe  througii 
a  series  of  gears.  CiUs  of  different  depllis  and  feeds  were 
taken  at  different  surface  speeds  on  ;i  liar  of  soft  steel.  H  he 
tool  \v;is  I'.cihlehcm  S])eei;il  lli^li  .'^peed  sicel  and  Taylor  pat- 
tern, .a/        ,-\         (^ 


fl?  /.?0  /CO 

Surface  ifJted     ft  /xr  /^ir. 


Fig.    fi. 


/xo 

'Afetaf  /^r  f/ofr 

/Tach  fine  n  nrorM^  w.^/?  /Ij  surface 
speed  anef   ffie    symbo/    iJeferminin^ 
fitaf  /inc. 


Motor  Data — Built  by  Westinghouse  Electric  &  Mfg.  Co. ; 
type  CCL.  constant  speed  induction  motor ;  5  h.p.,  200  volts,  12.3 
amj).  per  terminal.  2-])ha,se.  60  cycles.  17(X)  r.p.m.  at  full  speed. 

Lathe  Data — Manufactured  by  Lodge  &  Shipley  Machine  Tool 
Co.,  Cincinnati,  Ohio;  style  18  in,  patent  head. 

Figs.   5  and  6.  submitted  by   PI.   H.   Buell. 
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A.C.  Motor  Driven  Centrifugal   Pump. 

An  induction  motor,  two-phase  squirrel-cage  type  was  belted 
to  a  centrifugal  pump.  The  pump  discharged  into  a  weir  used 
to  measure  the  quantity  of  water  pumped.  A  Venturi  meter 
was  used  to  check  this.  The  head,  against  which  the  pump  was 
working,  was  varied  by  means  of  a  valve:  the  first  with  the 
valve  closed  and  ma.ximum  head,  the  second  with  the  valve 
open  and  minimum  head  and  the  remaining  three  at  points  be- 
tween  the  two. 

The  w^eir  formula  was  Q  =  2.65H'''°;   weir  zero  was  .150; 
the  barometer  was  29.898;  temperature  of  water,  60°   F. 

.'Xpparatus  Motor — General  Electric  Company  induction 
motor;  type  10-6-10A-1200;  form  K;  h.p.,  10;  cycles,  60;  speed, 
1200;  amperes,  23;  volts,  200. 


js 


Fig.  1. 
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\             1 
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Wifl  T  r  i,  £■  ss  Ci^fl  f?  e  «  r 
Ac  Tive  A^fc^es 


Povvc^^Acro/i 


fiATCB  Ourfiur-HP 
Fi^.   2. 


2  8  3  3  36 

^CrcC-^I-  iZ-2SA'i,(iQH-3/AnP**/<^224 
/7SS  Zi-s^  2  5-    S^o 

Fig.   4. 


*?  8  53 

W/or/yof  Cut. 

^}l  SPACED 


No. 4. 


Wlf/CH         I-/Z-ZS/\-eo07^-3SAMP.*/402e4. 

A'w     f^    Amp    Volts   ftcnAKKS 
783  7017    210     100-LirTine  PcKT  Spuo 

■^12    SB     111     370-  Pvt.i,/n,e  Srei,  Line 

SZO    4.98     111     37f       ..      ..    PcFTT     .. 
SHAKtH  l-IZ-ZSA-^00H-'3SAnp.^lZ'J32^ 
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Fig.  3. 
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I'liini). — (.\iurifiig,il  type;  diameter  of  runner,  Ijii  in.;  diam- 
eter of  diseliargc,  1  in.;  diameter  of  suction,  lYz  in. 


woo 

Gallons  par  Hoi/r 


icooo 


IHOOO 


Fig. 


7%   ill.  Centritugal  Pump,  i  in.  Di.scliarge  Diameter,   i\~> 
ill.   Suction  Diameter,   1700    r.p.m. 


Combined    Results — See   Fig.  7. 


Pain. 

sal.  per  hr. 

Hea.l. 

H.  V. 

Pi. 

HI.  of  Hg. 

Pump  dis. 

Total 

Suction 

1 

0 

;i;» 

2.09 

31.5 

0 

JI 

11,100 

a 

3.19 

Jl.O 

12.B 

III 

9,5.50 

13 

2.92 

JO.O 

10 

IV 

7,700 

17 

2.70 

38.2 

6.5 

V 

5.000 

■zi 

2.39 

36.1 

3.5 

Speed  appro.\imatcly  constant  at  about   1700  r.p.m. 
Submitted  by  H.  H.  Buell. 

Test  of  18  in.  Reed  Lathe. 

Tbis  latbe  is  driven  by  a  2  li.p.  direct  current,  sbunt  motor. 
Tbe  motor  operates  normally  on  230  volts.  The  speed  is  con- 
trolled by  varying  tbe  resistance  in  tlie  held  circuit.  Tbe  motor 
was  geared  to  the  lathe  spindle. 


3 


Fig.   S.      Test  of  IS   in.  Read   Lathe   Cutting  Gray   Cast  Iron. 

The  piece  of  metal  on  which  the  test  was  made  was  a  bar 
of  gray  cast  iron.  The  liead  end  was  held  in  ;i  three-jaw  uni- 
versal chuck.  The  tool  used  was  made  of  Bethleliem  high  speed 
steel,  and  was  a  Taylor  pattern  tool. 


From  the  curves  we  sec  that  the  pciuer  re(|uire(l  varies 
directly  as  the  amount  of  metal  removed  and  is  practically  in- 
dependent of  the  depth  of  cut  on  amount  of  feed.  See  Figs.  8 
and  9.     Submitted  liy  W.  C.  North. 

Wood-Working    Machines. 

Load  on  Test  Xo.  1. — Motor  with  04  ft.  of  2  7/16  in.  line 
shaft  running  in  9  standard  hangers  with  ring  oiling  boxes, 
together  with  161  ft.  of  single  belting,  62  ft.  of  double  belting, 
7  loose  pulleys  and  a  l->^  countershaft  2  fl.  8  in.  long,  supported 
by  oil  boxes.     Power  input  2.84  kw. 

Test  No.  2. — Load  the  same  as  No.  1,  together  with  a  24  in. 
J.  .A.  Fay  single  belt  driven  surfacer,  on  2x24  in.  K.  W.  '/^  in. 
deep  cut  at  16  ft.  niin.,  and  6  loose  pulleys,  6  ft.  8  in.  of  \l^  in. 
counter  shaft,  supported  in  4  oil  boxes  and  20  ft.  of  single  belt- 
ing.    Additional  power  input  5.59  kw. 

Test  Xo.  3. — Load  the  same  as  No.  \,  together  with  a  24  in. 
Valley  City,  2-belt  driven  surfacer  on  2  x  24  in.  R.  W.  Yn  in. 
deep  cut  at  32  ft.  min..  ;md  6  loose  pulleys,  7  ft.  6  in.  of  I-vr  in. 
counter  shaft  supported  in  4  oil  boxes  and  20  ft.  of  single  belt- 
ing.    Additional  power  input  5.84  kw. 

Test  No.  4. — Load  the  same  as  No.  1,  together  with  65  ft. 
of  2  15/16  line  shaft  running  in  9  standard  oil  boxes  and  301 
ft.  of  2J/2  in.  single  belting  on  14  loose  pulleys.  Additional  power 
2.71  kw. 

Test  No.  5. — Load  same  as  No.  1,  together  witli  all  ma- 
chines running  idle ;  two  single  surfacers,  24  in.  blade ;  1  variety 
w^ood-worker,  9  in.  bkidc ;  10  speed  lathes.  14  in. ;  1  pattern  mak- 
er's lathe,  20  in. ;  1  mortiscr ;  1  grinder  of  4,  12  in.  emery  wdieels ; 
1  grindstone,  3  ft.  dia. ;  1  band  saw;  1  circular  saw.  Together 
with  176  ft.  of  1><(  in.  counter  shafting  running  in  28  standard 
oil  boxes  and  244  ft.  of  single  belting  2^/2  in.  wide.  .Additional 
power  input,  10.13  kw. 

Test  No.  6. — Load  same  as  in  No.  1,  with  14  in.  circular  saw 
cutting  on  2  in.  O.  P.  at  7  ft.  per  minute,  together  with  6  loose 
pulleys,  6  ft.  of  1-^  in.  counter  shafting  supported  on  4  oil  bear- 
ings and  12  ft.  of  single  belting.  .Additional  power  input  1.02  kw. 
avg. 

Test  No.  7. — Load  same  as  No.  I,  with  -34  in.  wide  band 
saw  cutting  2  in.  O.P.  at  24  ft.  per  minute  (saw  running  on  36  in. 
wheel  at  375  r.p.m.),  together  with  6  loose  pulleys,  2  ft.  8  in. 
of  lYt/,  in.  counter  shafting  supported  in  2  oil  boxes  and  14  ft. 
of  single  belting.     Additional  power  input  1,84  kw. 

Data  on  Motor. — Made  by  General  Electric  Company,  two- 
phase  induction,  25  h.p.,  class  8-20-900.  type  I  Q.,  form  L,  cycles 
60,  volts  220,  special  No.  1895. 

These    tests    were    made    in    the     wood     shop    of     Stanford 


-  ,    ~Tp  Jo  ^'^*'^  ■">  *"      v^  C  North 

Surface  3p««d        Fc />*r  mif^uts 

Fig.   9.      Test  of  IS   in.   Read   Latlie   Cutting  Gray  Cast   Iron. 


February  IS,  1911.] 


JOURNAL    OF    ELECTkl 


University,  April  7.   19(19.  jjy  C.  L.   Bradley,  A.   C.  Coonradt,  H. 
L.  Hess,  C.   N.   Hoskinson, 


PHASE  A 


PHASE  B 


0) 


<u 


1) 


OJ 


-         d        ^  °".2       S 


tS  H  O  «  H  O  O  «.-?       xM."l5       2>so 

;?-<>?<!        >S5         si  2:  f 

7.01      35.25      225      6.57      32.  223      ll'.in        7.:;        2.70  ,S         13.58 

7.66      36.0        22S      7.44      34.5        229      1170        7.1         2.30         16  15.10 

7.SS     37.0        231      7.66      35.25      225      1155        7.0        2.10        24         15.54 

Pressure  Blower. 

Test  of  a  No.  7  Buffalo  Forge  Couipauy's  pressure  l)lower 
and  n  60  in.  e.xh.iust  fan,  manufactured  by  the  same  firm,  sup- 
plying 24  standard  3  in.  tuyer   Buffalo   forges. 

Duets  are  of  sewer  pipe.  Main  ducts,  blast  14  in.  dia. ;  m;iiii 
ducts,  e.xhaust  24  in.  dia. ;  most  distant  forge  is  72  ft.  from  fans. 

The  most  interesting  thing  in  connection  with  tiiis  test  is  tlie 
fact  that  it  takes  practically  no  more  power  to  supplx'  ihe  24 
forges  than  it  does  when  only  16  arc  on. 

Motor  Data— Two-phase,  69  cycle.  20  h.p..  220  volt.  1200  r.p.ni. 
Sulinn'ttcd  by  W.  C.  Cole. 

Test   of    Exhaust    Fan    for    Foundry. 

No.  S  Buffalo  draught  fan  furni.shing  the  required  draught 
for  a  26  in.  cupola,  through  a  10  in.  pipe,  26  ft.  long,  with  three 
right  angled  bends  in  it,  to  6  tuyers  4x6  in. 

Length  of  lime  blast  was  on.  38  min.  ;  iron  melled,  1700  lb.; 
length  of  time  Ix-fore  iron  appeared  after  turning  on  the  blast. 
10  min. ;  amount  of  iron  drawn  off  each  time  cupola  was  tapped, 
about  400  lb;  number  of  times  cupola  was  tapped,  5. 

Motor  Data.— 10  h.p.,  two-phase,  60  cycle,  220  volt,  1200  r.p.nr 
The   motor   was   belted   to   a   lin<-   -.iLifl    16    ft.    long,    mounted 
on  three  floor  brackets.     Tlic   fan   w.is   1,elted   lo   line   shaft.      No 
load  run  was  made  with  only  line  sliaft  belted  to  motor. 
Test  Data- 
Time.  Total    Power,   K\V.  Pressure 
2 :20                                      8.2  7 
2:30                                    8.3  7 
2 :40                                      8.0 
2:50                                    7.45                                6 
2:53                                    7.6  5'/. 
No  load                                 1,26 
Submitted  by   W.   C.   Cole. 

Test  of  Motor  Driven   Hacksaw. 

Two-phase,  60  cycle,  220  volt  induction  motor.  S.iw— Length 
o'  stroke,  6  in.;  number  of  complete  strokes  per  min..  aboui  60. 

Volts  Current  Power,  Power 

per  phase,  per  phase.        total,  factor. 

watts, 
238.9  .80  111.6  .29  No  load 

242.8  .825  149.6  .38  V/,  in.  cut  in  steel 

239.5  .82  136.4  .35  2  in.  cut  in  cast  iron 

Submitted  3-6,  1909,  by  A.  J.  Gowan,  F.  J.  Hcttman,A.  B. 
Cox. 

Power  Used   by  L.  S.  J.  U.  Machine  Shop. 

Power  for  shop  tested  is  furnished  liy  a  20  li  i).,  two  pha>e 
60  cycle,"  220  volt,  900  r.p.m.  induction  motor. 

Measurements  of  the  power  required  to  drive  the  motor 
under  the  following  loads  were  made : 

A— Motor  driving  clutch  pullev  wliicii  ran  loose  on  main 
sliaft,  50  ft.  of  8  in.  belting,  two  pl>-.       • 

B— Motor  driving  clutch  pulley,  clutch  in,  and  64  ft.  of  2  7/16 
in.  shafting  running  in  11  bangers  with  oil  b  rxes.  All  belts 
were  off  except  the  one  connectiny  motor  to  clutch  pullev  as 
tested  in  A. 

,  ^r^"^''  ^'""""^  "^  '"  B  with  the  addition  of  510  ft.  of  belting 
and  23  loose  pulleys  on  countershafts. 
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D— Load  same  as  B,  together  with  927  ft.  of  belting  and  the 
following  machines   running  light. 

Machines:  Lathes— 1  Jones  &  Samson  lurrett.  12  by  24  in; 
1  20  in.  lathe;  1  16  in.  lathe.  2  14  in.  lathes,  1  12  in.  lathe;  1  Brown 
&  Sharpe  No.  3  cutter  and  reimer  grinder,  1  Brown  &  Sharpc 
No.  1  universal  grinder,  1  Cincinnati  Milling  Machine  Co.  No.  IK' 
milling  machine,  1  12  in.  emery  wheel  and  buffer,  1  24  in.  emery 
wheel,  2  14  in.  emery  wdieels  (same  shaft).  1  24x72  in,  planer, 
1  16  in.  crank  shaper,  1  3  in.  centering  machine.  1  ,36  in.  grind- 
stone, 1  W.  S.  &  J.  Barnes  Co.  No.  O  friction  drill  press,  1 
W.  S.  &:  J.  Barnes  Co.  26  in.  drill  press. 

Results    of    Tests. 

,,     .  ,,  Output  Input 

Part.  Power,  KW.  Average  Pf.  H.P.  H.P. 

Power.  Power. 

*  A                           2.45  .221  75  •)  2<1 

♦B                         2.20  .206  ;50  295 

<                           3,24  .247  1.88  4.35 

D                           S.li  .4.'?0  5.55  S.2,S 

*As  shown  by  these  results  the  friction  of  clutch  pulley 
is  greater  than  friction  of  shaft.  The  difference  however  is  not 
great  enough  to  start  shaft  from  rest  with  clutch  out.  but  will 
keep  shafting  running  after  it  is  started  if  the  clutch  is  pulled  out. 

1  he  h.p.  output  were  found  by  means  of  an  efficiency  curve 
computed  from  the  circle  diagram  for  the  motor. 

Submitted  by  J.  D.    Taggart.  H.  M.  Haver,  F.  P.  Tallant. 

WASHINGTON  WATER  POWER  CO.  REPORT. 

Extensions  and  Ijcttennents  contemplated  for 
191 1  by  the  Washington  Water  Power  Companv  are 
outlined  in  an  exhaustive  rejKMi  sulmiitted  1)v  D.  L. 
Huntington,  president,  at  the  annual  meeting  of  stock- 
holders at  Spokane,  Wasli..  mi  In-hruary  6.  The  an- 
nual report  shows  that  din-itig  the  year  the  company 
relaid  with  70-pound  steel  rails  and  paved  between  rails 
ir.o()  miles  of  track,  double-tracked  1.56  miles  of  mad 
and  extended  lines  7.9  miles.  They  added  10  passen- 
ger cars  and  one  work  car  and  equipped  the  interurban 
railway  lines  with  an  automatic  block  signal  system 
of  the  most  modern  and  efficient  type.  Statistics  cov- 
ering the  street  railway  system  show : 

1900.  1910. 

Miles  of  .street  occupied    45,26  4S  79 

Mile.s  of  track 100^96  10s!92 

Passengers     carried     21.842.767  24  730  145 

Car   miles   run    3,624,586  3!99o'653 

Car  hours  run    435,541  465,516 

The  foregoing  statistics  cover  the  whole  system 
excepting  passengers  carried  and  streets  occupied, 
which  are  for  city  lines  only. 

The  comparative  statement  of  the  company  for 
the  years  ended  December  31,  iqcx),  and  December  31. 
1910,  is  as  follows : 

1909.  1910. 

Outstanding  stoclts    $7,223,200  $9,390,100 

Outstanding    bonds    5.547.000  5.838,000 

Notes  and   other  debts 25.000  775,000 

Gross   earnings    2,788.742  3.155.22.1 

Annual  allowance  for  depreciation 273.600  314!4()0 

Net   earnings   for  stock 675.036  918,773 

Surplus    to    date    860,499  1.071.041 

.\  regular  dividend  of  7  per  cent  was  ])aid  in  loio 
and  an  extra  dividend  of  1  ])er  cent  was  paid  Januarv 
3.  1911.  -\  quarterly  dixidend  of  _>  jier  cent  has  been 
declared  ])ayable  April  1  to  stockholders  of  record 
March  15. 

The  power  station  at  IJttle  I-'alls  was  put  in  oper- 
ation July  29.  1910.  There  are  now  installed  there 
three  generating  units  of  5000  kilowatts  rated  cai)acity. 
and  the  fourth  unit  will  lie  ])laced  in  o|)eration  by  mid- 
summer of  igii.  The  storage  battery  station  of  the 
company  was  nearly  completed  at  the  close  of  the 
year  and  will  be  in  operation  early  in  1911. 
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Dnriiit;-  the  year  226,632  duct-feet  of  tiiulergrouiKl 
CKiiduits  were  installed  in  the  business  district. 

The  company  has  purchased  the  lighting  and 
power  distributing  system  and  business  in  the  town  of 
Colfax.  Wash.,  and  it  is  now  operated  directly  by  the 
company.  The  service  has  been  improved,  the  street 
lighting  entirely  changed,  and  public  sentiment  shows 
decided  appreciation  of  the  new  ownership. 

An  extension  of  the  high  tension  transmission 
lines,  has  been  made  to  Odessa,  and  a  local  distribut- 
ing system  has  been  installed  and  is  being  operated  by 
the  company,  with  results  satisfactory  to  the  residents 
and  to  the  company.  The  desire  of  the  residents  of 
these  towns  for  the  direct  ownership  and  operation 
of  the  local  lighting  plants  by  a  large  and  responsible 
company,  instead  of  through  leases  of  power  to  local 
owners,  is  an  interesting  and  imjiortant  sign  of  the 
times. 

The  greatest  undertaking  of  the  year  has  been  the 
acquiring  of  new  water  rights  on  the  .Spokane  Ri\er 
at  a  point  four  miles  above  T^ittle  Falls,  and  the  com- 
mencement of  construction  there  of  the  largest  of  the 
company's  power  stations,  to  be  known  as  T.ong  Lake 
stations.  The  development  contem])lates  the  erec- 
tion of  a  solid  concrete  dam  ,gi\ing  a  fall  of  170  feet 
and  forming  a  lake  about  23  miles  in  length  and  nearly 
three-eights  of  a  mile  in  average  width.  .\n  inter- 
esting form  of  movable  roller  dam,  considerably  used 
in  Europe,  but  not  heretofore  adopted  in  the  United 
States,  will  be  used  for  the  purpose  of  discharging 
flood  water  and  regulating  the  water  level  of  the  lake. 

The  installation  will  consist  ultimately  of  four 
generating  units  of  12,500  kilowatts  C  16,666  electric 
horsepower")  each,  connected  to  turbine  water-wheels, 
with  a  capacity  of  22,500  horsepower  each.  These 
water-wheels  will  exceed  in  size  and  capacity  any 
other  now  in  existence.  Two  such  units  will  be  in- 
stalled at  first,  and  the  others  will  be  added  as  re- 
quired. It  is  hoped  to  have  this  plant  in  operation 
by  the  fall  of  1912.  The  plant  when  completed  will 
more  than  doidile  the  hydraulic  power  capacity  of  the 
company. 

During  iqio  the  outstanding  cajiital  stock  of  the 
company  was  increased  .^pril  i  by  the  issue  of  30  per 
cent  at  par,  from  $7,225,200  to  $0,390,000,  and  a  fur- 
ther issue  of  25  per  cent  was  taken  January  3,  191 1. 
making  the  total  amount  now  outstanding  $11,737,600. 
In  anticipation  of  the  stock  issue  of  January  3,  toti. 
the  company  borrowed  in  all  $775,000  toward  the  end 
of  the  year,  which  was  paid  off  January  3. 


ELECTRICITY  IN  RURAL  DISTRICTS. 

Data  is  now  being  collected  In-  a  special  CMUimit- 
tee  of  the  National  Electric  Light  .Xssociation  from 
which  to  prepare  a  report  on  the  use  of  electricity  in 
rural  districts.  This  committee,  whose  Pacific  Coast 
member  is  S.  M.  Kennedy,  genera!  agent  of  the  South- 
ern California  Edison  Electric  Co.,  Lo<;  .\ngeles,  re- 
quests information  on  this  subject  from  every  company 
and  indi\'idual  knowing  of  any  novel  or  special  use  to 
which  electricity  is  being  applied  on  the  farm.  Engi- 
neering details  are  unnecessary,  merely  a  photograph 
and  brief  description. 


CALIFORNIA  PUBLIC  SERVICE  COMMISSION 

BILLS. 

In  response  to  a  number  of  requests  a  summary  of 
Senate  Bill  No.  464  and  Assembly  Bill  No.  671  is  here 
presented. 

These  bills  create  a  commission  to  be  composed  of 
three  members  to  be  appointed  by  the  Governor  for 
four-year  terms  at  an  annual  salary  of  $8000  each.  The 
commissioners  are  to  de\-ote  their  time  exclusively  to 
the  work  of  their  commission  and  are  prohibited  from 
holding  any  stock  or  bonds  or  to  hold  official  relations 
with  corporations  subject  to  their  supervision.  One 
commissioner  must  be  a  lawyer  and  one  other  "a  man 
familiar  with  or  having  knowledge  of  one  or  more 
branches  of  the  public  service  business." 

The  commissioners  have  power  to  appoint  coun- 
sel at  a  $5000  salary,  a  secretary  at  $4200  salary  and 
all  necessary  employes. 

Offices  are  to  be  maintained  in  San  Francisco 
and  stated  meetings  are  to  be  held  at  least  once  a 
month,  all  sessions  and  all  records  being  open  to  the 
public.  /Xnnual  re])orts  are  to  be  issued  containing  a 
copy  of  all  orders  and  determinations. 

The  commission  shall  ha\  e  power  to  inquire  into 
and  investigate  all  public  service  business  except 
railroads,  having  the  supervision  of  the  manner  in 
which  they  are  conducted,  to  prescribe  the  form  of  re- 
ports and  uniform  methods  of  accounting.  They  shall 
also  determine  reasonable  rates  for  service  from  both 
private  and  municipal  plants  and  prescribe  adequate 
.safety  devices,  companies  affected  paying  ail  costs 
of  investigation. 

Furthermore  they  shall  have  full  power  "to  ex- 
amine and  inquire  into  all  issues  of  stocks,  bonds  and 
other  evidences  of  indebtedness,  *  *  and  to  publish  the 
facts  concerning  the  same,"  to  issue  or  deny  permits 
for  making  expenditures  and  sales  or  leases.  They 
may  order  necessary  repairs,  additions,  changes  or 
improvements,  inspect  all  equipment  and  all  company 
records,  make  valuations,  fix  service  standards  and 
issue  permits  and  licenses. 

All  rates,  tolls,  charges  and  scheflules  fixed  by 
the  commission  shall  be  in  force  until  otherwise  found 
by  a  competent  court  of  jurisdiction.  Fines  of  from 
$100  to  $1000  as  provided  for  non-compliance  with 
the  commission's  orders.  This  act  includes  in  its  pro- 
visions the  business  done  by  "railroad  companies, 
street  railway  companies,  ferry  companies  and  express 
companies  in  the  transmission  or  transportation  of 
l)assengers,  freight  or  express,  and  by  telephone  and 
telegraph  companies  in  the  transmission  or  conveyance 
of  telephone  or  telegraph  messages,  and  by  pi]ie  line 
companies  in  the  transmission,  for  others,  of  oil  or 
other  fluids  by  pipe  line,  and  by  light,  heat,  water  or 
power  companies  in  the  supplying,  delivering  or  fur- 
nishing of  light,  heat,  water  or  power." 

Senate  Bill  No.  465  and  Assembly  Bill  No.  672 
provides  for  an  amendment  to  the  Civil  Code  to  be 
ratified  by  the  voters  of  the  State  in  order  that  this 
public  service  commission  law  be  thus  legalized. 
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983,365.  Pump.  Byron  W.  Haskell,  Oakland,  C'al.  In  a 
liiimp  of  the  character  described,  a  cylinder,  a  rotary  piston 
liiiving  spiral  blades,  and  a  rotary  disk  projecting  into  said 


cylinder  bearing  against  said  piston  and  having  openings  with 
liu.vable  covers  adapted  to  be  engaged  in  by  said  s|iiral  blades, 
said  rotary  disk  being  located  between  the  inb'l  ami  (iiillel 
ports  of  the  cylinder. 

983,361.  Back-Geared  Motor.  .Me.xander  M.  Cray,  Mil- 
waukee, Wis.,  assignor  to  .\llis-Clialniers  Coni])any.  In  a  dy- 
namo-electric machine,  a  main  shaft,  a  frame  comprising  a 
field  yoke  and  end  heads  which  liave  supporting  portions  and 


which  are  secured  to  the  yoke  and  support  the  main  shaft, 
and  a  counter  shaft  supported  on  the  yoke,  said  end  heads 
being  stationary  and  said  yoke  being  adjustable  relatively 
thereto. 

983,282.  Feed-water  Heater.  Francis  Hodgkinson,  Edge- 
wood  Park,  Pa.,  assignor  to  the  Westinghouse  iMachine  Com- 
pany.     The    combination    with    a    feed-water    heater    and    its 


supply  pipe,  of  a  turbine  adapted  to  receive  and  utilize  steam 
from  said  heater  and  means  for  controlling  the  fluid  pressure 
in  said  heater  and  for  delivering  fluid  therefrom  to  said  tur- 
bine. 


983,653.  Turbine.  Ryron  Stevens,  Oakland,  Cal.  In  a 
steam  turl)ine.  the  combination  of  a  shaft,  wheels  secured  on 
said  shaft,  a  casing  for  the  turbine,  disks  secured  to  the  cas- 
ing and  alternating  with  the  wheels,  the  peripheries  of  the 
disks  and  wheels  being  formed  with  ports  and  passages  re- 
spectively, each  port  and  passage  leading  from  one  side  of  the 
disk  or  wheel  to  the  other,  each  port  and  passage  having  its 
inlet   and   otiflel    jjortions  extending  in   nearly  opposite  direc- 


tions, each  port  and  passage  being  open  at  its  side  to  the 
adjacent  wheel  or  disk,  the  inlet  portions  of  the  ports  and 
passages,  and  also  the  outlet  portions  thereof,  opening  in  o|i- 
posite  directions,  the  outlet  jiortions  of  the  passages  being  of 
sufficiently  greater  sectional  area  than  of  the  inlet  portions 
thereof  to  cause  the  pressure  fluid  flowing  through  the  pas- 
sages to  flow  into  the  outlet  portions  of  the  passage  with  a 
velocity  greater  than  in  the  inner  portions  thereof  by  slightly 
more  than  twice  the  velocity  of  tlie  peri]ihery  of  the  wheels, 
substantially  as  described. 

983,670.  Alternating-Current  System  of  Distribution,  Reg- 
ulation and  Control.  .Joseph  Bijur,  New  York,  N.  Y.,  assignor 
by  mesne  assignments,  to  The  Electric  Storage  Battery  Com- 
pany, Philadelphia.  The  combination  of  an  alternating  cur- 
rent source  of  supply,  an  alternating  current  work  circuit,  a 
storage  battery  to  compensate  for  variations  in  the  load,  regu- 
lating means  responsive  to  both   the  variations  in  the  work 


2^    I       cVJUlt'^  '■ 
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circuit  and  the  direction  and  amount  of  current  of  the  storage 
battery,  and  operated  by  variations  in  the  work  circuit,  said 
regulating  means  starting  to  operate  when  the  load  on  the 
work  circuit  varies  from  the  average  and  continuing  to  oper- 
ate until  the  energy  given  out  by  the  battery  or  absorbed 
thereby  compensates  for  the  increase  or  decrease  of  energy 
demanded  by  the  work  circuit. 
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.As  most  fleet rical  work  is  known  ti)  1)e  dangerous, 
employers  hax'c  usually  provided  every  reasonable 
protection  for  those  engaged  there- 
Electrical  in-  Expense  has  not  hindered  the 
Legislation  installation  of  any  safety  appliance 
or  protective  device  likely  to  re- 
ihice  the  life  hazard  of  electricity.  Statistics  show, 
lunvexer,  thai  a  large  ])roportion  of  the  unfortunate 
accidents  among  electrical  workers  may  be  traced  to 
the  carelessness  of  men  who  know  better,  but  who 
have  become  contemptuous  of  the  danger  involved.  For 
such  neglect  in  observing  ordinary  care  no  adequate 
l)rotection  can  1)C  offered. 

Xt)twithstanding  the  fact  that  electric  companies 
have  voluntarily  done  their  utmost  to  mininiize  the 
number  of  accidents,  three  bills  have  been  introduced 
at  the  present  session  of  the  California  legislature  to 
compel  the  companies  to  reconstruct  ])ractically  everv 
pole  line  in  the  State.  Ostensibly  these  Ijills  are  jneant 
to  lessen  tlie  danger  associated  with  the  lineman's  oc- 
cti])ation,  but  in  reality  they  are  said  to  he  intended 
to  proxide  more  work  for  these  men. 

The  most  radical  re(|uirements  of  the  bills  are  a 
I wenty-six-iiich  si)acing  between  all  overhead  con- 
(hictors  and  an  insulated  or  grounded  guard-wire  l)e- 
neath  all  high-tension  circuits  of  15,000  volts  or  more. 
\\  bile  there  is  some  recent  construction  where  wires 
have  been  thus  strung,  tlTere  are  thousands  of  miles  of 
line  which  would  have  to  be  rebuilt  in  order  to  com- 
ply with  these  rulings.  The  most  absurd  suggestion 
is  that  no  street  manhole  be  placed  within  three  feet 
of  an  electric  railway  track,  so  that  the  workmen  inay 
not  be  injured  by  a  passing  car.  That  this  spacing  is 
almost  physically  impossible  is  indicated  by  the  fact 
that  there  are  corners  in  San  I'rancisco  where  as  many 
as  forty-six  manholes  are  in  use. 

The  bills  ha\e  met  with  great  opposition,  not  so 
much  on  account  of  their  requirements  for  new  work 
as  because  of  their  retroactive  effect  on  all  old  work. 
They  propose  an  immediate  revolution  instead  of  a 
gradual  evolution  whereby  changes  could  be  made  in 
the  ordinary  course  of  reconstruction.  Furthermore,  if 
the  proposed  public  service  commission  is  established 
the  commissioners  will  have  full  power  to  order  any 
changes  that  are  neces.^ary  to  protect  life  or  propertv, 
and  these  new  laws  would  be  unnecessary. 

As  there  is  far  greater  likelihood  that  the  public 
service  commission  act  will  he  passed  than  that  these 
special  electrical  laws  will  be  enacted,  we  would  sug- 
gest that  their  sponsors  might  well  lend  their  support 
to  the  broader  measure  with  the  assurance  that  an  im- 
partial board  of  public  service  commissioners  will  give  j 
careful  attention  to  protecting  the  lives  not  only  of 
electrical  workers,  but  also  of  the  general  public.  Flow- 
ever,  even  should  these  bills  pass  the  legislature,  they 
contain  a  number  of  illegal  provisions  which  would 
soon  nullify  all  others  when  the  matter  was  passed 
upon  by  the  courts.  Their  enforcement  means  the 
ruination  of  all  farmers'  telephone  lines  and  many 
small  companies,  as  well  as  the  serious  embarrassment 
of  the  larger  ones.  How  this  can  permanently  help  the 
electrical  worker  we  fail  to  see. 
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S.  K.  Colby,  vice-president  of  Pierson,  Roeding  &  Co., 
is  in  the  Pacific  Northwest. 

F.  A.  Cressey,  manager  of  the  Modesto  Electric  Company, 
visited  San  Francisco  this  week. 

■  L.  F.  Wyman  has  been  appointed  electrical  engineer  of 
the  Loyal  Railway  at  Ballard,  Wash. 

R.  G.  Arthur  has  been  made  general  manager  of  the 
Douglas  Street  Railway  at  Douglas,  Ariz. 

C.  R.  Downs,  who  is  interested  in  a  lighting  company  at 
Sutter  Creek,  recently  arrived  at  San  Francisco. 

Dr.  E.  S.  O'Brien,  who  has  electric  lighting  interests  at 
Merced,  was  a  San  Francisco  visitor  during  the  past  week. 

R.  S.  Chapman,  an  engineer  interested  in  hydroelectric 
developments,  has  arrived  at  San  Francisco  from  Portland. 

R.  L.  Noggle  has  been  appointed  superintendent  of  the 
Northern  Idaho  and  Montana  Power  Co.  at  Sand  Point,  Idaho. 

C.  F.  Flinn,  of  the  Allis-Chalmers  Company's  sales  force, 
has  returned  to  the  San  Francisco  office  after  a  Northern  Cali- 
fornia tour. 

A.  C.  Sprout  went  to  Stockton  last  Tuesday  on  business 
connected  with  electric  i)umping  in  the  San  .foacpiin  reclama- 
tion districts. 

K.  T.  Roebling,  of  the  wire  manufacturing  firm  of  .lohn 
Roebling  &  Sons  of  Trenton,  N.  .1.,  is  visiting  their  San  Fran- 
cisco branch  house. 

N.  M.  Fruehauf  has  succeeded  Chas.  E.  WatUinson  as  act- 
ing auditor  of  the  San  Francisco,  Vallejo  and  Napa  Valley 
Railroad,  Napa,  Cal. 

Ray  Fulcher,  construction  engineer  with  Sanderson  & 
Porter,  is  inspecting  the  Relief  Creek  dam  uf  the  Sierra  & 
San  Francisco  Power  Co. 

T.  D.  Petch,  manager  of  the  Santa  Rosa  district  of  the 
Pacific  Gas  &  Electric  Company,  has  resigned  and  will  be 
succeeded  by  M.  G.  Hall. 

Frank  H.  Varney,  engineer  of  operation  in  the  Pacific 
Gas  &  Electric  Company's  steam  plant  department,  left  last 
week  for  a  month's  Eastern  trip. 

C.  F.  Pearson,  general  superintendent  of  the  Southern 
California  Edison  Electric  Company  of  Los  Angeles  has  been 
spending  several  days  at  Sacramento. 

H.  E.  Adams,  the  Stockton  manager  of  the  Western  States 
Gas  &  Electric  Co.,  an  H.  M.  Byllesby  &  Co.,  interest,  has 
moved  into  elegant  new  offices  on  the  corner  of  Weber  and 

Sutter  streets. 

E.  G.  Dewald,  of  the  Pelton  Water  Wheel  Company  selling 
corps,  is  at  Tacoma  in  connection  with  the  bidding  on  the 
new  municipal  hydroelectric  plant  known  as  the  Nisqually 
River  development. 

L.  S.  Twomey  has  been  appointed  Pacific  Coast  renrp- 
sentative  of  the  engineering  department  of  the  National  Elec- 
tric Lamp  Association  with  headquarters  at  1G4S  Sixteenth 
street,  Oakland,   Cal. 

M.  S.  Hopkins,  of  the  Clark  syndicate,  which  now  con- 
tiols  the  Portland  Railway,  Light  and  Power  Company,  as  well 
as  electric  plants  in  St.  Louis  and  Eastern  cities,  is  visiting 
Portland,  Ore.,  from  Cleveland  on  an  inspection  tour. 

R.  H.  Sperling,  general  manager  of  the  British  Columbia 
Electric  Railway  Comi>any,  has  arrived  at  San  Fiancisco  from 
Vancouver.  He  will  also  tour  Southern  California  while  re- 
viewing the  latest  develoimienls  in  electric  railway  trans- 
portation and  power  work. 


E.  N.  Sanderson,  of  the  firm  of  Sanderson  <&  Porter,  has 
Ifft  for  the  East  via  Los  Angeles  and  Albuquerque,  N.  M. 
He  has  been  inspecting  the  company's  various  plants  through- 
out the  Pacific  Coast. 

P.  F.  Barbour  has  resigned  as  assistant  to  the  president 
of  the  Portland  Railway,  Light  &  Power  Company  and  on 
March  1  he  will  become  assistant  to  the  president  of  the 
Pacific  Gas  &  Electric  Company  at  San  Francisco.  He  was 
for  a  number  of  years  at  the  head  of  the  sales  department 
in  the  General  Electric  Company's  San  Francisco  office. 

M.  C.  McKay,  superintendent  of  the  Sierra  &  San  Fran- 
cisco Power  Company's  Stanislaus  Division  is  at  the  San 
Francisco  office  from  his  headquarters  at  the  Stanislaus 
hydroelectric  plant  near  Vallecito.  There  have  been  no  in- 
terruptions to  the  service  from  weather  conditions  this  win- 
ter, notwithstanding  the  unusually  heavy  snowfall  in  the 
mountains. 

Newly  elected  associate  members  of  the  American  Insti- 
tute of  Electrical  Engineers  include  E.  S.  Code,  engineer 
Westinghouse  Electric  &  Mfg.  Co.,  Seattle,  Wash.;  Chas.  L. 
Easton,  superintendent  of  power,  San  .Joaquin  Light  &  Power 
Co.,  North  Fork,  Cal.;  Austin  B.  Gates,  Alhambra,  Cal.;  H.  B. 
Hatfield,  city  foreman  underground  department,  San  Fran- 
cisco Gas  &  Electric  Co.,  San  Francisco,  Cal.;  G.  L.  Hedges, 
designer  Kelman  Electric  &  Mfg.  Co.,  Los  Angeles,  Cal.;  M. 
R  Lott,  electrical  engineer  Telluride  Power  Co.,  Provo, 
Utah;  P.  D.  Naugle,  electrical  machinist,  and  Richard  Nightin- 
gale, draughtsman  at  Puget  Sound  Navy  Yard,  Bremerton, 
Wash.;  Roy  Page,  draughtsman  Southern  Pacific  Co.,  San 
Francisco,  Cal.;  J.  T.  Percival,  .Jr.,  electrical  draughtsman, 
Washington  Water  Power  Co.,  Spokane,  Wash;  L.  W.  Roush, 
secretary  and  engineer  Gimnison  Valley  Power  Co.,  Gunnison, 
THah;  J.  A.  Runchey,  superintendent  power  house,  Washing- 
ton Water  Power  Co.,  Reardon,  Wash.;  H.  A.  Seabright,  elec- 
trical engineer,  Idaho  Electric  Sitpply  Co.,  Boise,  Idaho;  W. 
P.  Shippee,  superintendent  of  power,  U.  S.  Reclamation  Serv- 
ice, Spanish  Fork,  Utah;  Frank  S.  Warren,  construction  de- 
partment, Pacific  Gas  &  Electric  Co.,  San  Francisco,  Cal.; 
E.  A.  West,  Jr.,  assistant  engineer,  Portland  Railway,  Light 
&  Power  Co.,  Portland,  Ore. 


PACIFIC   COAST   A.    I.    E.    E.    MEETING. 

Preparations  for  the  Pacific  Coast  meeting  of  the  Ameri- 
can Institute  of  Electrical  Engineers  at  Los  Angeles,  Cal.,  on 
April  25,  26,  27  and  28,  1911,  are  now  being  made  by  the  local 
committee  appointed  by  President  Jackson,  consisting  of  the 
following  members  and  associates:  Los  Angeles  Section — J. 
E.  Macdouald,  chairman;  S.  H.  Anderson,  V.  L.  Benedict,  1.  T. 
Dyer,  O.  H.  Ensign,  J.  A.  Lighthipe,  E.  P.  Scattergood.  Asso- 
ciate members  of  the  committee — A.  H.  Babcock,  San  Fran- 
cisco, Cal.;  S.  G.  McMeen,  San  Francisco,  Cal.;  C.  L.  Cory, 
i^erkeley,  Cal.;  H.  J.  Ryan,  Stanford  University,  Cal.;  L.  H. 
Cramer,  Portland,  Oregon;  A.  A.  Miller,  Seattle,  Wash.;  J.  It. 
Fisken,  Spokane,  Wash. 

Important  papers  will  be  presented  under  the  auspices  of 
the  high  tension  transmission,  railway,  and  telegraphy  and 
telephony  committees,  which  are  expected  to  give  valuable 
information  regarding  Pacific  Coast  iiractice  in  various  devel- 
opments. All  members  who  contemijlate  a  trip  to  California 
will  find  this  a  desirable  oi)portunity  as  the  local  electrical 
companies  are  co-operating  with  the  committee  to  promote 
every  facility  for  the  information  and  entertainment  of  visitors. 
The  program  will  include  trips  to  Edison  plants  and  excur- 
sions to  Saura  .\na  Canyon,  Mount  Lowe,  and  probably  Cata- 
liua  Island.  /Xdditional  details  will  be  pulilisliod  later,  but 
iiKpiiries  will  receive  attention  if  addressed  to  V.  L.  Benedict, 
Local  Secretary,  Los  Angeles  Fire  .Mann  Company,  Los  An- 
geles, Cal. 
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A  LARGE  EQUIPMENT  OF  FEEDER  REGULATORS. 
Where  an  alternating  current  central  station  is  in  com- 
lietition  with  a  direct  current  plant  in  a  large  city,  condi- 
tions are  often  unfavorable  to  the  alternating  current  propo- 
sition. The  chief  disadvantage  arises  from  the  sensitiveness 
of  the  voltage  regulation  to  any  changes  in  load.  Where 
a  large  part  ct  the  load  is  made  up  of  elevators  or  other 
machinery  requiring  frequent  starting,  an  alternating  current 


Automatic    Feeder    Kegulaturs. 

line  is  apt  to  suffer  considerably  more  from  fluctuations  in 
voltage  than  iJ  an  equivalent  direct  current.  The  direct 
current  system  suffers  only  from  line  drop,  while  the 
alternating  current  line  has  the  line  drop  of  resist- 
ance and  reactance  and  in  addition  an  actual  reduction  of 
voltage  at  the  generators  or  transformers  due  to  the  wattless 
current  at  the  low  power  factor  of  starting.  A  load  that 
world  [iroduce  a  fluctuation  in  a  direct  current  line  of  two 
or  three  per  cent  might  under  some  conditions  cause  as 
much  as  twenty  per  cent  fluctuation  in  an  alternating  current 
line.  In  such  cases  the  use  of  feeder  regulators  remove  en- 
tirely this  disadvantage  of  the  alternating  current  system  and 
in  many  cases  gives  even  better  regulation  than  is  obtain- 
able with  a  direct  current  system. 

A  case  in  point  is  that  of  the  United  Electric  Light  & 
Power  Company  of  New  York.  The  146tU  Street  sub-station 
of  this  company  supplies  a  load  made  up  largely  of  apart- 
ment house  equipments,  consisting  mostly  of  lights  and 
elevators.  The  voltage  fluctuation  on  the  feeders  due  to  the 
starting  of  elevators,  put  such  a  heavy  drawback  on  the  serv- 
ice as  to  make  competition  with  the  direct  current  systems 
in  the  city,  equipped  with  storage  batteries  and  other  equaliz- 
ing devices,  almost  impossible.  Equipping  the  system  with 
feeder  regulators,  however,  has  not  only  resulted  in  marked 
benefits  but  has  made  the  service  preferable  to  that  of  the 
direct   current   system. 

The  regulator  equipment  consists  of  20  two-|ihase  aulo- 
matio  indnction  tyjje  feeder  regulators,  manufactured  by  the 
Westinghouse  Electric  &  Manufacturing  Company,  Pittsburg. 
Each  regulator  is  of  85  kva.  capacity  and  has  a  range  of  reg- 


ulation of  10  per  cent  above  or  below  the  busbar  voltage. 
Each  regulator  is  operated  by  a  220  volt  4/10  h.p.  Westing- 
house  direct  current  motor  controlled  by  regulating  relays. 
The  relays  operate  through  voltmeter  compensators  so  as 
to  maintain  constant  voltage  at  the  service  end  of  the  feed- 
ers. Each  feeder  has  a  complete  equipment  of  compensator, 
relays  and  regulators. 

The  results  obtained  are  In  some  ways  remarkable.  So 
sensitive  are  the  relays  that  the  voltage  at  the  service  point 
at  no  time  varies  more  than  one  per  cent.  The  automatic 
operation  is  practically  instantaneous,  and  lights,  even  in 
the  same  building  with  the  elevator  that  is  started,  barely 
show  a  flicker.  The  voltage  at  the  station  end  of  the  feeder, 
however,  varies  as  much  as  15  per  cent  showing  the  part 
lilayed  by  the  regulators  in  smoothing  out  the  voltage  curve. 

The  accompanying  illustration  shows  a  photograph  of 
14  of  these  regulators  in  operation.  The  regulators  are  of 
the  standard  induction  type  manufactured  by  the  Westing- 
house  Conii)any.  The  regulation  depends  on  the  angular  po- 
sition of  a  rotatable  secondary  core  and  winding  relative 
to  a  stationary  primary  core  and  winding,  the  two  wind- 
ings being  connected  in  series.  Rotation  of  the  secondary 
is  produced  by  the  small  motor  at  the  top  of  each  case,  con- 
trolled by  the  relays.  The  adjustment  of  voltage  is  grad- 
ual, which  corres|)onds  to  practically  an  infinite  number  of 
steps.  Each  regulator  is  self-contained  and  cooled  by  air 
blast,  with  which  the  station  is  ani|)ly  supplied  for  cooling 
its   transformers. 


A   NEW   HARMONIC   RINGER. 
Tile   Western    Electri(>   Company   has   recently   placed   on 
the   market   a   new   liainuniic   ringer,   which   has   jiroven    from 
actual  service  that  it  will  satisfactorily  meet  the  most  exact- 
ing conditions. 


No.    11    T.vpe   We.stern    Electric   Harmonic    Ringer. 

This  ringer,  known  as  the  Xo.  41  type,  operates  on  the 
same  potential  of  140  volts  for  all  four  frequencies.  This  sim- 
plifies the  harmonic  ringing  system  and  eliminates  the  use  of 
the  higher  voltages,  which  have  been  objectionable  in  low 
voltage  telephone  circuits  and  apparatus. 

The  construction  of  this  ringer  is  such  that  no  arma- 
ture adjustment  is  required  after  it  leaves  the  factory.     The 
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adjustment  of  the  gongs  can  be  quickly,  easily  and  accurate- 
ly made  by  means  of  an  eccentric  screw.  After  the  adjust- 
ment is  once  made  the  gongs  can  be  rigidly  and  permanently 
set  by  tightening  the  screws  which  lie  directly  behind  the 
adjusting  screw.  The  very  simplicity  of  the  adjustment  of 
this  ringer  is  a  unique  feature,  as  the  only  tool  required  is 
an  ordinary  screw-driver,  which  every  repair  man  carries  in 
his  pocket. 

The  coils  of  this  ringer  are  wound  with  black  enameled 
wire,  which  makes  them  practically  impervious  to  moisture. 
This  enamel  insulation  will  stand  a  temperature  that  would 
destroy  the  usual  silk  and  cotton  insulation.  Because  of  the 
decrease  in  the  overall  diameter  of  the  wire,  due  to  the  use 
of  enamel  insulation,  the  ringer  coils  can  be  wound  to  a  much 
higher  efficiency. 

Every  detail  in  this  ringer  has  been  especially  designed 
for  strength,  durability  and  ease  of  adjustment  with  a  view  of 
practically  eliminating  the  factor  of  ringer  maintenance  in 
Harmonic  Systems. 


BENJAMIN  HIGH  VOLTAGE  STREET  SERIES  (FILM  CUT- 
OUT) LIGHTING  UNITS. 
The  Benjamin  Electric  Alanulacturing  Company  is  at- 
tracting attention  by  a  number  of  new  street  series  lighting 
fixtures  which  they  are  placing  upon  the  market.  Represen- 
tative cuts  of  both  fixtures  and  sockets  are  shown  with  the 
accompanying  descriptive  matter. 


:^> 


< i&- > 

IS-in.  Flat  Cone  Reflector. 

The  socket  consists  of  essentially  three  porcelain  parts: 

(1)  A  central  or  body  portion  with  integrally  formed  knobs; 

(2)  A  lower  removable  bushing  carrying  the  threaded  socket 
shell  and  film  cut-out  sjiriug;  (3)  A  surmounting  petticoat 
insulator. 


IS-in.    Itadial    Wave    Iteflectur. 

The  base  portion  has  a  center  bore  in  which  are  located 
the  center  spring  and  short-circuiting  contact,  together  with 
means  for  co-operating  with  the  lower  or  removable  i.ortion. 
Beneath  the  knob  are  grooves  lorming  protected  an.l  insulated 
passages  for  the  wires.  On  the  upper  side  of  the  base  there 
IS  an  iron  fitting  supported  by  four  screws  deepiv  counter-sunk 
in  porcelain.     Between  the  two  is  a  rubber  disc.     The  lower 


part  may  be  inserted  by  merely  pushing  it  forward  and  turn- 
ing to  the  right,  or  removed  by  pulling  it  outward  and  turn- 
ing to  the  left.  It  cannot  become  disconnected  by  turning  the 
h'mp.  The  petticoat  insulator  is  held  in  position  by  a  lock 
nut  and  washers  passing  over  the  upper  end  of  the  fitting,  thus 
making  a  water-tight  joint.     The  device  is  thus  a  combined 


IS-in.     Flat 


Cone    Reflectoi- 


ana    Globe. 


socket,  cross  arm  and  insulator,  with  three  distinctive  fea- 
tures: II)  Compactness;  (2)  strength;  (3)  high  insulation. 
It  is  supplied  for  span  wire  suspension,  or  with  fitting  adapted 
for  gooseneck  or  other  %  in.  pipe  connections.  The  re- 
flectors used  are  thoroughly  insulated  from  the  support.  They 
are  attached  by  n;eans  of  four  screws  jjassing  through  holes 
cemented  in  the  back.  Cat.  No.  1521  shows  an  18  in.  flat  cone 
reflector;  Cat.  No.  1491  an  18  in.  radial  wave  reflector;  Cat. 
No.  1581,  an  IS  in.  flat  cone  reflector  incorporating  a  globe 
holder,  and  an  8  in.  by  GVz  in.  glass  globe.  Prices  and  dis- 
counts, together  with  further  descriptive  information,  may  be 
secured  by  addressing  the  company's  office  at  151  New  Mont- 
gomery street,  San  Francisco,  Cal. 


THE   ROUND  TABLERS. 

Mr.  A.  N.  Fox,  manager  publicity  department  of  the  Ben- 
jamin Mfg.  Co.,  Chicago,  has  been  elected  chairman  of  the 
"Round  Tablers,"  a  newly  organized  group  of  advertising 
men  who  meet  once  a  week  in  the  rooms  of  the  Chicago  Ad- 
vertising Association  for  the  purpose  of  a  systematic  study 
of  the  various  phases  of  trade  publicity. 

Fearless  and  wide  open  discussion  is  the  slogan  of  the 
organization.  After  an  address  by  an  invited  speaker  the 
meeting  is  thrown  open  to  those  present,  and  the  subject 
under  discussion  analyzed  with  particular  regard  for  secur- 
ing definite,  concrete,  and  practical  results.  During  Decem- 
ber the  following  topics  were  taken  up:  'Large  Space  In 
Advertising."  R.  R.  Shuman;  "Style  In  Advertising,"  A.  B. 
Jensen;  "Cultivating  The  Dealer,"  S.  DeWitt  Clojgh;  "Plan- 
ning a  Campaign,"  Frederick  A.  Farrar. 

Stenographic  reports  of  the  meetings  are  taken  and  trau-. 
scripts  furnished  the  various  members  of  the  organization. 

The  other  officers  for  the  ensuing  three  months  are  Vice- 
Chairman,  Mr.  Frederick  A.  Farrar:  Secretary,  .Mr.  G.  G. 
Place. 


TRADE    NOTES. 

The  Oakland  Traction  Co.,  Consolidated,  has  purchased 
fr(mi  the  General  EHectric  Co.  60  two-motor  car  equipments 
with  type  K  36  controllers.     The  motors  are  60  h.p.  each. 

Reckhill  &  Victor,  of  Shanghai,  China,  have  ordered  from 
the  Westinghouse  Electric  &  Manufacturing  Company  a  150 
h.p.  alternating  current,  induction,  slip  ring  motor,  and  a 
water  rheostat  to  be  used  in  operating  a  flour  mill. 

Through  Shewan,  Thomas  &  Company  of  Pekin,  the  Chi- 
nese Government  has  purchased  two  15(1  kw.  direct  current 
generators  and  a  niue-iianel  switchboard  from  the  Westing- 
house  RIectric  &  Mauufactui-ing  Company,  Pittsburg,  Pa.  The 
generators  will  be  installed  in  llio  Hun^au  of  Engraving  and 
will  supply  power  for  motors  and  lights. 
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INCORPORATIONS. 
COALINGA,   CAL.— The   Coalinga   Domestic   Water  Com- 
Ijany  has   been  Incorporated   with  a  capital   stock  of  $10,000 
l)y  F.  Cheney,  C.  N.  Sanderson  and  R.  L.  Peeler. 

LONG  BEACH,  CAL.— The  Long  Beach  Water  Company 
has  been  incorporated  by  G.  H.  Bixby,  a  director  of  the  Ala- 
niitos  Water  Company. 

SPRINGDALE,  WASH.— The  Chamokane  Contracting 
Company  has  been  organized  to  construct  an  electric  railroad 
between  this  place  and  the  proposed  power  plant  of  the 
Washington  Water  Power  Company  on  the  Spokane  River. 


FINANCIAL. 
SILVERTON,  ORE.— This  city  has  voted  to  issue  bonds  to 
the  amount  of  $75,000  to  be  used  for  the  construction  of  a 
water  system. 

WILLOWS,  CAL.— The  City  Trustees  have  decided  that 
on  March  1st,  the  bonds  recently  voted  for  municipal  im- 
provements will  be  sold.  Immediately  after  the  disposal  of 
the  bonds  work  will  be  commenced  on  the  city  hall,  which  is 
to  cost  about  $25,000. 


TRANSMISSION. 

TOPPENISH,  WASH.— The  Valley  Light  and  Power  Com- 
pany is  extending  its  lines  to  Zillah,  Wash. 

POCATELLO,  IDAHO.— Flood  waters  in  the  Portneuf 
River  wrecked  the  substation  and  transformer  house  of  the 
Idaho  Consolidated  Power  Company  here. 

PETALUMA,  CAL.— The  proposed  gas  plant  for  the  city 
to  take  the  place  of  the  "Piped  from  Santa  Rosa"  gas  for  this 
city  is  now  assured  and  work  will  be  under  way  within  a 
very  short  time. 

VALE,  ORE. — Plans  are  under  way  whereby  within  two 
months  Vale  will  be  connected  with  the  power  plant  on  the 
Malad  River,  Idaho.  The  plant  belongs  to  the  Telluride  Com- 
pany, Salt  Lake  City. 

VANCOUVER,  WASH.— The  Mt.  Hood  Railway  &  Power 
Company  has  asked  a  franchise  to  erect  iioles,  string  wires 
and  furnish  power  in  the  city.  Plans  are  under  way  to  lay 
a  cable  under  the  Columbia  from  this  place  to  Portland. 

LOS  ANGELES.  CAL.— The  Navidad  Mines  &  Reduction 
Company  in  San  Sebastian  district  at  .Talisco  will  soon  install 
a  hydvoelectric  plant  on  Anieca  River  capable  of  generating 
SOO  horsepower.     The  plant  will  cost  about  $150,000. 

LODI,  CAL. — At  the  meeting  of  the  Merchants'  Associa- 
tion last  week  A.  V.  Friedberger,  W.  H.  Thompson,  and  S.  H. 
Zimmerman,  were  appointed  a  committee  to  interview  the 
business  men  of  this  place  regarding  the  proposed  street 
lighting  system. 

WATSONVILLE,  CAL.— In  the  proper  spirit  of  expansion 
The  Coast  Counties  Light  &  Power  Company  of  this  city  is 
extending  its  power  lines  in  this  valley.  In  Green  Valley  the 
line  will  be  extended  three  miles  to  the  Litchfield  place  about 
seven  miles  from  this  city. 

PORTLAND,  ORE.— Bids  will  be  received  at  the  office 
of  Bridges  &  Webber,  architocls.  room  422  Hauiilloii  linildiug, 
Portland,  Oregon,  until  in  n.  in.,  February  in,  l!ill,  liu'  Ih.' 
erection  of  a  main  buildin.g  and  iiovver  house  Utv  Multnomah 
County,  at  Multnomah  Farm,  one  mile  west  of  Troutdale,  Ore. 


MARTINEZ,  CAL.— Light,  heat  and  i)ower  are  to  be  fur- 
nished the  towns  of  the  county  and  the  manufactories  along 
the  water  front  by  the  Great  Western  Power  Company,  which 
has  signified  its  intention  to  enter  Contra  Costa  County  by 
applying  to  the  Martinez  trustees  for  a  franchise.  The  new 
corporation,  since  its  organization  has  carried  its  electric 
power  from  the  Sierra  to  the  bay  cities  along  the  main  line, 
which  stretches  across  Contra  Costa  County.  The  only  local 
service  which  the  company  has  given  is  at  the  works  of  the 
Cowell  Cement  Company  at  the  base  of  Mt.  Diablo. 

COLUSA,  CAL. — For  the  purpose  of  furnishing  water  suf- 
ficient to  irrigate  40,000  acres  of  land  in  Colusa  County,  west 
of  Williams,  and  to  generate  electric  power,  three  water  .ap- 
propriations have  been  filed  by  Byron  D.  Beckwith  of  this 
city  on  Freshwater  and  Bear  creeks,  Colusa  County,  and  on 
Cache  Creek  In  Lake  County.  It  is  proposed  to  build  a  dam 
on  Bear  Creek  and  utilize  the  lower  end  of  Bear  Valley  as  a 
reservoir.  A  tunnel  through  the  hill  from  Bear  Valley  into 
the  head  of  Freshwater  Creek  to  divert  the  water  past  Moun- 
tain House,  utilizing  it  at  the  outlet  of  the  tunnel  for  the  pro- 
duction of  power,  Is  planned.  Below  the  Mountain  House  the 
same  water  would  be  used  for  irrigation.  Three  power  sta- 
tions, all  on  one  line,  are  proposed. 


ILLUMINATION. 
SPRINGFIELD,     ORE.— The     Oregon     Power     Comiiany 
plans  to  make  Springfield  and  Junction  City  models  for  street 
lighting.     The  new  lighting  will  be  a  tungsten  system. 

NEWPORT,  CAL.— The  City  Council  passed  a  resolution 
declaring  that  public  interest  demands  the  erection  of  a  muni- 
cipal light  plant  in  this  city  and  $55,000  in  bonds  will  be  issued 
to  cover  the  cost  of  the  plant. 

REDLANDS,  CAL.— City  Engineer  Hinckley  has  com- 
pleted plans  for  installing  a  system  of  ornamental  street 
lighting  on  Orange  street  from  Colton  and  on  Cajon  to  Olive 
and  on  State,  Second  and  Citrus  avenue,  from  Third  to  Sixth 
street,  at  a  cost  of  $15,000. 

PASCOL,  WASH.— The  Pacific  Power  &  Light  Company 
has  jietitioned  the  City  Council  for  vacation  of  a  poi'tion  of 
Riverside  addition  which  will  be  secured  by  this  corpora- 
tion for  a  site  for  a  $400,000  electric  switchboard  and  gas 
plant,  to  l)e  constructed  in  the  near  future. 


TRANSPORTATION. 

SPOKANE,  WASH.— The  Spokane  Traction  Company  dur- 
ing the  year  will  build  2V2  miles  of  new  street  railway. 

WHITTIER,  CAL.— The  Pacific  Electric  Railway  Company 
will  double  track  its  line  on  West  Philadelphia  street  to  the 
State  school. 

COEUR  d'ALENE,  IDAHO— Eastern  capital  will  ask  the 
city  for  a  franchise  for  the  construction  of  an  electric  street 
railway   here, 

COEUR  d'ALENE,  IDAHO.— The  Inland  Empire  railroad 
will  soon  extend  the  tracks  of  their  electric  railroad  to  the 
shores  of  Fernon  lake. 

SAN  R.\FAEL,  CAL. — A  petition  has  been  presented  by 
Geo.  D.  Shearer,  asking  for  a  franchise  to  operate  an  electric 
railroad  over  the  streets  of  this  city. 

OAKL.XND,  CAL.-  A  liill  has  been  passed  lo  print  grant- 
ing the  Oakland  Traction  Company  a  franchise  for  a  street 
railroad   along   and   upon   Nineteenth   avenue. 
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RAYMOND,  WASH.— J.  D.  Crary  of  the  Twin  City  Elec- 
tric Company  lias  accepted  the  franchise  for  the  construction 
ol  an  electric  street  railway  system  here;  work  to  start  in 
April. 

PUYALLUP,  WASH.— R  .S.  Boyce  of  Hopokus,  X.  .!.,  is 
sounding  valley  capitalists  and  property  owners  on  the  sup- 
port they  will  give  toward  the  construction  of  another  inter- 
urban  line  between  this  place  and  Tacoma. 

LOS  ANGELES,  CAL. — Property  owners  on  Main  street, 
from  Thirty-seventh  street,  to  Manchester  avenue,  have  filed 
a  petition  asking  the  City  Council  to  induce  the  street  rail- 
way company  to  run  car  tracks  down  their  street. 

ALAMEDA,  CAL. — The  Southern  Pacific  has  begun  placing 
poles  in  Clement  avenue  to  carry  power  from  the  tidal  canal 
to  the  termination  of  the  loop  line  in  Webster  street.  The 
work  will  be  rushed  in  order  to  have  the  power  ready  when 
the  Alameda  local  lines  are  electrized. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Railway  Com- 
pany has  applied  for  a  franchise  for  a  crosstown  car  line. 
Two  routes  have  been  submitted;  one  from  Fourth  and  Ver- 
mont to  east  city  limits,  the  other  on  Vermont  to  Jefferson, 
east  to  Centipal,  south  to  Vernon  and  east  to  the  city  limits. 

PORTLAND,  ORE.— Bids  will  be  received  by  Engineers 
Smith,  Kerry  &  Chace,  Gil  Commercial  building,  for  clearing 
the  right  of  way  on  the  Mt.  Hood  Railway  Power  Company's 
transmission  line  across  the  Sandy  River  valley.  Work  con- 
sists of  clearing  22  acres  and  to  be  completed  May  1.  Speci- 
fications may  be  obtained  from  the  office  of  the  Mt.  Hood 
Railway  &     Power  Company,  at  Portland. 

LOS  ANGELES,  CAL. — Announcement  of  the  operation 
under  one  management  of  the  Pacific  Electric,  Los  Angeles 
and  Redondo,  Redlands  Central  and  Riverside  and  Arlington 
Railway  Companies  and  of  the  Los  Angeles  Pacific  and  San 
Bernardino  Traction  Companies  is  made  in  a  circular  issued 
from  the  Los  Angeles  office  of  Paul  Shoup,  vice-president  of 
the  Southern  Pacific,  owner  of  the  several  properties,  and 
director  of  its   electric   railways. 

MARTINEZ,  CAL.— The  Oakland  and  Antioch  Railroad 
is  to  be  extended  to  the  slopes  of  Mount  Diablo,  in  accordance 
with  the  agreement  of  the  officers  of  the  corporation  to  haul 
the  rock  to  be  quarried  from  the  Martin  ranch,  which  is  to  be 
purchased  by  the  Spreckels  company  of  San  Francisco.  It 
was  first  reported  that  the  San  Francisco  concern  was  to  es- 
tablish a  cement  plant  on  the  ground,  but  it  is  now  an- 
nounced that  a  quarry  is  to  be  built. 

PETALTJMA,  CAL.— The  City  Council  has  granted  to  the 
Petaluma  and  Santa  Rosa  Electric  Railroad  Company  a  fran- 
chise to  operate  a  line  through  the  city.  The  company  agi'eed 
in  its  franchise  that  if  the  road  was  not  completed  to  Point 
Pedro  within  four  years  from  the  date  of  the  granting,  with 
ferries  running  to  San  Francisco,  the  franchise  will  lapse. 
The  object  of  the  railroad  company  is  to  build  to  Point  Pedro 
and  connect  with  San  Francisco  by  fast  ferries.  The  line  will 
he  operated  on  Water  street,  skirting  on  the  river  banks, 
which  the  company  will  improve  and  save  the  city  of  Peta- 
luma over  $10,000. 

FRESNO,  CAL.— F.  S.  Granger,  vice-president,  and  W.  D. 
Mitchell,  secretary  of  the  Fresno,  Hanford  and  Summit  Lake 
Railroad  Company  have  returned  from  New  York  bringing 
with  them  signed  contracts  from  the  Hudson  Counties  Con- 
struction Company  and  Guaranty  Trust  Company  of  New 
York  by  which  $1,2.50,000  has  been  secured  to  build  an  inter- 
urban  railroad  from  Fresno  to  Kingsburg  with  a  branch  to 
Sanger.  The  road  will  be  35  miles  long.  The  contract  was 
signed  January  28  and  provides  that  construction  shall  start 
within  30  days.  William  McLean,  chief  engineer  of  the  Hud- 
son Counties  committee,  is  en  route  to  Fresno  and  immedi- 
ately upon  his  arrival  work  will  be  started. 


SACRAMENTO,  CAL.— Vice-President  John  A.  Brittou 
of  the  Pacific  Gas  &  Electric  Company  has  agreed  to  build 
the  loop  as  suggested  by  property  owners  along  the  propose! 
line  from  Twenty-eighth  and  P  streets  to  the  Elmhiirst  rail- 
way provided  a  bonus,  the  exact  amount  of  which  has  not 
been  made  public,  is  paid  to  the  street  railroad  company. 
The  plan  is  to  construct  a  line,  starting  at  Twenty-eighth  and 
P  streets,  running  to  the  east  end  of  Homestead  through 
the  Williamson  tract  and  into  Elmhurst. 

SAN  FRANCISCO,  CAL.— The  public  uUlities  committee 
of  the  Board  of  Supervisors  has  recommended  that  an  addi- 
tional $600,000  of  Geary  street  railroad  bonds  be  offered  for 
sale.  The  action  was  taken  upon  notification  from  the  city 
engineer's  office  of  the  Board  of  Public  Works  that  $600,000 
would  be  soon  needed  that  the  work  on  the  municipal  project 
may  not  be  delayed.  The  proposals  for  early  construction 
and  the  amounts  to  be  expended  are  as  follows:  Special  track 
work  $60,000;  lands  for  power  house  and  substation,  $140,000; 
cars,  $300,000;  track  construction  and  overhead  work,  $;'.O0,- 
000;  construction  of  buildings,  $80,000;  total,  $880,000.  Out 
of  the  proceeds  of  $500,000  of  bonds  already  sold,  $218,000 
has  been  set  aside  to  cover  part  of  the  above  estimates,  leav- 
ing $600,000  needed  for  immediate  use. 

SAN  FRANCISCO,  CAL.— The  United  Railroads  Company 
has  issued  a  report  of  the  gross  earnings  of  the  street  rail- 
way system  for  December  last  and  for  the  year  1910.  The 
document  shows  in  part  that  the  company  during  last  year 
carried  153,069,780  paying  passengers.  This  is  an  increase 
of  3,850,480  passengers  over  the  preceding  year,  a  gain  which 
i.;  considered  a  healthy  one  and  indicative  of  the  general  good 
condition  of  the  city.  Put  in  another  way,  this  large  travel 
means  that  last  year  the  United  Railroads  system  had  a  daily 
average  of  419,370  paying  passengers  and  a  monthly  average 
of  12,755,817.  In  December  last  the  company  earned  gross 
$682,356,  or  an  increase  of  $36,509  over  the  same  month  in 
1909.  For  the  twelve  months  of  1910  the  gross  earnings 
amounted  to  $7,653,489,  as  compared  with  $7,455,965  the  year 
before.     This  represents  an  increase  of  $197,524. 


WATERWORKS. 
REDMOND,   ORE.— The   City   Council   is  considering  the 
question  of  building  a  gravity  water  system. 

MADERA,  CAL. — The  City  Trustees  have  adopted  plans 
and  specifications  for  an  overhead  water  system. 

CHICO,  CAL.— The  Chico  Water  Supply  Company  has 
submitted  to  the  Trustees  its  annual  report  showing  an  in- 
vestment of  $175,834.28;  receipts  of  $25,600.-53,  and  expendi- 
tures of  $30,260.94. 

SEATTLE,  W.\SH.— The  Council  has  passed  a  resolution 
providing  for  the  improvement  of  West  Eightieth  street, 
West  Eighty-first  street,  and  West  Eighty-second  street.  West 
Eighty-third  street  and  West  Eighty-fourth  street  by  laying 
water  mains. 

BRAWLEY,  CAL.— Within  ten  days,  the  first  w^ork  will 
commence  on  the  new  water  system  of  the  city,  the  contract 
having  been  signed  with  G.  A.  Rogers  of  Los  Angeles.  This 
city  will  also  purchase  the  system  installed  here  by  the  Braw- 
ley  Water  Company. 

FRESNO,  CAL.— The  annual  statement  of  the  water  com- 
pany for  the  year  1910,  filed  with  the  City  Trustees,  show^s  as 
earnings  and  expenses  of  the  company  the  following  figures: 
Earnings:  Water  furnished,  $113,365.20;  miscellaneous, 
$1,521.49;  fixed  charges,  $82,938.72;  net  earnings,  $31,947.97. 
Value  of  plant,  less  depreciation  for  1910  at  rate  of  3.26,  $274,- 
228,63;  expenditures  for  extensions  and  improvements, 
$9,542.07;    value  of  plant   $263,770.70. 
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Aluminum  Co.  o(  America 

Pittsburgh.  Pa. 

San  Franc, SCO,  Monadnock 
Bldg. 

Los  Angelic,  Pacific  Elec- 
tric Bldg. 

SealUe,  Colmi-n  Bldg. 

Amt^ncan  Circular  Loom  Co 16 

bOSton,  46  Milk. 
San  Francisco,  770  Folsom. 
Seattle.  416  American  Bank 
Building. 

American  Electric  Fuse  Company     3 

Muskegon.  Michigan. 
San   Francisco.    143    2il   st. 
.Seattle.  524   l.st  ave.  .S. 

American  Electrical  Heater  Co 

Uetrolt.    U.    S.    A. 

AyUworth  Agencies  Co 

San   Francusco.  143  Second. 

B 

Bay  Cities  Home  Telephone  Co.  . 
San    Francisco.    333    Grant 
Ave. 

Benjamin  Electric  M(g.  Co 

New  York,  27  Thames. 
Chicago.     120-128     S.    San- 
gamon. 
San     Francisco.     IBl     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 13 

Boston.  246  Summer. 

Bonejlell  &  Co 13 

San   Francisco.    118    First. 

Bridgeport  Brass  Company 4 

Bridgeport,  Conn. 


Chicago  Fuse  Mfg.  Co 

Chicago.        1014-1020 

Congress   st. 
New  York.  1  Hudson  st. 


W. 


Colonial   Electrical  Agency  Co — 
San     Francisco.     576     Mis- 
sion. 

Crocker-Wheeler  Co 

San   Francisco.    195-7   Fre- 
mont. 

D 


D.  &  W.  Fuse  Co 

Providence.  R.  I. 

Dearborn  Drug  &  Chem.  Works. _  13 
Chicago.  Postal  Bldg. 
San    Francisco,    301    Front. 
Los  Angeles.   365   E.   2d. 

Duncan  Elec.  Mfg.  Co 3 

Lafayette.   Indiana. 

San  Francisco.  61  Second. 

E 

Economy  Electric  Co.. The 

Warren.     Ohio. 

Electric  Cnlrlr  &  Mfg.  Co.,  The 
New    York.    50    Church. 
Pittsburg.   515   Frlck  Bldg. 
Chicago,    135    Adams. 
Birmingnam,    827    Brown- 
Marx    Bldg. 

Electric  Goods  Mfg.  Co 

Boston,  Mass, 

San  Francisco,  165  Second. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 
San    Francisco,  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co 

Chicago.  4S1  Wabash  ave. 
San  Francisco.  158  1st  st. 
IjOS  Angeles.   423    E.   3d   st. 

Farnswotth  Electrical  Works.    ..5 

San   Francisco,    132-138    2d. 

Fort  Wayne  Electric  Works II 

Fort   Wayne.   Ind. 

San   Francisco.  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric   Co 14 

Schenectady.  N.  Y. 

San  Francisco.  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.   C. 
Chicago,   111. 
Cincinnati,   O. 
Cleveland.  O. 
Columbus.   O. 
Denver.    Colo. 
Detroit.  Mich. 
Indianapolis.    Ind. 
Kansas    City.    Mo. 
Minneapolis,    Minn. 
Na.'^hville,  Tenn. 
New  Haven.  Conn. 
New   Orleans.    La. 
New  York.  N.  Y. 
Philadelphia.   Pa. 
Pittsburg.    Pa. 
Richmond.    Va. 
Salt  Lake  City.  Utah. 
St.   Louis.   Mo. 
Syracuse.  N.  Y. 
:?iM)kHiie.  W^ash. 

Goeriz,  O.  C.  &  Co 

San   Francisco,   91S   Postal 
Tel.  Bldg. 

H 

Habirshaw  Wire  Co I 

New  York,  253  Broadway. 

Hammel  Oil  Burner  Company  .. 

Los  Angeles,   640  N.  Main. 

Hughes  &  Co.,  E.  C 13 

San       Francisco,        147-161 
Minna. 

Hunt,  Mirk  &  Co 

San  Francisco,  141  Second. 


Ide  &  Sons ,  A.  L 

Springfield,  111. 

Indiana  Rubber  &  Ins.  Wire  Co 4 

Jonesboro.    Indiana. 

'        J 

Johns-Manville  Co.,  H.  W 

New   York,   100  William. 
San     Francisco,     169     New 

Montgomery. 
Los  Angeles,  222-224  North 

Los   Angeles    St. 
Seattle,  576  1st  Ave.  So. 

K 

Kellogg  Switchb'd  &  Supply  Co._ 
Chicago. 
San    Francisco,    88    First. 

Kelman  Electric  &  Mfg.  Co. 4 

Los  Angeles,  Cal. 

Kiewert,  Chas.  L.  Co 5 

San  Francisco,  195-7  Fre- 
mont. 

Los  Angeles.  226  Franklin 
Court. 


Klein  &  Sons,  Mathias 16 

Chicago.  Station  U-29. 


Locke  Insulator  Mfg.  Co 

Victor.   N.    Y. 

San    Francisco,  Monadnock 
Bldg. 

Los  Angeles,   Pacific  Elec- 
trical Bldg. 
Seattle,   Colman   Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.       3 
San  Francisco,  99  First. 
Los      Angeles,       American 

Bank  Bldg. 
Seattle,   Mutual   Life  Bldg. 
P<. rt  land.  Wei  Is-FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City,     Fulton 

Bldg. 


N 

New  York  Insl'td  Wire  Co 

New   York,   114   Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 5 

Mansfield,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Okonite  Co 16 

New  York,  253  Broadway. 


Pacific  Gas  6e  Elect.  Co..  Th-.__   2 
San   Francisco. 

Pacific  Meter  Co. 13 

San    Francisco.    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The.__  13 

San    Francisco,    2219    Har- 
rison  St. 

Phillips  Insulated  Wire  Co 16 

Pawtucket,  R.  I. 

Pierson,  Roeding  &  Co 4 

San   Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 

Portland  Wood   Pipe  Co 5 

Portland,  Ore. 


R 


Reisinger,   Hugo 

New  York.  11  Broadway. 


Schaw-Batcher  Co.  Pipe  Works.. 
Sacramento,  Cal,,  211  J  St. 
San  Francisco,  366  Market. 


Southern  Cal.  Edison  Co 

Los  Angeles,   Cal. 

Southern  Pacific  Co. 15 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 2 

New     York     City,     627-631 

W.    34th. 
San  Francisco,  Atlas  Bldg. 
Seattle,  Colman  Bldg. 

Standard  Und.  Cable  Co 16 

San  Francisco,  First  Na- 
tional  Bank  Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 

New  York  City,  147-14> 
Cedar. 

San  Francisco.  1010  How- 
ard. 

Sterling  Paint  Company, 13 

San    Francisco,    118   First. 


Technical  Book  Shop 12 

San  Francisco,  604  Mission. 

Thomas  and  Sons  Co.,  R II 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 

Thompson  Co.,  The  Chas.  C.._ 

Cliicago.     545-549    Wabash 
ave. 

Tracy  Engineering  Co 13 

San  Francisco.  461  Market. 
Los   Angeles. Central   Bldg. 


w 

Warner  Electric  Mfg.  Co.. 
St.    Louis.   Mo. 


Western  Electric  Co 5 

San  Francisco,  680  Folsom. 
Oakland,   507    16th. 
Los  Angeles,  119  E,  7th 
Seattle,     1618  First  Ave.  So, 

Western  Wireless  Equipment  Co..   5 
San  Francisco.  Grant  Bldg, 
7  th    and    Market. 


Westinghouse.  Elec.  &  Mfg.  Co 6 

Pittsburg.   Pa. 

Los  Angeles.  527  So.  Main. 

Denver,    429    17th. 

Seattle.   Central   Bldg. 

Salt  Lake  City,  212-214 
So.   W.   Temple. 

San   Francisco,   165   2d. 

Spokane,   Columbia   Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewisohn    Bldg, 

Canada.  Canadlan-West- 
Inghouse  Co..  Ltd..  Ham- 
ilton.   Ontario. 

Mexico,  G.  &  O.,  Branlft  * 
Co.,   City   of  Mexico. 

Westinghouse  Machine  Co 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 


Weston  Elect'l.  Instrument  Co 16 

Waverly    Park,   N.    J. 
New  York,   114   Liberty. 
San       Francisco,       6I2-(I4 
Mission. 

Wilbur.  G.  A...- 3 

San    Francisco,    61    Second. 
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OIL  BURNING  TURBINE  STEAMERS 


The  Pacific  Navigation  Company's  steam.shi])S 
"Yale"  and  "Harvard"  are  triple-screw  vessels,  tur- 
bine-driven and  oil  fired.  These  steamers,  which  were 
formerly  on  the  run  between  New  York  and  Boston 
were  brought  around  the  Horn  last  year  and  are  now 
running  regularly  between  San  Francisco  and  San 
Pedro,  whence  it  is  but  a  short  ride  by  electric  car 
to  Los  Angeles.  The  boats  maintain  an  average  speed 
of  22  knots,  the  trip  being  made  in  17  hours. 


first  turl>ine  driven  \'essels  on  the  Pacific  Coast,  being 
among  the  first  to  be  Iniilt  in  the  United  States. 
Though  originally  designed  lor  burning  coal,  they 
were  changed  to  oil-burners  while  yet  on  the  Atlantic 
Coast,  being  the  pioneers  in  this  field.  Besides  the 
absence  of  soot  and  coal  dust,  the  change  made  a  great 
saving  in  space,  reduced  the  firing  force  from  48  to 
12  men  and  made  possible  a  more  even  steam  pressure 
and   consequently   more   constant   speed. 


_  .      ^.  -^  .  a      -  -     —  '•— JBBMim'iinr' - 
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The   on   Burning   Turbine   Steamship   "Harvard.' 


The  "Yale"  and  "Harvard"  are  sister  ships,  a  de- 
scription of  one  sufficing  for  the  other  except  for  the 
blue  furnishings  of  the  former  and  the  red  carpetings 
and  upholstery  of  the  latter.  The  hulls  were  designed 
and  the  models  tested  at  Denny's  ship-yards,  Dum- 
barton, Scotland,  and  the  ships  built  at  Chester,  Pa. 
The  turbines  were  installed  and  the  super-structure 
completed  in  New  York  harbor  in  1906.  The  dimen- 
sions are:  length,  over  all,  407.25  ft.,  length  between 
perpendiculars  386.5  ft.,  breadth  over  all  63  ft.,  breadth 
of  hull,  molded,  50.5  ft.,  depth  of  hull,  22  ft.,  gross  ton- 
nage 3721,  net  tonnage  2312.  They  have  double  hulls 
and    numerous    water-tight    bulk-heads    and    are    the 


Every  possible  provision  has  been  made  for  the 
comfort  and  convenience  of  the  passenger  and  no 
expense  has  been  spared  in  the  interior  fittings  of  the 
vessel  which  may  be  best  described  by  the  accompany- 
ing illustrations.  The  lighting  is  entirely  by  electricity 
and  all  rooms  are  equipped  with  electric  call  bells  con- 
nected to  a  central  annunciator  system.  .A.  wireless 
telegraph  system  enables  communication  with  land 
at  all  times. 

The  three-blade  triple  screws  are  driven  at  480 
r.p.m.  by  Parsons  turbines,  the  high  pressure  stage 
driving  the  central  screw  and  the  two  low  pressure 
stages  driving  the  other  two,  governors  and  automatic 
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Sketch  of  Oil  Pumping  System. 


C<naiff--y  Ocean  Trard  ami  Tr<t£u- 

Grand    Stairway   Leading    from    Dining   Saloon. 


The   Dining   Saloon. 


Stateroom  'With  Private  Bath.   .Aboard  Yale  and  Harvard. 


Men's  Room   on   Hurricane   Deck. 
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equalizing  \'alves  being  provided  so  that  the  same 
amount  of  steam  is  admitted  to  the  two  low  pressure 
stages.  Reversing  is  accomplished  b}'  separate  tur- 
bines placed  in  the  low  pressure  casings.  These  tur- 
bines are  capable  of  developing  12,000  h.p.  and  on  its 
trial  trip  the  "Yale"  attained  a  speed  of  24.32  knots. 

Steam  is  supplied  from  a  battery  of  twelve  single- 
ended  Scotch  boilers,  14  ft.  in  diameter  and  12  ft.  long, 
there  being  two  boiler  rooms,  separated  by  a  water- 
tight bulk-head  and  having  three  boilers  on  either 
side.  Each  boiler  has  three  corrugated  furnaces,  42 
inches  diameter,  leading  to  separate  combustion  cham- 
bers. The  original  oil  burners  were  of  the  Lassoe  type, 
but  soon  after  arriving  on  the  Pacific  Coast  these  were 
replaced  by  Staples  &  I'feifer  burners. 

The  oil  is  stored  in  four  tanks  in  the  double-bot- 
tom under  the  boilers,  being  supplied  from  the  oil- 
boats  through  a  6  in.  pipe  connection.  These  tanks 
have  a  combined  capacity  of  110,000  gallons,  sufficient 
for  a  steaming  radius  of  650  miles.  .As  mav  be  noted 
from  the  sketch  showing  the  general  arrangement  of 
the  oil  pumping  system,  the  oil  is  pumped  from  the 
storage  tanks  to  two  3000  gallon  settling  tanks  by 
means  of  a  9.X5.X10  in.  duplex  Warren  suction  pump 
whence  a  similar  pump  delivers  the  oil  through  a 
heater  and  strainer  to  the  main  3  in.  supply  pipe  which 
branches  to  each  of  the  36  burners.  The  piping  is  ar- 
ranged so  that  the  pressure  pump  can  be  used  as  a 
lift  pump  or  the  lift  pump  used  as  a  pressure  pump. 
There  is  also  an  auxiliary  5^x33^x5  in.  pump  for  port 
use  when  only  one  or  two  boilers  are  in  service. 

The  boilers  also  supply  steam  for  the  turbine 
auxiliaries,  the  steam  steering  gear,  a  large  ventilating 
fan,  induced  draught  and  two  50  kw.  Sturtevant  gener- 
ating sets  with  vertical  engines.  The  latter  supply 
direct  current  at  no  volts  for  1600  incandescent  lamps, 
a  24  in.  searchlight  and  a  number  of  small  kitchen 
motors  operating  a  dish  washing  machine  and  a  knife 
grinder  and   bufifer. 


"City    reference 


A  KNAVE  OR  A  FOOL. 

The  following  letter  of  application  was  received 
recently  by  an  engineer  of  a  local  concern.  It  is  given 
literally  as  received,  except  that,  for  the  present  at 
least,  the  names  of  the  references  are  suppressed,  and 
the  names  of  the  company  addressed  and  of  the  author 
are  fictitious: 

"Atlantic,  Pacific  &  Gulf  Electric  Ry.  Co., 
"Gentlemen  :— 

"I  desire  to  make  application  for  employement  as  an  Elec- 
trical Engineer  with  your  company.  My  Qualifactions  are  as 
follows, 

"Formerly,  Engineer  of  Research,  Brown  &  Biveori.  10  Cross 
Harper,  London,  W.  C. 

"Chief,  Design  and  test  room.  Current  and  Pontcntial  Trans 
formers,  Westinghouse  Elect.  &  Mfg.   Co.,   Pitsburg,   Pa. 

"Engineer   of   record.    Detroit   United    Rys.    Detroit,   Toledo 
and   Flint   systems,   Haugensraf,   Lief   and    Haugensraf,    (Single 
Phase   System)    B   466   Strauser   Kiel,    Berlin.     Unted    Manufac- 
tures 250  West  54th  St.,  New  York. 
"University  of  California, 
"University  of  Chicago, 
"Age  35  yrs. 
"Native  California, 
"Salery  $4000  to  $5000  per  year. 


"Trusting   my   application    will    receive    favorable   considera- 
tion, I  am 

"Respectfully, 

"A.   F.   RAUD." 

Enclosed  with  the  letter  was  a  business  card  as 
follows : 


A.  F.  Raud,  SB    PhD 


The  combination  of  the  uniquely  illiterate  epistle 
and  the  letters  following  the  name  on  the  card  was 
so  striking  that  an  inquiry  was  started  to  ascertain 
how  it  was  possible  for  a  man  to  acquire  such  evi- 
dences of  proficiency,  inferentially  along  engineering 
lines,  and  at  the  same  time  to  escape  rubbing  up 
against  the  rudiments  of  his  mother  tongue. 

When  the  University  of  California  failed  to  find 
any  record  whatever  either  of  his  matriculation  or  of 
any  work  he  had  submitted  for  his  alleged  degrees, 
he  was  requested  to  call  at  the  office  of  the  railway 
company  for  a  personal  interview.  The  conversation 
was  recorded  stenographically.  He  stated  that  he 
had  entered  the  University  of  California  with  the 
Class  of  1898,  had  attended  the  College  of  Philosophy 
for  two  years,  and  then  the  College  of  Engineering 
for  a  like  period,  under  Prof.  Cory  and  his  assistant; 
that  at  the  end  of  this  course,  in  1898,  he  had  been 
awarded  the  degree  of  B.  S.  He  failed  to  remember 
the  e.xact  title  of  his  thesis,  but  in  general  it  was  a 
mathematical  dissertation  on  differentials  in  trans- 
former design.  The  thesis  was  submitted  to  Profs. 
Cory  and  Stringer,  (Stringham?) 

He  stated  further  that  after  leaving  Berkeley  he 
was  in  the  Westinghouse  Electric  &  Mfg.  Company, 
East  Pittsburg  works,  and  that  later,  after  a  year  or 
two  in  Berlin  and  London,  he  took  up  special  work  in 
the  University  of  Chicago  under  Dr.  Lichistein  (?) 
for  which  he  was  given  his  Ph.D.  in  1902,  his  thesis 
being  on  "The  upper  and  lower  magnetics  of  rotary 
coverters." 

Even  with  all  this  detail  to  guide  their  search, 
both  the  University  of  California  and  the  University 
of  Chicago,  failed  to  find  any  record  of  his  triumphal 
journey  through  their  hands  ;  the  latter  could  not  locate 
the  Dr.  Lichistein  referred  to. 

Of  course  it  may  be  that  in  both  these  seats  of 
learning  their  departments  of  research  into  records 
that  do  not  exist  may  not  have  been  in  full  working 
order,  but  the  chances  are  much  more  in  favor  of 
the  hypothesis  that  his  claims  to  large  experience  and 
to  advanced  educational  standing  are  largely  state- 
ments of  what  he  would  like  to  have  done  rather  than 
what  he  did  . 

To  lie  once  is  easy;  to  lie  persistently,  consist- 
ently, is  beyond  even  the  gods  of  chance. 
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NECESSITY  FOR  VALUATIONS. 

V.\     HOKATIU    A.     FOSTER. 


During-  tlu-  last  five  years  the  fact  llial  many  pub- 
lic utilities    corporations,  notably  street  railways,  have 
made  onlv   fair   earnings,   in   a   great    many   cases   not 
enough  to  pay  stock  dividends  or  bond  uiterest,  has 
madt^ people  careful    about    ])utting    new    money    into 
such  properties,  and  it  has  been  necessary,  therefore, 
to  make  more  careful  valuations  of  such  properties  in 
order  to  insure  the  success  of  a  new  issue  of  securities. 
It  may  be  well  right  here  to  give  some  considera- 
tion to  the  condition  of  street  railway  properties  and 
the   reasons    for   the   hesitancy    of   the   people    to   put 
their    monev   into   the   securities.      Back   in   the   early 
nineties,    when    the    development    of    street    railways 
was  taking  place  at  a  very  rapid  rate  and  when  pro- 
motion of  the  same  was  at  its  height,  it  was  dithcult 
to  make  company  officials  realize  the  fact  that  depre- 
ciation  would   take   place   sooner   or   later,   and    when 
their  attention  was  called  to  the  fact  the  officials  and 
directors   together  with  the  then  stockholders,  insisted 
that  dividends  be  paid,  and  that  provision  against  de- 
preciation  be  deferred    until    the    future;   m   fact,   the 
saying  was   common:     '"Let   the   future   holders   take 
care  of  depreciation";  and   within   the   last  f^ve  year? 
such  depreciation  has  become  so  manifest  m  most  of 
the  large  street  railway  systems  that  the  officers  have 
had  ^rreat  difficulty  in  keeping  the  property  m  operat- 
ing order,  and  within  the  last  two  years,  owing  to  the 
faUure  of  so  many  roads  which  were  very  heavily  over- 
capitalized, it  has  been  extremely  difficult  to  procure 
new  capital  for  repairs  or  renewals  of  the  roads,  and 
many  have  had  to  go  through  the  hands  of  receivers. 
Others  have  been  reorganized,  and  by  careful  atten- 
tion  to   details   have    weathered   the   storm    and    have 
come  through  the  ordeal  with  greater  or  less  success. 
It  may  be  said,  however,  that  in  almost  all  cases  arbi- 
trary  arrangements   for  transfers   have   so   eaten   into 
the  earnings  that  it  is  no  longer  profitable  to  extend 
the  lines  or  to  build  new  ones  in  order  to  prevent  con- 
gestion of  traffic,  as  they  do  not  bring  an  adequate  in- 
come, although  adding  to  the  expense  of  operation. 

All  these  conditions  have  added  to  the  necessity 
for  valuations  and   in   a  great   many   cases   nowadays 
where  the  properties  have  to  be  re-organized,   either 
through  the  hands  of  receivers  or  otherwise,  a  valua- 
tion of  the  property,  both  tangible  and  intangilile,  will 
he  found  positively   necessary   in  order  that  the  new 
securities  may  have  a  proper  basis  of  issue.     For  in- 
stance,  the    Public    Service   Commission,    second    dis- 
trict of  New  York  State,  replied  to  om  application  for 
re-organization   tu   the   eft'ect    that   no   re-organization 
which  did  not  bear  some  relation  to  value  could  ever 
stand,  and  that  a  re-organization  in  which  the  present 
earnings  were   inadequate  t,.  pay  interest  on  the  ex- 
isting bonds  was  hardly  a  good  foundation  upon  which 
to  base  a  further  increase  of  securities. 

It  is  probable  that  the  most  notable  case  of  valu- 
ation of  anv  public  utilities  property,  and  the  earliest 
which  created  any  public  interest,  was  that  of  the  Chi- 
cago railways.  In  this  case,  the  city  had,  for  a  long 
time,  been  fighting  the  railways  for  increased  and  bet- 

1  Abstract  of  paper  read  before  Los  Angeles  Section  Ameri- 
oan  Institute  of  Electrical  Engineers,  Oct.  25,  1910. 


ter  facilities,  and  had  gone  sn  tar  as  to  declare  for 
municipal  ownership,  but  an  agreement  was  finally 
reached  after  many  years  ul  (luarreling,  whereby  tin- 
railways  agreed  to  go  into  company  with  the  city,  and 
a  valuation  of  all  the  physical  properties  of  the  cmii- 
pany,  together  with  the  unex])ired  franchises,  had  t<i 
be  made  as  a  starting  point  for  the  combination,  in 
order  to  form  a  basis  upon  which  securities  could  be 

issued. 

Since  that  time  many  valuations  have  been  made, 


notably  those  of  the  roads  in  New  York  City  and 
Brooklyn,  those  in  Toledo,  Cleveland  and  Detroit,  and 
in  all  cases  both  the  value  reproduced  new  and  the 
present,  or  depreciated  value,  have  had  to  be  deter- 
mined. 

It  mav  be  said  that  the  appraisal  of  the  physical 
or  intangible  property  is  ordinarily  made  for  one  of 
two  reasons;  viz.:  for  sale,  or  for  the  adjustment  of 
rates.  Where  the  valuation  of  the  property  is  made 
for  sale,  only  the  present,  or  depreciated  value,  can 
be  accepted,  and  it  is  a  comparatively  easy  though 
rather  tedious  matter  to  make  a  complete  inventory  of 
the  property  and  apply  present-day  prices  to  the  same. 
It  is  another  question,  however,  to  determine  the  de- 
preciation upon  the  property,  and  that  will  be  treated 
further  in  this  paper. 

As  regards  the  valuation  of  electric  lighting 
plants,  this  has  only  been  necessary  in  case  of  the 
properties  of  a  new  organization,  or  for  some  English 
svndicate  which  desired  to  know  the  value  of  the  equip- 
ment upon  which  they  were  taking  the  securities;  and, 
again,  for  rate  cases  where  prices  have  been  reduced 
arbitrarily  by  some  law  or  ordinance  and  the  compan- 
ies have  been  dissatisfied  with  this  reduction  and  have 
taken  the  matter  into  court. 

In  modern  times,  when  the  subject  of  a  new  rate 
is  brought  before  a  court,  about  the  first  question  asked 
is:  "\Ahat  property  have  you  upon  which  you  wish 
to  earn  a  dividend?"  and  the  court  pays  little,  if  any, 
attention  to  the  amount  of  capitalization  upon  this 
property;  it  therefore  becomes  necessary  for  the  com- 
pany to  determine  this  value,  both  for  the  tangible 
and  intangible  property. 

^lany  valuations  of  water-works  and  water-powers 
have  been  made  in  the  past,  until  the  methods  and  rul- 
ings have  become  quite  well  settled  as  to  most  points, 
so  that  in  the  older  States,  such  as  New  England  and 
New  York,  the  laws  covering  such  valuations  have 
become  more  or  less  stalile ;  the  points  have  been  de- 
termined and  technical  questions  no  longer  are  trou- 
blesome. 

.\t  the  last  session  of  Congress  the  question  of  ac- 
tual physical  values  of  railroads  was  taken  up,  and 
there  can  be  little  doubt  but  that  in  the  near  future 
the  determination  of  such  values  will  be  absolutely  re- 
quired in  order  that  the  new  laws  relating  to  the  issu- 
ance of  securities  for  railroads  may  have  a  proper 
basis ;  and  furthermore,  care  must  be  taken  to  show 
all  the  property,  both  tangible  and  intangible,  at  its 
proper  value.  I  can,  perhaps,  do  no  better  than  to 
(|uote  from  Mr.  Roosevelt's  speech  on  Decoration  Day, 
1007,  at  Indianapolis.     Mr.  Roosevelt  said: 

■■,\t  the   outset  let  it  be   understood   that  physical  valuation 
is   no   panacea ;   it  is   no   sufficient  measurement  of  a   rate ;   but 
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it  will  be  ultimately  needed  as  an  essential  instrument  in  ad- 
ministrative supervision.  *  *  *  Therefore  the  physical 
valuation  can  never  be  more  than  one  of  many  elements  to  be 
considered ;  but  it  is  one  element,  and  at  times  may  be  a  very 
important  element,  when  taken  in  connection  with  the  earning 
power  and  business  possibilities  in  reaching  an  estimate  on  the 
property  and  rights  of  a  corporation  as  a  going  concern. 

"The  effect  of  such  valuation  and  supervision  of  securities 
cannot  be  retroactive.  Existing  securities  should  be  tested  by 
the  laws  in  existence  at  the  time  of  their  issue.  This  nation 
would  not  more  injure  securities  which  have  become  an  im- 
portant part  of  the  national  wealth  than  it  would  consider  a  prop- 
osition to  repudiate  the  public  debt.  But  the  public  interest  re- 
quires guaranty  against  improper  multiplication  of  securities  in 
the  future." 

.\  true  valuation  must  not  only  show  the  market 
vahie  today  of  the  physical  or  tansfible  p^opert3^  but 
different  percentages  must  be  added  for  overhead 
charges,  such  as  contractors'  profit,  engineering  and 
superintendence,  organization  and  legal  expenses,  in- 
terest during  construction,  insurance  during  construc- 
tion, contingencies,  discount  on  bonds,  and  in  many 
cases,  a  percentage  must  be  added  for  working  capital. 
All  of  these  fin  some  cases  amounting  to  at  least  25 
per  cent),  must  be  added  to  the  actual  phj'sical  values 
in  order  to  make  a  correct  appraisal  of  the  tangible 
property  of  the  company. 

A  complete  appraisal.  cxchisi\  c  of  tin-  abo\e  over- 
head charges,  should  show  the  separate  total  \alues  fur 
the  following: 

(A)  Cost  to  reproduce  new. 

(R)  Present  value,  which  means  the  depreciated 
value. 

(C)  Physical  development  charges. 
The  above  values  mav  be  used  for  : 

(A)  Rate  making. 

(B)  Sale  and  transfer  of  ])r()pcrly. 

(C)  P.ond  issue. 

(D)  Total  capitalization. 

(E)  Establishing  a  uniform  system  of  account- 
ing. 

In  addition  to  these  it  may  at  times  be  necessarv 
to  make  an  additional  study  of  values  when  consider- 
ing improvements  and  extensions  needed  to  provide 
adequate  service. 

The  Cost  to  Reproduce  New. 

For  this  purpose  it  is  necessary  to  take  an  item- 
ized inventory  of  the  entire  tangible  propertv  and 
apply  to  each  class  a  unit  cost  which  shall  represent  the 
cost  of  labor  and  material  as  of  the  date  at  which  the 
inventory  is  taken.  Exceptions  should  be  made,  of 
course,  where  such  unit  costs  are  obviouslv  unfair,  due 
to^  unusual  market  conditions  or  to  difficulty  of  ob- 
taming  material  such  as  is  in  service,  but  which  is 
no  longer  manufactured  for  the  purpose.  For  instance, 
copper,  in  the  last  five  years  has  had  a  great  variation 
in  price,  ranging  from  i.-^  cents  to  27  cents  a  pound. 
In  the  case  of  electric  light  companies  where  extensions 
have  been  necessary  and  they  have  been  compelled 
to  purchase  copper  at  all  these  prices,  it  is  hardly  fair 
to  use  the  price  of  today,  which  may  be  low,  or  of  to- 
morrow, which  tnay  be  high,  in  determining  the  value 
of  the  commodity  which  does  not  depreciate  in  value  as 


a  metal.     In  such  cases  it  has  been  customary  to  take 
an  average  price  for  a  nuinber  of  years,  say  five. 

Each  item  of  the  inventory  should  be  considered 
as  reproduced  new  in  the  exact  form  found  and  the 
^-alue  of  the  new  material  of  like  kind  determined.  The 
unit  price  of  all  this  material  should  be  determined 
on  the  basis  of  a  sub-contract  in  order  that  the  con- 
tractor's profit  may  be  added  to  the  total.  This  profit 
will  ordinarily  be  ten  per  cent  on  all  items  of  a  con- 
struction nature,  but  usually  should  not  be  added  to 
equipment  items,  such  as  the  rolling  stock  in  railways, 
and  of  course  this  contractor's  profit  should  not  be 
added  to  physical  development  items.  .Another  per- 
centage should  be  added  to  cover  incidentals,  city 
inspection,  organization  and  engineering — though  this 
percentage  does  not  apply  ordinarily,  on  real  estate. 
A  percentage  of  this  sort  may  be  divided  into  three 
parts :  one-third  to  cover  incidentals,  contingencies,  in- 
complete inventories,  city  inspection,  etc.;  one-third 
to  cover  cost  of  taxes,  organization — such  as  gen- 
eral office  expense,  superintendence,  etc.,  and  another 
third  to  cover  cost  of  engineering. 

Present  Value. 

Present  \alue  is  determined  after  consideration 
of  the  scrap  \alue.  original  service  valtie.  obsolescence, 
inadequacy,  wear  and  tear,  deferred  maintenance  and 
remaining  service  value,  .\lmost  all  physical  prop- 
erty is  worth  something  as  scrap  and  this  value  can- 
not be  depreciated  ;  therefore,  in  determining  the  pres- 
ent value  of  any  property  it  is  necessary  to  deduct  the 
scrap  value  from  the  value  covering  reproduction 
of  new  in  order  to  detennine  that  portion  of  the  value 
which  is  to  be  depreciated.  The  scrap  value  is  merely 
a  fair  market  price  less  the  cost  of  turning  it  over  to 
the  purchaser.  The  original  service  value  will  be  equal 
to  the  difference  between  the  cost  to  reproduce  new 
and  the  scrap  value. 

Obsolescence  may  be  described  as  a  decrease  in 
value  due  to  change  in  the  art :  such  a  change  as  has 
taken  place  in  steam  plants  in  recent  years  due  to 
the  construction  of  the  steam  turbine,  which,  in  many 
cases,  has  compelled  the  abandonment  of  reciprocating 
engines  long  before  they  had  been  worn  out  or  be- 
come inadequate,  simply  to  save  the  difference  in  cost 
of  fuel  and  labor.  Obsolescence  can  be  applied  to 
overhead  wires  where  only  the  insulation  wears  out 
and  wires  can  be  added  to  from  time  to  time,  at  com- 
paratively low  cost.  They  must,  however,  be  put  upon 
the  basis  of  being  compelled,  in  the  near  future,  to  be 
placed  in  conduits  under  ground,  in  which  case  the 
o-\^erhead  wires  must  be  very  much  decreased  in  value, 
and  at  times  have  to  be  sold  for  mere  scrap.  This  is 
one  of  the  most  difficult  items  to  determine  in  connec- 
tion with  an  appraisal,  and  it  always  results  in  some 
.-irbitrary  rate  of  depreciation  being  set  by  the  engineer 
in  charge,  after  long  discussion  with  owners  of  the 
property  and  with  their  engineers.  The  application  of 
this  rate  to  the  elapsed  life  of  the  original  service  value 
last  mentioned  equals  the  deduction  to  be  made  for 
obsolescence,  ^^'here  there  are  parts  which  are  already 
obsolete,  of  course  onlv  salvage  values  should  be  al- 
lowed. 
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Inadequacy  applies  particularly  to  street  railways 
in  which  tracks  have  to  be  torn  up  and  sold  for  second 
hand  or  for  scrap  owing  to  the  fact  that  the  rails  are 
no  longer  heavy  enough  to  support  the  cars  which  have 
been  bought  to  replace  the  smaller  cars  which  are  no 
longer  adequate  and  for  which  the  public  loudly  de- 
mands a  substitution.  There  are  probably  few  things 
in  which  substitution  has  gone  on  more  rapidly  than 
it  has  in  the  street  railway  business ;  in  fact,  one  of 
the  items  calling  for  a  decision  by  the  Supreme  Court 
and  by  many  commissions  is,  what  value  shall  be  given 
to  e.xpenditures  for  property  which  has  entirely  dis- 
appeared. For  instance,  in  the  early  days  of  electric 
railroad  installation,  the  purchase  of  the  horse  rail- 
way meant  simply  the  purchase  of  the  right  to  build 
an  electric  line,  for  in  no  case  was  the  track  heavy 
enough  for  electric  cars,  nor  was  it  of  proper  con- 
struction ;  the  car  barns  were  only  good  for  storage 
of  a  few  empty  cars,  and  never  large  enough  for  the 
newly  developed  property.  The  horse  barns  were 
abandoned  or  used  for  storage  purposes  only,  and  the 
horses  were  sold  for  what  they  would  bring,  leaving 
nothing  but  the  right  of  way  in  the  street,  over  which 
rails  could  be  laid  by  the  new  company :  thus  at  a 
stroke,  the  value  of  the  first  property  disappeared. 
An  important  question  is:  "Should  \alue  be  given  to 
the  property  which  was  purchased  and  thrown  away, 
and  if  so,  what  amortization  of  that  property  should 
be  charged  off,  so  that  in  time,  after  proper  re-organiza- 
tion, the  stock  or  securities  issued  would  equal  only 
the  value  of  the  new  property  which  was  and  is  in  e.x- 
istence?" 

Wear  and  Tear  of  any  part  is  the  normal  deteriora- 
tion of  that  part  due  to  service,  the  action  of  the  ele- 
ments and  accidents.  This  must  be  offset  eventually 
by  the  regular  repairs.  A  depreciated  condition  of  the 
whole  property  will  always  exist  from  this  cause,  due 
to  the  fact  that  wear  and  tear  on  the  system  as  a  whole 
occurs  gradually  and  continuously,  and  will  be  offset 
gradually,  and  not  all  at  the  same  time.  It  is  obvious 
that  the  cost  of  renewals  and  repairs  should  be  charged 
to  operation.  The  amount  to  be  allowed  for  wear  and 
tear  can  be  arrived  at  upon  the  basis  of  a  percentage  of 
the  original  service  value  on  such  class  of  construc- 
tion, never  in  excess  of  fifty  per  cent,  but  it  must  be 
determined  in  each  case  by  the  ratio  which  the  average 
age  of  the  several  units  comprising  the  class  of  ma- 
terial in  question.  exclusi\e  of  replacements,  bears  tcj 
the  estimated  total  life  of  this  class  of  materials,  when 
subjected  to  wear  and  tear  only,  always  assuming  the 
highest  practicable  maintenance.  It  _may  be  assumed 
that  the  life  of  no  class  of  materials  will  exceed  one 
hundred  years.  This  rule,  of  course,  must  not  be  ap- 
plied to  individual  pieces  of  apparatus,  but  where  many 
such  pieces  exist  in  the  system,  this  so-called  fiftv  per 
cent  rule  may  be  applied  with  much  satisfaction. 

Deferred  maintenance  results  from  neglecting  all 
proper  and  regular  renewals  and  repairs,  and  is,  of 
course,  measured  by  the  expense  necessarv  to  offset 
such  neglect.  This  expense  should  be  charged  to  op- 
eration. The  estimated  cost  of  deferred  maintenance 
on  any  part  may  be  obtained  by  arriving  at  the  expen- 
ditures necessary  to  bring  that  part  up  to  good  serv- 
iceability. 


The  remaining  service  value  is  found  by  subtract- 
ing the  sum  of  obsolescence,  inadequacy,  wear  and  tear 
and  deferred  maintenance  from  the  original  service 
value,  and  the  present  value  of  the  property  is  then 
equal  to  the  scrap  value  plus  the  remaining  service 
value. 

Physical  Development  Charges:  In  the  production 
of  a  property  there  may  be  certain  expenditures  re- 
quired in  its  development  apart  from  those  clearly  evi- 
denced by  the  finished  property,  some  of  which  should 
be  wholly  included  in  the  cost  to  reproduce;  others 
should  be  partly  included,  and  still  others  should  not 
appear  at  all,  as  they  must  be  taken  care  of  previously 
by  amortization.  These  rules  of  expenditures  may  be 
described  as  follows : 

Class  A.  Items,  the  total  cost  of  which  should  be 
added  to  the  cost  to  reproduce  and  upon  which  a  defi- 
nite estimate  of  cost  can  be  made. 

Class  B.  Items  upon  which  only  an  approximate 
cost  can  be  determined,  or  in  regard  to  which  the  pro- 
priety of  their  addition  to  cost  to  reproduce  may  be 
questioned. 

Class  C.  lteni>  of  such  intangiiile  nature,  indeter- 
minate value,  improper  expenditure  or  .so  antiquated 
as  to  prevent  tlieir  addition  to  the  cost  to  reproduce. 

Now,  a  word  ujmn  the  going  value  or  good  will  of  a 
corporation. 

The  Maine  court  has  ruled  that  the  "going  con- 
cern" or  "established  business"  is  an  element  of  struc- 
ture value.  It  may  be  defined  as  the  cost  of  establish- 
ing, up  to  the  level  of  the  net  income  of  the  old  plant 
at  the  date  of  taking,  the  business  of  a  similar  new 
plant  (but  not  of  a  more  perfect  system  which  the 
city  might  build),  which  is  supposed  to  begin  opera- 
tion upon  the  date  of  the  taking,  the  old  plant  going 
out  of  business  at  the  same  moment.  Or,  to  put  the 
same  thing  in  another  way,  it  is  the  measure  of  the 
greater  value  (at  the  date  of  taking)  of  an  old  estab- 
lished plant,  over  a  similar  new  plant  completed  and 
ready  for  operation  upon  the  date  of  taking.  Or,  to 
put  the  same  thing  in  still  another  way,  it  is  the  meas- 
ure of  the  cost  of  developing  the  business  of  a  new 
plant  to  a  point  coincident  with  the  net  income  upon 
the  date  of  taking,  of  the  old  plant. 

With  the  exception  of  a  few  cases  which  recently 
have  been  passed  upon  by  the  ^^'isconsin  Commission, 
few  electric  light  or  electric  railway  cases  have 
been  decided  in  which  a  value  has  been  set  upon  the 
good  will  or  going  value.  It  is  obvious  that  the  going 
value  may  exist  even  after  the  franchise  has  expired,  if 
the  plant  continues  operation  and  continues  to  serve 
the  community.  This  value  was  recognized  by  Jus- 
tice Brewer  in  the  decision  of  the  Supreme  Court  of 
the  United  States  in  the  Kansas  City  Water  Works 
case.     The  following  is  the  language  used : 

"The  city  steps  into  possession  of  a  property  which 
not  only  has  the  ability  to  earn,  but  is  in  fact  earning. 
It  should  pay,  therefore,  not  merely  the  value  of  a 
system  which  might  be  made  to  earn,  but  that  of  a 
system  which  does  earn." 

It  is  seldom,  however,  that  any  two  or  more  indi- 
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viduals  agree  upon  the  method  of  determining  the 
going  value  or  good  will  of  a  concern  upon  which  an 
appraisal  has  been  made.  A  recent  compilation  of 
twenty  appraisals  shows  a  variation  in  the  value  of 
the  good  will  of  o  to  47  per  cent  of  the  value  of  the 
physical  property  of  the  plants.  In  fact,  in  an  impor- 
tant recent  appraisal,  of  the  five  leading  specialists 
making  the  appraisal,  no  two  agreed  ui)on  the  method 
of  computing  the  value  of  the  good  will. 

In  the  purchase  of  properties  of  various  com- 
panies by  English  syndicates,  their  method  for  deter- 
mining the  value  of  the  good  will  is  to  take  the  value 
of  the  net  earnings  of  the  corporation  under  consider- 
ation for  one,  two  or  three  years,  as  a  measure  of 
the  value  of  good  will.  A  greater  amount  than  the 
income  for  three  years  has,  in  some  cases,  been  taken : 
in  fact,  the  writer  knows  of  one  case  where  a  valua- 
ble business  was  purchased  and  where  five  years'  net 
income  was  taken  as  the  value  of  the  good  will. 

Reference  has  been  made  to  some  of  the  decisions 
of  the  Wisconsin  Railroad  Commission,  and  it  may  be 
well  to  quote  one  or  two  of  them  : 

In  the  Cashton  Light  &  Power  Co.  case :  "The  element  of 
"going  value"  createH  by  the  investments  made  in  developini; 
the  business  and  in  addition  to  the  cost  nf  the  physical  structure 
must  be  taken  into  consideration  in  lixing  vahie ;  although  the 
franchise  of  a  public  utility  operating  under  an  indeterminate 
permit  has  expired  upon  the  exercise  by  the  municipality  iif  its 
option  to  purchase,  the  plant  is  to  be  t.iken  over  .is  a  going  con- 
cern;  and  just  compensation  must  be  awarded  for  the  property 
taken  as  a  living  and  operating  entity,  engaged  in  serving  the 
pitblic,  and  not  as  a  mere  plant  without  patrons  and  without 
privilege  or  right  to  operate  and  to  serve  the  public  and  hav- 
ing but  a  salvage  value." 

Also,  in  the  Antigo  Water  and  the  Marinette  Telephone 
cp.ses:  "The  theory  of  the  Wisconsin  public  utilities  law  is  that 
rates  shall  be  reasonable  and  shall  be  not  greater  than  enough  to 
yield  a  fair  return  on  the  investment.  In  determining  the  in- 
vestment as  a  preliminary  process  to  the  fixing  of  rates,  the 
commission  had  to  deal  with  the  claims  of  large  "intangible" 
franchise  values  as  well  as  "going  values"  in  both  the  Antigo 
water  case  and  the  Marinette  telephone  case.  Regarding  the  for- 
mer, the  commission  holds  that  if  the  municipality  required  the 
payment  of  money  or  its  equivalent,  or  there  was  necessary  ligit- 
imate  payment  made  for  the  franchise,  then  the  sum  which  may 
be  reasonably  said  to  have  been  paid  for  the  franchise  may  be 
included  in  the  valuation,  the  same  as  money  necessarily  in- 
vested in  physical  property.  But  the  Commission  refuses  to 
consider  the  claims  of  some  experts  and  corporations  that  fran- 
chises for  which  no  money  was  paid  may  have  "intangible" 
values  which  should  be  considered  in  the  making  of  rates. 

"It  has  been  held  by  e.xperts  th;it  "going  value"  should  be 
allowed  as  so  much  per  customer,  or  as  a  percentage  of  the 
receipts,  and  some  have  considered  it  of  as  great,  if  not  greater, 
importance  than  the  physical  value  of  the  plant.  The  Commis- 
sion holds  that  the  actual  reasonably  wise  expenditure  of  money 
towards  getting  the  business  of  the  plant  established  may  be 
mcluded  in  the  value  to  be  allowed  for  the  purpose  of  fixing 
rates.  Since  no  plant  pays  at  the  outset,  and  the  first  years  of 
operation  are  almost  invariably  accompanied  by  losses  or  neces- 
sary deficits,  the  Commission  holds  that  such  losses  may  be  said 
to  represent  the  cost  of  securing  an  established  or  going  business, 
and  as  such  may  be  included  in  the  value  or  investment  upon 
which  the  rates  for  public  service  shall  be  fixed.  But  the  con- 
verse of  the  rule  also  holds,  that  is,  if  a  plant  has  in  the  past 
earned  more  than  a  reasonable  return,  possibly  through  the  tol- 
eration of  excessive  rates,  the  excess  over  reasonable  earnings 
may,  under  certain  conditions,  be  substracted  in  determining  the 


present  value  of  the  plant.  That  is,  a  "going  value"  may  be  neg- 
ative. In  the  case  of  the  Marinette  Telephone  Company,  for  ex- 
ample, the  Commission  found  upon  its  investigation  of  the 
financial  history  of  the  company  that  through  a  period  of  recent 
years  the  company  had  been  enjoying  a  sufficiently  high  rate  of 
return  to  write  off  the  early  deficits  in  so  far  as  such  deficits 
might  be  allowed  as  going  value." 

The  method  used  by  the  Wisconsin  Railroad  Com- 
mission in  determining  the  going  value  of  gas  and  elec- 
tric light  plant  in  the  case  of  the  State  Journal  Print- 
ing Co.,  et  al.  vs.  the  Madison  Gas  &  Electric  Co.,  was 
as  follows : 

Beginning  twelve  years  back;  to  the  then  earning 
value  of  the  company  was  added,  all  additions  to  de- 
preciable property,  the  increase  in  land  values,  depre- 
ciation at  four  per  cent  on  the  sinking  fund  basis, 
and  interest  at  seven  and  a  half  per  cent  on  the  value; 
net  earnings  from  operation  for  that  year,  giving  a  new 
value  which  was  used  as  the  earning  value  for  the  suc- 
ceeding year.  This  process  was  carried  on  each  year 
for  twelve  years,  adding  all  the  items  mentioned  above 
and  subtracting  the  net  income  at  the  end  of  each 
year,  thus  arriving  finally  at  a  much  increased  value, 
which  was  called  by  the  Commission  the  earning  value 
of  the  plant  at  the  end  of  the  time  for  which  the  com- 
jiiitation    was  made. 

The  writer  has  not  as  yet  gone  into  the  merits 
of  this  method,  but  all  of  the  decisions  of  the  Wiscon- 
sin Railroad  Commission  have  been  so  fair  as  to  re- 
ceive the  commendation  of  all  parties  concerned  in 
them,  and  the  commendation  of  engineers  and  apprais- 
ers in  general ;  in  fact  it  may  be  said  that  the  decisions 
of  this  Commission  have  received  more  public  com- 
mendation than  those  of  any  other  Commission  of 
recent  years. 

Franchise  Values. 

This  is  one  of  the  most  troublesome  questions 
that  comes  before  the  appraiser  and  the  values  have 
been  determined  in  a  number  of  different  ways.  Perhaps 
that  made  use  of  by  the  Ford  Franchise  Commission 
in  New  York  State  has  been  carried  the  farthest.  In 
this  case  an  appraisal  is  made  of  the  physical  property 
of  the  company  and  to  this  is  added  the  capitalization 
of  the  net  earnings  of  the  company,  such  capitalization 
being  made  at  2,  3,  4  and  5  per  cent,  according  to  the 
class  of  the  city;  this  total  is  then  called  the  assessed 
value  of  the  franchise  which  is  taxed,  and  it  is  this 
method  which  has  been  fought  so  long  and  hard  by 
all  public  utilities  corporations  in  New  York  State, 
and  which  has,  in  every  case,  been  sustained  by  the 
courts,  clear  up  to  and  including  the  Supreme  Court 
of  the  United  States,  and  the  companies  have  had  to 
compromise  or  pay  according  to  this  assessment. 
This,  perhaps,  is  the  best  evidence  existing  to  show 
a  method  of  valuing  a   franchise. 

Another  method — that  used  in  appraising  the 
value  of  the  franchises  of  the  Chicago  street  railways — 
is  to  deduct  from  the  gross  receipts  the  usual  operating 
expenses,  including  taxes,  maintenance  and  renewals, 
which  leaves  the  net  receipts  from  operation ;  from 
this  net  is  deducted  interest  at  the  current  rate — say 
five  or  six  per  cent,  which  must  include  brokerage — 
on  the  capital :  the  remainder  will  represent  the  fran- 
chise value  for  one  year.  This  value  can  be  deter- 
mined  for  a   term   of  yeais  by  obtaining  the  present 
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ing  into  account  an  estimated  rate  of  increase  of  busi- 
ness. 

Depreciation. 

I  shall  begin  this  subject  by  quoting  from  two  au- 
thorities ;  one  the  Supreme  Court  of  the  United  States, 
and  the  other  Professor  Cooley.  of  the  University  of 
Michigan.  The  Supreme  Court  of  the  United  States, 
in  a  decision  rendered  in  the  Kno.xville  water  case, 
has  the  following  to  say  : 

"A  water  plant,  with  all  its  additions,  begins  to  depreciate 
in  value  'froin  the  moment  of  its  use.  Before  coming  to  the 
question  of  profits  at  all  the  company  is  entitled  to  earn  a  suffi- 
cient sum  annually  to  provide  not  only  for  current  repairs,  but 
for  making  good  the  depreciation  and  replacing  the  parts  of 
the  property  when  they  come  to  the  end  of  their  life.  The  com- 
pany is  not  bound  to  see  its  property  gradually  waste  without 
making  provision  out  of  earnings  for  its  replacement.  It  is  en- 
titled to  see  that  from  earnings  the  value  of  the  property  in- 
vested is  kept  unimpaired  so  that  at  the  end  of  any  given  term 
of  years  the  original  investment  remains  as  it  was  at  the  be- 
ginning. It  is  not  only  the  right  of  the  company  to  make  such 
a  provision,  but  it  is  its  duty  to  its  bond  and  stockholders,  and, 
ii  the  case  of  a  public-service  corporation  at  least,  its  plain 
duty  to  the  public.  If  a  diflfcrent  course  were  pursued  the  only 
method  of  providing  for  replacement  of  property  which  has 
ceased  to  be  useful  would  be  the  investment  of  new  capital 
and  the  issue  of  new  bonds  or  stocks.  This  course  would  lead 
ti'  a  constantly  increasing  variance  between  present  value  and 
bond  and  stock  capitalization,  a  tendency  which  would  inev- 
it.ably  lead  to  disaster  either  to  the  stockholders  or  to  the  pub 
lie,  or  both.  If,  however,  a  company  fails  to  perform  this  plain 
duty  and  to  exact  sufficient  returns  to  keep  the  investment  un- 
impaired, whether  this  is  the  result  of  unwarranted  dividends 
upon  over-issues  of  securities,  or  of  omission  to  exact  prices 
for  the  output,  the  fault  is  its  own.  When,  tlierefore.  a  public 
regulation  of  its  prices  comes  under  queslion  the  true  value  of 
the  property  then  employed  for  the  purpose  of  earning  a  return 
cannot  be  enhanced  by  a  consideration  of  the  errors  of  man- 
agement  which  have  been  committed  in  the  past." 

The  elements  of  depreciation  are  admirably  stated 
by  Professor  Cooley,  as  follows: 

"1.  Depreciation  Due  to  Wear  and  Tear  and  Exposure  to 
the  Elements. — This  is  continuous.  .-Ml  elements  have  a  wearing 
life  varying  with  the  element  itself.  No  element  can  be  com- 
pletely worn  out ;  it  can  be  worn  only  to  a  point  below  which 
it  becomes  unsafe  or  no  longer  serves  its  original  function.  In 
practice  the  average  condition  of  all  elements  must  be  maintained 
at  a  high  percentage  of  the  original  cost  if  the  property  is  to 
serve  its  purpose  properly.  This  percentage  varies  from  75  per 
cent  to  85  per  cent  of  the  cost  now  of  the  property.  The  differ- 
ence between  this  percentage  of  from  75  to  85  and  the  original 
100  is  a  depreciation  which  is  inherent  in  the  property  and 
cannot  be  dispensed  with.  It  must  be  met  by  «  sinking  fund,  or 
its  equivalent,  otherwise  this  part  of  the  original  investment 
becomes  lost. 

"2.  Depreciation  due  to  .Accidents,  a  Sudden  Depreciation. — 
An  engine  or  a  lioiler  may  be  wrecked  and  with  it  other  machin- 
ery. This  might,  and  probably  would,  involve  a  considerable 
expense  for  repairs  or  replacement,  besides  possibly  crippling 
the  plant  in  part.  Cars  may  collide  or  a  car  may  drop  through  a 
bridge.  A  bridge  itself  may  fall  or  be  carried  away  by  floods. 
A  storm,  as  a  cyclone,  may  work  havoc,  entailing  costs  in  ex- 
cess of  those  proper  to  be  charged  to  ordinary  maintenance  of 
property. 

"3.  Depreciation  Due  to  Inadequacy. — Cars  suit.able  in  the 
past  had   already   been   superseded   severa'   times  by   larger  and 


better  cars.  This  has  rendered  the  track,  structure  and  bridges 
inadequate,  and  as  more  power  is  required  to  propel  the  larger 
cars,  the  power  plants  have  become  inadequate.  The  public  de- 
mand is  largely  responsible  for  this  depreciation  due  to  inad- 
equacy. 

"4.  Depreciation  Due  to  Obsolescence. — This,  while  closely 
allied  to  the  depreciation  due  to  inadequacy,  is  different  in  that  it 
embraces  changes  due  to  advance  in  the  art.  More  efficient 
and  effective  machinery  has  appeared,  which  must  be  substituted 
for  the  old  to  keep  abreast  of  the  times.  For  example,  in 
steam  engine  practice  the  turbine  has  come  into  general  use  dur- 
ing the  past  five  years  and  the  art  of  steam  turbines  is  at  the  be- 
ginning. Generators  adapted  to  piston  engine  practice  are  not 
adapted  to  steam  turbine  practice  and  must  also  be  changed. 
Boilers  adapted  to  piston  engine  practice  must  be  replaced  to 
carry  the  higher  pressure  required.  Condensers  must  also  be 
changed  to  secure  the  better  vacuum  required  to  realize  the 
full  advantage  of  the  steam  turbine.  Owing  to  the  rapid  disap- 
pearance of  coal  beds,  the  price  of  fuel  must  advance,  and  this 
presumably  will,  before  many  years,  force  the  adoption  of  the  ' 
gas-producer  and  the  producer-gas  engine.  Water-powers  are 
wisely  being  developed,  but  to  utilize  them  requires  the  scrap- 
ping of  large  parts  of  the  machinery  in  use  at  present." 

In  few  cases  do  the  parties  in  interest  agree  upon 
the  amount  or  rate  of  depreciation  to  be  charged  upon 
dififerent  portions  of  property ;  in  fact,  in  any  group 
of  engineers  who  are  asked  to  set  rates  of  depreciation 
upon  various  items  or  classes  of  items,  it  will  be  found 
that  scarcely  two  of  them  will,  in  the  same  case,  set 
the  same  rates  of  depreciation,  and  this  can  hardly  be 
wondered  at  for  the  reason -that  circumstances  enter 
so  largely,  for  instance:  Steam  engines  which,  in  the 
past,  have  lasted  25  to  30  or  40  years,  are  now  cast  out, 
owing  to  the  invention  of  the  steam  turbine.  Build- 
ings which,  under  ordinary  circumstances  will  easily 
last  one  hundred  years,  and  for  any  ordinary  purposes 
would  last  that  length  of  time,  become  inadequate  for 
firdinary  business,  and  have  to  be  re])laced  in  15  or  20 
years  by  new  and  larger  btiildings  of  more  modern 
construction. 

Going  a  little  way  from  our  subject  and  applying 
this  to  large  buildings  in  Xew  York  City,  the  instance  of 
the  Plaza  Hotel  is  perhaps  one  of  the  best  in  which  a 
first  class,  modern  hotel,  of  large  size  and  splendid 
equipment,  located  at  the  corner  of  Fifty-ninth  street 
and  Fifth  avenue,  was  torn  down  and  replaced  by  a 
inuch  larger  and  modern  building,  after  a  life  of  only 
I S  or  20  years,  because  it  was  found  that  the  new  struc- 
ture would  not  only  pay  the  interest  on  its  own  cost 
and  the  increased  cost  of  the  ground,  but  upon  the  cost 
of  the  purchase  of  the  old  building  itself.  Many  other 
instances  can  be  given  of  this,  and  yet,  how  would  the 
rate  of  depreciation  have  been  determined  upon  this 
very  building  ten  }-ears  ago? 

Coming  back  nearer  to  our  i^wn  subject,  the  depre- 
ciation upon  overhead  c(.ipper  wires  will  demand  serious 
consideration  in  almost  all  of  the  larger  communities, 
for  the  reason  that  as  the  city  progresses,  and  de- 
mands more  and  better  service,  it  also  demands  that 
the  wires  in  congested  districts  be  placed  under- 
ground. These  wires  may  have  only  been  in  place  for 
ten  or  fifteen  years  although  it  is  well  known  that  cop- 
per itself  will  last  for  indefinite  periods,  and  only  the 
insulation  deteriorates. 

The  old  style  arc  lamps,  which  were  good  enough 
fifteen  years  ago  have,  in  the  last  ten  years,  been  en- 
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tirely  superseded  by  the  modern  enclosed  arc,  which 
is  now  being  superseded  by  the  magnetite  type  of 
lamp. 

In  the  case  of  transformers,  ten  or  fifteen  years 
ago  only  the  smaller  types  were  in  evidence,  while  to- 
day the  large  sizes  are  more  frecjuently  put  into  use. 
and  whole  districts  are  lighted  from  centers  of  distri- 
bution, rather  than  from  individual  transformers. 
What  rate  of  depreciation  is  to  be  put  upon  the  value 
of  transformers  of  the  smaller  and  older  types  .■* 

There  are  several  methods  of  applying  rates  of  de- 
preciation : 

(A)  The  Straight  Line  Method. 

(B)  The  Sinking  Fund  Alethod. 

(C)  The  method  of  a  flat  percentage  chargeal;)le 
each  year  against  the  value  of  the  plant. 

The  first,  or  straight  line  method,  is  merely  the 
charging  ofif  each  year  of  a  certain  stated  amount, 
which  is  the  proportion  of  first  cost,  determined  by  the 
vears  of  life  arbitrarily  set  upon  that  part  of  the  plant, 
against  which  the  depreciation  is  charged. 

The  second,  or  sinking  fund  method,  is  the  setting 
aside,  at  interest,  an  amount  which,  at  the  end  of  the 
term  of  life  set  upon  the  plant,  will  ec|ual  the  total 
value  of  that  part  of  the  plant  depreciated. 

The  third  method  is  to  charge  against  the  \alue 
of  the  plant  at  the  end  of  the  year  a  certain  ])erccnt- 
age,  which  has  been  settled  upon  by  the  owners,  and 
which  can  be  charged  for  many  years  without  reducing 
the  value  of  the  plant  to  zero. 


EXCHANGE    OF    NEW    BUSINESS    IDEAS. 

There  is  now  in  active  operation  from  coast  to 
coast,  a  thoroughly  working  exchange  system  of  ad- 
vertising and  publicity  between  the  large  electric  com- 
panies of  the  United  States  and  Canada.  This  ex- 
change was  brought  into  being  about  the  first  of  the 
year  through  the  efforts  of  Mr.  F.  D.  Beardslee,  com- 
mercial engineer  for  the  United  Electric  I-ight  & 
Power  Company  of  St.  Louis.  Mo. 

Mr.  Beardslee"s  idea  is  to  put  some  twenty  or  more 
of  the  largest  central  stations  of  the  continent  in  au- 
tomatic communication  with  each  other  in  regard 
tc  the  publicity  campaigns  which  'ihey  are  carrying 
on  in  their  respective  territories. 

The  list  at  present  includes  fourteen  of  the  largest 
companies.  Its  working,  as  arranged  by  Mr.  Beards- 
lee, is  as  follows  :  The  man  in  charge  of  the  advertis- 
ing of  the  company  mails  a  duplicate  copy  of  every 
new  piece  of  publicity,  including  all  new  advertising 
matter  used  by  him  in  newspapers,  magazines,  pamph- 
lets, novelties  and  follow-up  letters,  to  each  of  the 
other  members  of  the  exchange.  In  this  way  each 
company  has  the  benefit  of  e\ery  idea  originated  b}- 
every  other  company  in  the  exchange.  The  system  is 
working  successfully  and  that  it  will  probably  grow 
to  include  many  more  members.  .\t  present  those  wh<i 
represent  the  fnnrteen  Cduiiianics  in  the  exchange  li-^r 
lire  : 

Mr.  1-..  W.  Llciyd,  general  cimiract  agent.  Com- 
immwealth  Edison  Ci...  Chicago.  111.:  Mr.  Howard  K. 
Mohr.  advertising  manager,  Philadelphia  Electric  Co.. 
Philadelphia.  Pa.;  :\lr.  T.  I.   [ones,  general  sales  agent. 


Edison  Electric  Illuminating  Co.,  Brooklyn,  \.  Y. ; 
Mr.  L.  D.  Gibbs,  advertising  manager,  Edison  Elec- 
tric Illuminating  Co.,  Boston.  J\lass. ;  Mr.  Jos.  P.  Mac- 
Sweeney,  assistant  commercial  agent,  Rochester  Rail- 
way &  Light  Co.,  Rochester.  N.  Y. :  Mr.  C.  H.  Peirson, 
advertising  agent.  Southern  California  Edison  Co.,  Los 
Angeles,  Cal. ;  Mr.  John  O'TooIe.  publicity  department, 
Public  Service  Corporation  of  .\ew  Jersey,  Newark, 
N.  J.;  Mr.  J.  E.  McKirdy.  advertising  manager.  The 
.-Xlleghan}-  County  Light  Co.,  Pittsburg,  Pa.;  Mr.  C.  N. 
Duffy,  general  sales  agent.  Milwaukee  Electric  Rail- 
way &  Light  Co.,  Milwaukee:  Mr.  M.  J.  Connely,  ad- 
vertising manager,  Denver  Gas  &  Electric  Co.,  Colo. ; 
Mr.  B.  C.  McNabb.  New  Business  Dept.,  Montreal 
Light,  Heat  &  Power  Co..  Montreal.  Canada;  Mr.  H. 
J.  Gille,  commercial  agent.  Minneapolis  General  Elec- 
tric Co.,  Minneapolis.  Minn. :  Mr.  George  Williams, 
care  Messrs.  Henry  L.  Doherty  &  Co.,  6o  W^all  street. 
New  York  City ;  Mr.  F.  D.  Beardslee,  commercial  en- 
gineer. Union  Light  &  Power  Co..  Twelfth  and  Locust 
streets,  St.  Louis,  Mo. 


ORGANIZATION    AND    DISCIPLINE." 

I  will  try  to  gi\-e  y(.)U  an  outline  of  the  general 
)>rinciples  of  organization  and  discijdine.  together  with 
some  notions  as  to  detailed  methods  of  handling  men. 
Let  me  begin  by  drawing  a  parallel  between  the  de\el- 
opment  and  handling  of  an  (organization  and  the  de- 
sign and  operation  of  a  steam  engine. 

In  the  case  of  the  engine,  the  designer  who  made 
the  plans  would  provide  a  cylinder  and  piston  rod  and 
cross-head  and  a  connecting  rod  and  crank.  He  would 
select  the  material  for  each  with  an  eye  to  its  special 
qualities,  and  would  give  each  part  dimensions  propor- 
tionate to  the  demands  to  be  made  uprm  it.  He  would 
also  give  each  part  special  functions,  and  would  de- 
fine in  his  own  mind,  down  to  the  smallest  detail,  the 
duty  that  each  should  perform  in  the  operation  of  the 
engine  as  a  whole.  He  would  ne\er  throw  a  tangle 
of  material  together,  and  turn  steam  into  it.  in  the 
hope  that  it  would  grow  into  an  engine. 

And  when  the  engine  was  completed  and  tiu-ned 
over  to  the  engineer  to  run,  (this  in  my  parallel,  repre- 
senting the  change  from  the  development  to  the  rou- 
tine handling  of  an  organization),  the  engineer  would 
not  say,  if  a  bearing  began  to  squeak  and  grow  hot, 
"Good  bearings  do  not  squeak."  for  he  would  know 
that  it  was  the  nature  of  bearings  to  squeak,  but 
would  set  to  work  at  once  with  wrench  and  oil  can 
until  things  ran  smoothly  again.  He  would  know,  too. 
that  the  more  power  the  engine  was  developing,  and 
the  harder  piston  rod  pushed  against  cross-head,  and 
cross-head  against  connecting  rod,  and  connecting 
rod  against  crank,  the  more  chance  there  would  be  foi- 
friction.  But  he  would  not.  for  that  reason,  shut  off 
steam.  He  would  realize  that  if  quiet  and  rest  were 
all  that  were  wanted,  a  turn  of  the  throttle  w<iuld  se- 
cure that. 

And  if.  in  some  way.  the  pi--lon  rod  should  begin 
to  grow,  and  should  say.  ])erhaps.  that  the  connectin.t; 
rod  was  weak  and  that  it  wi>uld  lie  l)etter  for  the  piston 


1  .\bstract    of    paper    read    s.t    tlie    University    of    Wisconsin. 
Matiison.   Wiscon.«in.   and   printed    in    tiie   Wisconsin    Engineer. 


182 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.  S 


rod  to  lake  liultl  of  the  crank  directly,  the  engineer 
would  not  say,  "\'ery  well,  fight  it  out."  He  would 
know  that  that  would  probably  result  in  injuring  or 
wrecking  the  machine.  As  a  sensible  engineer,  he 
would  say,  more  probably,  "\'ery  well,  that  may  be  so, 
but  the  designer  and  I  will  have  to  consider  the  ques- 
tion before  any  change  is  made.  In  the  meantime,  re- 
member that  you  are  still  only  the  jsiston  rod."  .\nd 
if  the  piston  rod  did  not  take  the  hint,  he  would  find 
a  new  piston  rod  that  believed  in  organization,  and 
that  he  could  safely  trust  alone  with  the  rest  of  the 
machine.  He  would  do  this  even  if  he  believed  that 
the  connecting  rod  was  weak  and  was  not  reqmred 
in  the  engine. 

Leaving  this  parallel  as  it  stands,  let  me  next 
state  briefly  certain  fundamental  ])rinciples  of  organ- 
ization and  discipline. 

These  are : 

1.  Each  position  in  an  organization  should  have 
a.^signed  to  it  definite  responsibilities  and  definite  au- 
thority. These  may,  and,  in  most  cases,  should  be  re- 
duced to  writing. 

2.  .Active  responsibility  should  always  be  coupled 
with  corresponding  authority. 

3.  No  change  should  be  made  in  the  scope  or  re- 
sponsibilities of  a  position  without  a  definite  untler- 
standing  to  that  effect  on  the  part  of  all  ])ersons  con- 
cerned. 

4.  No  dispute  as  to  the  authority  or  responsibili- 
ties of  a  position  should  be  considered  too  trivial  for 
careful  adjudication.  The  knowledge  tliat  this  adjudi- 
cation can  always  be  obtained  will  tend  to  reduce  fric- 
tion and  to  promote  amicable  adjustments  of  difii'er- 
ences. 

5.  An  official  in  charge  of  any  work,  whether 
competent  or  incompetent,  must  insist  upon  his  decis- 
ions as  to  methods  of  handling  work  being  respected 
and  followed  out  by  his  subordinates.  A  good  man 
will  give  all  possible  weight  to  the  opinions  of  his  sub- 
ordinates and.  as  he  gains  confidence  in  their  judg- 
ment, will  leave  many  points  entirely  to  their  decis- 
ion. He  will  thus  retain  good  men  in  his  service.  A 
poor  man.  on  the  other  hanil,  will  ilecide  arbitrarily 
and  will  not  delegate  definite  responsiloility  to  his  sub- 
ordinates. He  will,  therefore,  be  unable  to  retain  good 
men    in    such    positions. 

().  The  work  should  create  the  position  rather 
than  the  reverse.  When  questions  of  personnel  make 
arbitrary  di\-isions  of  responsibility  necessary,  unusual 
care  must  be  taken  accurately  to  define  the  limits  of 
authority. 

7.  A  sure  appeal  to  men  for  extra  exertion  can 
only  l)e  made  on  the  basis  of  their  self-interest.  To 
this  end  the  organization  shcudd  make  full  ])ro\ision 
for  filling,  from  its  own  ranks,  an_\'  vacancies  that  may 
occur.  The  security  of  position  which  a  good  organ- 
ization gives  to  its  officials  makes  them  ready  and  will- 
ing to  gi\'e  their  subordinates  full  information  of  a 
kind  to  fit  them   for  advancement. 

Appeals  to  the  loyalty  of  suliordinates  to  su])eriors, 
or  Id  "stockholders."  will  -oon  ])ro\e  futile  if  ,'u'com- 
pameij  liy  no  prospects  of  ail\  ancemeiil  ■  ir  increased 
remuneration. 

8.  The  most  certain  guarantee  of  a  loyal  and  en- 


thusiastic working  force  is  the  adoption  of  a  definite 
and  logical  policy,  consistently  carried  out.  The  op- 
portunist may  occasionally  achieve  success  for  himself 
but  he  acquires  few  followers. 

The  principles  that  I  have  just  enumerated  apply 
equally  well  to  all  organizations  without  regard  to 
the  nature  of  the  work  involved,  whether  this  be  the 
making  of  steel  rails,  the  selling  of  groceries,  or  the 
maintenance  and  operation  of  telephones.  When, 
however,  we  come  to  study  the  characteristics  of  par- 
ticular organizations  we  find  that,  in  addition  to  these 
general  principles,  there  are  many  other  special  factors 
to  be  considered.  Among  these  might  be  named  the 
geographical  distribution  of  the  working  forces,  the 
possibility  of  minute  subdivision  and  specialization 
of  the  fundamental  work  of  the  organization,  the  pres- 
ence or  absence  of  broad  natural  lines  of  cleavage  ex- 
tending throughout  the  work  of  the  organization,  the 
character  and  extent  of  facilities  for  transportation 
and  communication,  the  necessity  or  absence  of  neces- 
sity for  local  one-man  authority,  etc. 

Leaving  now  the  broader  problems  of  organiza- 
tion, I  will  try  to  give  you  a  few  points  as  to  detailed 
methods  of  handling  men. 

In  the  first  place  you  have  all  heard  of  the  old 
recipe  for  cooking  a  rabbit,  in  which  it  is  specified  that 
you  must  first  catch  your  rabbit.  So  in  handling  men 
you  must  first  learn  to  hire  them. 

Now  I  firmly  believe  that  experimental  psychol- 
ogy in  time  will  develop  to  a  point  where  it  will  be 
of  definite  value  in  selecting  men  for  particular  lines 
of  w-ork,  and  incidentally  in  determining  courses  of 
school  and  college  instruction  for  individual  students, 
but  during  your  time  as  executives  it  will,  I  imagine, 
I'e  necessary  as  today,  to  rely  for  such  purposes  largely 
upon  the  cruder  psychological  processes  of  personal 
judgment. 

In  ni\-  own  selection  of  men,  I  first  consider  the 
work  I  have  in  mind  and,  if  possible,  choose  a  man 
who,  while  specially  qualified  for  the  particular  work  in 
view,  is  of  so  well  balanced  a  make-up  that  he  can, 
it  necessarv.  be  shifted  to  other  work.  This  is  impor- 
tant e\en  in  large  organizations,  and  is  doulily  impor- 
tant where  only  a  few  men  are  employed. 

In  the  second  place,  I  am  as  careful  not  to  pick 
too  intelligent  a  man  for  a  job  as  I  am  to  secure  a 
man  that  is  intelligent  enough,  and,  in  determining 
this  point,  it  is  necessary,  particularly  in  hiring  young 
and  ambitious  men,  to  know  with  a  fair  degree  of 
accuracy  what,  and  how  many,  lines  of  advancement 
are  open  in  the  organization.  As  a  general  rule,  the 
men  you  employ  will  have  a  rather  fair  minded  view 
of  their  own  capabilities,  and  of  what  is  a  proper  rate 
of  ad\'ancement,  and  you  will  secure  Ijest  results  by 
having  neither  a  sur]ilus  nor  a  deficit  of  talent.  I  some- 
times think  that  it  is  I)Ctter.  on  the  whole,  occasicin- 
all}-  to  be  forced  to  ad\'ance  a  man  to  a  pc'sition  a  lit- 
tle Ijeyond  his  natural  capacity,  than  regularly  to  ha\c 
an  excess  of  highly  intelligent  men  working  in  low 
grade  ]>ositii  ms. 

-\n(I  finally  I  ni-\er,  when  1  can  a\diil  il,  rcl\  en- 
t;rely  u|)on  my  own  judgment  cither  in  hiring 
or  in  [)romoting  a  man.  I  have  found,  and  you 
will    find,    that    every    man,    consciously    or     uncon- 
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sciously,  nicasurt's  his  intelligence  against  the  in- 
telligence of  thiiM'  with  wlinni  he  is  tlinnvn  in 
contact,  and  lie  does  not  do  this  fairly,  [loinl  liy 
point,  but  chooses  his  own  strongest  points  as  the 
basis  of  comparison.  This  principle  is  exactly  the 
same  as  in  trials  of  muscular  strength,  where  the 
one  proposing  a  test  selects  always  some  trick  in  which 
he  is  particularly  skillful.  So,  in  selecting  an  employe, 
I  have  him  judged,  whene\er  I  can.  by  a  number  of 
persons  of  known  and  varied  mental  characteristics, 
and  from  their  combined  opiniijns  find  it  possible,  in 
the  majority  of  cases,  to  make  up  a  very  accurate 
analysis  of  the  man  under  consideration. 

The  determination  of  mental  characteristics  is, 
however,  only  a  part  of  the  proposition.  I  am  inclined 
tr.  think  that  my  first  instinctive  measure  of  a  man  is 
leased  u])on  his  appearance  of  health  or  ill  health,  ami 
that  I  make  judgment  next  for  general  normality  or 
abnormality  of  makeup,  and  finally  look  for  facial 
and  other  outward  signs  of  perseverance  and  good  tem- 
pered firmness,  which  are  positive  qualities  and  signs 
of  strength,  as  distinguished  from  obstinacy  which 
is  a  [jurely  negative  quality  and  a  sign  of  weakness. 
And.  unless  an  applicant  measures  up  satisfactorily  as 
to  the  points  I  have  mentioned,  I  do  not  concern  my- 
self at  all  with  the  absolute  degree  of  his  intelligence. 

With  the  proper  man  hired  for  a  job  and  with 
the  jols  properly  laid  out,  two-thirds  of  the  work  is 
done,  and  the  balance  is  simply  a  question  of  proper 
handling  and  discipline. 

I  specified  near  the  beginning  of  this  talk  certain 
general  principles  for  the  handling  of  an  organization 
and  will  supplement  those  principles  now  by  describ- 
ing more  detailed  and  more  personal  methods  of  secur- 
ing results. 

To  start  with,  there  are  as  many  kinds  of  men  as 
there  are  of  horses  and,  just  as  diiTerent  horses  require 
different  handling,  so  the  skillful  driver  of  men  will 
vary  his  touch  for  each  individual.  However,  in  all 
cases,  you  can  make  no  mistake  by  keeping  the  per- 
sonal interests  of  your  subordinates  in  mind  fully  as 
much  as  your  own,  and,  when  you  find  your  interests 
in  conflict  with  the  I)est  interests  of  an  employe,  you 
will  do  well  in  the  majority  of  instances  to  give  pre- 
cedence to  his  interests,  and  to  secure  your  returns 
in  the  long  run  from  the  loyalty  to  you  on  the  part  of 
your  subordinates  that  will  follow  the  consistent  car- 
rying out  of  this  policy.  You  must  also  treat  your  o\\  n 
authority  as  a  thing  so  well  established  that  you  can 
afford  to  ignore  minor  breaches  of  discipline  and  to 
bear  patiently  with  the  augumentative  man.  Yet.  on 
the  other  hand,  when  the  time  comes  that  the  needs  of 
your  work  call  for  definite  and  decisive  action,  and  you 
have  given  all  possible  consideration  to  the  suggestions 
and  opinions  of  your  subordinates,  you  must  be  pre- 
pared to  enforce  your  decisions  to  the  letter  and  with- 
out mercy  to  the  obstruction.  In  such  cases  do  not 
make  the  mistake  of  saying  that  you  personally  re- 
quire certain  things  to  be  done,  but  say,  rather,  thai 
the  work  requires  certain  action  and  that  you,  as  the 
appointed  agent  of  the  work,  will  fire  every  last  man 
on  the  job  if  necessary  to  get  results.  And  in  all 
your  talk  with  your  subordinates  speak  everlastingly 
of  what  the  work  requires  and  scarcely  at  all  of  what 
you  personally  desire. 


In  dealing  with  intelligent  and  sensitive  men  you 
must  be  an  allopath  in  eiiconragement,  instruction  and 
judicious  praise,  and  a  homeo])ath  in  criticism.  With 
unintelligent  and  shiftless  employes,  on  the  other 
hand,  you  must  combine  with  these  a  wholesome  fear 
of  consequences,  while  to  both  types  of  workers  vou 
can  apply,  perhaps  better  than  anything  else,  the  stim- 
ulus of  comparative  figures  as  to  results. 

Xow  what  I  have  told  you  may  seem  cold  blooded 
and  brutal,  and  it  would  be  so,  except  for  the  fact  that, 
when  you  have  once  demonstrated  your  entire  wil- 
lingness to  perform  a  surgical  operation  on  a  crowd,  if 
required  for  the  cure  of  diseases  of  discipline,  you  will 
find  that  they  will  respond  promptly  to  milder  reme- 
dies. .\nd,  when  you  have  brought  this  condition 
about  and  have  tuneil  your  organization  up  to  con- 
cert pitch,  you  will  be  in  the  fortunate  position  where 
before  removing  a  man,  you  can  safely  wait  until  his 
own  associates  are  firmly  convinced  of  his  unfitness. 
I'^urthermore,  by  the  judicious  use  of  pace  makers 
and  comparati\e  figures,  you  can  readily  develop  a 
speed  that  will  cause  the  majority  of  the  unfit  among 
your  forces  to  drop  out  of  their  own  accord  into  posi- 
tions more  nearly  suited  to  their  natural  capacity. 

I  ha\e  told  you  now  something  of  business  organ- 
ization and  something  of  the  ways  in  which  men  may 
be  handled,  but  I  have  said  nothing  of  what,  to  vou 
as  individuals,  is  a  greater  probleiu — the  problem  of 
self-development  and  self-handling.  The  average  uni- 
versity graduate,  when  he  begins  his  college  course, 
has  a  productive  value  of  perhaps  $7  to  $8  per  week, 
and  when  his  course  is  ended  this  value  luay  have  in- 
creased to  $12  or  $15  per  week.  In  four  years,  there- 
fore, the  increase  has  been  at  the  rate  of  less  than  $2 
per  week  per  year.  Yet  during  the  following  twenty 
years  of  practical  day  by  day  experience,  this  increase 
for  the  ordinarily  successful  college  man  may  con- 
tinue at  the  rate  of  from  $3  to  $5  per  week  per  year. 
This  fact  can  in  plain  terms  mean  only  that  the  eft'ect- 
ive  man,  each  year  after  leaving  college,  learns  more 
of  productive  value  than  he  learns  during  the  corres- 
ponding years  of  his  college  course.  So  when  your 
time  for  graduation  comes,  do  not  think  that  your  stu- 
dent days  are  over.  You  are  simply  changing  schools 
and  school-masters,  and  the  peculiarity  of  Prof.  Hard 
Experience,  wdio  will  be  your  chief  instructor,  is  that 
lie  teaches  not  so  much  what  to  do,  as  what  not  to  do 
— and  teaches  the  latter  with  a  club. 

To  know  what  the  college  man  should  study  after 
graduation,  particularly  if  he  hopes  in  time  to  take  up 
executive  work,  it  is  necessary  to  know  his  special 
weaknesses.  In  respect  to  these  I  am  quoting  not 
only  from  my  own  experience,  but  from  the  experience 
of  many  others,  when  I  say  that  the  recent  graduate 
is  of  an  over-analytical  turn  of  mind,  has  too  much  con- 
fidence in  the  goodness  and  honest}-  of  human  nature, 
and  in  general  lacks  absolutely  the  ability  to  see  all 
sides  of  a  proposition  and  to  drive  things  to  a  con- 
clusion without  the  turning  of  unnecessary  corners. 

These  faults  are  in  part  the  natural  faults  of  youth 
and  inexperience,  but,  to  a  greater  extent,  are  due 
directly  to  certain  perhaps  unavoidable  peculiarities 
of  college  training,  and  it  is  in  one  way  not  entirely  fair 
to  describe  them  as  faults,  for  they  continue  as  faults 
after    graduation    only    when    untempered  by  proper 
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obserxatiuii  and  sludy.  \'everthele.s.s,  it  is  a  frequent 
and  thoroughly  distressing  experience,  when  assigning 
a  recent  graduate  to  a  definite  line  of  work,  to  have 
him  seize  upon  some  comparatively  insignificant  fea- 
ture of  the  job  and  analyze  it  to  death,  while  at  the 
same  time,  neglecting  utterly  a  dozen  more  important 
features. 

The  college  man,  first  of  all,  needs  perspective  and 
breadth  of  view,  and,  following  that,  needs  a  knowl- 
edge of  men,  and,  to  become  strong  in  both  of  these 
directions,  it  is  necessary,  not  only  that  he  shall  study 
his  job  from  the  bottom  up  by  personal  experience  in 
his  daily  work,  but  that  he  shall  also  study  it  from 
the  top  down  by  reading  and  by  taking  every  oppor- 
tunit}-  to  talk  of  the  work  with  those  who  are  in  po- 
sition to  see  the  broader  aspects  of  it.  Also,  in  study- 
ing men,  it  is  necessary  for  him  to  know  and  study  not 
only  the  men  with  whom  he  is  thrown  in  daily  con- 
lad  in  his  work,  l)Ut  also  to  meet  and  know  the  men 
who  are  what  he  hopes  some  day  to  be.  It  is,  of  course, 
impossible,  in  a  large  organization,  for  the  higher  offi- 
cials to  meet  and  know  all  or  even  a  large  proportion 
of  the  subordinate  employes,  but,  in  the  various  engi- 
neering societies  and  business  associations  that  the  col- 
lege graduate  may  readily  join,  he  will  find,  if  not  his 
own  superior  officers,  at  least  men  occupying  positions 
of  equal  responsibility,  from  whom,  if  he  goes  about 
it  in  the  right  way,  he  can  readily  obtain  invaluable 
information  and  often  direct  personal  advice.  In  his 
own  line  of  work,  too,  he  will  ordinarih'  be  surprised 
to  find  how  willing  his  superiors  are  to  give  him  a 
chance  to  become  acquainted  with  branches  of  the 
work  other  than  those  in  which  he  is  directly  employed. 
Requests  for  opportunity  to  acquire  such  information 
may  occasionally  be  refused,  but  I  doubt  if  in  one 
case  in  a  thousand  they  will  ever  be  resented. 

In  addition  to  the  information  that  nia\-  be  ob- 
tained in  this  manner,  it  is  important  that  the  college 
graduate  shall  avoid  the  reaction  from  the  reading  of 
books  that  seems,  in  ninety-nine  cases  out  of  one  hun- 
dred, to  follow  the  completion  of  a  college  course.  In 
this  I  refer  not  alone  to  a  failure  to  read  books  apply- 
ing to  the  particular  line  of  work  in  which  the  graduate 
is  engaged,  but  more  particularly  to  a  failure  to  read 
those  books  that  are  of  assistance  in  knowing  men. 
The  man  who  hopes  to  become  an  executive  and  to 
handle  business  problems,  must,  above  all  things,  know 
the  nature  of  mankind  in  general,  and  I  belie\e  that 
this  knowledge  can  best  be  secured  by  a  pri)i)er  pro- 
])ortioning  of  time  between  the  direct  study  "f  men 
and  the  indirect  study  of  them  through,books. 

In  all  that  you  have  studied  here  at  Tvladison,  and 
in  all  that  I  have  said  to  you  so  far  today,  the  most 
obxious  point  in  view  has  been  the  securing  of  material 
dollars-and-cents  success.  Yet  1  might  quote  both 
Huxley  and  the  "Declaration  o{  Independence"  to 
yi)u  to  show  that  this  material  success  is  but  a  means 
to  an  end,  which  end  is  the  securing  of  a  rational  hap- 
piness for  yourselves  and  your  neighbors,  .^nd,  in 
analyzing  the  means  whereby  tliis  rational  happiness 
may  be  arrived  at,  you  will  find  that  it  is  expressed  by 
the  product  of  your  co-efficient  of  appreciation  of  the 
sanely  good  things  of  life,  into  your  opportunities  for 
the  enjoyment  of  them.     And  you  will  find,  too,  that 


happiness  is  as  contagious  as  nieianciioly,  and  tiial 
your  opportunities  for  the  sane  enjoyment  of  life  arc 
measured  mainly  by  the  friends  you  make,  and  the 
leisure  time  you  have,  and  in  least  part  by  the  money 
you  have  to  spend.  So,  if  you  arrive  at  a  sane  philos- 
ophy of  life,  you  will  recognize  that,  if  your  co-efficient 
of  appreciation  is  zero,  and  if  your  friends  are  zero, 
and  your  leisure  time  is  zero,  the  value  of  your  life,  as 
a  whole,  will  likewise  be  zero,  whether  you  multiply 
the  preceding  factors  by  tens  of  dollars  or  by  millions 
of  dollars. 

And  this  question  of  ideals  is  not  an  academic  one. 
even  from  a  purely  business  standpoint,  for  I  have 
repeatedly  heard  men  in  responsible  executive  positions 
say  that,  in  selecting  a  man  for  im])ortant  work,  they 
always  felt  safer  if  they  knew  that  he  had  fixed  and 
sane  views  of  his  purpose  in  life,  and  that  they  dis- 
trusted men,  however  capable,  who  looked  upon  their 
\vt)rk  solely  as  a  means  for  personal  advancement,  and 
had  none  of  the  artist's  satisfaction  in  good  work  for 
its  own  sake  well  done. 

Now,  I  have,  perhaps,  taken  an  unfair  advantage 
of  you  by  talking  of  the  philosophy  of  life,  after  giv- 
itrg  my  paper  the  business  like  title  of  "Organization 
and  Discipline,"  s<o  I  will  conclude  and,  at  the  same 
time,  will  try  to  square  accounts  by  turning  over  to 
you  a  ready  made  philosophy  from  Marcus  Aurelius, 
who  says — "Besides  you  will  quickly  go  the  way  of  all 
llesh.  *  *  *  Therefore,  what  ever  the  dignity 
of  human  nature  requires  of  you,  set  about  it  at  once, 
without  'its'  or  'ands,'  and  speak  always  according 
to  your  conscience,  but  let  it  be  done  in  the  terms  of 
ijofKl  nature  and  modesty  and  sincerity." 


Examination  for  electrician  is  announced  by  the 
L'nited  States  Civil  Service  Commission  on  March  8, 
iqii,  for  the  position  of  electrician  in  the  Bureau  of 
Standards  at  $qoo  per  annum.  I'or  filling  the  position 
it  is  desired  to  secure  a  cemjietent  electrician  qualified 
in  the  care,  maintenance,  and  repair  of  station  storage 
Ijatteries,  and  skilled  in  "lead  burning"  as  applied  to 
such  batteries.  The  Bureau  has  in  connection  with  its 
electrical  equipment  8oo  storage  batteries,  and  mere 
experience  with  automatic  batteries  is  not  considered 
sufficient  for  the  position.  It  is  also  desirable  that 
the  appointee  shall  have  had  experience  as  an  interior 
vvireman,  in  addition  to  having  a  good  general  knowl- 
edge of  electrical  work. 


PRESERVATION  OF  WOODEN  TIES. 

riiere  are  now  more  than  jo  wood-preser\'ing 
plants  in  the  United  States.  A  number  of  the  large 
steam  roads  possess  expensive  plants  fitted  to  handle 
large  quantities  of  timber  in  a  very  efficient  manner. 
Nearly  all  treated  cross-ties  used  by  steam  railroads 
are  treated  in  closed  cylinders  permitting  the  appli- 
cation of  pressure  and  designed  to  secure  a  heavy  ab- 
sorption of  the  preservative.  The  principal  preserva- 
tives used  were  creosote  oil.  and,  to  an  almost  equal 
degree,  a  solution  of  zinc  cliloride.  Many  ties  are 
treated  with  an  emulsion  of  creosote  oil  and  a  solu- 
tion of  zinc  chloride,  and  one  road  treated  large  quan- 
tities of  its  ties  with  a  Jieavy  injection  of  crude  petro- 
leum. 
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CORONA. 


Discussion  of  pap-r  alislractc-d  by  Professor  H.  J.  Ryan 
before  the  San  Francisco  Section  of  the  American  Institute  of 
Electrical  Engineers,  January  27.   1911; 

B.  C.  Schipman:  Professor  Ryan  stated  that  in  an  al- 
ternating circuit  the  ions  were  carried  to  and  fro,  and  that  the 
general  tendency  was  towards  the  conductor,  and  that  there- 
fore there  was  a  general  total  movement  of  the  atoms  that  way. 
Wouldn't  that  also  be  true  of  ;i  direct  current?  Then,  if  you 
had  a  high  tension  direct  current  wouldn't  there  be  a  gradual 
transfer  as  in  electrolysis?^ 

Professor  Ryan:     Yes.     I   probably  should  have  been  a  lit- 
tle   more   explicit    in    touching   on    that    matter,    in    calling   your 
attention   to   the   inherent   difference   in   this   connection   between 
the    continuous    electric    field    and    the    alternating   electric    field. 
These  fields  have  exactly  the  same  figure  or  form.     In  the  con- 
tinuous   field    therefore    naturally    an    ion,    that    is,    the    electro- 
lied  particle  of  gas,   .say  a   positive  ion,   will  travel   through   the 
field    and    ultimately    will    roach    the    negative    conductor.      The 
negative   ion    will    ultimately    in    tlio    same   way    reach   the    posi- 
tive conductor  because  there  is  no  reversal  of  the  electric  field. 
If  the  negative  ion  happened  to  be  near  the  negative  conductor 
when  the  voltage  was  turned  on  it  would  have  to  travel  at  first 
through   a   tube   of   force   that    would   be   enlarging;    being   near 
the   conductor,   the   tube   is   narrow   there,   and   it   enlarges   as   it 
extends  from  the  conductor.     As  the  ion  approaches  the  positive 
conductor  the   tube  of  force   of  the   electric  field   in   which   it  is 
moving   is    contracting.      In    the    alternating   current    case    there 
isn't   time    between    the    alternations    for   the    ions    to    make    the 
whole    travel.      Some    of    them    can— those    that    happen    to    be 
near  the  oppositely  charged  conductor;  but  others  will   not;   the 
distance  is  too  great,  and  they  only  get  across  part  way.     Now. 
if   in    traveling    in    the    direction    of   a    concentrating    field    they 
travel  no  farther  than  they  travel  in  the  opposite  direction  thex- 
would  oscillate  back  and   forth   in   place,   and   they   would   never 
arrive  at  either  conductor.     It   is   known   however  that   they   .all 
move  up  in  an  alternating  field,  by  degrees  at  least,  and  concen- 
trate   around    tlie    conductor,    and    there    they    move    back    .-md 
forth.      Probuhly    they    strike    the   cnduclor   ,.l    the   time    it    is   .it 
maximum  voltage,  reverse  sign  and  are  driven  out  again  throuy'i 
the  remaining  half  of  the  alternation;  but  we  h.aven't  much  en- 
dence  or  data  as  to   the  e.xact   mech.niism   of  this   phenomenon. 
We  all  know  that  it  is  .so  in  effect.     It  is  surprising  at  first  that 
the  stock  of  ions  should  accumulate  about  the  conductor,  and  are 
shuttled  in   that  way  back  and   forth    in   its   neighborhood.      \\\: 
have  the  fact   to  begin  with,  and  it   nuivt   be  caused  by  the  ions 
makmg  a  greater  journey  through   a   given   electric   field   in   the 
curection  in  which  it  is  contr.acting  than  in  which  it  is  expanding. 
It  IS  a  fact   that   hi.gh   tension    wires   operating   with   ahernatin'i 
pressure    do    concentrate    a    stock    of    ions    al)out    them.      Tha' 
causes  one  to   see   that   they  must  travel    further   at   each   alter- 
nation when  they  are  going  in   the  direction  of  the   concentrat- 
ing field.     You  can  see  that   it   is  a   matter  of  velocities    resist- 
ances and  details  of  that   sort.     I   believe  that  those  who  work 
O.I  Ihe  kmet.c  theory  of  .gases  could  account  for  the  phenomenon, 
ff      A.    HiUebrand:      At    the    White    Mountains    Convention 
(July  1,  1910),  Dr.  Kennelly  in  discussing  Dr.  Whitehead's  paper 
called  attention   to   the   very   fact   that   Mr.    Rvan   has  just   men- 
tioned, the  fact  that  a  charged  particle  mav  tend  to  move  win, 
an  mcreasmg  velocity  towards  a  converging  field.     And  I  would 
say,   m  addition,   that   he   merely  called   attention   to   that    likelv 
tact  at  the  time,  and  also  raised  a  query,  that  is,  he  wanted  to 
know  whether  or  not  this  would  play  some  part   in   the  corona 
phenomena  that  had  been  observed. 

Professor    Ryan:     To    my    mind.    then.    Dr.   Kennellv     has 
a  ready  anticipaled  the  real  cause  of  the  concentration  of  a  stock 

notent-  rf        "■    '•''°"'   '''   conductors    of   an    alternating   high 
potential  transmission  line. 

on  tife  s^/"'""''   ,""'  "''  ''^''"'y  '''  "^^'   "■'"''  '^'"l  ^"^-  ^ff^^^t 
on  the  sub-corona  losses  ? 


Professor  Ryan:  I  have  no  direct  evidence  as  to  that.  That 
1^  one  of  the  iiUeresiing  things  to  study  in  connection  with 
corona  and  sub-eon.n.i  atmospheric  los.ses.  I  do  not  know.  1 
was  not  able  to  come  across  any  definite  evidence  in  connection 
with  that  point  anywhere,  and  I  have  no  reasonable  basis  of 
conjecture  as  to  wh.at  the  efl^ect  of  wind  to  a  moderate  ex- 
tent would  be. 

B.  B.  Beclu'tt:  What  relation  has  the  diameter  of  the  con 
ductor  to  these  convection  current  losses?  I  believe  the  smaller 
(he  wire  the  lower  would  be  the  vohage.  It  has  been  rather 
encouraging  in  considering  the  possibility  of  transmitting  at 
some  future  day  very  heavy  loads  to  long  distances  and  usin- 
very  large  diameters  and  very  high  voltages.  It  looks  now  as 
if  we  were  going  to  get  into  another  difficulty,  because,  if  1 
understand  it  correctly,  this  convection  current  would  be  greater 
in  the  large  conductor  than  in  a  small  one.     Is  that  right? 

Professor  Ryan:  I  am  glad  you  bring  up  that  point.  I 
should  have  spoken  of  it.  The  evidence  is  quite  clear  that  the 
convection  current  loss  depends  largely  upon  the  stock  of  ions 
tb.it  can  be  accumulated  in  the  neighborhood  of  the  conductor; 
I  here  is  some  evidence  that  this  stock  is  increased  somewhat 
by  the  size  of  the  conductor,  and  the  intensity  of  the  electri..- 
field  about  it.  Loss  by  corona  may  be  avoided  by  increase 
in  the  size  of  the  conductors;  loss  by  convection  cannot  be 
eliminated  by  the  same  expedient.  Such  convection  loss  be- 
coming serious  at  high  altitudes  and  high  voltages,  may  un- 
doubtedly be  greatly  reduced  by  lowering  the  frequency  where 
that  is  pr.-iciicalile.  otherwise  the  voltage  must  be  limited  to  the 
economy  value  whereat  the  higher  co.sts-of  operating  at  the 
lower  voltage  are  fully  compensated  for  by  the  convection  cur- 
rent loss  thus  avoi(k-d.  Indeed,  it  would  be  all  the  beter  if  the 
direct  current  could  be  employed  as  some  advocate  in  Europe, 
but  1  realize  that  this  is  lo,,ked  upon  as  au  academic  proposition 
in   our  country. 

C.  F.  Ehi'eU:  1  remember  that  Professor  Whitehead  men- 
tioned the  result  that  by  using  Roentgen  rays  on  the  wire  it  made 
no  difference  to  the  critical  voltages. 

Professor  Ryan:  The  agencies,  and  the  factors  ih.it  inter- 
fere with  critical  voltages,  and  what  they  are,  will  depend  entirely, 
to  begin  with,  on  our  definition  of  critical  voltage. 

Mershonat  .Vi.igar.i  Falls  took  as  his  definition  of  critical  volt- 
age that  voh.ige  wherein  the  convection  current  loss  becomes  aug- 
mented l)y  corona.  Referring  to  h'ig.  .\  :  Here  is  the  convection  cur- 
rint  loss  curve  ()a.\  that  would  be  if  corona  rlid  not  come  in.  This 
curve  IS  the  inevitable  loss  under  given  conditions.  ■  If  the  con- 
rluctors  have  a  certain  size,  and  are  spaced  a  certain  amount, 
and  the  altimde  is  at  a  certain  value,  and  the  temperature 
at  a  certain  v.ilue.  then  we  will  get  this  loss  OabB  and  not 
OaA.  Xow  Mershon  in  his  work  defined  E'  as  the  critical 
voltage.  I  had  defined  E"  in  my  1904  paper  as  this  voltage, 
and  I  understand  thai  Dr.  Steinmetz  in  his  corona  work  con- 
eludes  that  it  should  be  taken  at  this  .same  point  E".  Throu.gh 
my  recent  work  and  that  of  my  colleagues,  I  have  conclude<l 
that  in  the  corona  problem  of  the  engineer  neither  of  these 
should  be  taken  as  the  critical  voltage  and  that  the  critical  volt- 
age should  be  understood  as  I  have  taken  it  in  this  paper. 
One  should  define  some  such  value  like  E'"  as  the  critical  volt- 
age, that  is,  a  voltage  value  wherein  the  corona  loss  has  in- 
creased to  such  an  extent  that  it  equals  the  convection  current 
loss.  This  critical  voltage  is  definite,  being  only  slightly  affected 
by  the  electrification  of  the  atmosphere. 

The  value  that  Dr.  Whitehead  has  in  mind  is  a  laboratory 
v.alue.  This  value  is  different  from  that  obtained  on  the  tran.s- 
mission  lines,  being  about  one-third  greater.  He  uses  the  con- 
centric cylinder  apparatus.  He  exposes  the  atmosphere  therein 
to  X-rays  (or  ultra  violet  light— any  powerful  ionization  agent) 
and  the  atmosphere  enclosed  in  the  outer  cylinder  is  strongly 
ionized;  but  those  ions  travel  through  a  balanced  radial  fiekl. 
•  Mid  they  don't  disturb  appreciably  the  amount  of  the  field. 

About  the  high-tension  line  however,  we  have  a  field  that 
is   made   up   with   a   figure   that  you   know  quite   well,   its   tubes 
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of   force   arc  drawn    in    I'ig.   it>   ol    iho   paper.       Ihc    I'leld    riglil 
around  the  coiidiiclor  is  balanced  tlirough  tlic  dcptli  of  llic  corona, 
i.   c.    witli   distances   apart    of    the   conductors   as   tliey    are    used 
by    the    engineers,    the     lield    within    the    corona    zone    is    just 
as  uniform  as   it   is  about   the   central   conductor   in   the   labora- 
tory apparatus.     But  it  is  totally  different  outside  of  such  zone. 
Between  the  concentric  cylinders,  tlie  ions  travel  back  and  forth  . 
in  a  balanced   way,  and  they  arrive  at   the   surface  of  the  con- 
ductor in  a  balanced  fashion  and  produce  a  balanced  result.     '1  o 
start    that   takes   about   33    1/3   per   cent   more   pressure   because 
the  electric   field  is  not   subject   to   distortion   by   an   unbalanced 
movement  of  the  ions.     In  the  practical  case  the  electrified  p;ir- 
ticles  collect  from  totally  ditTerent  volumes  about  the  conductor. 
Out  here  is  a  big  tube  of  force  of  enormous  volume  (Fig.  26)  and 
within  that  volume  occurs  a  far  greater  amount  of  electrified  gas 
than  in  this  tube;  and  you  have  arriving  a  much  greater  degres 
of  electrification  at  some  of  these  circumferential  conductor  ele- 
ments  than   at   others.     Now   traveling   particles   that   are   elec- 
trified   constitute    in    effect    a    conductor,    and    they    concentrate 
the  field;  the  result  is,  we  have  in  spots  an  increased  stress  in 
the  air  next  to  this  conductor  due  to  the  concentration  of  the 
field   upon   the   streams   of  electrified   particles   that   arc    formed 
so    easily    in   unbalanced    fields    and       which    act    as   conductors. 
The   corona    starts   under    those   circumstances    at    precisely    the 
same  localized  stress  as  in  the  laboratory  case  although  the  volt- 
age is  seventy-five  per  cent  simply  because  of  a  25  per  cent  con- 
centration of  the  balanced  field. 


KilovolTs 

Fig.    A. 

In  the  practical  case  the  voltage  R',  i.  e.  the  Mershon  critical 
voltage  (I  varies  considerably  as  the  shock  of  ions  varies;  the 
voltage  E"  locating  the  critical  voltage  h  as  used  in  this 
paper,  varies  but  little  as  the  shock  of  ions  varies.  '1  he  chief 
factor  in  causing  the  voltage  values  of  the  full  corona  part  of 
curve  B  to  be  one-third  less  than  those  of  C  is  the  difference 
in  the  form  of  the  electric  fields,  (see  Fig.  A.)  This  difference 
caused  the  formation  of  non-uniform  full  corona  in  practical  case 
and  uniform  full  corona  in  the  laboratory  case.  Each  is  nearly 
independent  of  the  amount  of  ionization  present.  The  critical 
voltage  point  c7  is  varied  by  changes  in  the  Thock  of  ions  present 
and  in  the  form  of  the  electric  field  remote  from  the  conductor, 
while  h,  B.  E  and  C  are  changed  materially  only  by  changes  in 
the  form  of  the  field. 

A.  J.  Buzcic:  I  understand  from  Professor  Ryan  the  sub- 
corona  loss  is  proportional  to  the  altitude  above  sea  level? 

Professor  Ryan:     Yes. 

A.  J.  Bo'ii'ir:    -And  at  sea  level  it  disappears  entirely? 

Professor  Ryan:  No,  it  is  very  small,  however,  for  engi- 
neering sizes  of  high  tension  conductors  at  the  usual  spacings. 

Question;     It  might  be  quite  a  factor  in  the  choice  of  the  trans- 
mission line,  either  in  valleys  or  over  mountains? 

Professor  Ryan:  Yes.  There  is  much  evidence  that  sub- 
corona  or  convection  current  loss  is  :.  factor  in  the  choice  of 
routes  at  the  higher  altitudes. 


.V.  ./.  I.islu-r,i:er:  Dues  there  seem  to  be  any  tendency  on 
the  part  of  .Mr.  West  and  the  others,  or  have  you  yourself  con- 
sidered the  (piestion  of  what  might  be  the  limit  voltage  of  trans- 
mission lines,  that  is,  taking  only  corona  into  consideration,  and 
not    considering    switches,    or    leakage    over    insuUuors    and    so 

forth? 

Professor  Ryan:     Yes.   some   engineers  are  making  studies 
of  this  kind,  and   feel   that   there  is  a   pretty   early  limit  in   the 
voltage  on   accoiuit    of   coron.i.      By   corona   now   we   mean   this 
general    class    of    phenomena.      You    can    see    that    if    we    have 
to    use   a    .\'<i.    001)0    conductor    in    order    to   operate    at    155,00*") 
to  160,000  volts  to  avoid  corona  at  low  altitudes  (greater  diam- 
eters at   higher  altitudes)    that   is  a   limiting  proposition   if   we 
want    to    bring   into   a   net-work   the   power   of   a   small    station, 
say   10,000  kw.  capacity.     That   is  manifestly  above  the  limit  of 
best  economy.      It   would   have   to  be   larger,   because   it   is   near 
sea-level   that  a    size   like  4/0  nnist   be   had   to   avoid   corona  at 
160,000  volts.     '1  his  conductor  nuisf  correspondingly  be  larg-er  ^n 
diameter  in   the   interinountain   region,   which   is   anywhere   from 
4000  to  10,000  feet  in  elevation;  and  the  limit  has  of  course  nat- 
uially      been     attained      in      the      Central      Colorado      tran.smis- 
sion      line.       F'reipiency     of     course     is     a    factor.        If     these 
net-works   are  going   to  grow    (as  they  will   of  course)    then   it 
means  that  before  long  there  will  be  a  demand  to  put  in  trunk- 
ing   lines.      You    call    the    net-works   buses   often,   and    think   of 
them  as  such,  and  you  put  your  stations  onto  them  to  reach  an 
effective   market.      By   and   by   there   will   be  a  need   of   making 
trunking  connections  between  these  neighboring  large  net-works 
in  order  to  interchange  surplus  power,  i.  e.  to  take  in  all  power 
wherever  it  is  to  be  had  through  the  meter,  and  put  it  out  wher- 
ever the  market  is  found     over  always  larger  territories.     And 
the  question  is,  what  voltage  will  be  available  for  these  trunk- 
ing connections.     Those  will  be  the  real  long  transmissions,  and 
will   carry   pretty   large  amounts  of   power,  but  after  all  it   will 
be  only  the  surplus  power  that  one  net-work  can  spare  another. 
An  engineer,  in  connection  with  an  extra  long  distance  transmission 
line  proposed  the  use  of  300,000  volts.     At  the  higher  altitudes 
the   convection   current    loss  at   such   voltage  at  certain  seasons 
of  the  year  is  likely  to  be  altogether  prohibitive;  that  is,  the  evi- 
dence   points    that    way.     And    I    believe    undertakings    of   that 
character,    or    undertakings    that    are    leading    into    practice    of 
that   character,   will   be   enormously   benefited  by   every   engineer 
who  make  measurements  of  these  losses  and  reports  them. 

Professor  Ryan:     Such   a   transmission   will    require   a   very 
careful   preliminary    survey,    to   deternnne   how   best   to   bring  it 

.S'.  ./.   Lisbcrgcr:     In  other  words,   when  you  get  to  300,000 
volts  you  have  got  to  have  a  subway, 
about. 
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mercial practice  and  gathering  data  on  allied  subjects  com- 
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association  membership.  Application  blanks  may  be  obtained 
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984,156.  Insulating  Structure.  Arthur  B.  Reynders  and 
Jesse  E.  Mateer.  Wilkinsburg.  Pa.,  assignors  to  Westine- 
house  Electric  &  Manufacturing  Company.  An  insulating 
bushing,  comprising  a  plurality  of  concentric  cylinders  of  con- 
ducting material,  separating  cylinders  of  insulating  material 


and  overhanging  bells  or  skirts  of  conducting  material 
mounted  upon  the  exposed  ends  of  the  cylinders  in  electrical 
contact  with  the  conducting  cylinders,  said  cylinders  being 
graded  in  length  between  the  inner  and  the  outer  surfaces 
of  the  bushing. 

984,373.  Lubricator.  .lohn  Edward  Hughes,  San  Fran- 
cisco, Cal.  In  lubricators  of  the  type  set  forth,  the  combina- 
tion with  a  movable  part  having  a  cam  surface  of  an  oil  cup, 
and  pumping  mechanism  therein  including  a  reciprocatory 
lubricant  supply  phinger  having  a  portion  projecting  beyond 


said  oil  cup  and  engaging  said  cam  surface,  said  plunger 
supplying  lubricant  to  said  movable  part,  a  pumping  piston 
in  said  oil  cup,  means  lor  connecting  .said  piston  to  said  plun 
ger  for  movement  therewith  and  means  operable  during  the 
action  of  the  piston  to  conduct  lubricant  to  said  plunger. 

984,119.  Electric  Furnace.  Howard  I.  Wood,  Schenectadv. 
iV  i.,  assignor  to  General  Electric  Company.  In  a  furnac- 
the  combination  of  an  evacuated  chamber,  a  graphi.e  resist- 
ance   heater   within    said    envelop    subject    to   disintegration 


when    in    normal    operation,   and    a    closed    envelop    inclosing 
the   furnace    charge   and   separated    from   said   heater   by   an 


evacuated  space,  said  charge-in-closing  envelope  consisting 
of  material  capable  of  chemically  uniting  with  such  carbon 
vapor  as  crosses  said  space. 

984,297.  Electric  Meter.  William  H.  Pratt,  Lynn,  Mass., 
assignor,  to  General  Electric  Company.  In  an  alternating- 
current  meter,  a  magnetic  core  forming  a  nearly  closed  mag- 
netic circuit  having  a  central  member  and  two  members  each 


joined  at  one  end  to  the  central  member  and  at  the  other  end 
separated  therefrom  by  a  small  air-gap.  a  potential  coil  on  the 
central  member,  a  second  magnetic  core  having  poles  disposed 
opposite  to  said  air-gaps,  and  series  coils  on  said  poles. 

984,248.  Means  for  Starting  Vapor-Converters  in  Series. 
Percy  H.  Thomas,  Montclair,  N.  .J.,  assignor  to  Cooper  Hewitt 
Electric  Company,  New  York.  In  a  system  of  electrical  distri- 
bution, the  combination  of  a  plurality  of  rectifier  bulbs  oper- 
ated in  series  each  bulb  having  two  main  anodes,  two  supple- 


*/ Wvv/l 


mental  anodes  and  a  cathode,  and  sujjply  and  load  circuits 
and  connections  therefor,  with  separate  means  for  each  rec- 
tifier for  passing  current  continuously  between  the  supple- 
mental anodes  and  the  cathode,  together  with  starting  con- 
nections external  to  the  bulb  between  the  source  which  is 
connected  with  the  main  anodes  and  the  supplemental  anodes. 
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The  technical  man  is  often  bantered  because  of  his 
clumsiness  in  expressiii"^  thoughts  in  words,  the  lay- 
.  man   forgetting  that  there  are  lan- 

icien  guages  other  than  words  far  more 

1  echnical  efficient  for  special  purposes.  Given 

bxpression  .j  diatighting  board  and  pen,  such 

a  critic  wmild  be  awkward  in  expressing  his  notion  of 
the  proper  design  for  a  ])(>wer  ])lant  ;  pnivided  with  a 
b.st  of  chemical  symbols  or  a  talile  of  integrals,  he 
would  find  difficulty  in  interpreting  a  chemical  reaction 
or  calculating  transient  electric  phenomena;  furnished 
with  a  violin,  he  might  lack  the  aliility  to  ex])ress  his 
emotions  in  music,  or  etpiipped  with  a  brush,  he  could 
not  paint  a  picture  on  canvas.  The  engineer,  the  chem- 
ist, the  mathematician,  themusician  and  the  artist  are 
specialists  whose  thoughts  can  best  be  conveyed  by 
these  vehicles  which  excel  mere  words  as  the  automo- 
bile outspeeds  the  wheelbarrow. 

Rut  the  technician  must  sometimes  talk,  as  the 
automobilist  must  sometimes  walk.  Thoughts  must 
often  be  conveyed  by  words  instead  of  by  more  efficient 
symbols,  just  as  an  hydraulic  jet  may  be  better  adapted 
to  lifting  water  than  is  a  centrifugal  pump.  The  prob- 
lem then  resolves  itself  into  an  attempt  to  get  the  best 
possible  result  out  of  a  machine  inherently  inefficient. 

^^'e  divide  output  by  input  to  find  efficiency.  In- 
elficient  writing  therefore  gives  the  reader  few  returns 
as  the  result  of  his  reading.  An  ambiguous  sentence 
does  not  transmit  tlie  full  power  of  the  writer's 
thought ;  inappropriate  wortls  create  friction  in  the 
reader's  mind  whose  inertia  cannot  be  overcome  by  a 
diffuse  style.  The  most  efficient  composition  is  (Mie 
witli  concise  sentences  forcefully  written  to  overcome 
brain  inertia  and  Iticidh-  worded  to  lubricate  mental 
friction. 

The  fault  lies  not  entirely  with  the  writer,  for  there 
are  some  readers  wdio  get  little  return  from  the  best 
literature  because  their  effort  is  inefficiently  applied. 
Everyone  knows  the  man  who  continually  makes  mis- 
takes because  he  does  not  follow  instructions,  no  mat- 
ter how  clearly  they  have  been  given.  So  there  arc 
readers  who  are  unable  to  get  the  full  value  from  an 
article  simply  because  they  have  not  learned  to  read 
properly. 

Contracts  and  specifications  are  the  most  common 
subjects  for  engineering  authorship  and  often  the  most 
glaring  examples  of  careless  writing.  A  well-written 
letter  of  application  for  a  position  is  an  excellent  intro- 
('uction  :  its  con\-erse  a  poor  recommendation,  as  is  well 
indicated  in  this  issue  in  a  case  where  a  man's  illiteracy 
l-.etrayed  his  false  pretensions. 

.\  nobler  and  more  profitable  field  lies  in  the  op- 
liortunity  that  writing  affords  in  relating  valuable  ex- 
perience for  the  benefit  of  co-v.'orkers,  incidentally  dis- 
playing the  author's  fitness  for  similar  work  and  thus 
gaining  him  more  lucrative  employment.  Reduplication 
of  effort,  trying  the  same  thing  that  some  former 
v.orker  has  proven  impossible,  constitutes  the  greatest 
cause  of  lost  motion  in  technical  progress.  This  need- 
less waste  can  be  eliminated  by  Milunlary  ccnitribn- 
lion  Imm  all  workers  to  the  common  fund  of  knowledge 
which  is  ours  by  inlierilance  and  which  we  should 
ciirieli  for  posterity. 
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PERSONALS. 

R.  D.  Holabird  of  the  Holabird-Re.vnolcls  Company  is  in 
New  Yorii  City. 

R.  S.  Chapman,  an  electrical  engineer  of  Portland,  left 
last  Monday  for  St.  Paul. 

Sidney  Sprout  spent  the  past  week  at  Merced  on  elec- 
trical engineering  business. 

C.  Walter  Jones,  sales  manager  for  the  Holophane  Com- 
pany,  is   at   San   Francisco. 

L.  E.  Sperry,  manager  for  the  Western  Electric  Company 
in  Japan,  is  visiting  San  Francisco. 

Leon  Ely,  secretary  of  the  Tehama  Light  &  Power  Com- . 
pany,  of  Red  Bluff,  was  a  recent  San  Francisco  visitor. 

George  B.  Burbank,  consulting  engineer  for  the  Comstock 
Pumping  Association,  arrived  at  San  Francisco  from  Virginia 
City,  Nev.,  last  Monday. 

Elam  Miller,  commercial  engineer  for  the  Pacific  Tele- 
phone and  Telegraph  Company,  has  returned  to  his  San 
Piancisco  office  from  the  Northwest. 

G.  L  Kinney,  Pacific  Coast  manager  of  the  Fort  Wayne 
Electric  Works,  has  returned  to  his  San  Francisco  office  from 
a  trip  throughout  the  Pacific  Northwest. 

A.  W.  Vinson,  at  one  time  engin<;er  for  the  Cutler- 
Hammer  Mfg.  Company,  at  their  San  Francisco  office,  has 
been  transferred  to  the  New  York  office. 

I.  C.  Ashcroft,  an  electrical  engineer  of  New  York,  lias 
arrived  at  San  Francisco  on  his  way  to  Tokio  where  he  will 
take   charge  of  a   large   electric   enterprise. 

U.  W.  Shanks,  general  manager  of  the  Trinity  Gold  Min- 
ing  &  Reduction  Company  of  California  and  the  Rio  Plata 
Mining  Company  of  Mexico,  i,s  at  Los  Angeles. 

R.  W.  Van  Valkenburgh,  formerly  treasurer  for  the 
Western  Electric  Company  at  San  Francisco,  has  been  ap.- 
pointed  manager  of  the  company's  house  at  Dalla.s,  Te.\as. 

M.  C.  McKay,  superintendent  of  the  Stanislaus  division 
of  the  Sierra  &  San  Francisco  Power  Company  and  L  C 
Hilfrick  of  Vallecito,  Cal.,  were  at  San  Francisco  this  week. 

A.  J.  Myers,  Pacific  Coast  district  manager  for  the 
Wagner  Electric  Manufacturing  Company,  returned  to  San 
Francisco  from  a  trip  to  the  factory  at  St.  Louis  during  the 
past  week. 

John  Coffee  Hays  of  Visalia,  manager  of  the  Mt.  WTiitiiey 
Power  Company,  and  also  taking  an  active  interest  in  the 
carrying  out  of  the  La  Gran.ge  development,  was  a  San  Fran- 
cisco visitor  during  the  past  week. 

C.  E.  Grunsky  has  been  unanimously  awarded  the  Nor- 
man Medal  for  1910  by  the  board  of  directors  of  the  American 
Society  of  Civil  Engineers  in  recognition  of  bis  paper  on  "The 
Sewer  System  of  San  Francisco  and  a  Solution  of  the  Storm 
Water  Flow  Problem." 

O.  G.  Steele,  superintendent  of  the  Siskiyou  Electric 
Power  &  Light  Company,  arrivsd  at  San  Francisco  from 
yreka  duiing  the  past  week.  E.xtension  of  the  hvdroelectric 
system  which  transmits  power  from  a  plant  on  Pall  Creek 
to  \reka  and  to  Dunsmuir  are  contemplated.  An  appro- 
priation of  1.50,000  miners'  inches  of  the  waters  of  the  Klam- 
ath River  was  recently  filed  for  record. 

E.  V.  D.  Johnson,  manager  of  the  Northern  California 
lower  Company,  returned  to  his  headquarters  at  Reddin« 
during  the  past  week  after  visiting  the  San  Francisco  office 
He  said  that  he  was  expecting  an  ample  supply  of  water  for 

is  TvTn/"'°'''  ""''  '■""'■  °^'°^  '"  t*"^   '^^'   tl^^t   the   snow 
bv  wT     °°  •"ou'itains  instead  of  being  melted  off  earlv 

by  warm  rams,  as  was  the  case  last  season. 


PACIFIC   COAST  JOBBERS'   CONVENTION. 

That   success  has   attended   the  strenuous   efforts   of   the 
local  jobbers  that  the  annual  meeting  of  the  national   body 
be  held  in  San  Francisco  is  shown  by  the  following  letter: 
Electrical    Supply   Jobbers'   Association, 

Gentlemen:— The  following  telegram  was  received  bv  me 
today  from  the  French  Lick  Springs  Meeting,  Indiana:  " 

"Without   opposition   Chairman   announced   April   twenty 
fith,  sixth  and  seventh,  Del  Monte.     Congratulations. 

"CARRIGAN,  HOLABIRD." 
Very  truly  yours, 

ALBERT  H.  ELLOTT,  Secretary. 
An  active  letter  campaign  paved  the  way  for  this  favor- 
able   result,    two    samples    indicating    the    committee's    good 
v/ork : 

Go  into  the  Hot  Springs  Meeting  with  California  on  vour 
tongue  and  California  in  your  smile.     Place  a  gold  line  under 
he   months  of  April  or  June  in   your  calendar.     Take  you 
vacation  next  year  in  the  Promised  Land 

F.vnV''''"  *°  T  Committee  and  they  will  lead  you  out  of 
Egypt,  across  the  mountains  and  the  prairies  to  the  land 
flowing  with  milk,  honey,  golf,  motoring    etc 

The   Grand   Canyon  of  the   Colorado   will   take   you   back 
through  geological  time. 

The   sequoias   of   our   forests   will    sing   for  you   as   thev 
sang  before  the  Wise  Men  who  followed  "the  Star  from  the 

The  Hotel  Del  Monte  will  be  your  private  residence  for 

it.r'"."-,    ""y'"^  "°"'"  ^'''-  '"'"^  your  family.     Let  you 
watchword  be  "ON  TO  CALIFORNIA  IN  1911  " 

warni  them.'"''  '°"   '"'*  ""'"^  """"  ""^   ''^''^  =">"   -^'   -" 

MEMRFlf?,'!!fH  ''''•'^'^'  ^'^"EMBER  the  place,  and  RE- 
uZT^  that  there  is  a  good  time  COMING  when  (be  Elec 
tncal  Men  shall  get  together  at  DEL  MONTE 

«e  are  sending  you  .some  literature  enclosed. 
Very  truly  yours. 

WILLIAM   L.  GOODWIN 
C.  C.  HILLIS, 
R.    D.    HOLABIRD, 
Committee  Pacific  Coast  Jobbers. 
Final   Appeal   to   Reason. 

in  l2l"''  "Yor'',.«"'^'''^°'''  '"'""^  ""^  ''^•'^"^s  ac'-oss  the  plains 
in  iMy  You  are  coming  over  the  trail  to  Del  Monte  in  n 
special  tram  m  April.  1911.  You  will  have  sceneiv  by  day- 
poker  by  night.  Many  are  the  little  Overbagh  brooks  which 
the  ,"r  •^'^'^■•°'°^  *°  trickle  from  the  snow  fapped  domes  of 
el  fntire"burrwniT"';-'°"7  ''"'"■  ""■■^'>-  throats.  Flowers 
of  your  women  Tolls''  ''''''"  '°  ''°°'"  «'  ^''^  '''-*^-  ^ouch 

Er  r  -r?-- ^- -^  -r ^tfiid^^r^^: 

hammers  finds Tncai'if  '^"  ''''  "^^'  ''^^''^  ^'^^  ""^P  "^  ""ll 
urtiiimeis  nnds  in  California  no  congenial  soil. 

von  ho";®  with  wives,  sweethearts,  daughters.'    We  will  send 

erectrfcl";  Ti^tll^l  ""'  ''^'''-     ^^•^■•^*^'"-  ^  "^  -'"  ^^ 

Very  truly  yours, 

WILLIAM   L.    GOODWIN. 

R.  D.  HOLABIRD, 

C.  C.  HILLIS, 

Committee   of   the    Electrical    Supply   Jobbers   of   the   Pacific 
Coast. 

P.  S.— Read  the  book  we  send  by  this  mail. 

"The  book  sent  by  this  mail"  was  a  sixteen  page  pamph- 
let giving  all  the  reasons  why  the  meeting  should  not  be  held 
at  Del  Monte-the  entire  16  pages  were  blank.  All  delegates 
at  the  French  Lick  Springs  were  decorated  with  a  hand- 
some badge  giving  a  beautiful  representation  of  the  golden 
poppy.  California's  state  flower  A  large  attendance  is  an- 
ticipated and  a  valuable  session  assured. 
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THE    FORT    WAYNE    ROCK    DRILL. 
Tile    Fort    Wayne    Type    "A"    Electric    Rock    Drill 


the 


result  of  several  years'  development  and  testing  under  the 
most  severe  and  unfavorable  conditions  of  actual  worlcing 
operations. 

It  Is  a  well-known  fact  that  successful  appliances  can 
only  be  developed  upon  sound,  well-founded  principles,  and 
experience  has  proven  that  the  more  simple  the  fundamental 
principle,  the  more  successful  the  developed  product— this  is 
the  keynote  in  the  success  of  the  Type  "A"  Drill. 

Contrasted  with  other  designs  making  use  of  flexible 
shafts,  solenoids,  springs  and  other  complicated  devices,  the 
Fort  Wayne  drill  is  unusually  simple;  consequently  it  is  made 
exceedingly  rugged  and  effective. 

The  drill  is  of  the  rotary  hammer  type,  operated  by  an 
electric  motor  which  is  mounted  on  the  frame  of  the  drill 
proper.     The   mechanism   of  the   drill   consists   of   two   parts. 


the  cost  of  maintenance  and  inconvenience  incident  tu  such 
systems. 

While  these  drills  are  ordinarily  used  in  a  horizontal 
position,  they  can  be  used  in  any  position  and  will  drill  holes 
at  any  angle. 

The  ease  with  which  power  can  be  transmitted  through- 
out the  workings  by  wire  and  the  rapidity  with  which  the 
lines  can  be  changed  enables  the  operator  to  advance  his 
work  more  rapidly  than  could  be  done  when  using  other  types 
of  drills. 

A  comparison  of  tests  of  the  Type  "A"  drill  and  aii 
drills  shows  that  the  former  requires  about  1^/2  to  2  h.p.,  in 
eluding  transmission  loss,  while  an  average  air  drill  requires 
from  12  to  18  h.p.  for  the  same  work.  This  is  due  to  the 
design  of  the  drill,  the  much  greater  efficiency  of  the  electric 
motor  and  the  small  loss  in  transmitting  power  to  the  drill. 

The  simplicity  and  ruggedness  of  design  of  the  Type  "A" 


Jviglit   Side  of  Drill   Sliowing  Oil   Reservoir  and   All 
Covers  in  Place. 

a  revolving  helve  containing  the  hammers,  and  the  chuck 
mechanism  for  helding  and  rotating  the  drill  steel.  An  idler 
is  conveniently  arranged  in  connection  with  the  flexible  belt 
between  motor  and  dril,  which  provides  a  means  of  regulat- 
ing the  speed  o''  the  drill.  Thus  all  the  advantages  of  hand 
drilling  are  obtained  without  the  disadvantages  incident  to 
machine  drilling. 

The  drill  steel  is  held  in  the  chuck  by  means  of  several 
spring  steel  plates.  When  not  striking  rock,  the  blow  from 
the  hammer  is  absorbed  by  these  buffer  plates,  which  also 
retain  the  steel  in  the  chuck  while  ■'backing  out"  of  deep 
holes  or  in  broken  and  uneven  ground. 

The  drill  casing,  striking  mechanism,  chuck  and  buffer 
plates  are  all  simple  and  very  substantial.  The  floating  ham- 
mers in  the  helve  are  of  special  steel  and  are  completely 
cushioned  by  air  chambers  so  that  the  jar  of  the  imi)acts  is 
reduced  to  a  minimum. 

The  drill  steel  cannot  be  jammed  into  a  fissure  or  a 
cleavage  crack  as  a  result  of  several  conditions.  Should  a 
fissure  be  encountered  the  buffer  head  prevents  the  drill  steel 
from  being  plunged  forward.  The  drill  steel  is  not  recipro- 
cating and  before  it  can  be  fed  far  enough  into  a  fissure  to 
wedge,  it  has  hammered  for  itself  a  square  shoulder  or  face, 
due  to  the  rapidity  of  the  blows  in  connection  with  the  con- 
stant and  positive  rotation  of  the  drill  steel.  The  resultant  ef- 
fect approaches  that  of  boring. 

Another  point  of  excellence  in  the  Fort  Wayne  drill  is 
the  simple  method  employed  for  the  removal  of  cuttings  from 
the  hole  being  drilled.  A  special  designed  steel,  developed 
by  our  engineers,  removes  the  cuttings  by  a  boring  action 
and  does  away  with  the  use  of  hollow  drills  or  water  under 
pressure.  Thus  the  big  item  of  pressure  systems,  including 
tanks,  hose,  water  lines,  etc.,  is  eliminated,  to  say  nothing  of 


I>eft   Side   ot  Drill  Showing  Pulleys,   Belt  Tightener 
and  Belt. 

drill    is    a   guarantee    that   the   cost    of   maintenance    will   be 
exceedingly  low. 

Owing  to  the  saving  in  power,  the  low  cost  of  mainte 
nance  and  the  high  efficiency  ot  the  Fort  Wayne  drill,  from 
50  to  70  per  cent  can  readily  be  made,  under  ordinary  condi- 
tions, upon  the  investment. 

The  drill  can  be  operated  with  either  an  a.  c.  or  d.  c.  motor 
and  since  the  motor  is  entirely  independent  of  the  drill  the 
change  from  one  to  the  other  is  easily  made.  Bulletin  No 
1120  from  the  Fort  Wayne  Electric  Works  gives  further 
details  about  this  drill. 


AUTOMATIC  FUEL  OIL  REGULATION  EFFECTING  STEAM 
POWER    PLANT    ECONOMY. 

Practically  all  oil  fired  boiler  plants  are  controlled  by  hand. 
Steam  as  well  as  oil  is  regulated  at  each  individual  burner, 
the  dampers  are  also  subject  to  hand  control.  Results  ob- 
tained are  hardly  ever  satisfactory,  thereby  lowering  the 
efficiency  of  the  boiler  plant. 

The  first  notable  step  in  advance  of  hand  firing  was  at 
the  plant  of  the  Pacific  Electric  Railway  Co.,  Los  Angeles, 
Cal.,  where  under  the  directions  of  the  Chief  Engineer,  one 
man  stationed  near  the  oil  pumps,  running  at  practically  con- 
stant speed,  controlled  18  boilers  or  54  burners  by  opening 
or  closing  a  bleeder  valve  on  the  oil  pump  discharge  line, 
thereby  increasing  or  decreasing  the  pressure  in  the  oil  Hiain 
and  simultaneously  the  rate  of  firing  of  all  the  boilers.  After 
this  it  was  a  simple  matter  to  substitute  automatic  regulation 
for  hand  control,  thereby  developing  the  Moore  patent  auto- 
matic fuel  oil  regulating  system. 

This  system  controls  the  supply  of  oil  to  all  burners,  the 
supply  of  the  atomizing  agent  to  all  burners,  and  the  supply 
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of  air  tor  combustion,  for  any  number  of  boilers,  all  from  a 
central  point.  The  results  are:  increased  boiler  plant. efti- 
ciency,  the  practical  prevention  of  smoke,  and  the  decrease 
in  the  maintenance  cost  of  boiler  equipment,  due  to  a  more 
uniform  manner  of  firing.  This  was  first  installed  at  the 
Redondo  plant  of  the  Pacific  Light  &  Power  Company  in  1907. 
Here  the  regulating  system  is  used  to  control  the  entire  plant 
of  18  boilers  of  600  h.p.  capacity  each,  and  the  increased 
economy,  due  to  uniform   rate  of  firing  is  evident. 

Under  actual  operating  conditions  this  system  of  regu- 
lation has  been  found  absolutely  reliable.  In  1909  or  about 
two  years  after  this  apparatus  was  installed,  Mr.  A.  C.  Balch, 
general  manager  of  the  Pacific  Light  &  Power  Company,  ex- 
pressed his  opinion  in  the  following  letters  to  the  designers: 

"Referring  to  your  inquiry,  we  are  pleased  to  advise  you 
regarding  results  with  your  automatic  regulating  system. 

"As  you  know,  we  have  in  our  plant  at  Redondo,  IS 
Babcock  &  Wilcox  boilers,  each  rated  at  604  h.p..  with  three 
burners  per  boiler,  or  54  burners  in  all.  The  entire  boiler 
plant  has  now  been  equipped  with  the  Moore  automatic  fuel 
oil  regulators  for  the  past  year,  which  control  the  steam  pres- 
sure, the  fuel  oil  pressure,  the  siii)ply  of  steam  to  burners  for 
atomizing  the  oil,  and  the  operation  of  boiler  dampers  for  the 
purpose  of  regulating  the  supply  of  air  for  combustion. 

"With  this  system  we  maintain  practically  a  uniform 
steam  pressure  while  in  operation.  One-third  of  the  plant 
has  been  under  automatic  control  for  a  period  of  over  \>i 
months.  The  remainder  as  stated  above,  was  equipped  witli 
your  regulators  one  year  ago  and  the  entire  plant  is  now 
operating  under  this  condition.  During  this  time  we  have 
never  suffered  an  interruption  of  service,  or  loss  of  steam 
pressure,  due  to  failure  of  regulators  to  operate;  they  are 
simple  in  design  and  i)ositive  in  action  and  we  find  them 
capable  of  ready  adjustment  by  the  operative  firemen. 

"Our  plant  is  subject  to  a  widely  swinging  railway  load 
and  we  find  under  all  conditions  the  boilers  respond  to  these 
fluctuations  of  load  almost  instantly.  As  the  result  of  in- 
stalling this  equipment  we  find  the  load  is  more  equally 
divided  among  all  of  the  boilers  in  service  than  under  hand 
firing,  and  the  boilers  are  free  from  abuses  due  to  excessive 
rate  of  firing  periodically  experienced  with  hand  regulation 
on  variable  load.  It  is  usually  the  case,  in  attempting  to  hand 
regulate  fires  on  reduced  air  supply,  that  the  chimneys  will 
smoke  frequently  on  variation  in  loads;  as  a  result  of  the 
automatic  system  of  regulation,  the  smoke  nuisance  has  been 
reduced  to  a  minimum. 

"We  consider  the  regulating  system  thoroughly  practical, 
reliable,  economical  in  operation  and  a  demonstrated  suc- 
cess." 

At  this  time,  1911,  after  this  system  has  been  in  opera- 
tion a  number  of  years,  the  Southern  California  Edison  Com- 
pany is  installing  a  similar  outfit.  This  in  itself  is  conclusive 
proof  that  this  system  tends  to  make  the  operating  condi- 
tions ideal,  particularly  in  the  plants  where  the  load  is  varia- 
ble and  difficult  to  handle  by  hand  regulating  on  account  of 
frequent  adjustments.  A  bulletin  "Unnecessary  Losses  in 
Firing  Fuel  Oil  and  an  Automatic  System  for  Eliminating 
Them"  can  be  obtained  at  any  of  the  offices  of  Chas.  C. 
Moore  &  Co.,  Engineers. 


LONG  SCALE  SWITCHBOARD  METERS. 
A  meter  with  readings  easily  legible,  for  use  in  large 
installations  where  this  characteristic  is  essential,  requires  a 
long  and  well  illuminated  scale.  The  long  scale  has  been  ob- 
tained by  meter  manufacturers  in  two  ways.  The  simplest 
and  most  obvious  way  is  to  extend  the  pointer  and  the  radium 
of  the  scale  of  a  short  scale  meter  until  the  desired  length 
of  scale  is  obtained.  The  other  method  of  obtaining  a  long 
scale  is  to  increase  the  arc  subtended  by  the  scale,  a  method 
involving  a  completely  new  design  of  meter. 


It  was  this  second  method  which  was  adopted  by  the 
Westinghouse  Electric  &  Manufacturing  Company  in  placing 
on  the  market  their  complete  line  of  type  F  alternating 
current  switchboard  meters.  These  are  round  pattern  meters 
of  the  usual  size,  about  9V4  inches  in  diameter,  with  scales 
subtending  an  arc  of  300  degrees  and  about  14 1,2  inches  long. 
The  length  of  scale  usually  found  only  in  the  large  illuminated 
dial  meters  is  thus  obtained  in  a  meter  of  normal  size.  There 
is  no  metal  front  on  the  meter  but  instead  a  round  glass 
cover  is  used.  This  makes  it  possible  to  thoroughly  illumi- 
nate the  dial  from  the  front  and  thus  avoid  the  use  of  special 
lamps. 


Long  Scale  Switchboard  Meter. 

The  meters  operate  on  the  induction  principle.  The 
torque  depends  on  the  action  of  a  rotating  magnetic  field 
on  a  light,  pivoted  drum.  This  principle  makes  connections 
t:i  the  moving  element  unnecessary,  and,  by  avoiding  the 
use  of  a  copper  coil  or  iron  core  tor  the  moving  part,  re- 
duces the  weight  on  the  pivot  bearings  and  consequently  the 
friction.  This  leads  to  accuracy  and  long  life.  The  moving 
element  also  has  inherent  damping  qualities,  and  the  torque 
developed  is  very  high.  The  controlling  springs,  which  bal- 
ance the  torque,  are  made  of  a  special  alloy,  tempered  and 
aged  to  insure   permanence  under  all  conditions. 

The  type  F  meters  are  furnished  as  ammeters,  volt- 
meters, single-phase  and  poly-phase  wattmeters,  power  factor 
meters,  and  direct-reading  frequency  meters.  All  of  these 
meters  utilize  different  forms  of  the  induction  principle. 
Type  F  single-phase  and  polj'-phase  static  ground  detectors 
are  also  furnished,  harmonizing  in  size  and  general  appear- 
ance with  the  rest  of  the  line.  The  type  B  synchroscopes 
and  the  type  FL  direct  current  meters  made  by  the  Westing- 
house  Company  are  also  of  the  same  size  and  appearance,  so 
that  a  complete  harmonious  switchboard  can  be  arranged. 


TRADE  NOTES. 
The  General  Electric  Company  has  sold  a  Curtis  Turbine 
to  Sanderson  &  Porter  for  the  use  of  the  Grays  Harbor  Rail- 
way &  Light  Company  at  Aberdeen,  Wash.  The  rating  is  as 
follows:  One  A.  T.  B.  4,  1250  k.v.a.  (1000  kw.  at  8-lOths  p.  f.) 
1800  r.p.m.,  2200  v.,  horizontal,  condensing  turbine  generating 
set,  together  with  one  25  kw.  motor  generator  exciter  set. 
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NEWS  NOTES 


INCORPORATIONS. 
SAN    FRANCISCO,    CAL.— The     Sierra     Nevada     Water 
it   Power  Company  has  been   incorporated   by  C.   A.  Wriglit, 
Frank  Smith,  and  E.  McGettigan  with  a  capital  stock  of  $25,- 
000. 

GERBER,  CAL.— The  Gerber  Water  &  Light  Company 
has  been  incorporated  by  Edward  H.  Gerber,  Geo.  W.  Peltier, 
F.  W.  Peltier  and  F.  W.  Kiesel,  all  of  Sacramento,  Cal.,  with 
a  capital  stock  of  $.50,000. 

VALDEZ,  ALASKA.— The  Mineral  Creek  Power  Com- 
pany, capital  $.500,000,  has  been  incorporated  by  Joseph 
Bourke,  F.  M.  Boyle,  C.  D.  Shaw.  The  new  company  will 
soon  begin  construction  work  on  a  dam  and  power  house. 
The  dam  will  be  50  feet  in  height  and  will  later  be  raised 
to  150  feet,  giving  2000  horsepower.  The  company  will  also 
construct  a  customs  mill  to  handle  ore.  The  erection  of  an 
aerial  tramway  extending  the  length  of  Mineral  creek  is  con- 
templated. 


FINANCIAL. 

SILVERTON,  ORE.— The  Silverton  water  bond  issue  1o 
the  amount  of  $75,000  has  been  carried,  and  C.  H.  Green,  a 
consulting  engineer  of  Spokane,  Wash.,  has  drawn  the  plans 
and   will   supervise  the  construction   work. 

ORLAND,  CAL. — The  Trustees  has  passed  a  resolution 
declaring  their  intention  of  calling  a  special  election  for  vot- 
ing bonds  for  municipal  improvements.  The  date  for  the 
election  will  be  fixed  in  the  necessary  ordinance,  which  will 
be  introduced  at  the  next  meeting.  The  resolution  segregates 
the  bond  issue  proposed  into  $23,000  for  waterworks  and 
$27,000  for  sewer  system. 


TRANSMISSION 
EUGENE,  ORE.— The  Oregon  Power  Company  is  install- 
ing three   new   transformers   in  the  new  substation   recently 
added  to  the  present  plant. 

MEDFORD,  ORE.— A  plant  at  Prospect  to  generate  10,- 
000  horsepower  of  electricity  has  practically  been  decided 
upon  by  Colonel  Ray  of  the  Rogue  River  Electric  Company. 

CHICO,  CAL. — A  power  line  has  been  constructed  by 
the  Sacramento  Valley  Power  Company  from  this  place  to 
Butte  Creek,  several  miles  southeast  of  town,  to  furnish 
power  for  new  dredges  under  construction. 

EL  PASO,  TEX.— A  permit  for  the  construction  of  a  $10,- 
000  addition  to  the  steel  power  plant  building  of  the  El 
Paso  Electric  Railway  Company  on  South  Santa  Fe  street 
has  been  granted  to  the  Stone,  Webster  Co. 

TURNER,  ORE.— C.  H.  Cannon,  local  Manager  of  Bal- 
four-Guthrie Company,  of  Portland,  Ore.,  has  filed  on  the 
water  rights  of  Mill  Creek.  He  expects  to  develop  from 
1800  to  2000  horsepower  for  power  purposes. 

PORTLAND,  ORE,— The  Washington-Oregon  Corpora- 
tion has  completed  negotiations  for  taking  over  the  plants 
of  the  Kalama  Light  &  Power  Company,  the  Rainier  Light 
&   Power  Company,  and  the  Kelso  Light  &  Power  Cotnpany. 

KELSO,  WASH.— The  development  of  over  8000  horse- 
power at  the  falls  of  the  Kalama  river,  where  now  there  is 
only  600.  the  rebuilding  of  the  12  miles  of  power  line  from 
the  power  house  down  the  Kalama  river,  and  the  construction 
or  a  power  line  from  Kalama  river  through  Kelso  to  Chehalis 


and  Centralia,  Ore.,  are  some  of  the  plans  of  the  Washington- 
Oregon  Corporation,  states  E.  W.  Hall. 

MERCED,  CAL.— The  directors  of  the  Exchequer  Min- 
ing &  Power  Company  held  a  meeting  last  week  in  the  office 
of  Dr.  F.  S.  O'Brien  the  secretary  and  manager.  The  situa- 
tion as  a  result  of  the  recent  floods  in  the  Merced  River  Can- 
yon was  gone  into  and  it  was  decided  that  the  new  power- 
house to  be  erected  should  occupy  a  different  site  than  was 
occupied   by   the  building  destroyed  by   the  floods. 


ILLUMINATION. 
BOISE,   IDAHO. — Cluster  lights   for  the  business  section 
of  the   city   will   probably   be   installed. 

WHITE  BLUFFS,  WASH.— This  place  will  soon  install  a 
system  of  lights  and  electric  system.  Several  dynamos  will 
be   installed. 

ELLENSBURG,  WASH.— An  expenditure  of  $3000  will 
be  made  for  improvements  to  the  local  municipal  light  plant 
this  year.  Engineer  Miller  states  that  2000  horsepower  will 
be  generated  instead  of  600. 

KLAMATH  FALLS,  ORE.— A  proposition  has  been  pre- 
sented by  the  Siskiyou  Electric  Power  Company  for  a  fran- 
chise to  build  a  power  line  into  Klamath  Palls  for  lights  and 
power  purposes  during  the  coming  year. 

EUCtENE,  ORE.— The  Oregon  Power  Company,  H.  M. 
I'.yllesby  Company  operators,  has  purchased  the  electric  light 
plant  at  the  town  of  Coburg,  in  northern  Lane  county,  and 
will   supply   that  place  with   lights   and  electricity. 

SALEM,  ORE.— The  Salem  Board  of  Public  Works  has 
planned  to  have  cluster  lights  along  the  principal  streets  of 
the  city.  The  executive  committee  has  been  authorized  to 
go  ahead  and  have  plans  prepared  for  their  installation. 

EAGLE  POINT,  ORE.— Surveys  have  been  completed  for 
the  establishment  of  an  e'ectric  light  plant  here.  A  power 
station  will  be  located  on  the  falls  of  the  Little  Butte  Creek. 
The  present  plans  call  for  the  completion  of  the  project  by 
fall. 

FORT  MASON,  CAL.— Bids  will  be  received  at  the  office 
of  the  Quartermaster,  San  Francisco,  until  March  1  for  con- 
structing an  addition  to  the  power  house  and  installing 
pumping  machinery  at  the  U.  S.  Army  General  Hospital, 
Presidio  of  San  Francisco. 

SAN  LUIS  OBISPO,  CAL.— Manager  G.  L.  Howard,  repre- 
senting the  Gas  &  Electric  Company,  says  that  when  the 
company  derives  its  power  from  the  Santa  Cruz  Mountains 
for  electricity  it  will  arrange  to  pipe  natural  gas  from  the 
Santa  Maria  field  to  this  city. 

GRANTS  PASS,  ORE.— The  City  Council  has  granted  to 
A.  W  Butler  of  Minneapolis,  P.  B.  Herman  and  E.  L.  Church- 
il'  of  this  city  a  50-year  franchise  for  a  modern  and  up-to-date 
gas  plant,  the  plant  to  be  completed  within  8  months.  Plans 
are  now  being  worked  on  and  it  is  probable  that  actual  con- 
struction will  commence  within  30  days. 

NEEDLES,  CAL.— E.  H.  Rose  of  Los  Angeles  has  pur- 
chased the  property  of  the  Needles  Light  &  Power  Co.,  at  this 
place.  The  plant  is  to  be  improved  at  once,  the  present  plant 
being  duplicated  and  a  gas  plant  will  be  erected  to  be  op- 
ated  in  connection  with  the  plant. 
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SAN  FRANCISCO.  CAL.-At  the  annual  meeting  of  the 
stockholders  of  the  Pacific  Lighting  Corporation  directors 
were  elected  as  follows:  George  H.  Collins,  Charles  Hol- 
brook,  C.  O.  G.  Miller,  A.  Schilling  and  F.  W.  Sicklen  The 
directors  organized  by  re-electing  officers,  namely  COG 
Miller,  president;  George  H.  Collins,  vice-president,  and  H.r^ 
ace  H.  Mijler,  secretary.  The  Pacific  Lighting  Corporation 
succeeded  the  Pacific  Lighting  Company  which  was  organ 
ized  May  20,  1907,  and  is  a  holding  company.  It  owns  the 
entire  outstanding  stock  of  the  Los  Angeles  Gas  &  Electric 
Corporation  and  practically  the  entire  stock  of  th§  Pasadena 
Consolidated  Gas  Company,  as  well  as  other  assets. 

LOS  ANGELES,  CAL.-Following  the  election  of  perma- 
nent officers  this  week,  the  Southern  California  Gas  Com- 
pany, the  $10,000,000  corporation  that  has  taken  over  the 
business  of  the  Domestic  Gas  Company,  and  which  plans  to 
build  high  pressure  gas  systems  between  Los  Angeles  and 
the  cities  of  the  San  Bernardino  Valley,  will  begin  immedi- 
ately  work  on  a  number  of  extensions.  These  officers  will 
direct  the  affairs  of  the  company:  W.  G.  Kerckhoff,  presi- 
dent; A.  C.  Balch,  first  vice-president;  A.  N.  Kemp,  second 
vice-president,  and  comptroller  and  I.  M.  Farman,  secretary 
The  first  work  of  magnitude  to  be  undertaken  is  the  exten- 
sion of  the  Glendale  distributing  system.  The  company  al- 
ready has  spent  ?100,000  in  this  work  and  the  extension"  will 
cost  about  $50,000.     Fully  ten  miles  of  pipe  will  be  laid 


uorkiiien  this  week,  ami  railroad  officials  announce  that  the 
hrst  electric  trains  would  probably  be  in  operation  by  June 
1.  by  which  time  they  expect  the  entire  power  system  will  be 
ready  for  work.  The  new  steel  passenger  coaches  are  ex- 
pected to  arrive  by  the  end  of  this  month.  The  coaches  will 
be  practically  wreck  proof.  They  will  be  the  same  style  as 
used  on  the  subway  in  New  York  City. 

STOCKTON.  CAL.-The  San  .Toac,uin  Valley  Electric 
Railway  Company,  now  that  its  franchise  to  French  Camp  via 
McKinley  avenue  is  practically  assured,  announces  that  it 
will  be  carrying  passengers  and  freight  between  Stockton  and 
Modesto,  via  French  Camp,  Manteca,  Ripon  and  Salida  by 
early  summer.  The  company's  newly  graded  roadbed'  be- 
tween French  Camp  and  Modesto  was  but  little  damaged 
b>  tlie  high  water.  The  new  reinforced  concrete  bridge  over 
the  Stanislaus  River  at  Ripon  is  well  under  course  of  con- 
struction and  was  only  temporarily  delayed  by  the  high  water 
oljast  week.  The  rails  for  the  line  have  been  secured  and 
when    the    McKinley   avenue   franchise    is    formally   awarded 

Su  ;:"' L       "■''^''"'    '^*"'^^°    ^--^"^^    ^^-P    -'^    Sto  Lton 
«ill  betaken  up  and  the  laying  of  rails  will  soon  begin. 


TRANSPORTATION. 
SAN  DIEGO,  CAL.-The  San  Diego  Electric  Railwav  Com- 
pany will  soon   extend   its  line  to  Escanto  Heights      The   M 
street  car  line  also  will  be  extended. 

*.  Ji'^^''"^^;  C-^L.-President  T.  Gregory  of  the  Vallejo 
&  Northern  Electric  Railway  Company,  has  applied  for  a  50- 
year  franchise  for  an  electric  line  over  the  tide  lands  leading 
to  the  wharf  of  the  Monticello  Steamship  Company. 

HAYWARD,  CAL.-I.  B.  Parsons,  president  of  the  Bank 
o.  Hayward,  has  purchased  a  franchise  for  a  street  railway 
to  run  from  the  Southern  Pacific  station  via  Front  C  Com 
mercial   and   B    streets   ao   the   eastern   city   limits.'      ' 

SACRAMENTO,  CAL.-After  the  bill  giving  the  right  for 
the  city  of  San  Francisco  to  use  any  of  the  tracks  of  the 
Lnited  Railroads  had  been  signed  by  the  Governor  it  was 
ound  that  the  omission  of  two  words,  "an  act,-  nullified  its 

SAN  FRANCISCO,  CAL.-The  Southern  Pacific  Railroad 
Company  is  receiving  bids  for  the  construction  of  a  substation 
which  IS  to  be  erected  in  Berkeley  in  connection  with  the 
electrifying  of  its  ferry  lines  on  that  side  of  the  bay.  The 
work  will  be  executed  in  reinforced  concrete. 

MARTINEZ,  CAL.-Stating  that  the  Oakland  and  Anti- 
och  Electric  Railway  Company  intended  to  construct  a  scenic 
railroad  to  the  summit  of  Mount  Diablo,  A.  W.  Maltby,  one  of 

to'™!"'  °'  '''  """'  '"'  '^^'^^''  "^^  ^"^'•'l  '^^  Supervisors 
0  grant  his  corporation  a  franchise  for  a  line  from  Concord 
to  a  pomt  known  as  Castle  Rock,  situated  at  the  base  of  the 
famous  mountain. 

Panv't^"''.!'^''',''''"'"-"-^'""^  °'  '^^   ^-"'«   Electric   Com- 
Pany  toi   the  electrification  of  the  Madison  street  cable  line 

reimirf       r'"'  ^'''''  ''"'  '"''""'  °'  P"""<=  Works  granted  a 
Pemit  foi   the  reconstruction  of  the  cable  line  between  21st 

by  Chief?    "^^''"'^   '^^'    '''''''■      '^'^^    >"-■    -    -Plained 

cars  betw   ""fr""  """•  '■  ''"'^'  °^^^°^  '""^  "'""'"S  °f  '^able 
cars  between  the  water-front  and  Broadway. 

n-o^^lT^Z'    ^^^-^"^^    installation    of    overhead    wires 

Sie  poles  t,"         ;■"  "^'""^  '°^''''  "'^"-^^  °"  ''^^  "^-1  -°al  to 
Wie  poles  throughout  Alameda  was  commenced  by  a  force  of 


TELEPHONE  AND  TELEGRAPH. 

DAYTON,  WASH.-The  board  of  directors  of  the  Mt 
Vernon  Telephone  Company  will  rece^-e  bids  up  to  Ma'ch 
for  the  furnishing  of  about  4G0  tamarack  tel  phone  pol 
along  the  line  of  the  Mt.  Vernon  Telephone  line  from  Grange 
mountain  to  this  city,  a  distance  of  12  miles.  Further  infor 
•nation  on  application  to  J.  W.  Stevens  at  Dayton    Wash 

SAN    FRANCISCO,    CAL.-The    Pacific    and    Home    tele- 
phone  companies   have   presented    their   financial   statements 

ers  Of  th?^  "r""  "  ^'^  ^"^^-'^  °^  ^">-"-°-  --1  -et 
eis  of  the  Board  questioned  the  representatives  of  the  op- 
posing  companies   on   their   services   to   the    public      Accom 
Panying   the   statement   the   Pacific    Telephone    &    Teltg  a7 
Company   requested   the   privilege   of  discontinuing  the   Z 
pa  ty  lines.     It  was  stated  that  the  four-partv  linc^nterf^rd 
with  other  service,   that  it  was   being  furnished   a         di"  c 
loss   to   the   company   and    that    if  it    were   discontinued    the 
company      could      increase      its      service     on     other       ines 
V  ce-President    S.    G.    McMeen    represented    the    Home    Te  e 
Phone  Company.     He  said  that  his  company  was  iuT  nak  n t 

He  said  the  total  earnings  of  the  Home  company  for  the 
si-x  months  ending  December  31,  1910,  was  $174,94547  their 
total  expenses  $149,866.19,  leaving  a  net  earn  ng  ^f    i',29  ^ 


WATERWORKS. 

BAKERSFIELD,    CAL.-A    franchise    has    been    granted 
by  the  Supervisors   to  Richard   Hastings  for  a  pipe  Ihie   for 

LoThui':.*''   "^"^   "'"^   ""   '"^'■•'^■'   ""-^    "-   --   ^-"   "f 

PU^CERVILLE,   CAL.-C.    F   Peters   has   filed   notice   of 

ale  folk  of  the  Cosumnes  river  at  a  point  to  <he  west  of  the 
mouth  Of  Perry  Creek  for  power,  irrigation,  nui  ic  a  a m 
domestic  purposes. 

SAN    DIEGO,    CAL— The    Rnnrri      „f      o 

,    v.»~iij.      1  ,m    tioarci      ot      Supervisors      hao 

granted   the  petition  of  the  property   owners   of  San   Ysid  o 

colony  for  the  organization  of  the  San  Ysidro  irrigation  dis 

tnct.     Districts  will   be  organized   for   the   purpose  oLv- 

oping  water  to  supply  San  Ysidro. 

OAKLAND,  CAL.-Persisteiit  rumors  to  the  effect  that 
negotiations  are  in  progress  between  the  People's  Water 
Company  and  the  heads  of  the  Bay  Cities  Water  Company' 
01  the  purchase  and  absorption  ol  the  former's  plant  by  the 
latter  concern  are  emphatically  denied  by  officials  of  both 
corporations. 


^'^l  a  J 
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Aluminum  Co.  of  America 

Pittsburgh,   Pa. 

San  Franc.sco,  Monadnock 
Bldff. 

Los  Angelk/S.  Pacific  Elec- 
tric Bldg. 

SeatUe,  Coliuan  Bldg. 

Aro^tican  Circular  Loom  Co 16 

bOston,  45  Milk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electric  Fuse  Company     3 
Muskegon,  Michigan. 
San  Francisco.   143   2d  st. 
Seattle,  524  1st  ave.  S. 

American  Electrical  Heater  Co 

Detroit,    U.    S.    A. 

AyUworth  Aeencies  Co 

San  Francisco.  143  Second. 

B 

Baines-Lindsley  Mfg.  Co 

Portland.  Ore. 

Bay  Citiet  Home  Telephone  Co.  _   4 
San    Francisco,    333    Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 2 

New  York,  27  Thames. 
Chicago.     120-128    S.    San- 
gamon. 
San     Francisco,     IBl     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 

Boston,  246  Summer. 

Bonestell  &  Co 5 

San   Francisco.   118   First. 

Bridgeport  Brass  Company 4 

Bridgeport,  Conn. 


Chicago  Fuse  Mfg.  Co 

Chicago,        1014-1020        W. 

Congress  st. 
New  York.  1  Hudson  st. 

Colonial    Electrical  Agency  Co...    2 
San     Francisco,     676     Mis- 
sion. 

Crocker- Wheeler  Co 

San    Francisco.    195-7    Fre- 
mont. 


D.  &  W.  Fuse  Co 

Providence.  R.  I. 

Dearborn  Drug  &  Chem.  Works..  13 
Chicago.  Postal  Bldg. 

San    Francisco.    301    Front. 
Los  Angeles,  36E   E).  2d. 

Duncan  Elec.  Mfg.  Co. 

Lafayette,  Indiana. 

San  Francisco.  61  Second. 


Economy  Electric  Co.,  The 2 

Warren,     Ohio. 

Electric  Cnttlr  &  Mfg.  Co..  The 
New    Tork,    50    Church. 
Pittsburg.   615   Frick  Bldg. 
Chicago,    135    Adams. 
Birmingham,    827    Brown- 
Man    Bldg. 

Ellectric  Goods  Mfg.  Co 

Boston.  Mass. 

San  Francisco.  165  Second. 


Electric  Storage  Battery  Co 

Philadelphia.  Pa. 
San   Francisco.  Monadnock 
Bldg 


Fairbanks.  Morse  &  Co 

Chicago,  4S1  Wabash  ave. 
San  Francisco.  158  1st  st. 
Los  Angeles.  423  E.  3d  st. 

Farnsworth  Electrical  Works 

San   Francisco,   132-138   2d. 

Fort  Wayne  Electric  Works 

Fort    Wayne.    Ind. 

San    Francisco.  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric   Co 14 

Schenectady.  N.  T. 

San  Francisco.  Union  Trust 

Bldg. 
Los    Angeles.    Delta    Bldg. 
Seattle.  Colman  Bldg. 
Portland.  Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore.   Md. 
Boston,  Mass. 
Buffalo.  N.  Y. 
Butte.    Mont. 
Charleston.  W.  Va. 
Charlotte.   N.   C. 
Chicago,   111. 
Cincinnati.   O. 
Cleveland,   O. 
Columbus,   O. 
Denver,    Colo. 
Detroit.  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis,    Minn. 
Nashville.  Tenn. 
New  Haven,  Conn. 
New    Orleans.    La. 
New  York.  N.  Y. 
Philadelphia,    Pa. 
Pittsburg.    Pa. 
Richmond.   Va. 
Salt  Lake  City.  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  Y. 
.^i.okaiie.  Wash. 

Goeriz,  O.  C.  &  Co 

San   Francisco.   916   Postal 
Tel.  Bldg. 

H 


Habirshaw  Wire  Co 

New  York.  253  Broadway. 

Hammel  Oil  Burner  Company  .. 

Los  Angeles,    640  N.   Main. 

Hughes  &  Co..  E.  C 13 

San       Francisco.       147-lBl 
Minna. 

Hunt.  Milk  &  Co 6 

San  FranclBCO.  141  Second. 


Ide  &  Sons.  A.  L. 

Springfield.  111. 

Indiana  Rubber  &  Ins.  Wire  Co 

Jonesboro.    Indiana. 

J 

Johnj-ManvUle  Co..  H.  W 5 

New    York,    100   William. 
San     Francisco.     159     New 

Montgomery. 
Los  Angeles,  222-224  North 

Los    Angeles    St. 
Seattle.  576  1st  Ave.  So. 

K 

Kellogg  Switchb"d  &  Supply  Co..   4 
Chicago. 
San   Francisco.    88    First. 

Kelman  Electric  &  Mfg.  Co. 

Los  Angeles,  Cal. 


Kiewert,  Chas.  L.  Co 

San  Francisco.  195-7  Fre- 
mont. 

Los  Angeles,  225  Franklin 
Court. 

Klein  &  Sons,  Mathias 16 

Chicago.   Station  U-29. 


Locke  Insulator  Mfg.  Co 4 

Victor,   N.    Y. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
trical Bldg. 

Seattle.    Colman    Bldg. 

M 

Moore,  Chas.  C.  &  Co.  Engineers.       3 
San  Francisco.  99  First. 
Los      Angeles.       American 

Bank  Bldg. 
Seattle,   Mutual   Life   Bldg. 
Port  land,  Wei  Is- Far  goBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     York     City.     Fulton 

Bldg. 

N 

New  York  Insl'td  Wire  Co 

New  York,   114  Liberty. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 

Mansfield.  Ohio. 

San  Francisco.  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonite  Co 16 

New  York,  263  Broadway. 


Pacific  Gas  &  Elect.  Co..  The...  1 1 

San    Francisco. 

Pacific  Meter  Co. 13 

San    Francisco,    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co..  The 13 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia.  22d  and  Wood 

Pelton  Water  Wheel  Co..  The_._    5 
San    Francisco,    2219    Har- 
rison  St. 

Pierson.  Roeding  &  Co 4 

San  Francisco.  Monadnock 

Bldg. 
Los  Angeles.  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 


Portland  Wood   Pipe  Co. 
Portland.  Ore. 


Reisinger,   Hugo. 


New  York,  11  Broadway. 


Schaw-Balcher  Co.  Pipe  Works. _ 
Sacramento,  Cal.,  211  J  St. 
San  Francisco.  366  Market. 


Southern  Cal.  Edison  Co 

Los  Angeles.  Cal. 

Southern  Pacific  Co. 15 

San  Francisco.  Flood  Bldg. 

Sprague  Electric  Co. II 

New     York     City.     S27-6S1 

W.    34th. 
San  Francisco.  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co 16 

San  Francisco.  First  Na- 
tional  Bank  Bldg. 

Los  Angeles.  Union  Trust 
Bldg. 

Seattle  Office.  Lowman 
Bldg. 

Star  Expansion   Bolt  Co 3 

New     York     City,     147-14* 

Cedar. 
San    Francisco.    1010  How- 
ard. 

Sterling  Paint  Company. 13 

San   Francisco.    118   First. 


Technical  Book  Shop 13 

San  Francisco.  604  Mission. 

Thomas  and  Sons  Co.,  R 

New   York,   227    Fulton. 
East  Liverpool,  Ohio. 


Thompson  Co.,  The  Chas.  C. 
Chicago,     545-549    Wabash 
ave. 

Tracy  Engineering  Co 13 

San  Francisco.  461  Market. 
Los   Angeles.Central    Bldg. 


w 

Wagner  Electric  Mfg.  Co.. 
St.   Louis.   Mo. 


Western  Electric  Co 5 

San  Francisco.  680  Folsom. 
Oakland,   507    16th. 
Los  Angeles.  119  E.  7th 
Seattle.     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co..    3 
San  Francisco.  Grant  Bldg, 
7th    and    Market. 


Westinghouse.  Elec.  &  Mfg.  Co...    I 

Pittsburg,   Pa. 

Los  Angeles,  627  So.  Main. 

Denver,    429    17th. 

Seattle,    Central    Bldg. 

Salt  Lake  City.  212-214 
So.   W.   Temple. 

San   Francisco,    165   2d. 

Spokane,    Columbia    Bldg. 

Portland,   Couch   Bldg. 

Butte,    Lewisohn    Bldg. 

Canada,  Canadlan-West- 
Inghouse  Co.,  Ltd.,  Ham- 
ilton.   Ontario. 

Mexico.  G.  &  O..  Braniff  * 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 16 

Waverly    Park,   N.    J. 
New  York.  114  Liberty. 
San        Francisco,       (11-114 
Mission. 

Wilbur,  G.  A 

San    Francisco,    (1    Second. 
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INDUSTRIAL  APPLICATION  OF  THE  ELECTRIC  MOTOR 


The  February  discussion  of  the  San  Francisco 
Section  of  the  American  Institute  of  Electrical  Engi- 
neers was  devoted  to  the  adoption  of  electric  drive  in 
a  number  of  industries  hitherto  employing  some  other 
forms  of  power.  All  these  industries  were  well  esta1> 
lished  before  the  recent  developments  in  electric 
motors,  and  their  requirements  were  being  well  met  by 
the  agents  already  in  use.     Particularly  was  this  the 


The  various  papers  presented  at  this  meeting  are 
])rintcd  in  the  pages  following.  In  each  case  the  author 
states  the  difficulties  to  be  oxercome  and  shows  how 
the  electric  motor  has  been  adapted  to  each  kind  of 
work.  Electricity  is  not  claimed  to  be  a  panacea  for 
industrial  troubles  but  may  be  profitably  applied  in 
many  instances  where  it  is  found  advisable  to  discard 
other  apparatus  in  order  to  install  electric  drive. 


Typical  Sti-am  Punipinu  Kii!  in  California  Oil  Fields 


case  in  pumping  oil,  in  drilling  rock  and  in  city  haul- 
ing. .All  these  things  can  now  be  done  better  with 
electricity. 

Recent  extensions  of  transmission  lines  have  placed 
electric  power  within  reach  of  many  oil  fields,  mines 
and  towns  formerly  isolated  from  this  advantage. 
Electrical  manufacturers  have  made  a  close  study  of 
the  problems  to  be  put  and  have  developed  special 
types  of  a])|)aratus  to  successfully  perform  the  rcfpiired 
duties.  I^Jectric  power  is  shown  to  be  more  economi- 
cal and  more  convenient  and  is  consequently  gradu- 
ally displacing  its  competitors, 


The  industries  Ireaterl  are  of  especial  interest  to 
the  Pacific  Coast,  similar  papers  in  Eastern  sections 
being  more  concerned  with  electric  power  in  the  fac- 
torv.  (")nc  industr}-.  that  rif  irrigation,  was  unavoid- 
ably omitted,  it  being  among  the  most  important  new 
users  of  electric  power.  On  the  whole  this  symposium 
is  an  admirable  presentation  of  the  manner  in  which 
Idcal  conditions  lia\e  been  imprcxed  b\-  electric  power. 
The  ])ai)ers  arc  ])rinted  in  the  urder  in  which  they  were 
presented  at  the  meeting.  In  several  cases  consider- 
able data  was  preliminaril\-  |)ul)lishe<l  in  this  journal 
of  Feb.  i8,  191 1. 
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THE   ELECTRIC    MOTOR   IN   OIL  WELL 
SERVICE. 

uy    \V.    F.   L.\MMK. 

In  certain  Eastern  oil  fields  the  electric  motor 
has  been  in  use  for  several  years,  but  in  California  only 
recentl}'  have  serious  efforts  been  made  to  electrically 
operate  oil  wells.  Since  the  problem  involves  a  wide 
distribution  over  much  territory  the  distributing  sys- 
tem must  be  alternating  current,  and  the  induction 
motor  is  the  only  available  type  fitting  the  case. 

By  the  use  of  alternating  current,  at  say,  11,000 
volts,  three-phase,  the  distribution  losses  are  reduced 
to  a  minimum,  whereas  the  old  method  of  steam  distri- 
bution is  very  wasteful,  even  with  the  care  taken  to 
cover  the  steam  pipes  with  heat  confining  covers  and  to 
bury  the  pipes  in  the  ground. 

But  before  electric  drive  can  be  adopted  in  the  oil 
fields  an  ample  supply  of  electricity  must  be  available 
to  the  user  and  it  must  l:>e  offered  at  a  reasonable  rate. 
During  the  past  year  the  San  Joaquin  Light  &  Power 
Company  have  constructed  distributing  lines  through 
the  oil  fields  at  Coalinga,  distributing  at  11,000  volts 
four  wire  star,  using  6600  volt  distributing  transform- 
ers, and  have  placed  electric  power  at  the  door  of  the 
operator,  offering  it  at  a  reasonable  rate. 

This  makes  a  condition  where  the  operator  has 
now  only  to  convince  himself  that  the  work  can  be  done 
with  the  electric  motor  at  a  cost  that  will  pay  him  to 
make  the  change  from  steam  to  electricity. 

In  passing,  let  me  say  that  some  oil  properties 
furnish  enough  gas  to  run  gas  engines  to  do  all  their 
pumping.  While  a  gas  engine  requires  considerable 
attention,  and  some  repairs,  and  while  the  first  cost 
is  large,  yet  this  form  of  power  in  the  oil  fields,  where 
available,  is  cheap,  ^^'e  ha\e  not  yet  secured  enough 
data  to  warrant  a  statement  that  the  electric  power  is 
cheaper  on  the  average  than  gas  power,  but  comparing 
with  steam  power,  the  data  is  certainly  against  the 
steam. 

In  order  that  we  all  may  understand  the  kind  c.)f 
work  required  of  the  electric  motor,  let  us  divide  it  into 
the  four  classes  of  pumping,  cleaning  and  drilling  the 
well,  and  moving  the  oil. 

J  Pumping. 

.A^n  oil  well  consists  first  of  an  outer  pipe  ranging 
in  size  from  16  to  6  in.  called  the  casing,  which  is 
put  in  while  the  well  is  being  drilled.  Inside  this  cas- 
ing is  placed  a  second  string  of  pipe  ranging  in  diam- 
eter from  2  to  3  in.,  called  the  tubing,  which  forms  the 
walls  or  stock  of  the  i)ump.  Inside  the  tubing  is  a 
series  of  rods  screwed  together,  to  ttic  lower  end  of 
which  is  attached  a  sucker  with  a  Vmll  valve,  to  catch 
and  raise  the  oil  in  the  tubing. 

As  there  is  only  one  rod  and  one  lift  the  load  In  fiuc- 
tuating,  particularly  in  the  case  of  a  deep  well.  There 
is  no  objection  to  this  fluctuating  load  except  that  it 
increases  the  copper  losses  in  the  motor,  thus  lessening 
the  possible  output.  Since  copper  lo^^ses  increase  in 
oil  well  work,  a  motor  with  small  copper  losses  is  best. 

When  pumping  by  steam  the  engine  is  run  direct 
upon  the  throttle  without  a  governor,  and  sn  the  fluc- 
tuation in  the  stroke  is  much  greater  than  with  the 
motor  (unless  the  motor  is  run  with  much  resistance 
in  its  secondary  circuit).    Some  oil  operators  claim  this 


is  a  gootl  thing,  for  they  say  it  lessens  the  strain  on 
the  pump  rod,  and  so  lessens  breaks  in  this  rod.  How- 
ever, this  view  is  not  being  supported  in  practice,  the 
motor  and  gas  engine,  both  of  which  give  a  more  uni- 
form stroke,  do  not  produce  any  more  broken  rods,  and 
to  date  there  have  been  less  breaks.  L'ndoubtedly  the 
more  regular  movement  raises  more  oil.  and  this  is  an 
argument  in  favor  of  a  more  uniform  dri\e. 

The  number  of  strokes  per  minute  in  pumping  an 
nil  well  varies  between  16  and  26.  depending  upon  the 
kind  of  oil,  whether  heavy  or  light,  the  length  of  the 
stroke,  the  strength  of  the  rods  and  the  tendency  to 
sand. 

Cleaning. 

The  sanding  or  clogging  of  a  well  explains  Uic 
necessity  of  cleaning  it.  ( )il  is  found  in  loose  beds  of 
sand  in  the  earth,  and  this  sand  and  oil  are  frequently 
under  considerable  pressure,  especially  when  a  well  is 
new.  The  sand  is  inclined  to  clog  the  lower  end  of 
the  pump  stock,  and  frequently  it  so  stops  the  flow  of 
the  oil  into  the  pump,  as  to  necessitate  cleaning  away 
the  sand.  This  is  done  by  raising  all  the  pump  rods 
and  tubes  (in  sections  of  about  60  feet  each)  and  then 
introducing  a  bailer  to  remove  the  clogging  sand.  The 
bailer  is  a  piece  of  pipe  closed  at  the  lower  end  by  a 
ball  valve,  having  a  projection  to  open  the  valve  when 
bailer  strikes  the  bottom.  Sometimes  this  sand  gets 
so  tight  that  a  drilling  tool  must  be  lowered  to  cut 
through  the  sand  to  the  oil  producing  strata. 

After  the  objectionable  sand  is  removed,  the  tubes 
and  rods  are  replaced,  and  the  well  is  again  ready  to 
be  pumped.  A  motor  for  well  pumping  should  have 
good  performance  for  continuous  service  and  as  little 
loss  as  is  consistent  with  good  design  and  low  main- 
tenance. For  cleaning  it  is  important  to  have  a  heavy 
pulling  motor,  and  efficiency  is  of  little  moment,  for 
the  process  of  cleaning  takes  only  a  few  hours  per  well. 
These  two  features  of  good  performance  and  heavy 
pull,  are  at  present  combined  in  one  motor,  by  the  use 
of  a  three  pole,  double  throw  switch,  throwing  the 
stator  windings  in  star  for  pumping,  and  in  delta  for 
cleaning,  the  delta  connection  giving  ai)proximately 
three  times  the  pull  that  the  star  connection  gives. 

In  cleaning,  higher  speeds  are  required  than  in 
pumping,  these  higher  speeds  being  secured  by  chang- 
ing pulleys  to  give  from  iy'2  to  2j^  times  pumping 
speed,  depending  upon  the  size  of  the  motor  and  the 
nature  of  the  work.  The  smaller  the  pulley,  the  longer 
the  time  required  to  clean  a  well,  and  the  smaller  need 
be  the  motor.  This  ((uestion  of  speed  and  time  for 
cleaning  is  still  a  disputed  point,  that  is,  how  large 
should  the  motor  for  cleaning  be  compared  to  ])uniping 
requirements. 

This  combination  nf  a  cleaning  and  pumping 
motor  in  one.  has  not  gi\cn  the  best  results  for  either 
service,  as  cleaning  re(|uires  a  rugged  motor  with  re- 
sistance and  a  controller  large  enough  to  do  the  heavy 
work,  which  is  a  handicap  in  pumping,  and  makes  the 
equipment  expensive,  while  the  motor  for  cleaning  is 
light  for  the  work.  But  as  it  stands,  the  equipment  is 
well  fitted  to  a  cunditinn  where  cleaning  is  done  infre- 
(|uently,  say  cnicc  in  t\v()  weeks  or  a  month. 

In  oil  well  w^rk  to  clean  the  well  is  at  present 
found  to  be  necessary.    fUit  attempts  are  being  made  to 
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introduce  screens  into  the  well,  which  it  is  claimed  will 
keep  back  the  sand  and  so  prevent  sanding.  Should 
this  plan  prove  a  success  then  the  cleaning  feature  will 
become  a  secondary  matter,  and  the  pumping  equip- 
ment can  then  be  greatly  cheapened. 

Drilling. 

In  the  process  of  drilling  an  oil  well,  a  cutting  and 
hammering  tool  of  considerable  weight  is  drawn  up 
and  dropped  much  as  in  a  pile  driver,  except  that  with 
tJie  drilling  outfit  the  tool  is  at  the  end  of  a  line  which 
springs,  the  action  being  something  like  that  of  a 
weight  at  the  end  of  a  spiral  spring.  If  you  take  hold 
of  the  other  end  of  the  spiral  with  the  weight  down- 
ward, and  move  it  up  and  down,  striking  the  ground 
with  the  weight,  the  heaviest  blow  will  be  made  at  a 
certain  speed,  the  downward  fall  of  the  weight  must 
not  be  retarded  by  the  spring,  and  the  spring  must 
catch  up  the  weight  as  soon  as  the  weight  has  struck 
the  blow,  otherwise  an  improper  reaction  takes  place 
and  time  will  be  lost. 

The  condition  illustrated  by  the  spring  and  weight 
is  the  one  sought  in  drilling  an  oil  well,  and  so  the 
motion  given  by  the  engine  or  motor  must  vary  to 
accomplish  this  effect.  At  first  thought  the  condition 
named  may  seem  easy.  But  when  we  consider  the 
weight  of  a  long  steel  rope,  which  is  the  spring,  it  is 
noted  the  condition  is  continually  changing,  which  to- 
gether with  the  dift'erent  kinds  of  ground  drilled,  makes 
quite  a  problem,  for  it  is  always  the  aim  to  maintain 
a  maximum  rate  of  digging. 

In  the  process  of  drilling,  water  is  introduced  into 
the  hole,  which  aids  the  cutting  and  facilitates  the  re- 
moval of  the  waste.  After  a  certain  amount  of  drilling 
is  done,  the  drilling  tool  is  drawn  up,  and  the  bailer 
is  lowered  into  the  hole,  filled,  brought  to  the  top, 
emptied,  then  lowered  several  times  until  the  hole  is 
clean  and  ready  for  the  drilling  tool  again. 

In  this  process  of  bailing,  high  speeds  are  essential, 
especially  where  the  well  is  deep,  otherwise  much  time 
will  be  lost.  In  the  case  of  pumping,  time  can  be  given 
to  change  pulleys,  but  in  the  case  of  drilling,  this  is 
not  permitted,  so  the  motor  has  to  furnish  the  faster 
speed. 

Air.  Clark,  engineer  fur  the  South  I'onn  oil  fields  of 
West  Virginia,  made  a  design  of  motor  for  that  field, 
as  follows:  The  motor  has  two  stators  on  a  single 
base,  one  stator  stationary,  the  other  arranged  to  be 
moved  about  the  shaft  by  means  of  a  worm  gear. 

The  rotor  is  in  two  parts,  solid  on  one  shaft,  and 
with  one  winding  extending  through  both  parts,  it  is 
wound  squirrel  cage  with  a  short-circuiting  ring  at 
each  outer  end.  Both  parts  are  arranged  to  give  double 
speed. 

The  worm  gear  adjustment  gives  nice  ranges  of 
speed  for  drilling,  and  the  double  speed  feature  is  used 
where  high  speed  is  needed,  as  in  bailing.  This  motor 
has  also  the  star  delta  arrangement,  so  enormous  pulls 
may  be  exerted  when  necessar\'.  such  as  when  the  tool 
sticks  or  a  string  of  casing  becomes  tight  in  the  well. 
Excellent  results  are  reported  in  its  use. 

hi  oil  well  drilling  experiments  are  being  made 
with  a  circulating  pump,  or  circulator,  which  forces 
water  down  the  casing,  and  this  water  raises  the  waste 
on  the  outside  of  the  casing.    This  may  be  so  perfected 


that  bailing  will  no  longer  be  needed,  and  so  the  high 
speed  feature  on  the  drilling  motor  may  be  eliminated. 
This  will  simplify  the  motor  and  make  it  less  costly. 

The  rotary  drilling  rig  is  coming  into  use,  and  is 
easy  to  drive  by  the  use  of  a  motor,  for  no  special  speed 
or  different  feature  from  the  standard  motor  will  be 
necessary,  and  it  is  possible  constant  speed  will  be  all 
that  is  required.  If  so,  then  the  drilling  problem,  so 
far  as  the  motor  is  concerned,  will  be  easy.  The  rotary 
drill  is  simply  a  turning  tool  which  bores  itself  through 
the  ground. 

Moving  the  Oil. 

To  comidcte  the  circle,  and  do  away  with  steam 
drive  entirely,  there  shoidd  be  some  additional  means 
of  mo\ing  the  oil  from  the  sump  to  the  storage  or  the 
pipe  line.  Part  of  the  movement  is  now  done  with  a 
tail  pump  or  a  plunger  pump,  on  the  opposite  end  of 
the  beam  from  the  oil  pump.  This  does  well,  except 
in  the  case  of  reservoirs  or  sumps  beyond  the  reach 
of  the  tail  pump.  At  present  such  wells  use  a  sump 
pump  or  separate  reciprocating  steam  pump,  but  to 
operate  this  a  steam  line  has  to  be  run,  and  there  is 
considerable  expense  in  its  "installation.  Some  sort 
of  simple  high  speed  rotary  pump  devised  to  pump  ril 
against  a  head  of  about  lOO  lb.  per  square  inch,  should 
prove  an  acceptable  substitute. 

This  work  of  moving  the  oil  l)y  electric  drive  has 
not  yet  been  taken  up,  and  in  doing  so,  the  engineer 
must  not  forget  that  a  little  rise  in  temperature,  a  lit- 
tle heat  in  the  oil,  greatly  facilitates  its  movement, 
hence  the  apparent  necessity  of  retaining  steam  drive 
for  sump  pumping. 

But  this  small  quantity  of  heat  can  be  supplied 
by  electric  coils,  or  by  a  small  portable  boiler  set  be- 
side the  reservoir  and  using  but  a  few  gallons  of  oil 
per  day. 

In  summarizing  it  is  seen  that  considerable  pro- 
gress has  already  been  made  in  adopting  the  electric 
motor  to  oil  well  work,  though  an  oil  well  pump,  so 
far  as  power  is  concerned,  is  an  inefficient  affair.  The 
electric  motor  is  a  high  speed  machine,  the  well  pump 
a  slow  speed  machine,  and  the  link  between  the  motor 
and  the  pump  is  not  efficient,  frequently  half  the  en- 
ergy applied  being  wasted  before  the  jnnnp  is  reached. 
To  date  the  application  of  the  motor  is  made  in  one  of 
two  ways : 

1st.  The  belt  and  counter  shaft  plan,  in  which 
the  motor  is  belted  to  a  counter-shaft  and  the  counter- 
shaft to  the  main  drive,  a  large  wooden  wheel  sup- 
ported on  two  wooden  posts  which  operates  a  walk- 
ing beam,  which  in  turn  operates  the  pump. 

2d.  The  motor  itself  has  a  counter-shaft,  which 
counter-shaft  is  driven  by  gear  and  ].)inir)n.  and  in  turn 
is  belted  to  the  main  drive  as  in  the  first  instance. 

In  both  instances  a  counter  shaft  is  necessary,  as 
well  as  gears  in  one  instance,  also  the  walking  beam 
•ind  main  drive  are  far  from  an  efficient  means  of 
reaching  the  pump.  Tests  have  shown  that  some 
pump  rigs  waste  as  much  as  50  cents  of  current  per 
day,  to  make  up  the  loss  between  motor  and  pump, 
that  is  $15  per  month,  where  ii  looks  ;i'~  if  $5  should 
c'wer  the  loss.  There  is  great  need  for  a  more  direct 
means  of  getting  from  the  motor  to  the  well,  and  at 
the  same  time  permit  the  use  of  a  higher  speed,  there- 
fore a  more  efficient  motor. 
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MOTORS    FOR    DRILLING   AND    PUMPING   IN 
OIL  FIELDS. 

i;V    .\I.    RIU.NE. 

While  it  is  true  that  motors  liave  been  in  use  for 
some  time  for  Ijoth  pumping  and  drilling  in  the  South 
Penn  oil  fields,  it  has  only  been  within  the  last  few 
months  that  it  has  been  actively  considered  for  the 
California  fields,  ^^'hile  the  electric  manufacturing 
companies  have  realized  that  this  presented  a  big  field 
to  be  developed,  they  were  unable  to  do  anything 
owing  to  the  fact  that  there  was  no  electric  transmis- 
sion line  into  the  oil  fields  that  could  furnish  power  at 
reasonable  rates. 

Within  the  last  year  the  Pacific  Light  &  Power 
Company  of  Los  Angeles  has  looked  into  the  power 
conditions  of  the  oil  fields  and  come  to  the  conclusion 
that  if  the  electrical  manufacturing  companies  could 
build  a  satisfactory  motor,  the  oil  fields  would  be  a 
large  market  for  the  sale  of  electric  power.  \\' ith  this 
in  mind,  the  Pacific  Light  &  Power  Company  carried 
on  a  series  of  tests  in  the  Sherman  fields  at  Los 
Angeles  and  it  was  proven  to  them  conclusively  that 
the  electric  motors  were  satisfactory  in  every  respect. 
At  present  the  transmission  lines  are  in  the  Coalinga 
fields  and  lines  are  now  being  extended  into  AForon, 
Kern  River,  Midway  and  McKittrick  fields. 

After  a  well  has  been  drilled  and  cased,  a  3-in. 
tubing  is  inserted,  which  runs  to  the  bottom  of  the 
well,  and  at  the  bottom  of  this  tubing  is  placed  the 
pump  barrel,  or  pump  proper,  and  the  well  is  then 
ready  for  production,  l/sually  there  is  installed  a  bat- 
tery of  boilers  at  a  central  point  and  steam  feeds  art- 
run  to  the  various  steam  engines.  The  steam  engine 
is  belted  to  the  large  band  wheel,  the  l>and  wheel  is 
then  connected  to  the  walking  beam  through  a  crank, 
the  walking  beam  in  turn  being  connected  to  the  pump 
rods. 

The  number  of  strokes  per  minute  is  varied  from 
day  to  day.  the  minimum  being  about  iTi,  and  the  max- 
imum about  30  per  minute,  depending  upon  the  condi- 
tions of  the  well.  .\s  an  example — providing  thev 
should  be  pumping  at  25  strokes,  it  perhaps  is  pump- 
ing too  much  sand,  and  it  is  then  necessary  to  reduce 
the  number  of  strokes  to  say  23  or  22.  whatever  the 
case  may  be.  This,  of  course,  is  only  true  in  the  nev,' 
fields.  This,  therefore  necessitates  the  use  of  the  va- 
riable speed  induction  motor.  It  is  also  verv  essential 
that  the  upward  stroke  of  the  pump  be  considerably 
slower   than    the   downward   stroke. 

In  the  new  fields,  the  pump  often  becomes  sanded 
and  it  is  therefore  necessary  to  clean  out  the  well. 
The  customary  method  is  first  to  pull  nut  the  pump 
rods  and  pump,  which  takes  abnut  20  h.p.,  and  then 
to  pull  out  the  3  in.  tubing,  which  will  take  perhaps 
25  h.p.  There  are  times,  however,  when  it  is  impossi- 
ble to  start  the  pump  rods  and  pump,  and  it  becomes 
necessary  then  to  pull  up  the  3  in.  tubing,  pump,  pump 
rods  and  tubing  full  of  oil.  This  requires  a  consider- 
able amount  of  power,  which  will  range  from  50  to 
70  h.p.,  depending  upon  the  depth  of  the  well.  After 
the  tubing  has  been  pulled  out  of  the  well,  thev  then 
nm  down  a  bailer  which  cleans  out  the  sand. 

When  electrifying  any  particular  lease,  there  are 
three  problems  to  be  considered:     First,  a  lease  with 


a  large  number  of  wells,  the  wells  being  such  that 
they  require  cleaning  only  at  rare  intervals.  It  might 
l<e  well  to  install  small  variable  speed  motors  for 
pumping  and  to  have  several  portable  motors  for 
cleaning  the  well,  the  advantage  in  this  case  being 
the  low  first  cost,  while  there  is  the  disadvantage 
of  transporting  the  portable  motors  and  the  extra  labor 
involved.  The  second  proposition  to  be  considered 
is  where  a  large  lease  is  concerned  with  cleaning  the 
wells  quite  often.  Under  these  circumstances,  the 
motors  installed  should  be  of  sufficient  size  to  take 
care  of  both  pumping  and  cleaning  the  wells.  The 
third  proposition  applies  to  leases  operating  a  small 
number  of  wells,  and  they  should,  without  any  doubt, 
install  motors  of  sufficient  size  to  take  care  of  both 
])umping  and  cleaning.  The  California  fields  require 
cleaning  quite  often  and  therefore  the  large  motor  only 
should  be  considered. 

I  have  forgotten  to  mention  that  it  is  necessary, 
especially  when  cleaning  a  well,  to  have  the  motor  re- 
verse its  direction  of  rotation.  The  oil  operators  have 
been  accustomed  to  reverse  the  steam  engine  from  full 
speed  forward  to  full  speed  reverse,  and  it  is  there- 
fore necessary  to  have  a  motor  that  will  stand  this 
hard  usage.  The  electrical  manufacturers  are  there- 
fore confronted  with  the  following  problem :  to  de- 
sign a  \ariable  speed  reversible  motor  with  high  start- 
ing and  break  down  torque  and  efficient,  having  good 
electrical  characteristics  at  the  low  horsepower  re- 
quired for  pumping  and  at  the  same  time  to  give  a 
slower  speed  in  the  upstroke  than  for  the  down  stroke. 
The  \ariable  speed  and  reversing  is  accomplished  by 
using  a  form  wound  rotor  of  the  slip  ring  type,  con- 
troller and  resistance,  the  variation  of  speed  being 
accomplished  by  varying  the  amount  of  resistance  in 
the  rotor  circuit. 

As  stated  before,  the  pumping  horsepower  is  con- 
siderably less  than  the  horsepower  required  in  clean- 
ing, but  inasmuch  as  the  pumping  operation  is  for 
about  95  per  cent  of  the  time,  special  attention  had  to 
be  given  for  both  good  efficiency  and  power  factor 
at  the  pumping  load.  This  is  accomplished  by  using 
a  "S'-A  motor,  the  A  connection  for  cleaning  or  the  high 
horsepower  duty,  and  the  Y  connection  for  the  pump- 
ing or  low  horsepower  duty.  .\s  an  example — a  motor 
rated  at  20  h.p.  for  the  A  connection  would  theoreti- 
call\-  ha\e  a  rating  of  6  zIt,  h.p.  on  the  Y  connection. 
The  \  connection,  however,  will  be  slightly  higher 
than  this,  due  to  the  fact  that  the  excitation  of  the 
motor  is  considerably  less  than  when  running  on  the 
Y  connection.  W'ith  a  motor  of  this  design,  the  power 
factor  and  efficiency  is  practically  the  same  when 
running  at  full  load  on  the  Y  connection,  as  when  run- 
ning at  full  load  on  the  A  connection,  the  control 
apparatus  having  the  same  effect  in  either  case.  The 
changing  from  Y  to  A  connection  is  accomplished  by 
the  use  of  a  triple  pole,  double  throw  switch  mounted 
in  any  convenient  place,  usually  however  on  the  motor 
frame. 

There  are  se\-eral  ways  to  connect  the  motor  to 
the  i)resent  wells — one  method  is  to  belt  the  engine 
shaft,  using  it  as  a  countershaft  by  merely  taking  off 
the  large  fly  wheel  and  installing  a  suitable  pulley 
in  its  place,  disconnecting  the  engine  connecting  and 
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Sketch   of   Oil   Pumping   Rig. 


eccentric  rods,  or,  instead  of  using  the  engine  shaft 
a  new  countershaft  could  be  installed.  Another 
method  is  to  install  a  back  geared  motor,  the  motor 
to  set  on  the  present  engine  foundation,  and  belted 
direct  to  the  large  band  wheel. 

Up  to  this  time  there  has  been  ([uite  a  number 
of  motors  sold  for  this  work,  both  of  the  belted  and 
the  back  geared  type.  The  saving  to  be  effected  by 
the  use  of  electric  power  is  considerable — in  one  par- 
ticular case  the  writer's  investigations  showed  that 
the  cost  of  power  would  about  equal  the  cost  of  boiler 
up-keep,  that  is,  cleaning  tubes,  renewal  of  tubes,  etc. 
With  the  installation  of  motors,  the  cost  of  boiler  men, 
fuel,  etc.,  is  eliminated.  In  the  Midway  field  there  is 
one  particular  lease  that  is  operating  14  wells  and  it 
ip  necessary  to  buy  water  for  boilers  from  an  outside 
source.  The  cost  of  water  alone  was  $1200  per  month, 
while  it  is  safe  to  say  that  the  cost  of  electric  power 
for  these  same  wells  will  amount  to  not  more  than 
$600  per  month.  The  company,  at  the  same  time,  will 
be  saving  fuel,  boiler  men  and  up-keep  of  boilers  and 
steam  feed  mains.  The  total  cost  to  electrify  these 
14  wells  will  be  in  the  neighborhood  of  $10,000  to  $11,- 
000.  This  is  a  very  new  subject  with  the  oil  operators, 
but,  from  the  favorable  way  they  look  upon  it,  it  is 
safe  to  say  that  the  electric  power  is  the  coming  power 
for  the  oil  fields. 


THE   VALUE    OF    ELECTRIC    COMMERCIAL 

VEHICLES  AS  POWER  CONSUMING 

DEVICES. 

BY  C.   W.   HUTTON. 

One  of  the  most  important  features  to  be  consid- 
ered in  connection  with  procuring  profitable  industrial 
power  business  for  the  central  station  is  to  select  that 
class  of  power  business  which  will  cost  the  least 
to  handle.  It  necessarily  follows  that  the  class 
which  will  improve  the  load  factor  most  will  ful- 
fill this  condition.  There  is  no  power  consum- 
ing device  that  approaches  the  potential  possibilities. 
as  a  curative  of  not  only  the  daily  load  factor,  but  the 
yearly  load  factor  possessed  by  the  electric  vehicle, 
particularly  the  electric  commercial  type,  which  has 


a  duty  to  perform  practically  six  days  a  week  and 
every  week  in  the  year.  It  is  this  type  therefore  to 
which  my  remarks  will  be  confined. 

The  modern  electric  commercial  vehicle  is  so  de- 
signed that  its  battery  may  be  properly  charged  after 
nine  or  ten  o'clock  at  night  and  before  seven  o'clock 
in  the  morning.  Additional  wholesale  business  with 
not  a  cent's  increase  in  station  investment.  In  the 
commercial  vehicle,  due  to  the  nature  of  its  service,  it 
is  usually  impossible  that  it  should  be  placed  on  your 
lines  for  charging  during  the  day  time.  With  the  com- 
mercial vehicle  it  is  but  seldom  that  your  customer 
has  but  one  vehicle.  It  would  seem  that  the  tremen- 
dous desirability  of  this  character  of  load  is  beyond 
question  or  argument.  The  question  then  arises,  how- 
ever, as  to  whether  or  not  the  central  station  can  ob- 
tain this  load.  The  answer  depends  almost  entirely 
upon  the  answer  to  the  economic  question:  Is  the 
electric  vehicle  the  most  economical  means  that  can  be 
employed  for  the  trackless  transportation  of  merchan- 
dise within  the  radius  of  its  legitimate  application? 
If  the  answer  to  this  question  is  in  the  affirmative,  the 
central  station  will  obtain  this  load. 

We  often  hear  the  question,  "If  the  electric  vehicle 
is  what  it  is  claimed  to  be,  why  has  not  greater  suc- 
cess resulted  from  the  efforts  to  introduce  it  during 
the  last  ten  years?"  The  answer  is  simple.  No  im- 
portant industry  has  been  100  per  cent  successful  from 
its  birth.  A  large  and  important  industry  to  be  suc- 
cessful requires  not  only  satisfactory  working  tools, 
but  sufficient  education  to  be  used  intelligently.  Elec- 
tric commercial  vehicles  manufactured  from  five  to 
eight  and  nine  years  ago  are  today  in  successful  oper- 
ation. True,  they  are  not  as  economical  as  the  mod- 
ern vehicles,  but  this  could  not  be  expected.  Numer- 
ous other  electric  vehicles  manufactured  at  the  same 
time  met  a  sad  fate  and  have  been  the  cause  of  much 
adverse  criticism  of  this  method  of  transportation. 
The  reason  for  this  difference  in  results  obtained  by 
different  customers  with  the  same  article  has  been 
due  primarily  to  lack  of  education.  This  is  being  rap- 
idly corrected,  which  together  with  the  improvements 
made  in  batteries  and  mechanical  details,  has  greatly 
increased  the  usefulness  and  reliability  of  the  vehicle. 
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'I'lie  following-  tabulation  jiresents  important  data, 
showing  the  improvement  which  has  been  made  in 
tlic  1910  one-thoiisand-pound  \ehicle  of  a  certain  man- 
ufacturer o\-er  previous  designs.  Approxmiately  the 
same  relative  improvement  has  been  made  on  the  other 
standard  sizes. 

roMP.^RATivr:  d.\t.\  on  iuoo-lb.  wagons. 

Vehicle  and       Vehicle  and    Per  Cent 
Battery.  1906    Battery,  1910     Change 

Weight    of    wagon    complete 

(approx.)     4500  .1500  — 2Z 

Weight  ot  battery 1400  1255  — 10 

Capacity    of   b.sclerv.   ampere 

hours' ". 112  1.1s  -t-a.-i 

Capacity     of     battery,     kw.- 

hours    9.2  12.1  4-32 

AiTipere   hours   per   pound....      ■     .OS  .11  -f-3S 

Kw.-houi-s  per  pounii 00G5C  .0096.1  +47 

Current      required       to      run 

loaded      wagon      on      level 

(amperes)     35  23  —34 

.Speed     of     wagon     on     level. 

miles   per   hour 10  12                            -|-20 

Battei'y  discliarged  in  hours.         3  fi                          -1-100 

Mileage      possible      on       one 

charge    30  72                        -f-lio 

Life  of  battery  in  miles  (ap- 
prox.)      "000  11000                            -1-57 

Cleaning  required  during  life        3  0 

Cost  of  each  battery  renewal. $327  .  00  $227.00                     ^30 

Cost  of  cleaning  per  annum..    120.00  0 

Flushing    with    water,    times 

per  annum    100.00  ic.OO                    —75 

It  will  be  seen  from  the  above  that  the  l)attery  in 
the  KJ06  wagon  was  required  to  discharge  at  a  three- 
hour  rate,  whereas  in  the  U)io  wagon  it  is  discharged 
at  a  six-hour  rate,  and  that  the  1906  wagon  could 
barely  run  30  miles  on  one  charge,  whereas  the  1910 
wagon  can  run  45,  which  is  the  guarantee,  and  have 
a  good  margin  to  spare. 

The  saving  in  weight  has  been  accomplished 
chiefly  by  the  adoption  of  a  single  motor,  simplified 
transmission,  lighter  battery  and  high  class  steel,  and 
not  by  sacrificing  strength  in  the  running  gear  or  body. 

The  greater  portion  of  the  impro\'ements  indicated 
has  been  made  since  1907.'  The  modern  electric  wagon 
is  a  better  hill  climber  and  gives  better  service  in  every 
way  than  that  of  1906,  is  speedy  enough  for  traffic  con- 
ditions, and  has  sufficient  battery  capacity  to  do  a  full 
day's  work  under  average  conditions. 

The  refinement  of  motor  and  control  construc- 
tion, the  reduction  of  friction  to  a  minimum,  the  im- 
proved mechanical  design  minimizing  maintenance 
expense,  the  improved  storage  battery  resulting  in 
greatly  increased  capacity,  longer  life  and  reduced  re- 
newal expense  combined  with  intelligent  selling  and 
intelligent  operation  has  made  the  electrical  commer- 
cial vehicle  an  economic  success.  One  important  ex- 
ample in  evidence  of  this  fact  may  l)e  of  interest. 

One  of  the  large  brewers  in  Nev.'  York  City,  the 
Peter  Doelger  C- -mpany,  something  over  two  A^ears  ago. 
was  rabidly  antagonistic  to  the  electric  vehicle  because 
of  involved  experience  with  electric  vehicles  in  the 
earlier  days.  As  a  result  of  continual  effort  they  were 
at  last  induced  to  try  a  modern  5-ton  truck.  .\t  the 
time  of  placing  order  for  this  truck  they  stated  that 
if  it  would  do  what  was  claimed  for  it,  in  fi\-c  months' 
an  additional  order  for  five  more  would  be  placed.  At 
the  end  of  five  months  the  additional  order  was  re- 
ceived and  a  statement  made  that  if  these  trucks  gave 
the  same  satisfaction  as  the  first  one  purchased,  within 
six  months  an   additional   order  for  twelve  would   be 


Iilaced.  This  company  has  recently  placed  an  order 
for  twelve  3'-j-ton  and  six  5-ton  trucks  and  state  with- 
out qualification  that  they  will  save  at  least  $20,000 
per  year  in  cost  of  transporttation  over  their  previ- 
ous methods  of  horse-drawn  vehicles. 

The  majority  of  vehicle  orders  today  are  repeat  or- 
ders, a  sure  indication  of  satisfaction.  We  therefore 
have  at  hand  an  economical,  satisfactory  de\ice. 

The  gasoline  truck  which  is  being  rapidly  intro- 
duced is  really  non-competitive  with  the  electric,  as 
each  has  its  own  respective  field,  but  commercial  ac- 
tivity is  making  the  gasoline  car  a  more  and  more 
important  competitor  of  the  electric  in  the  commer- 
cial field  properly  belonging  to  the  battery-driven 
vehicle. 


TiVz-ton  Truck  noing  up  Taylor  St..  between  Pine  and  Bush  St..  San  Francisco 
Load.  60(X)  lbs.— Grade  16% 

There  has  been  one  main  objection  to  the  electric 
vehicle  which  has  been  much  discussed  and  on  which 
definite  information  may  be  of  interest.  Many  sup- 
porters of  the  electric  vehicle  have  been  more  or  less 
ready  to  concede  that  level  street  conditions  were  a 
necessity  for  its  successful  operation.  It  is  perfectly 
true  that  an  electric  vehicle  will  not  travel  as  many 
miles  on  one  charge  under  conditions  of  severe  grades 
as  it  will  on  a  level — neither  will  a  horse.  Cincinnati 
is  far  from  level,  but  many  electric  vehicles  are  oper- 
ated there  with  eminently  satisfactory  results.  Kansas 
City  also  has  some  extreme  grades.  The  following 
letter  received  from  the  Duff  &  Repp  Furniture  Com- 
pany of  that  city  is  illuminating: 

"We  take  pleasure  in  hniiding  you  hercwitli  our  order  for 
another  two-ton  truck,  to  he  .1  duplicate  of  tlie  one  ordered  by 
us  last  year. 

"We  are  making  26  to  30  miles  a  day  over  the  hills  of  our 
city  with  the  truck,  replacing  five  horses,  and  this  order  for  a 
second  machine  is  in  consequence  of  the  work  done  and  our 
belief  in  the  economy  of  your  method  of  hauling.    June  8,  1910." 

The  San  Francisco  Gas  &  Electric  Company  has 
been  using  a  33^2  ton  truck  and  a  i-ton  truck  under  San 
Francisco's  hill  conditions  for  the  past  three  months 
with  mileage  results  eminently  satisfactory. 

Fig.  I  shows  the  effect  of  different  grades  on  a 
i-ton    electric    vehicle    equipped    with    lead    and    with 
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Fig.    1. 

Edison  batteries.     Curves  for  other  sizes  would  take 
about  the  same  relative  shape. 

Fig.  2  shows  curves  of  cost  of  operation  per  mile 
and  per  ton  mile  when  various  sized  vehicles  are  oper- 
ated the  schedule  of  miles  indicated.  Cost  figures  in- 
clude amortization  at  ten  per  cent  of  the  original  pur- 
chase   price     and     interest     on     one-half     the    invest- 


lOOO   sooo  tooo 

Fig.    2. 

ment  at  six  per  cent.  Interest  is  figured  on  one- 
half  of  the  investment  because  the  book  value  of  the 
vehicle  is  being  constantly  written  ofif.  The  cost  fig- 
ures of  the  curve  also  include  liability  and  fire  insur- 
ance, driver,  garage  rent,  labor  and  maintenance  and 
repairs  of  batteries,  tires  and  vehicle,  but  does  not  in- 
clude painting  or  repairs  to  woodwork.  It  includes 
current  at  4c  per  kw.  hour. 

Should  not  electrical  engineers  while  having  the 
most  ideal  form  of  motive  power  at  their  command, 
seek  to  improve,  standardize  and  cultivate  its  useful- 
ness? 

The  electric  vehicle  of  today  is  capable  of  doing 
a  full  day's  city  or  suburban  work  on  one  charge  of 
the  storage  battery  with  a  margin  to  spare.  It  is  prob- 
ably not  destined  to  compete  with  railroad  transporta- 
tion and  we  may  concede  for  the  present  at  any  rate, 
that  there  is  a  large  field  for  gasoline  trucks  where 
great  distances  have  to  be  covered. 


-At  a  recent  competitive  test  in  New  York  City  of 
various  sizes  of  gasoline  and  electric  trucks  on  trans- 
fer work  it  developed  that  the  larger  sizes  of  electric 
trucks  operated  at  a  power  cost  per  ton  mile  of  about 
one-half  of  the  cost  of  the  gasoline  trucks.  The  cur- 
rent was  figured  at  4c  per  kw.  hour,  gasoline  at  i6c  per 
gallon  and  lubricating  oil  at  50c  per  gallon.  The 
smaller  sizes  of  electric  vehicles  made  practically  the 
same  showing  in  delivery  service  requiring  many 
stops. 

Requirements  of  modern  business  are  becoming 
such  that  we  are  not  merely  facing  the  problem  of  a 
substitute  for  horses.  There  are  many  cases  where  it 
is  more  economical  for  the  merchant  to  operate  power 
vehicles  even  at  a  high  cost  per  mile  than  to  pack  his 
goods  for  railroad  transportation,  and  the  radius  of 
action  of  trackless  delivery  systems  is,  therefore,  be- 
coming extended  far  beyond  the  capabilities  of  horses 
and  possibly  of  storage  battery  trucks.  This  fact  in 
itself  makes  a  field  for  gasoline  trucks,  and  it  is  possi- 
ble that  the  public  are  to  some  extent  deceived  in  re- 
gard to  the  use  of  gasoline  trucks  which  are  seen  on 
the  streets  of  our  cities. 

.As  a  matter  of  fact,  they  are  used  largely  for  long 
distance  work  and  in  relatively  few  cases  have  been 
l)i)ught  to  take  the  place  of  horse  delivery  systems, 
whereas  the  electric  vehicles  are  actually  being  substi- 
tuted for  horses  and  have  proved  their  ability  to  suc- 
cessfully compete  in  the  cost  of  operation,  at  the  same 
time  possessing  other  advantages. 

It  is  important  that  electric  light  companies  and 
all  manufacturers  and  dealers  in  electrical  apparatus 
should  not  only  advocate  the  electric  vehicle  but 
should  deliver  their  goods  with  it,  as  every  electric 
wagon  on  the  street  helps  in  creating  a  sentiment 
favorable  to  this  form  of  motive  power. 

To  add  a  profit  bearing  load  at  no  appreciable  in- 
crease in  fixed  charges  is  almost  the  utmost  to  be  de- 
sired by  the  management  of  any  central  station.  To 
do  so  at  a  very  inconsiderable  expense  is  almost  ideal. 
The  following  table  gives  the  earning  power  as  com- 
pared with  other  current  consuming  devices  the  pro- 
motion of  which  has  required  considerable  labor  and 
expense. 

ELECTRIC    VEHICLES 


Type    of   Vehicle. 


5-ton    trucl<    11,000 

3  Mi -ton  truck  . 
2-ton  trucit  .  . . 
LM)00-lb.  wagon 
1000-lb    wagon 

KSTIMATED  ANNUAL  KW".  HOURS  AVERAGE  DBM.\ND  OF 
INDIVIDUAL  ELECTRIC  VEHICLE  COMPARED  WITH 
THE  NUIMBER  OF  ARC  LAMPS,  INCANDESCENT  L.\MPS, 
OR  FLAT  IRONS  OF  EQUIVALENT  KW.  HOURS  DEMAND. 

The  above  tabulation  is  based  on  the  demand  20 
per  cent  less  than  the  full  capacity  of  the  battery. 

There  are  those  enthusiasts  who  predict  that  with- 
in a  decade  a  greater  portion  of  the  central  station's 
iiutput  will  be  used  for  charging  electric  vehicles  dur- 
ing non-peak  hours  than  is  furnished  today  for  driv- 
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ing  industrial  motors.  Such  may  or  may  not  be  the 
case,  but  here  are  5  simple  facts  I  wish  to  leave  with 
you: 

First.  Within  the  sphere  of  its  legitimate  appli- 
cation, which  includes  80  to  85  per  cent  of  all  trucking 
problems,  the  electric  commercial  vehicle  is  the  most 
dependable,  most  satisfactory,  most  economical  of  all 
trackless  vehicles. 

Second.  In  a  great  percentage  of  the  cases  when 
a  shipper  has  bought  one  modern  electric  vehicle  for 
trial  he  has  thereafter  increased  his  equipment. 

Third.  Substantially  all  vehicles  must  be  charged 
on  central  station  current. 

Fourth.  Practically  all  charging  is  done-  at  nun- 
peak  hours. 

Fifth.  The  annual  kw.  hour  consumption  of  an 
electric  vehicle  makes  it,  even  at  a  preferential  rate, 
one  of  the  most  attractive  sources  of  income  obtain- 
able in  proportion  to  expense  of  handling  the  business. 


ELECTRIC  POWER  CONSUMPTION  FOR  GOLD 
DREDGING. 

BV    L.    ETTRUP. 

Figs.  3  and  4  on  page  161  of  the  Journal  of  Elec- 
tricity, Power  and  Gas,  of  Feb.  18,  191 1,  are  test  dia- 
grams taken  from  the  Alarysville  Company's  dredger 
at  Alarysville  and  from  the  Ashburton  Alining  Com- 
pany's dredge  at  Folsom.  The  tests  were  made  under 
the  writer's  directions  by  Air.  S.  G.  Gassaway. 

As  the  tests  were  only  taken  to  determine  what 
size  motor  to  install  on  a  new  dredge  under  construc- 
tion they  must  not  be  considered  as  giving  an  exact 
diagram  of  the  work  done  by  the  motor,  but  only 
an  idea  of  the  horsepower  used  and  the  variation  in 
load. 

The  following  motors  are  as  a  rule  used  in  gold 
dredging: 

One  diggmg  motor  of  from  75  to  300  h,p.,  3-phase 
variable  speed  (360  r.p.m.  or  600  r.p.m.)  usually  14 
notch  controllers  either  to  be  run  constantly  on  all 
points  or  a  limited  time  on  the  first  7  and  any 
length  of  time  on  the  last  7  points.  The  duty  of 
this  motor  is  to  drive  an  endless  bucket  chain  at 
a  speed  of  from  16  to  24  buckets  per  minute, 
or  from  50  to  about  70  feet  digging  speed. 
By  examining  the  h.p.  curve  you  will  find  that  the 
greatest  power  is  used  to  drive  the  empty  machinery,' 
and  you  will  notice  that  it  takes  more  power 
to  drive  the  bucket  line  empty  in  a  nearly  horizontal 
position  than  it  does  in  several  positions  at  certain 
depths  where  the  ground  is  soft.  This  must  be  due  to 
the  fact  that  when  the  digging  ladder  is  horizontal  the 
full  weight  of  the  bucket  line  is  on  rollers  and  tum- 
blers and  as  the  bucket  line's  weight  is  from  50  to  100 
tons  a  considerable  amount  of  friction  is  created. 
When  the  digging  ladder  is  on  an  angle  only  a  com- 
ponent of  the  weight  creates  a  friction  on  the  rollers 
that  support  the  bucket  line.  Dredgers  are  as  a  rule 
supplied  with  bigger  motors  than  are  really  neces- 
sary as  they  are  subject  to  variable  loads.  The  vari- 
able speed  motors  are  many  times  thrown  from  the  14 
point  ahead  to  reverse. 

The  winch  motor  is  from  20  h.p.  to  about  35  h.p. 
3-phase  variable  speed  and  as  a  rule  600  r.p.m.     The 


iluty  of  this  motor  is  to  swing  the  dredger,  hoist  spuds 
and  stacker  and,  if  head  line  is  used  to  dig  on,  it  will 
also  have  to  handle  that  line. 

The  pumps  are  driven  either  by  one  motor  directly 
connected  to  two  pumps  or  by  two  motors  each  direct- 
ly connected  to  a  pump.  The  size  of  the  first  motor 
varies  from  about  75  h.p.  up  to  100  h.p.  On  the  second 
arrangement  one  motor  usually  from  35  to  50  h.p.  and 
the  other  as  a  rule  50  to  100  h.p.  all  depending  on  the 
capacity  of  the  dredge.  These  motors  are  3-phase, 
about  900  r.p.m.  constant  speed. 

One  stacker  motor  is  used  to  drive  a  conveyor 
belt.  This  motor,  in  the  medium  size  dredger,  is  of 
about  35  h.p.  capacity,  600  to  900  r.p.m.  3-phase,  con- 
stant speed. 

One  screen  motor  is  used  to  drive  shaker  or  a  re- 
volving screen.  This  motor  is  usually  from  25  to  35 
h.p.,  from  600  to  900  r.p.m.  of  the  constant  speed,  3- 
phase  type.  When  magnetic  friction  clutches  are  used 
a  motor  generator  set  is  employed  to  generate  direct 
current  for  the  clutches. 


ELECTRIC   POWER  FOR  GOLD   DREDGING. 

BY    S.    G.     GASSAW.W. 

In  California,  there  are  now  about  130  gold 
dredges  operating  as  follows : 

Fifteen  at  Hammonton  on  the  Yuba,  30  at  Oro- 
ville,  9  at  Folsom,  75  scattered  in  counties  of  Cala- 
veras, Alerced,  Siskiyou,  Shasta,  Stanislaus  and  Trin- 
ity. Their  combined  yield  is  about  $8,000,000  per 
year    in    gold. 

Dredges  capable  of  handling  250,000  cu.  yds.  per 
month  are  now  built  at  a  cost  of  from  $180,000  to  $200,- 
000,  the  capacity  of  the  buckets  being  13^  cu.  ft.  .'\s 
dredges  grow  in  size  the  cost  and  difficulties  of  han- 
dling the  large  current,  corresponding  to  the  larger 
amounts  of  power  required,  increase,  and  so  higher 
operating  voltages  are  used,  the  latter  dredges  employ- 
ing motors  wound  for  2300  volts  instead  of  220  or  440 
as  formerly.  This  increase  in  voltage  is  especially  de- 
sirable if  power  is  transmitted  at  2300  volts,  as  it  elim- 
inates the  dredge  transformers,  thus  not  only  saving 
their  first  cost  and  power  losses,  but  also  making  one 
less  link  connecting  the  dredge  motor  to  the  source  of 
power,  thus  avoiding  possible  shut-downs  due  to  trans- 
former trouble.  With  2300  volt  motors  the  wiring  of 
the  dredge  is  simpler  and  considerably  cheaper  in  first 
cost  and  installation  as  it  is  possible  to  use  triple  con- 
ductor cables.  A  number  of  dredges  are  now  operat- 
ing with  2300  volt  motors. 

Original  dredges  were  operated  by  steam,  then 
direct  current  and  alternating  current  were  both  tried, 
the  a.c.  finally  winning  out  as  the  most  suitable.  One 
dredge,  however,  which  was  built  as  late  as  1908,  is 
equipped  with  d.c.  motors  on  the  bucket  line  and 
winch  and  a.c.  on  other  parts.  Alternating  current  is 
purchased  and  converted  to  d.c.  with  rotary  converter. 
This,  however,  has  not  proven  satisfactory  nor  eco- 
nomical and  I  understand  the  d.c.  motors  are  to  be 
replaced  by  variable  speed  a.c. 

One  dredge  recently  built  is  provided  with  a  syn- 
chronous motor  to  drive  the  pumps  and  is  of  sufficient 
capacity  to  operate  with  sufficient  excess  field  excita- 
tion to  supply  the  wattless  current  taken  by  the  indue- 
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tion  motors,  thus  relieving  the  station  generators  be- 
sides eiifecting  a  considerable  saving  in  the  power  bill 
because  of  reduced  line  loss. 

A  device  used  on  several  dredges  whuch  has  saved 
many  dollars  is  a  magnetic  clutch  on  the  bucket 
drive.  This  clutch  is  operated  by  direct  current  sup- 
plied by  a  small  motor  generator  set  of  about  i  kw. 
capacity.  The  winchman  can  set  the  clutch  to  slip  at 
any  value  he  desires  by  adjusting  a  rheostat  in  series 
therewith.  In  this  way  the  strain  on  the  bucket  line, 
tumblers  and  gears  is  limited.  Without  the  clutch, 
should  the  bucket  line  strike  a  boulder  or  other  ob- 
struction, something  is  liable  to  break,  causing  shut- 
down. Upon  striking  an  obstruction,  the  clutch  slips 
whenever  the  strain  exceeds  the  predetermined 
amount,  this  oftentimes  preventing  breakage  and 
shut-down. 


APPLICATION  OF  ELECTRICITY  TO  ROCK 
DRILLS  AND  DRILLING. 

BY  J.   VV.   WHITE. 

One  conspicuous  exception  to  the  general  use  of 
electricity  has  been  in  the  excavation  of  rock.  The 
combination  of  the  ruggedness  of  the  air  or  steam 
drill  with  the  high  efficiency,  flexibilit}'  and  economy 
of  electricity  has  long  been  sought  and,  despite  many 
failures,  a  firm  conviction  that  it  would  some  day  be 
realized  has  been  generally  held. 

The  early  developments  in  the  field  of  rock  drill- 
ing were  along  the  lines  of  least  resistance,  and  as 
electricity  and  its  application  was  but  little  known  at 
that  time,  steam  and  air  were  applied  because  they 
were  the  easiest  handled,  and  there  was  more  known 
about  their  characteristics  than  any  other  two  methods 
of  applying  power  to  machinery  of  this  nature. 

Steam  was  early  discarded  where  the  power  was 
to  be  transmitted  over  any  great  distance,  on  account 
of  rapid  condensation,  due  to  cooling,  and  consequent 
loss  in  power.  On  the  other  hand,  wherever  a  steam 
boiler  could  be  placed  near  the  drills,  the  cost  for  the 
equipment  was  much  less,  and  was  a  more  direct  appli- 
cation than  by  applying  the  same  power  to  an  engine, 
which  in  turn  drove  an  air  compressor  to  operate  the 
same  drill.  For  the  purposes  of  this  discussion,  there- 
fore, the  operation  of  drills  by  steam  may  be  neglected 
on  account  of  the  limited  distance  through  which  it 
can  be  transmitted  with  economy. 

It  is  well  known  that  the  energy  transformation 


in  the  use  of  compressed  air  is  not  high,  but  the  fact 
"that  it  does  things,"  some  of  them  better  than  by 
any  other  means,  and  some  which  are  not  otherwise 
done,  has  made  the  matter  of  fuel  economy  of  second- 
ary importance.  Therefore,  no  apology  is  needed  for 
the  use  of  compressed  air  t(  day. 

It  is  a  well  known  fact,  however,  that  air  does 
work,  and  this  may  be  compared  to  the  compressor 
work,  "although  they  have  no  direct  relation,"  and  in 
this  way  an  efficiency  may  be  obtained. 

Types  of  Air  Drills. 

Drills  may  be  classified  as  core  drills,  well  drills, 
reciprocating  drills  and  hammer  drills. 

The  core  drill  is  of  the  rotating  type,  in  which  a 
core  of  rock  is  cut  from  the  main  body  and  drawn  up 
with  the  drill.  For  this  operation  a  shell  is  used,  which 
in  turning  cuts  the  core  free.  Some  types  of  drills 
employ  diamonds  set  in  the  cutting  edge  and  are 
known  as  the  diamond  drill.  Other  types  have  an  ac- 
tual cutting  edge  of  their  own,  or  are  fed  with  steel  shot 
to  assist  the  drill  in  cutting  the  rock. 

The  well  drill  is  of  the  familiar  type  used  for  oil 
well  drilling  or  for  prospecting  ore-bearing  ground, 
and  its  jjrincipal  operation  consists  in  raising  and  drop- 
l)ing  a  hammer,  depending  upon  the  impact  of  the 
blow  thus  given  to  force  the  drill  point  through  the 
strata  to  be  penetrated. 

The  reciprocating  drill  is  distinguished  by  the 
fact  that  it  has  a  piston,  which  is  reciprocated  by 
means  of  admitting  air  to  either  side  of  same,  this  ad- 
mission being  under  the  control  of  a  sliding  valve.  In 
this  type  of  drill,  the  steel  is  fastened  rigidly  to  the 
piston,  and  the  blow  is  given  to  the  rock  by  virtue  of 
the  moving  weight  and  its  consequent  velocity. 

In  the  hammer  drill  a  floating  piston  is  used,  which 
travels  the  length  of  the  cylinder,  due  to  admission  of 
air  or  steam  through  a  valve  controlled  port  similar  to 
the  reciprocating  drill.  The  one  exception  being  that 
in  the  latter  instance  the  piston  is  also  the  hammer, 
and  delivers  its  blow  directly  to  a  drill  steel  cap  at  one 
end  of  the  stroke  which  in  turn  directly  transmits  the 
force  to  the  head  of  the  drill  steel. 

.-\s  the  application  of  electricity  to  c  ire  drills  is 
limited  only  by  the  convenience  of  electric  power  in 
the  territory  in  which  operations  are  to  be  conducted, 
the  application  of  electricity  to  this  type  of  drill  is  not 
an  important  matter  in  this  discussion. 
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In  the  case  of  the  well  drill,  this  problem  has 
already  been  solved,  and  in  other  papers  presented 
this  evening  the  subject  will  doubtless  be  gix-en  consid- 
erable attention  in  cc:)nnection  with  the  drilling  of  oil 
wells. 

The  greatest  difticulty  therefore,  has  been  in  the 
application  of  electricity  to  drills  of  the  reciprocating 
and  hammer  types,  and  with  which  this  paper  is  di- 
rectly concerned. 

Exhaustive  tests  on  reciprocating  drills  show  that 
the  combined  efficiency  of  the  drill,  compressor  and 
]iriiiie  mover  average  between  20  and  30  per  cent.  This 
percentage  varying  in  accordance  with  the  type  of  air 
compressor,  drill  and  prime  mover,  and  while  this  effi- 
ciciic}'  is  manifestly  low  from  the  view  ptsint  of  the 
layman,  upon  careful  investigaticju  it  will  be  found  that 
the  losses  in  the  compressor,  transmission  system  and 
in  the  drill  itself  fully  account  for  the  inefficient  result 
above  given. 

For  instance:    A  3  in.  air  drill  of  the  reciprocating 


with  a  3  in.  drill  of  the  reciprocating  type,  which  drill 
will  consume  about  16.7  h.p. 

It  should  be  noted  here  that  the  efficiency  of  the 
drill  is  entirely  foreign  to  the  footage  of  rock  drilled 
and  should  not  be  confused  with  it.  The  amount  of 
rock  drilled  depends  on  other  factors  in  addition  to 
the  power  applied  as  will  be  shown  later. 

In  small  drills  of  the  hammer  type  no  water  is  used 
in  drilling,  consequently  their  application  is  limited  to 
uppers  and  holes  above  the  horizontal.  Therefore, 
machines  of  this  type  are  made  in  small  sizes  for  work 
in  small  stopes,  headings,  etc.,  and  are  of  such  weight 
that  they  can  be  handled  by  one  man. 

These  drills  are  not  applicable  for  drilling  horizon- 
tal or  down  holes,  on  account  of  the  fact  that  they  will 
not  clear,  and  consequently  stick,  all  turning  of  the 
drill  steel  being  manual.  In  the  large  sizes,  common 
practice  is  to  carry  water  to  the  point  of  the  drill  by 
means  of  the  hole  in  the  center  of  the  drill  bar.  With 
this  type  of  drill   it   is  possible  to  drill   both  uppers, 


type  when  operating  at  80  lb.  pressure  takes  approxi-      horizontals  and  down  holes,  although  the  greatest  dif- 


m?tely  114  cu.  ft.  of  free  air,  and  with  two  stage  com- 
pression it  takes  approximately  .146  h.p.  per  cu.  ft. 
when  due  allowances  have  been  made  for  transmission 
losses,  or  a  total  of  16.7  h.p.,  while  the  indicated  horse- 
power of  a  drill  of  this  type  is  approximately  4.8  giving 
an  efficiency  of  28.8  per  cent  for  a  complete  installa- 
tion. These  figures  are  often  modified  by  elevation  and 
existing  conditions,  as  well  as  type  of  prime  mover. 


ficulty  is  met  on  the  vertical  down  holes. 

Coming  now  to  the  question  of  ap|)lication  of  drills 
to  different  kinds  of  work,  it  has  been  found  that  hardly 
any  type  of  air  drill  at  present  on  the  market  is  satis- 
factory for  all  work. 

For  instance :  The  piston  or  reciprocating  drill 
will  work  on  down  holes  and  uppers,  but  is  at  its  great- 
est disadvantage  on  horizontal  holes  on  account  of  the 


The  hammer  drill  is  the  latest  development  in  rock  fact  that  it  is  impossible  to  get  water  into  them,  and 

drill   practice,  and   at   the  present   time   is   still   some-  they  will  not  clear  themselves  as  well  as  uppers.     On 

what  in  the  experimental  stage.    This  type  of  drill  has  the  other  hand,  the  hammer  type  of  drill  in  the  small 

certain  applications  for  which  it  is  adapted,  and  which  sizes  is  successful  on  uppers  wherein  the  clearance  fea- 


ivill  be  taken  up  later. 

The  efficiency  of  the  drill  is  somewhat  higher  than 
a  piston  drill,  due  to  the  fact  that  with'a  smaller  mov- 
ing element  the  friction  loss  of  the  drill  itself  is  reduced 
to  a  minimum,  and  for  the  same  size  as  the  recipro- 
cating drill,  the  efficiency  will  be  ])robably  about  3  to 
8  per  cent  better.  This  type  rif  drill  also  has  the  added 
advantage  that  the  drill  steel  is  not  reciprocated.  In 
other  words  the  blow  is  struck  directly  on  the  head  of 
the  drill  steel,  while  the  drill  point  is  kept  against  the 


ture  does  not  effect  their  operation,  but  they  are  lim- 
ited to  this  one  class  of  work  on  this  account. 

The  large  hammer  drills  which  use  water  are  good 
on  uppers  and  horizontal  holes,  but  experience  consid- 
erable trouble  in  clearing  on  down  holes  where  the 
muck  is  liable  to  clog  the  drill  and  thus  assist  in  dead- 
ening the  rebound,  so  that  in  turning  the  drill  wears 
itself  away  on  the  face  of  the  hole. 

Both  of  these  types  of  drill  use  crossbit  steel  and 
some  of  the  hammer  drills  use  a  five  pointed  steel.   Ex- 


face  of  the  hole  continually.     It  is  evident  that  a  great  perience  has  shown  that  the  hammer  type  of  drill  at 

deal  of  the  power  taken  by  the  i)iston  or  rcciju-ocating  present    has    the   highest    maintenance    cost,    although 

type  of  drill  is  lost  by  the  friction  of  the  moving  drill  their  work  is   much   more  rapid.     On  the  other  hand 

bar  in  the  hole,  and  consequently  for  the  same  amount  it  is  more  satisfactory  in  broken  ground,  as  the  drill 

of  work  done,  the  hammer  type  of  di  ill  takes  about  one-  does  not  plunge  ahead  into  crevices  like  the  recipro- 

third  less  air,  or  about  11  h.p.  per  drill.    In  comparispni  catijig  drill.    At  the  present  stage  of  development,  the 
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piston  drill  holds  the  advantage  over  the  hammer  drill 
in  the  cost  of  excavation  per  foot,  although  it  i-^  quite 
probable  that  the  hammer  drill  actually  drills  faster 
than  the  piston  type,  but  is  much  more  complicated, 
and  if  the  expense  incurred  by  the  fact  of  its  being  out 
of  commission  were  added  to  the  maintenance,  the 
probable  cost  per  foot  of  ground  broken  would  be  con- 
siderably in  favor  of  the  piston  machine.  It  is  quite 
probable  however,  that  the  new  improvements  along 
the  line  of  air  drilling  are  mostly  in  the  hammer  type 
of  machines. 

The  Electric  Drill. 

^^'ith  the  above  brief  history  of  air  machine  wnrk. 
we  can  take  up  the  development  of  the  electric  drill.  It 
has  long  been  realized  that  the  successful  application  of 
electric  power  to  rock  drilling  would  result  in  a  much 
greater  economy  and  give  a  lower  first  cost  of  installa- 
tion as  well  as  being  more  flexible  on  account  of  porta- 
bility of  individual  units. 

With  the  air  machine  it  is  necessary  to  have  a  com- 
pressor of  sufficient  capacity  to  handle  the  number 
of  drills  operated,  and  it  is  needless  to  say  that  the 
standby  losses  when  only  a  portion  of  the  equipment 
is  in  operation  are  considerable.  It  is  also  necessary 
to  buy  a  large  machine  for  the  initial  installation, 
(which  the  customer  is  often  not  warranted  in  purchas- 
ing), simply  because  he  expects  to  jnit  in  more  drills 
at  a  later  date. 

The  cost  of  running  pipe  lines,  etc..  is  a  consider- 
able item,  and  the  losses  in  air  transmission  are  at  least 
three  times  as  great  as  in  electrical  application. 

The  first  style  of  electric  drill  designed  was  of  the 
solenoid  type,  using  two  opposed  solenoids  and  an 
alternating  current  generator  of  very  low  frequency, 
the  number  of  blows  struck  being  equal  to  the  fre- 
quency of  the  generator.  It  is  needless  to  state  that 
the  efficiency  of  solenoid  operation  is  not"  of  the  best 
and  the  reciprocating  action  made  a  wreck  of  a  seem- 
ingly simple  design.  The  greatest  fault  with  this  type 
of  drill  was  that  the  greatest  moment  exerted  upon  the 
drill  steel  was  at  the  beginnin,g  of  the  stroke,  and  as  the 
core  entered  the  solenoid,  the  ma,gnet  pull  fell  oflf  ap- 
preciably so  that  at  the  end  of  the  stroke  the  drill 
was  receiving  practically  no  energy  from  the  solenoids. 
On  this  account  it  was  necessary  for  the  drill  runner 
to  give  the  drill  considerable  attention,  as  the  blow 
depended  upon  the  position  of  the  solenoid  core  at  the 
time  the  blow  was  struck. 

Another  early  design  used  a  motor  which  com- 
pressed a  spring  on  the  return  stroke  of  the  drill,  trip- 
ping it  with  a  trigger  at  the  proper  time  so  that  the 
impact  to  the  drill  steel  wa-^  delivered  by  this  spring 
in  expanding. 

This  type,  like  the  first,  is  at  a  disadvantage  be- 
cause the  effect  of  the  spring  is  least  at  the  end  of  the 
stroke,  therefore,  the  impact  of  the  blow  is  dependent 
upon  the  velocity  of  the  recijirocating  part  gained  on 
the  first  portion  of  the  stroke.  A  great  deal  of  trouble 
v/as  experienced  with  the  springs  and  in  the  lubrication 
of  the  drill,  while  the  drill  itself  was  of  such  a  weight 
that  it  was  bulky  to  handle. 

Another  development  following  this  was  of  a  drill 
electrically  driven,  but  operated  by  compressed  air.  A 
small  motor  was  direct  geared,  to  a  cjouble  acting  com- 


pressor, which  contained  but  two  inlet  valves,  and 
which  was  connected  by  flexible  pipe  to  a  standard 
air  machine,  which  also  was  equipped  without  valves. 
In  this  drill,  the  piston  was  moved  back  and  forth  by 
the  transmission  of  pressure  from  the  pistons  of  the 
air  compressor,  and  this  was  the  first  jn-actical  elec- 
trically operated  drill  (if  it  can  be  called  such). 

With  this  machine  it  is  possible  to  do  the  same 
work  with  about  5  h.p.  that  the  reciprocating  air  ma- 
chine does  with  16.7  h.p. ;  a  saving  of  1 1.7  h.p. 

This  drill  is  still  upon  the  market  and  is  success- 
ful in  places  where  it  is  possible  to  carry  the  com- 
pressor with  the  drill,  as  it  is  necessary  to  have  the 
length  of  hose  between  the  compressor  and  the  drill 
as  short  as  possible,  in  fact,  within  7  to  id  ft.  It  is 
therefore,  impractical  to  use  them  in  shafts  or  in  small 
stopes,  and  their  work  is  limitel  to  open  quarries  and 
faces  of  tunnels  where  the  compres.sor  can  be  pushed 
back  when  the  charges  are  fired. 

The  compressor  and  motor  on  these  drills  wei,ghs 
ill  the  iici,ghborhood  of  900  lb.  and  the  complete  equip- 
ment approximately  1200  lb.  It  is  therefore,  apparent 
that  while  these  drills  will  be  successful  in  certain 
classes  of  work,  their  field  is  limited. 

The  next  development  in  electric  drills  was  what 
is  known  as  the  air-electric,  in  which  a  piston  is  oper- 
ated through  a  scotch  j'oke  (or  an  ordinary  crank)  and 
gears  by  a  motor.  The  motor  being  mounted  upon  the 
guide  shell  of  the  drill.  The  drill  itself  is  entirely  sep- 
arate from  the  piston  already  mentioned  and  is  oper- 
ated by  an  air  medium.  By  combining  the  motor  and 
drill  upon  vhe  guide  shell,  much  weight  was  avoided, 
but  it  is  all  i:onccntrated  in  the  drill  itself,  making  it 
bulky  to  hanc'le,  either  upon  a  tripod  or  a  standard. 

These  lasi  two  drills  were  open  to  the  same  fault 
as  all  others  ot  the  electric  drills  in  the  past,  that  is 
that  the  least  amount  of  ener,gy  was  being  transmitted 
to  the  piston  at  the  end  of  the  stroke,  on  account  of 
the  crank  passing  a  dead  center. 

In  addition  to  this  the  question  of  lubrication,  the 
difficulty  experienced  in  changing  rotary  to  recipro- 
cating action,  made  the  upkeep  of  this  latter  drill  pro- 
hibitive, and  as  far  as  it  is  known  they  are  not  in  gen- 
eral use  at  the  present  time.  One  of  the  later  drills 
used  the  same  principle  but  instead  of  having  a  motor 
driven  piston,  the  cylinder  wall  was  reciprocated,  thus 
changing  the  valve  action,  so  that  the  same  effect  was 
produced  through  ports. 

With  this  type  of  drill  it  was  claimed  that  a  4  h.p. 
motor  would  do  the  same  work  as  a  3  in.  reciprocating 
air  machine,  but  as  this  has  never  been  generally 
proven,  its  operation  over  a  wide  range  of  conditions 
and  a  long  period  of  time  makes  this  guarantee  a  mat- 
ter of  conjecture. 

The  tvpes  of  electric  drills  just  mentioned  consti- 
tute most  of  the  attempts  to  produce  a  successful  re- 
ciprocating drill,  and  most  of  the  later  designs  are 
using  the  hammer  principle. 

One  of  the  latest  drills  of  this  design  is  an  air- 
electric  drill,  similar  to  the  reciprocatin,g  drill  pre- 
\iously  mentioned,  except  that  as  in  all  hammer  types 
of  drills,  there  is  a  floating  piston  only,  which  delivers 
its  blow  to  a  stationary  drill  bar. 

This  type  of  drill  will  be  probably  much  more  suc- 
cessful than  the  air-electric  reciprocating  drill,  but  its 
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operations  has  shown  that  it  is  open  to  the  same  ob- 
jection as  the  other  electric  drills,  i.  e.,  since  it  is  oper- 
ated by  a  crank  which  slows  down  as  it  approaches  the 
dead  center  at  the  extreme  end  of  the  stroke,  the  strik- 
ing mechanism  is  not  designed  to  get  the  most  efficient 
results.  The  striking  hammer  should  be  at  its  maxi- 
mum velocity  when  it  strikes  the  drill  steel.  In  order 
to  overcome  this  feature  it  is  necessary  to  employ 
springs  or  an  air  cushion  so  as  to  accelerate  the  ham- 
mer and  to  compensate  for  the  decreased  speed  of  the 
piston  at  the  end  of  its  stroke.  The  air  pad  of  course, 
acts  as  a  flexible  connection  between  piston  and  strik- 
ing hammer. 


At  the  present  time  electric  drills  have  been  de- 
veloped to  a  point  where  they  give  from  50  to  70  per 
cent  efficiency  including  electric  losses,  and  due  to  cer- 
tain principles  of  design,  it  is  possible  at  the  present 
time  to  do  the  same  work  with  an  electric  drill  with 
one-tenth  the  power,  that  is  consumed  by  the  air  ma- 
chine of  reciprocating  type. 

The  small  amount  of  power  taken  is  not  due  to  the 
efficiency  of  the  drill  alone,  but  in  great  measure  to  the 
manner  in  which  the  blow  is  struck.  Experience  has 
shown  that  the  drilling  effect  is  directly  proportional 
to  the  impact  of  the  blow  multiplied  by  the  number 
of  blows  in  a  given  time,  and  that  over  wide  variation 


Sectional    View    of    Hammer    Type    of    Electric    Drill. 


Of  late  there  has  been  another  type  of  electric  drill 
placed  upon  the  market,  in  which  there  is  no  change 
from  rotary  to  a  reciprocating  motion  in  the  striking 
mechanism.  In  this  drill  there  is  a  rotating  helve  or 
hammer  block  which  gives  a  fly  wheel  efifect,  and  in 
periphery  of  which  are  seated  two  striking  hammers 
This  helve  is  driven  by  a  motor  mounted  on  the  guide 
shell  by  a  belt,  and  as  the  helve  rotates  the  hammers 
fiy  out  by  centrifugal  force  delivering  their  blow  upon 
the  drill  cap  and  cushioning  upon  the  trapped  air  in 
the  chamber  behind  the  hammer. 

In  addition  to  this  the  steel  is  given  a  positive 
turning  motion,  and  the  drill  steel  has  a  forged  spiral 
wing  which  acts  as  a  conveyor  to  bring  out  the  cut 
tings.  In  this  drill  the  maximum  velocity  of  the  ham- 
mer is  attained  at  the  instant  of  striking  and  gives  the 
most  direct  application  of  imparted  energy  to  the  drill 
steel.  This  drill  is  the  nearest  to  the  hand  method  of 
"single-jacking"  which  has  yet  been  devised,  and  its 
operation  will  be  watched  with  considerable  interest, 


in  the  number  of  blows  and  the  impact  of  them  the 
amount  of  rock  drilled  is  about  the  same.  On  the  other 
hand  the  lighter  blow  gives  longer  life  to  the  drill  steel, 
and  in  doing  away  with  the  reciprocating  type  of  drill 
a  great  deal  of  energy  is  saved  on  account  of  losses  in- 
curred by  the  drill  bar  in  the  hole  itself. 

It  is  problematical  whether  a  drill  will  ever  be 
designed  which  will  operate  as  well  under  all  condi- 
tions as  a  drill  designed  for  one  class  of  work  only,  but 
to  successfully  design  an  electric  drill,  it  is  necessary 
to  get  away  from  reciprocating  action,  to  mechanically 
turn  the  drill  so  that  each  blow  will  be  in  virgin  rock 
and  provide  a  suitable  method  of  clearing  the  hole  so 
the  drill  will  not  stick.  The  present  trend  of  develop- 
ment appears  to  be  along  the  line  of  hammer  drills  and 
from  present  indications  the  time  is  not  far  distant 
when  electric  drills  will  take  the  place  of  the  large  air 
machine  drills,  although  it  is  quite  probable  that  the 
small  air  stoping  drills  will  be  used  for  a  few  years 
to  come.  1' 
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984,605.  Method  of  Producing  Nitrogen  and  Carbon  Dioxid  and  having  formed  integral  therewith  an  outer  wall  and  an 
from  Gaseous  Products  of  Combustion.  Max  Reichel  and  Hein-  inner  cylindrical  wall,  spaced  from  the  outer  wall  or  casing 
rich  Braun,  Berlin,  Germany,  assignors  to  Nitrogen-Gesell-  of  the  holder  to  form  an  annular  recess,  the  edge  of  said  in- 
schaft,   M.   B.   H.,   Berlin,   Germany.     The    herein    described      ner  wall  being  spaced  from  the  mouthpiece  adapted  to  contain 

absorbent  material,  substantially  as  described. 

984,557.  High-Pressure  Nozzle.  Henry  H.  Gorter,  San 
Francisco,  Cal.  In  a  high  pressure  nozzle,  the  combination 
of  a  tubular  outer  portion  formed  in  its  inner  surface  with  a 
lower  run-way  for  balls,  a  nozzle,  a  sleeve  within  said  outer 
portion,  carrying  the  nozzle,  a  ring  secured   upon  the  lower 


method  of  producing  nitrogen  and  carbonic  acid  from  ordi- 
nary products  of  combustion,  which  consists  in  mixing  there- 
with a  gas  having  a  reducing  action,  passing  the  mixture  thus 
liroduced  in  contact  with  hot  copper  and  copper  oxid,  and 
separating  the  water,  the  carbonic  acid  and  the  nitrogen. 

985,018.  Battery  Lamp-Socket.  George  X.  Eastman,  Riv- 
erside, Cal.,  assignor,  by  mesne  assignments,  to  Eugene  C. 
Brown,  Washington,  D.  C.  In  an  article  of  the  class  de- 
scribed a  tubular  metal  casing  having  a  lamp-base  receiving 
means  at  one  extremity  and  forming  a  contact  for  one  of  the 


lamp  terminals,  an  inner  combined  support  and  terminal  mem- 
ber having  means  for  attachment  to  a  contact  terminal  an 
intermediate  insulating  bushing  within  said  outer  casing  and 
having  a  contact  projecting  centrally  therefrom  to  engage  a 
lamp  terminal,  an  auxiliary  terminal  connector  external  to 
said  casing  and  a  flexible  conductor  connecting  said  auxil- 
i2ry  connector  and  one  of  the  lamp  contacts. 

985,021.     Antiseptic    Telephone-Mouthpiece.      William    M. 
English,  Sausalito,  and  Louis  E.  Boukofsky  and  Solomon  M. 


end  of  said  sleeve,  a  ring  of  balls  between  said  ring  and  run- 
way, said  sleeve  having  at  its  upper  end  a  flange,  and  rollers 
carried  by  said  flange,  bearing  against  the  side  of  said  tub- 
ular portion  adjacent  to  the  nozzle,  the  axis  of  said  rollers 
being  parallel  with  the  axis  of  the  sleeve,  substantially  as 
described. 

985,052.  Oll-Well  Pump.  Marshall  J.  Morton,  Los  An- 
geles, Cal.,  assignor  of  one-half  to  .lames  I.  Wagy,  Los  Angeles, 
Cal.  An  oil-well  pump  provided  with  a  plunger  and  outside 
snap  packing  rings  outside  of  the  plunger  body  and  outside 


Lichenstein,  San  Francisco,  Cal.    In  a  combination  with  a  tel- 
ephone  mouthpiece,    a   holder    secured    to    said    mouthpiece 


of  the  sanding  valve,  and  provided  with  an  automatic  sand 
agitator  to  keep  the  sand  loose  within  the  plunger,  said  agi- 
tator being  arranged  to  engage  the  valves  of  the  plunger  and 
standing  valve  to  prevent  the  same  from  sticking. 
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Fifteen   years   ago,   after   electric    drive   had    siip- 
])lanted  the  steam  engine  or  water-wheel  as  the  prime 
mo\er    in    industrial    works,    when 
Electric  the  change  was  one  not  so  much  a 

Drive  matter  of  operative  expense  as  of 

expediency,  engineers  and  ])rophets 
began  drawing  on  their  ingenuity  and  imagination  to 
widen  the  field  of  its  usefulness,  and  to  give  the  electric 
motor  an  industrial  individuality  in  addition  to  its  posi- 
tion as  an  improved  substitute.  The  idea,  once  started, 
opened  a  vista  of  opportunity,  imt  mily  in  the  applica- 
tion of  electric  drive,  but  in  making  possible  lines  of  in- 
dustry heretofore  not  considered  possible.  The  use- 
fulness has  therefore  been  two-fold,  in  that  new  in- 
dustries have  been  thus  created.  It  has  been  like  the 
development  of  ordnance;  a  gun  is  invented  which  will 
drive  a  projectile  through  any  known  armor,  which  is 
immediately  followed  by  a  development  in  arninr  plate 
that  will  resist  the  shot  and  then  the  cycle  is  repeated 
again  and  again. 

In  the  ^Vest  where  gold  in  relatively  Miiall  i|iiaiiti- 
ties  has  been  found  in  the  gravel  of  the  river  deltas,  the 
comparati\ely  new  dredge  mining  has  grown  to  a  giant 
industry.  It  is  true  dredge  mining  is  carried  on  where 
steam  power  only  is  a\'ailable,  but  the  sim])litication  of 
the  electric  equipment  and  the  low  cost  of  upkeep  and 
operation,  has  made  possible  the  profitable  working  of 
many  gravel  beds  which  otherwise  might  never  have 
been  touched. 

Other  industries  have  required  the  utmost  skill 
and  operative  ability  to  be  made  adaptable  to  electric 
drive,  which  after  installation  soon  proves  its  effi- 
ciency. In  this  connection  pumping  in  small  units  for 
irrigation  and  use  in  the  oil  well  industry  are  in- 
teresting. In  the  first  case  the  motor  must  compete 
with  gasoline  power  which  need  be  only  periodically 
used;  and  in  the  latter  case  oil  fuel  at  low  cost  or  free 
is  an  obstacle  which  appeals  readily  to  the  imagination 
of  the  power  user. 

The  electric  vehicle  industry  is  limited,  not  by  its 
electric  drive,  which  is  ideal,  but  by  its  intermittent 
connection  with  the  source  of  power  and  the  necessity 
of  carrying  storage  batteries. 

Electric  drive  for  rock  drilling  has  been  i  prob- 
lem the  benefits  of  which  have  long  been  apparent  to 
engineers  and  miners.  But  the  problem  has  been  one 
of  mechanical  application  signalized  by  many  failures. 
It  looks  now  as  if  the  long  sought  for  goal  is  at  hand 
and  a  new  era  commenced  in  the  rapidity  and  low  cost 
of  rock  excavation. 

Still  another  and  very  different  use,  which,  now 
that  it  has  been  created,  is  indispensable  to  our  daily 
domestic  life  and  happiness,  is  the  vacuum  cleaner. 
A  decade  ago  it  was  not  economically  possible,  today 
no  public  building  or  hotel  is  considered  sanitarily 
clean  without  it.  Perhaps  the  broadest  application 
of  electric  drive,  created  from  its  possibilities,  but  most 
affecting  human  comfort  has  been  the  development 
of  the  electric  fan.  The  industry  of  manufacturing 
fans  of  every  description  and  for  all  purposes  has 
grown  to  great  proportions. 
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PERSONALS. 

Charles  C.  Moore  of  Charles  C.  Moore  &  Co.,  engineers, 
has  gone  to  New  York  City. 

H.  F.  Nanenz,  an  electrical  contractor  of  Santa  Cruz,  was 
a  recent  San  Francisco  visitor. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  left  for  San  Diego  on 
engineering  business  last  Monday. 

S.  N.  Griffith,  an  electric  railway  builder  of  Fresno,  re- 
cently spent  a  few  days  at  San  Francisco. 

S.  K.  Colby,  of  Pierson,  Roeding  &  Co.,  has  returned  to 
San   Francisco  after  a  trip  to  Puget  Sound. 

C.  R.  Ray,  president  of  the  Rogue  River  Electric  Com- 
pany of  Medford,  Ore.,  is  visiting  Los  Angeles. 

W.  S.  Heger,  the  California  manager  of  the  AUis-Chalmers 
Company,  spent  the  past  week  at  his  Los  Angeles  office. 

George  H.  Parker,  manager  of  the  United  Wireless  Tele- 
graph Company's  Seattle  office,  was  a  recent  arrival  at  San 
Francisco. 

Otto  E.  Osthoff,  one  of  the  vice-presidents  of  H.  M. 
Byllesby  &  Co.,  of  Chicago,  arrived  at  San  Francisco  during 
the  past  week. 

John  Martin,  who  is  interested  in  the  Coast  Counties 
Electric  Power  Company,  has  returned  to  San  Francisco 
after  an  Eastern  trip. 

W.  .T.  G.  Lambert,  one  of  the  original  jiromoters  of  the 
Home  Telephone  Company,  arrived  at  San  Francisco  from 
Los   Angeles   last   Saturday. 

M.  S.  Hopkins,  of  the  Clark  Syndicate,  which  owns  tlu^ 
Portland  Railway,  Light  &  Power  Coni|)any,  of  Portland,  Ore- 
gon, is  a  San  Francisco  visitor. 

C.  H.  Bennett,  manager  of  the  operating  department  of 
the  Pacific  Electric  Railway  of  Los  .Angeles  has  been  spend- 
ing a  few  days  at  San  Francisco. 

H.  M.  Winter  has  resigned  as  manager  of  the  Seattle 
office  of  the  General  Electric  Company  to  become  general 
manager  of  the  Seattle  Electric  Company. 

C.  E.  Grosbeck,  one  of  the  vice-presidents  of  H.  M. 
Byllesby  &  Co.,  with  headquarters  at  Portland,  returned 
last  week  from  a  trip  to  Japan  and  China. 

Roy  C.  Wolden,  general  manager  of  the  California  Elec- 
trical Construction  Company,  recently  returned  to  the  San 
Francisco  branch,  after  a  month's  absence  in  the  East. 

Thomas  E.  Collins,  of  the  sales  department  of  the  West- 
inghouse  Electric  and  Manufacturing  Company,  has  returned 
to  the  San  Francisco  office  after  an  Eastern  tour  of  six 
weeks. 

G.  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  left  last  Monday  for  a  trip  cov- 
ering the  hydroelectric  transmission  system  between  Oak- 
land and  Big  Bend. 

C.  M.  Bliven,  sales  agent  of  the  General  Electric  Com- 
pany at  San  FVancisco.  has  been  made  manager  of  this  com- 
pany's office  at  Seattle.  Wash.  He  has  been  succeeded  at 
San  Francisco  by  Wm.  M.  Shepard. 

W.  G.  B.  Euler,  superintendent  of  the  Big  Bend  division 
of  the  Great  Western  Power  Company,  has  returned  to  the 
hydroelectric  plant  on  the  Feather  River,  after  spending  a 
month's  vacation  In  Southern  California. 

Wynn  Meredith,  manager  of  Sanderson  &  Porter's  Pa- 
cific Coast  branch  office,  spent  the  past  week  in  Southern 
California,  visiting  among  other  places  the  manufacturing 
plant  of  the  Pacific  Electric  Heating  Company  at  Ontario. 


E.  A.  Klose,  who  was  formerly  with  the  Mutual  Electric 
Light  Company,  is  now  chief  engineer  of  the  South  Side 
Light  and  Power  Company's  new  steam-turbine  power  sta- 
tion on  Minna  street,  near  New  Montgomery,  San  Francisco. 

A.  J.  Churchill,  president,  and  A.  J.  Rosborough,  secre- 
tary, of  the  Yreka  Electric  Power  and  Light  Company,  have 
returned  to  Yreka,  after  spending  a  week  at  San  Francisco 
in  conference  with  their  engineers,  F.  G.  Baum  &  Co.,  re- 
garding plans  for  extensions  of  their  hydroelectric  system. 

Geo.  S.  Nickerson  and  Carl  Maughmer  have  opened  offi- 
ces as  civil  and  hydraulic  engineers  In  the  Ochsner  Bldg., 
Sacramento,  Cal.  Mr.  Nickerson  has  just  finished  the  con- 
struction of  a  concrete  steel  bridge  at  Winnemucca,  Nev., 
and  Mr.  Maughmer  is  assistant  State  engineer  of  California. 

S.  G.  Gassaway  has  resigned  from  the  engineering  de- 
partment of  the  General  Electric  Company  at  San  Fran- 
cisco to  accept  a  position  with  the  Kern  River  Oil  Fields, 
Ltd.,  at  Bakersfield.  This  company  will  install  a  large  num- 
ber of  General  Electric  motors  for  oil  well  rigs,  etc.  H.  C. 
Stanley  succeeds  Mr.  Gassaway  with  the  General  Electric 
Company. 


LOS  ANGELES  ELECTRICAL  LUNCH  CLUB, 
The  next  regular  monthly  meeting  of  the  Electrical 
Lunch  Club  of  Los  Angeles  will  be  held  Thursday,  March  9, 
at  the  Hollenbeck  Hotel.  Mr.  Geo.  A.  Damon  of  the  Bion 
J.  Arnold  Co.,  will  speak  on  "Transportation."  All  electrical 
men  in  the  vicinity  at  this  time  are  invited  to  attend. 


TRADE    NOTES. 

The  Bowers  Rubber  Company  have  decided  to  substitute 
electric  power  for  the  present  steam  installation  at  their 
Bay  Point  (Cal.)  factory,  contracting  for  about  500  h.p.  from 
the  Great  Western  Power  Company. 

George  A.  Johnston  of  Los  Angeles,  Cal.,  has  moved  his 
office  to  551  South  Los  Angeles  street,  where  he  will  continue 
to  act  as  sub-agent  for  the  Wagner  line  of  alternating  current 
motors,   generators,   transformers   and    instruments. 

The  Natomas  Consolidated  of  California,  Marysville,  Cal., 
has  ordered  about  1000  h.p.  in  motors  from  the  Westinghouse 
Electric  &  Mfg.  Company,  Pittsburg,  Pa.  The  motors  will  be 
used  in  operating  a  gold  dredge.  It  is  interesting  to  note 
that  the  use  of  2200  volts  direct  on  the  motors  has  proved 
successful  on  a  electric  dredge  that  the  company  already 
lias  in  operation  and  that  the  new  motors  will  operate  on  the 
same  voltage. 

The  General  Electric  Company  has  sold  to  the  Los  .An- 
geles Railway  Company  two  motor  generator  sets  described 
as  follows:  One  2-bearing  set  consisting  of  I.  12,  1400  h.p., 
500  r.p.m.,  2200  v.,  form  K,  induction  motor,  direct  con- 
nected to  an  M.  P.  C.  8,  1000-kw.,  600-v..  compound  wound 
generator.  One  3-bearing  set  consisting  of  an  I.  8,  900  h.p., 
750  r.p.m.,  2200  v.,  induction  motor,  direct  connected  to  an 
M.  P.  C.  6,  600  kw.,  600  v.,  compound  wound  generator. 

The  General  Electric  Company  reports  the  following  con- 
tracts closed  for  electrical  equipment:  To  the  San  Francisco 
Gas  &  Electric  Company  for  use  at  San  Francisco,  a  15,000  kw. 
steam  turbine  rated  as  follows:  One  A.  T.  B.  10,  15,000  kw. 
(18,750  k.v.a.  8-lOths  p.f.)  720  r.p.m,  11,000  v.,  vertical  Curtis 
turbine  generating  set  with  condenser  base;  for  use  at  Sacra- 
mento a  12.000  kw.  steam  turbine  as  follows:  One  A.  T.  B. 
10,  12,000  kw.  (15,000  k.v.a..  S-lOths  p.f.),  720  r.p.m.,  4150  v., 
vertical  Curtis  steam  turbine  generating  set.  with  condenser 
base;  and  for  installation  at  San  Rafael,  one  A.  T.  B.  4,  5000 
kw.  (6250  k.v.a.,  8-lOths  p.f.),  1800  r.p.m,  4150  v.,  horizontal 
condensing  steam  turbine  generating  set. 
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WESTINGHOUSE  FANS  FOR  1911. 
The  1911  line  of  fan  motors  of  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  Pittsburg,  Pa,,  includes  all 
of  the  types  furnished  in  1910  with  the  addition  of  several 
new  designs.  The  fans  built  by  this  company  now  include 
alternating  and  direct  current  fan  motors  for  all  purposes; 
desk  and  bracket  fan  motors  of  the  swlvel-and-trunnion,  me- 
chanically-operated oscillating  and  air-operated  oscillating 
types  with  12  in.  and  16  in.  blades;  12  in.  six-blade  residence 
type  fan  motors;  8  in.  desk  and  bracket  fan  motors;  8  in. 
telephone  booth  fan  motors;  a  complete  line  of  ceiling,  counter 
column  and  floor  column  fan  motors;  and  12  in.  and  16  in. 
exhaust  fan  motors  with  either  Westinghouse  standard  or 
Blackman  blades.  The  alternating  current  fan  motors  are 
designed  for  25-30,  40,  50,  60  and  133  cycles,  110  or  220  volts; 


The  12  in.  and  16  in.  desk  and  bracket  swivel-and-trunnion 
fan  motors  are  adjustable  through  a  wide  angle  and  are 
clamped  firmly  in  any  position.  An  adapter  is  furnished  for 
bracket  use,  which  can  be  inserted  between  the  motor  body 
and  the  base  without  opening  the  circuit. 

The  12  in.  and  16  in.  mechanically  operated  oscillating 
fan  motors  are  an  addition  to  the  Westinghouse  line.  The 
fan  Is  of  the  same  construction  as  the  swivel-and-trunnion 
type,  having  a  wide  adjustment  above  and  below  the  hori- 
zontal. The  oscillator  mechanism  consists  of  a  double  worm 
reduction  and  a  single  oscillating  lever.  The  gears  are 
enclosed  in  a  case  packed  with  grease.  The  arc  of  oscilla- 
tion is  adjustable  within  90  degrees.  These  fans  can  be 
quickly  arranged  for  wall  mounting  by  means  of  an  adapter 
similar  to  that  used   with   the  swivel-and-trunnion  fans. 


WVstinKhouse  Fans  for  1911 


the  direct  current  fan  motors  are  designed  for  30,  50,  110  or 
220  volts,  except  the  ceiling  and  column  types  which  are  not 
built  for  the  battery  voltages. 

The  aim  in  the  design  of  the  Westinghouse  fan  motors 
has  always  been  quality.  The  alternating  current  motors  are 
designed  for  high  power  factor  and  high  efficiency.  With  the 
exception  of  the  8  in.  types  these  are  induction  motors  start- 
ing on  the  split  phase  principle.  In  the  desk  and  bracket 
types  the  starting  winding  is  automatically  cut  out  by  means 
of  an  efficient  switch  when  the  motor  attains  speed.  The 
direct  current  motors  and  the  8  in.  alternating  current  mo- 
tors are  designed  for  high  efficiency  and  sparkless  commuta- 
tion. The  armature  cores  are  built  of  laminated  steel  with 
the  coils  enclosed  in  slots,  and  the  wall  designed  commu- 
tators and  rectangular  brushes  prevent  operating  troubles. 
Most  of  the  fans  are  lubricated  by  grease  cups  feeding 
through  wicks,  ani  the  ceiling  fans  Lave  in  addition  ball 
bearings. 


Air  operated  oscillating  fan  motors  are  still  furnished 
in  12  in.  and  16  in.  sizes  for  use  where  oscillation  in  the  hori- 
zontal plane  is  sufficient.  The  angle  of  oscillation  is  adjust- 
able by  means  of  movable  stops,  in  30  degree  steps.  If  de- 
sired the  stops  can  be  removed  and  the  fan  allowed  to  re- 
volve continuously.  The  use  of  contact  rings  to  conduct  the 
current  to  the  motor  makes  this  possible.  A  substantial 
bracket  is  furnished  for  wall  mounting. 

The  Westinghouse  12  in.  residence  fan  motors  are  par- 
ticularly applicable  for  hospitals,  libraries,  sleeping  rooms 
or  other  places  where  quiet  is  essential.  The  fans  operate 
at  low  speed  but  have  six  blades  set  at  a  high  pitch  instead 
of  four.  Otherwise  they  are  the  same  as  the  desk  and  bracket 
types. 

The  8  in.  desk  bracket  fan  motors  have  become  very 
popular  for  use  where  the  strong  breeze  of  a  large  fan  is 
undesirable.  The  bodies  and  bases  of  these  motors  are  of 
pressed  sheet  metal,  finished  in  black  oxide,  mottled  copper, 
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polished  brass  or  brushed  brass,  aud  present  a  very  attractive 
appearance.  The  60-cycle,  110-volt  motors  of  this  type  can 
be  used  with  a  special  converting  base  on  25  to  50  cycles  or 
on  direct  current  of  the  same  voltage  A  swivel  arrange- 
ment in  the  base  makes  it  possible  to  mount  the  fan  either 
in  a  vertical  position  or  on  the  wall,  and  makes  vertical 
angular  adjustment  possible. 

The  8  in.  telephone  booth  fan  is  identical  with  the  8  in. 
desk  and  bracket  type,  except  that  the  motor  body  is  sus- 
pended from  a  bracket  by  four  springs  which  prevent  vibra- 
tions being  transmitted  to  the  telephone. 

The  Westinghouse  ceiling  and  column  fan  motors  have  in 
past  years  demonstrated  their  dependability,  and  their  suc- 
cess where  the  distribution  of  a  moderate  breeze  over  a  wide 
area  is  desired,  has  been  gratifying  to  both  the  manufac- 
turers and  customers.  The  alternating  current  fans  are  built 
with  56-inch  blade  sweep,  one-speed  fans  finished  in  black 
japan  and  three-speed  fans  finished  in  mottled  copper.  The 
direct  current  fans  are  built  in  32  in.,  54  in.  and  57  in.  sizes, 
with  various  finishes.  Ceiling  fans  and  column  fans  are  iden- 
tical except  for  the  method  of  mounting,  and  in  general  col- 
umn fans  are  used  where  the  height  of  the  ceiling  will  not 
permit  the  use  of  the  ceiling  type.  The  counter  column  fan 
motors  have  36  to  48  in.  clearance  between  blades  and  base, 
and  floor  column  fans  about  7  ft.  All  of  these  fans  have 
substantial  blades  of  hard  wood  with  mahogany  finish. 

An  addition  to  the  Westinghouse  line  is  a  design  of  12  in. 
and  16  in.  exhaust  fans  with  Blackman  blades.  These  fan 
motors  are  furnished  with  six  blades  of  a  special  shape  de- 
signed to  operate  efficiently  against  pressure.  The  slow 
speed  enables  these  fans  to  exhaust  with  a  minimum  of  noise. 
Either  standard  blades  or  Blackman  blades  can  be  furnished 
with  the  exhaust  fan  motors. 


The  desk,  bracket  and  oscillating  fans  in  general  are 
readily  convertible  for  either  desk  or  bracket  use  and  vice 
versa,  by  means  of  a  hinged  joint,  attaching  the  motor  body 
to  the  base,  which  permits  of  an  extremely  simple  and  quick 
vertical  adjustment.  The  telephone  booth  fans  are  sus- 
pended from  suitable  brackets  by  means  of  a  spring  suspen- 
sion,  thus   preventing  any   vibration   from  being   transmitted 


G.  E.  FAN  MOTOR  MODELS  FOR  1911. 
The  General  Electric  Company's  fan  motor  models  for 
1911  represent  an  exceptionally  complete  line  designed  for 
satisfying  the  requirements  of  a  wide  field  of  application. 
Several  marked  improvements  are  noticeable,  one  of  particular 
importance  being  the  adoption  of  a  new  induction  winding  for 
the  8,  12  and  16-inch  alternating  current  fans,  which  obviates 
the  use  of  a  centrifugal  switch  for  controlling  the  starting 
winding,  thus  eliminating  all  noisy  contacts  and  insuring 
quiet  operation  with  low  energy  consumption  and  great  speed 
range. 


G.  E.  Alternating  Current  Plain  Type  Ceiling  Motor. 

The  entire  line  includes  both  a.c.  and  d.c.  8-inch  four- 
blade  desk,  bracket,  oscillating  and  telephone  booth  fans; 
12-inch  6-blade  residence,  bracket  and  oscillating  fans;  12 
and  16-lnch  standard  desk  and  bracket  fans;  12  and  16-inch 
oscillating  fans  for  either  desk  or  bracket  use:  together  with 
a  great  variety  of  ceiling  counter  column  and  floor  column 
motors   of   attractive   plain   and   ornamental   design. 


G.  E.    Alternating   Current    Bracket    Fan    Motor. 

to  the  walls  of  the  booth.  The  six-blade  fans  operate  noise- 
lessly and  are  designed  especially  for  use  in  residences,  hos- 
pitals and  other  places  where  quiet  operation  is  desirable. 

These  motors  are  equipped  with  suitable  switches  for  giv- 
ing three  speeds,  the  maximum  ranging  from  1250  to  1600 
r.p.m.,  thus  providing  a  regulation  sufficient  for  all  require- 
ments. The  a.c.  motors  carried  in  stock  are  for  circuits  of  25 
cycles  at  110  volts;   40  cycles  at  120  volts;   50  cycles  at  100, 


G.  E.  Alternating  Current   Desk  Fan  Motor. 

110,  220  and  220  volts;  60  cycles  at  110  and  220  volts;  and  133 
cycles  at  .110  volts.  The  d.c.  motors  are  for  110  and  220  volt 
circuits. 

The  a.c.  ceiling  and  column  fan  motors  are  designed  for 
operation  on  25,  40,  50  and  60  cycle  circuits.  The  plain  types 
have  two  speeds,  ranging  from  150  to  225  r.p.m.  The  d.c. 
motors  are  designed  for  110  or  220  volt  circuits.     The  plain 
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bpes  operate  at  200  r.p.ni.  The  ornamental  single  speed  types 
operate  at  200  r.p.iu.,  and  the  three  speed  types  at  100,  150 
and  200  r.p.m. 

Both  the  a.c.  and  the  d.c.  fans  are  of  the  four-blade  type, 
the  former  have  a  sweep  52  inches,  and  the  latter  58  inches. 
They  are  of  handsome  design,  workmanship  and  finish,  and 
are  wired  for  electrolier  attachments  of  two  or  four  lights. 


NEW  "WESTERN   ELECTRIC   HAWTHORN"  FAN    MOTORS. 

To  the  already  large  list  of  "Western  Electric  Hawthorn" 
electric  fan  motors  five  new  types  have  been  added,  and  the 
line  is  now  sucn  that  it  will  meet  every  requirement  neces- 
sary to  good  ventilation. 

The  most  important  addition  to  the  line  is  a  new  mechan- 
ically operated  oscillating  fan.  The  oscillating  device  consists 
of  a  double  worm  reduction  controlled  by  an  oscillating 
lever.     The   gears   are   enclosed   in   a   dust-proof   case   which 


type.  As  the  increase  in  the  number  of  blades  allows  the 
speed  to  be  cut  down  without  any  decrease  in  the  volume  of 
air  moved,  this  fan  operates  noiselessly,  and  because  of  this 
fact  has  become  popular.  It  can  be  adapted  for  use  either 
as  a  wall  or  bracket  type  and  has  two  speeds. 

Another  type  of  direct  current  fan  has  been  developed, 
known  as  the  32-inch  ceiling  fan.  This  fan  is  attractively  de- 
signed and  is  well  adapted  for  use  in  small  offices,  houses, 
hotels,  clubs,  etc. 

In  exhaust  fans  the  popular  "Hawthorn"  fans  are  being 
furnished  with  the  well  known  Blackman  blade,  a  feature 
which  will  be  appreciated  by  all  users  of  small  ventilating  out- 
fits. 

The  line  of  "Western  Electric  Hawthorn"  fans  now  con- 
sists of  8-inch,  12-inch  and  16-inch  desk  and  bracket  fans; 
12  and  16-inch  oscillating  fans;  8-inch  telephone  booth  fans; 
air  operated  and  mechanically  operated  oscillating  fans  and 


12  in.  .A.C.  Ri-'sidrnce  Type  Desk 
and  Bracket  Fan  Motor. 


in.  Hawthorn  A.  C.  Mcch 
anically  operated  osclllat 
inj;  fan  as  desk  type. 


1(>  in.  D.  C.  "Hawtliorn"  Ventilat- 
ing Fan    witli   Blackman    Blades. 


Uiin.  .\.  L'.  "ll.nMliorn"  Ventiiiating 
Fan  with  Blackman  Blades 


is  filled  with  lubricant.  Tool  steel  is  used  for  the  worms  and  a  full  line  of  battery  fans,  ceiling  fans,  column  fans  and  ex- 
phosphor  bronze  for  the  worm  wheels,  thus  insuring  long  life  haust  fans  for  all  commercial  voltages.  These  fans  are  made 
for  the  mechanism.  In  this  fan  the  much  desired  trunnion  in  various  sizes  for  use  on  all  standard  commercial  circuits, 
feature   is   retained,   thus   making  a   wide   adjustment   in   the  both   alternating   current   and   direct   current. 


Hawthorn"  D.  C.  Ceiling  Fan 


vertical  plane  possible  when  the  fan  is  used  either  as  a  desk 
or  a  bracket  type.  The  oscillating  motion  is  smooth  and 
even,  and  wholly  free  from  jarring.  The  range  of  oscilla- 
tion is  90  degrees  and  is  adjustable. 

The  success  of  the  12-inch,  alternating  current,  six-blade 
residence  fan  introduced  last  year  has  led  the  company  to 
place  on  the  market  this  same  style  of  fan  for  use  on  direct 
current  circuits  and  also  an  oscillating  fan  of  the  six-blade 


NEW  CATALOGUES. 

The  Fort  Wayne  Electric  Works  is  distributing  a  hand- 
some book  of  souvenir  views  of  Fort  Wayne,  "Indiana's 
busiest,  happiest  city." 

The  Southern  Pacific  Company  has  issued  an  excellent 
map  of  California,  20x24  in.,  together  with  a  brief  description 
of  its  resources,  attractions,  topography  and  climate.  The 
map  is  in  colors,  different  colors  designating  the  character- 
istic climate  of  each  section. 

Westinghouse  Electric  Fan  Motors  for  1911  are  fully  illus- 
trated and  described  in  detail  in  Circular  No.  1165  from  the 
Westinghouse  Electric  &  Manufacturing  Co.  Folders  4100  and 
4101  give  more  condensed  statements  regarding  alternating 
and  direct  current  fans  respectively. 

The  Pacific  States  Electric  Co.  of  San  Francisco,  Oakland, 
Los  Angeles  and  Portland,  has  issued  a  936  page  catalogue  of 
electrical  supplies  and  machinery,  telephone  and  construction 
Material.  This  volue  is  substantially  bound  and  beautifully 
printed  and  is  a  veritable  encyclopedia  for  the  electrical  pur- 
chaser. Apparatus  listed  includes  sockets  (57  varieties),  re- 
ceptacles, fuses,  switches  and  switchboard  equipment,  insu- 
lators, line  material  and  linemen's  tools,  conduit  and  fittings, 
electric  heating  appliances,  fans,  fiashes,  batteries,  electric 
lamps  and  fixtures,  motors,  meters,  telephones  and  telegraph 
equipment  of  all  kinds,  wire  and  cable,  together  with  a  wealth 
of  wiring  data.  The  catalogue  as  a  whole  is  the  largest  and 
most  complete  ever  issued  by  a  Pacific  Coast  house.  It  is  sup- 
plemented by  a  price  list  embodying  several  unique  and  valu- 
able ideas  to  facilitate  its  use. 
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FINANCIAL. 
DORRIS,   CAL.— The   election   held   here  on   Tuesda.v   re- 
sulted In  favor  of  issuing  bonds  to  the  extent  of  $12,500  for 
the  purpose  of  constructing  a  municipal   waterworks  system 
and   supply. 

LAS  CRUCES,  N.  M.— The  Board  of  Trustees  of  Las 
Cruces  will  call  a  bond  election  to  vote  on  the  question  of 
issuing  bonds  for  the  construction  of  a  municipal  water-works 
and  sewerage  system  for  this  city. 


ILLUMINATION. 

DAYTON,  WASH.— The  Dayton  Electric  Company  has 
applied  for  a  franchise  for  an  electric  lighting  plant  here. 

THE  DALLES.  ORE.— The  Aldermen  are  figuring  on  erect- 
ing an  electric  light  plant.  No  definite  plan  has  been  sug- 
gested. 

OREGON  CITY,  ORE.— The  Mt.  Hood  Railway  &  Power 
Company  has  asked  for  a  franchise  to  furnish  this  city  with 
cluster  lights.     E.  T.  Bowness  is  the  engineer. 

PORTOLA,  CAL.— An  electric  light  plant  will  be  installed 
soon.  The  company  was  incorporated  six  weeks  ago  with  C. 
H.  Gardner,  president,  and  D.  L.  Tyre,  vice-president  and  gen- 
eral manager. 

SAN  FRANCISCO,  CAL.— It  is  announced  by  the  City 
Electric  Company  that  stockholders  who  desire  to  join  a 
pool  of  not  less  than  two-thirds  of  the  entire  stock  may  de- 
posit their  shares  until  August  1,  for  sale  at  not  less  than 
f80  per  share. 

IMPERIAL,  CAL.— C.  S.  Chestnut  of  Redlands,  represent- 
ing Redlands  and  Los  Angeles  capitalists,  has  presented  to 
the  City  Trustees  a  proposal  to  build  and  have  in  operation 
v/lthin  five  month.s,  an  electric  light  plant,  if  given  a  contract 
for  lighting  the  streets  at  a  rate  not  greater  than  the  present 
rate. 


TRANSMISSION. 
BOISE,  IDAHO.— The  United  States  supervising  engineer 
P.  B.  Weymouth,  announces  that  the  construction  of  a  15,000 
h.p.  water  plant  is  contemplated  in  this  vicinity. 

PLACERVILLE,  CAL. — For  the  purpose  of  generating 
electricity  H.  C.  Witman  has  filed  on  12,000  miners'  inches 
of  the  water  of  the  American  River  at  different  points. 

LIBBY.  MONT.— The  Milwaukee  Electric  Power  Company 
has  filed  articles  through  J.  H.  Ehlers  and  will  develop  power 
on  the  Yank  River  in  the  western  part  of  Lincoln  county. 

SAN  FRANCISCO,  CAL.— The  Great  Western  Power 
Company  has  practically  closed  negotiations  for  the  pur- 
chase of  the  City  Electric  Company.  The  Great  Western  has 
been  represented  in  its  dealings  here  by  H.  P.  Wilson. 

LOS  ANGELES,  CAL.— Sealed  proposals  will  be  received 
at  the  office  of  the  United  States  Reclamation  Service,  Federal 
Building,  Los  Angeles,  Cal.,  until  March  in.  1911,  for  furnish- 
ing turbine  water  wheels  for  the  Salt  River  Project,  Arizona. 
For  particulars  address  United  States  Reclamation  Service, 
Federal  Building,  Los  Angeles,  Cal.,  or  Washington,  D.  C. 

RED  BLUFF,  CAL.— Fred  T.  Horton  has  filed  a  water 
notice  claiming  10,000  inches  of  the  flowing  water  of  Mill 
Creek,  for  the  purpose  of  .generating  electricity,  and  produc- 
ing power.  Mr.  Horton  is  a  resident  of  Berkeley  and  a  brother 
of  Prank  E.  Horton,   president  of  the  Sierra  Electric  Power 


Company.     It  is  supposed  that  this  filing  was  in  the  interest 
of  this  corporation. 

EXCHEQUER,  CAL.— Sidney  Sprout,  formerly  the  con- 
sulting engineer  for  the  Merced  Falls  Gas  &  Electric  Com- 
pany, has  e.xamined  the  power  house  and  plant  of  the  Ex- 
chequer Lighting  &  Power  Company  for  the  purpose  of  re- 
porting upon  a  new  site  for  the  new  power  plant  that  is  to 
take  the  place  of  the  one  destroyed  by  the  recent  fiood  in 
Jterced  River  canyon. 

REDMOND,  ORE.— It  is  understood  that  the  Crook  County 
Water,  Light  &  Power  Company,  owners  of  the  power  site 
at  Cllne  Falls,  on  the  Deschutes  River,  four  miles  west  of  this 
city,  is  having  plans  made  for  the  development  of  power  at 
that  point,  and  as  soon  as  the  plans  are  fully  worked  out, 
machinery  will  be  Installed  and  a  transmission  line  run  from 
the  falls  to  this  city.  The  company  contemplates  putting 
in  machinery  of  sufficient  capacity  to  generate  enough  power 
to  supply  all  this  section  of  the  county  with  lights  and 
power,  and  run  a  transmission  line  to  Prineville,  20  miles 
Irom  heie,  to  supply  that  city  also  with  light  and  power. 


TRANSPORTATION. 
CENTRALIA,  WASH.-The  Twin  City  Light  &' Traction 
Company  will  extend  Its  Centralia  line  to  a  connection  with 
the  new  line  of  the  Grays  Harbor  &  Puget  Sound  Railroad  on 
North  Tower  avenue. 

BURBANK,  CAL.— P.  A.  Halabug  has  been  awarded  the 
franchise  for  an  electric  line  on  Fourth  street,  Burbank,  which 
was  ordered  for  sale  by  the  Board  of  Supervisors  on  petition  of 
Burbank  residents. 

NORTH  YAKIMA,  WASH.— Farmers  of  Naches  and  vicin- 
ity are  urging  the  extension  of  the  electric  road  of  the  Yaki- 
ma Valley  Transportation  Company  from  Fruitvale  to  a  point 
three  miles  beyond  Naches  City. 

PORTLAND,  ORE.— Bids  have  been  received  for  clearing 
the  right  of  way  for  the  Mt.  Hood  Railway  &  Power  Com- 
pany's transmission  line  across  the  Sandy  River  Valley,  and 
it  is  expected  that  work  will  soon  commence. 

SOUTH  BEND,  WASH.— President  J.  O.  Crary  of  the 
Twin  City  Electric  Company  has  accepted  the  street  railway 
franchise  recently  granted  by  the  city  of  South  Bend  for  an 
electric  car  line  through  the  streets  and  alleys  of  the  city. 

SAN  BERNARDINO,  CAL.— The  gap  in  the  trolley  route 
between  San  Bernardino  and  Upland  will  be  shortly  closed  by 
the  Southern  Pacific  Railroad  Company,  and  a  through  line 
will  be  built  from  Santa  Ana  and  Colton,  thus  completing  a 
loop. 

HOOD  RIVER,  ORE.— Pres.  J.  E.  Eccles  of  the  Mt.  Hood 
Railway,  a  new  road  now  running  from  Hood  River  to  Park- 
dale,  says  it  will  be  extended  5  miles  as  far  as  London  Powers 
ranch.  Mr.  Eccles  and  W.  H.  Ingles,  the  promoters,  live  in 
Ogden,  Utah. 

FRESNO,  CAL.— The  Supervisors  have  adopted  a  resolu- 
tion calling  for  bids  for  certain  franchises  along  the  proposed 
route  of  the  Fresno,  Hanford  and  Summit  Lake  Railroad  be- 
tween this  city  and  Kingsburg  and  Centerville,  applied  for  by 
the  Fresno-Hanford  road. 

SACRAMENTO,  CAL.— Senator  Finn's  bill,  which  gives  to 
San  Francisco  the  right  to  build  a  municipal  street  railway 
over  East  street  from  the  Presidio  to  Hunter's  point,  has 
passed  in  the  Assembly  without  a  dissenting  vote  and  is  now 
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ready  to  be  sent  to  the  Governor.  The  bill  was  amended  be- 
fore final  passage  merely  to  provide  against  the  possibility 
of  the  city  of  San  Francisco  ever  transferring  the  grant. 

SAN  JOSE,  CAL. — Improvements  on  the  First  street  rail- 
road system,  which  includes  all  the  branch  lines  of  the  road 
which  are  now  being  made,  will  be  finished,  it  was  estimated, 
within  thirty  days  at  a  total  cost  of  $400,000.  The  San  Jose 
Railroad  Company  controls  the  lines.  The  system  Is  being 
broad-gauged  over  ten  miles  of  trackage  and  the  newly  reno- 
vated broad-gauge  cars  are  being  put  into  use  as  fast  as  tne 
various  sections  of  the  road  are  finished.  The  paving  con- 
tracts alone  ott  the  work  will  aggregate  $200,000.  The  broad- 
gauging  of  this  road  means  the  eventual  improvement  of  the 
line  between  this  city  and  Alum  Rock.  This  line  covers  seven 
miles  and  is  now  operated  as  a  single-track,  narrow-gauge 
road.  It  will  be  double-tracked  and  broad-gauged  as  soon  as 
the  First  street  work  has  been  completed. 

VALLEJO,  CAL,.— The  Vallejo  and  Northern  Railway  Com- 
pany, associated  with  the  Northern  Electric  Railway  Company, 
has  made  the  first  step  toward  changing  its  proposed  route 
southward  from  Sacramento  to  the  bay.  This  follows  the 
action  taken  by  the  board  of  directors  of  the  company  at  a 
meeting  held  at  Suisun  last  week  when  it  was  decided  to 
abandon  the  fight  for  a  franchise  in  Vallejo  and  adopt  the 
other  route  in  preference  to  that  along  the  Mare  Island  chan- 
nel, where  the  company  has  already  sunk  $50,000  buying  a 
tideland  right  of  way.  It  is  stated  that  citizens  of  Benicia 
have  assured  the  railway  company  of  a  private  right  of  way 
and  terminal  facilities  upon  deep  water,  shortening  the  route 
to  San  Francisco  by  over  an  hour.  It  was  the  original  inten- 
tion of  the  company  to  create  its  terminal  in  this  city,  build- 
ing by  way  of  Cordelia,  Napa  Junction  and  Vallejo. 

ALAMEDA,  CAL. — The  first  shipment  of  cars  for  the 
new  Alameda  electric  system  of  the  Southern  Pacific  Company 
reached  the  Oakland  mole  from  the  Bast  last  week  and  will 
be  transferred  to  the  car  shops  at  the  mole,  to  be  given 
the  finishing  touches  before  being  ready  for  service  on  the 
system  which  is  to  start  operation  this  summer.  The  cars  are 
all-steel  coaches,  about  seventy  feet  long  and  will  seat  116 
passengers  each.  The  seats  are  of  rattan,  arranged  cross- 
ways,  with  an  aisle  between  and  at  one  side  of  the  center  of 
the  cars.  On  one  side  the  seats  are  the  regulation  two-passen- 
ger rattan  seats,  while  on  the  other  side  of  the  aisle  the  seats 
are  longer,  accommodating  three  passengers  each.  The  cars, 
as  they  come  from  the  factory,  are  equipped  with  big,  open 
platforms,  which  the  Southern  Pacific  Company  will  vesti- 
bula,  allowing  two  entrances  at  each  end  of  each  car,  which 
will  facilitate  discharging  passengers  and  taking  on  new 
passengers.  Other  shipments  are  promised  at  regular  inter- 
vals without  further  delay,  and  the  cars  will  be  all  on  hana 
by  the  time  the  road  is  ready  to  operate.  About  thirty  cars 
will  be  needed  for  the  Alameda  service  alone. 

OAKLAND,  CAL. — A  block  system  which  will  absolutely 
prevent  rear-end  collisions  on  the  Key  Route  system  has  been 
installed  and  the  trains  are  now  running  bv  the  semaphore 
signals  of  this  syjtem,  though  official  orders  have  not  yet  been 
issued  the  trainmen.  Rear-end  collisions  are  the  only  kind 
possible  under  the  double-track  system  of  this  line.  The 
block  system  is  so  arranged  that  a  passing  train  automati- 
cally sets  the  signals  for  the  trains  following.  As  the  train 
passes,  the  signal  is  set  for  "danger,"  and  when  the  sema- 
phore is  in  this  position  a  trigger  extends  in  such  a  manner 
that  should  another  train  attempt  to  pass,  an  air  valve  on  the 
roof  of  the  first  car  of  the  train  violating  rules  would  be 
thrown  open,  the  air  brakes  set  and  the  train  brought  to  an 
immediate  stop.  When  a  train  has  passed  a  signal  several 
hundred  feet,  the  signal  automatically  drops  to  "caution," 
which  requires  the  motorman  to  so  run  a  following  train  that 
he  can  bring  it  to  a  quick  stop  without  damage.     When  a 


train  has  passed  far  enough  to  make  the  line  regarded  as 
clear,  the  signal  is  automatically  thrown  to  "safe"  or  "clear." 
If  the  apparatus  should  get  out  of  order,  the  result  Viould  be 
to  throw  every  signal  on  the  line  affected  to  "danger,"  and 
bring  all  trains  to  a  stop. 


TELEPHONE  AND  TELEGRAPH. 
GRIDLEY,  CAL. — The  Home  Telephone  Company  has  ap- 
plied for  a  franchise  in  this  city. 

MODESTO,  CAL.— A.  V.  Faight  is  organizing  a  new  tele- 
phone line.  His  company  will  begin  construction  work  at 
once. 

TOPPENISH,  WASH.— The  Yakima' Valley  Telephone  Com- 
pany will  soon  begin  the  installation  of  telephones  in  local 
business  houses. 

CHICO,  CAL. — John  Leeper  has  announced  that  arrange- 
ments for  putting  the  Home  telephone  system  in  Chtco  in 
competition  with  the  Bell  lines  are  complete. 

VALE,  ORE. — Harry  Abram,  representing  the  Vale  Inde- 
pendent Telephone  Company,  has  applied  for  a  franchise  for 
the  establishment  of  a  telephone  system  here. 

SAN  FRANCISCO,  CAL.— Beginning  March  1  the  W.  U. 
Telegraph  Company  will  inaugurate  a  day  letter  service  sim- 
ilar to  the  night  letter  service  instituted  a  year  ago. 

MERCED,  CAL.— The  petition  of  E.  B.  Thomas  for  per- 
mission to  erect  poles  and  construct  a  telephone  line  in  the 
town  of  Livingston  and  along  the  county  roads  has  been 
granted. 

SAN  FRANCISCO,  CAL.— The  annual  report  of  the  Pacific 
Telephone  &  Telegraph  Company  for  the  year  ended  Dec.  31, 
1910,  shows  that,  including  the  amount  charged  to  operating 
expenses,  but  transferred  to  replacement  reserves,  the  earn- 
ings for  the  common  stock  were  equal  to  11  per  cent,  as  com- 
pared with  12.8  per  cent  for  the  previous  year.  The  relatively 
smaller  amount  of  earnings  for  the  stock  In  1910  than  in  1909 
was  due  in  part  to  the  increased  interest  charges.  At  the 
end  of  the  year  the  total  amount  of  replacement  reserves 
was  $4,190,566,  as  compared  with  $2,334,336  for  the  previous 
year,  and  with  $190,250  at  the  end  of  the  year  1908.  The  full 
amount  of  these  replacement  reserves  has  been  charged 
against  earnings  in  the  last  three  years.  The  total  amount  is 
equal  to  23.28  per  cent  on  the  $18,000,000  common  stock,  or 
at  the  rate  of  nearly  S  per  cent  per  annum.  It  is  thus  seen 
that  when  the  directors  of  the  company  decide  that  their 
replacement  reserves  have  been  accumulated  to  near  the 
proper  figure  it  will  be  an  easy  matter  to  begin  the  payment  of 
dividends  on  the  common  stock.  During  the  last  few  years 
the  company's  capitalization  has  been  increased  considerably, 
due  to  large  expenditures  for  the  rebuilding  of  the  plant.  The 
gross  earnings,  however,  have  more  than  kept  pace  with  the 
increase  in  capitalization.  In  1906  the  percentage  of  gross 
earnings  to  capitalization  amounted  to  16.01  per  cent,  while 
in  1910  the  percentage  amounted  to  20.44  per  cent.  In  1906 
the  capitalization  per  station  amounted  to  $184,  while  by  the 
end  of  1910  the  capitalization  per  station  had  been  cut  down  to 
$160,  notwithstanding  the  heavy  increase  in  the  amount  of 
outstanding  stock,  bonds  and  notes. 


WATERWORKS. 

MADRAS,  ORE. — Construction  work  on  the  new  water- 
works system  for  Madras  has  commenced.  The  work  is  in 
charge  of  Engineer  Gordon  who  estimates  the  cost  at  $11,000. 

KINGSBURG,  CAL.— Sealed  bids  will  be  received  by  the 
Board  of  Trustees  of  the  city  of  Kingsburg,  Cal.,  up  to  1  p.  m., 
March  15,  1911,  for  furnishing  any  part  or  all  of  the  material 
and  labor  required  to  construct  a  municipal  water-works  sys- 
tem in  this  city. 
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ST.  MARY'S  HOSPITAL  POWER  PLANT 


Tlic  field  of  operation  for  an  isolated  power  plant  The  hospital  is  as  yet  unfinished,  in  that  several 

included    in    the    equipment    of    c]uasi-pul)lic    buildings  more   wings   are   to   he   added    as     requirements    ma\' 

is  nowhere  better  exemi)lificd  than  for  use  in  the  mod-  necessitate.     The  power  plant  is  therefore  designed  for 

ern  hos])ital.     Here  electricity  is  put  to  scores  of  uses  additional  units  to  provide  for  increased  s 
and  the  au-\iliary  features  of  the  plant,  i.e..  the  distri-  The   building   is 

Ijution   and   circulation   of  steam,  hot   and   cold   water,  structure  of  six  stories,  the  finish  being  in  a  Si>anish 


cr\ice. 
fireproof    reinforced    concrete 
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compressed  air  or  vacuum,  together  make  almost 
ever}-  condition  of  operation  and  action  except,  of 
course,  the  human  element,  dependent  upon  the  power 
plant. 

The  equipment  of  St.  ^Mary's  hosiiital  in  San  I'ran- 
cisco  is  perhaps  as  complete  and  thorough  as  modern 
science  can  dictate;  the  arrangement,  unlike  many  iso- 
lated equipments  having  Ijeen  consistently  worked  out 
to  accomplish  the  best  results  in  efificiency.  ample 
space,  light,  air  and  general  accessibility. 


Kenaissance  tyiie  of  architecture,  the  color  scheme 
pure  wdiite.  Placed  within  spacious  grounds,  the  gen- 
eral effect  is  pleasing  and  gives  to  the  institution  an 
air  of  cheerfulness  which  is  of  jjarticular  xalue  in  a 
hospital. 

That  jiart  of  the  structure  containing  the  power 
plant,  contains  also  the  kitchens  and  accessory  depart- 
ments: it  is  two  stories  high  and  is  detached  from  and 
in  the  rear  of  the  main  l)uildings. 

The  power  plant  occupies  the  ground  floor  which 
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is  ill  reality  a  hasonicnt  as  it  is  a  few  feet  helmv  the 
ground  snrfaee.  'The  engine  .and  boiler  rooms  are  one 
large  room,  ahont  one-third  of  the  s]iace  being  occn- 
pied    l)v    the   generating   sets   and    switchboard,    while 
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General  \'i<'w  of  Engine  and  Boiler  Room. 

the  remainder  contains  the  boilers  and  anxiliaries. 
The  latter  space  is  at  a  lower  level  ))}'  abont  three  feet 
than  the  engine  floor  and  an  iron  railing  divides  the 
spaces.  Adjoining  the  engine  and  boiler  room  is  a 
room  devoted  to  varions  tanks,  machine  and  carpenter 
shops,  etc. 

There  are  at  present  two  main  generating  sets 
which  are  duplicates.  The  engines  are  Brownell  high 
speed  non-condensing,  the  bore  and  stroke  being 
13.X14  in.  They  are  fitted  with  Rites  inertia  governors 
and  direct  connected  to  General  Electric  six-pole,  75 
kw.,  250  volt  direct  current  generators,  operating  at 
275  r.p.m. 

Set  transversely  between  the  nearest  engine  unit 
and  the  switchboard  is  a  30  kw.  motor  generator 
for  supplying  direct  current  when  it  is  not  desired  to 
run  the  main  generators.  This  set  consists  of  a 
250  volt  direct  current  generator,  coupled  to  a  50  h.p. 
two-])hase  induction  motor  operating  from  the  regu- 
lar service  lines  of  the  power  company.  It  is  ])ossible, 
when  desirable,  to  run  this  motor  generator  in  par- 
allel with  the  generating  units. 

There  is  in  addition  to  the  motor  generator,  a  bal- 
ancing set  consisting  of  two  7  kw.  direct  current  .gen- 
erators: this  is  for  the  purpose  of  balancing  the  load 
on  the  three-wire  lighting  system. 

A  second  motor  generator  supplies  direct  cur- 
rent at  1 10  volts  for  the  operation  of  signal  Ijells  and, 
together  with  a  storage  battery,  is  controlled  through 
a  ])anel  board  mounted  direct!}'  o\er  the  set.  This 
motor  generator  consists  of  two  i  kw.  direct  current 
machines,  the  one  taking  current  at  220  volts  and  the 
other  deli\ering  at  i  to  volts. 

A  switchboard  of  six  Vermont  blue  marble  panels 
is  placed  at  the  end  of  the  engine  space  and  parallel 
to  the  engines.  The  first  two  jjanels  control  the  main 
generators,   and   are   ei|ui])])ed    with    the   usual    switch. 


cii'cnit  breaker  and  annneter,  there  being  one  swing- 
ing voltmeter  for  Ijoth  panels. 

The  third  panel  controls  the  balancer  set ;  the 
fourth  the  motor  generator  set,  there  being  switches, 
ammeters  and  circuit  breakers  for  lioth  the  induction 
motor  and  the  direct  current  generator.  The  fifth  and 
sixth  panels  control  respectively  the  power  and  light- 
ing circuit.  ( )n  the  lighting  panel,  the  main  switch  is 
liouble  throw,  enabling  the  use  of  direct  current  from 
the  i)lant  or  the  alternating  current  from  the  outside 
source.  .\  trunk  switch  on  panel  three  is  provided  to 
connect  the  power  and  lighting  circuits,  or  by  opening, 
to  enable  the  power  to  be  tlerixed  from  (jue  generator 
;ind  the  lighting  from  the  other. 

A  master  clock  with  circuit  board,  operated  either 
by  storage  battery  or  from  the  110  volt  circuit,  governs 
all  clocks  throughout  the  buildings. 

There  are  two  boilers  which  occupy  the  central 
part  of  the  boiler  space,  leaving  an  o]:)ening  on  one 
side  for  the  installation  of  additional  boilers,  while  the 
space  on  the  other  side  is  taken  up  with  the  various 
auxiliaries.  The  boilers  are  Franklin  water  tube,  and 
are  rated  at  132  h.]).  each.  The  heating  surface  of 
each  is  1328  square  feet.  The  jjressure  maintained  on 
the  boilers  is  125  lb. 

The  furnaces  arc  equipped  with  Wilgus  oil- 
burners. 

Exhaust  steam  from  the  engines  is  deli\'ered  di- 
rectly into  the  house  heating  system,  which  provides 
for  both  direct  and  indirect  radiation.  The  system 
operates  at  a  pressure  of  from  ij/2  to  2  lb;  steam  re- 
turned on  a  wet  vacuum  system  is  delivered  to  a  Coch- 
rane feed-water  heater.  This  is  placed  next  to  the  low 
wall  which  divides  the  engine  from  the  boiler  com- 
partment and  directly  adjoining  it  are  two  Fairbanks- 
Morse  boiler  feed-pumps.  Still  beyond  these  are  the 
two  fuel  oil  pumps. 

In  the  space  reserved  for  auxiliaries  next  the  boil- 
ers are  placed  two  house  steam-pumjjs,  which  deliver 
water  fr)r  all  purposes  throu.ghout  the  l)uildings  on  the 


Eiatttry  ol  Two  Franklin  Boil"-rs. 

Kewanee  system.  This  water  is  drawn  from  a  well 
and  piped  nearly  one  mile  to  a  20,000  gallon  tank, 
]ilaced  under  the  sidewalk  adjoining  the  Imilding. 
i'roni   this  tank  it  is  pumiced  as  needed. 


March  11.  UHl.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


215 


Power  Plant  and  Kitchen  WiiiK. 


There  is  next  a  "six-lnnise"  \aciniiii  apparatus. 
This  machine,  which  is  in  reality  a  steam  operated  air 
pump,  supplies  the  \acuum  necessary  in  sweepinii 
and  cleaning. 

The  remaining  apparatus  is  a  \'ulcan  Iron  Works 
refrigerating  machine  which  is  capable  of  supplying 
600  lb.  ice  per  day  ;  and  a  steam  driven  brine  pump, 
which  circulates  brine  for  refrigerating  purj^oses  in  the 
kitchens,  cold-storage  rooms  and   therapeutic   room. 


.Auxiliary  Plant  adjoining  Bo 


Steam  pressure;  ').  heating  steam.  Passing  from  the 
engine  and  boiler  room  to  the  adj(Tining  roi^m,  there  is 
a  small  machine  shop,  and  also  a  carpenter  simp 
e(|uip])ed   with  motor  operated  tools. 

In  this  room  are  also  placed  a  Jewell  water  filter, 
receivingtanks    for    the    vacuum    cleaning    system,    a 


\'iew  of  GrnLTaling  Unit^  from  tin-  Switclihoard. 


Placed  on  the  wall  in  plain  view  from  all  parts  of  \\'ainvvright  water  heater  for  faucets  and  general  house 
the  plant  is  a  \'ermont  blue  marble  gauge  board.  This  use  and  the  main  and  surge  tank  used  in  the  water  sup- 
is  3x6  ft.  and  contains  six  gauges,  as  follows :  i,  Steril-  i^ly  of  the  building. 

izing  steam;   2,   vacuum   on   heating   system;   3,   high  One  passenger  and  two  service  Otis  elevators  are 

pressure    steam;    4,    city    water    pressure;    5,    kitchen  operated   by    electric    motors,   the   passenger   and   one 
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(if  tlie  servicf  clesatnrs  li;i\  Iiil;-  ntaqtu't  conlrol,  while 
the  third,  which  is  an  ainl)iihuic('  clcxator,  lias  a  llDor 
selector  push  Ijutton  control. 

In  an  extensive  marble-lined  hath  department, 
steam,  hot  and  cold  water,  electricity  for  "electric- 
light"  baths  and  for  vibrator}^  massage  is  supplied. 

Steam  is  supplied  to  a  machine  which  fumigates 
mattresses  as  well  as  to  an  extensive  laundry  and  for 


Motor-ciriv.ii  I'uuip  for  .\ir  washer  and  Ccntrilui;nl  Suciion  Blowc-r. 
Dulivcrin«  Sterilizd  .Air. 

use  in  cooking  in  the  kitchens.    There  is  also  a  debris 
incinerator. 

All  odor  (if  conking  and  excess  heat  are  taken  from 
the  kitchens  by  an  exhaust  fan  driven  by  a  2  h.p.  Gen- 
eral Mlectric  motnr,  and  a  3  h.]).  motor  of  the  same 
make  drive  an  ice-cream  freezer  and  a  sausage  ma- 
chine. 

In  a  hos])ital  the  necessity  of  fresh  air  at  a  proper 
temperatiir^',  which  may  be  regulated  at  will,  is  one  of 
the  greatest  importance.  Outside  air  is  drawn  through 
a  Webster  air  washer  by  an  exhaust  fan.  This  fan 
jilaced  in  a  closed  room,  tends  to  exhaust  the  surround- 
ing air,  the  only  ingress  being  through  the  washer.  In 
])assing  through  the  latter  the  air  comes  in  contact 
with  a  spra}'  of  water  which  carries  away  all  particles 
of  dust  and  gives  the  required  humidity.  A  United 
Iron  Works  centrifugal  punip  driven  by  a  i  h.p. 
(lencral  Electric  motor  furnishes  the  water  spray. 
The  exhaust  fan  is  driven  by  a  jYi  h.p.  motor  and  op- 
crates  according  to  requirement  from  450  to  900  r.p.m. 

After  passing  through  the  fan,  the  air  is  driven 
through  a  heater.  This  is  supplied  with  three  sets 
of  steam  heating  coils  which  allow  a  variation  in  the 
temperature  of  the  air  which  is  then  delivered  to  all 
]jarts  of  the  building. 

A  svstem  for  drawin.g  impure  air  from  all  parts  of 
the  building  is  operated  hy  an  exhaust  fan  placed  in 
a  room  on  the  roof.  This  fan  and  the  driving  motor 
is  similar  to  the  set  just  described. 

Throughout  the  building  is  a  comprehensive  sys- 
tem of  signal  lights  and  calls  from  all  rooms  and  here 
a  noveltv  has  been  introduced.  Instead  of  the  famil- 
iar electric  bells  or  buzzers,  which  are  often  annoying 
to  nervous  patients,  there  is,  on  each  floor,  a  West- 
minster chime  of  four  tones.     These  chimes  consist  of 


lu'll-nu'tal  tubes  which  ;ire  Sdundcd  by  an  electrically 
operated  hammer.  The  dilTerent  pitches  of  tone  de- 
note nurses  or  attendants  of  difTerent  grades  of  au- 
thority, while  the  nundier  of  strokes  signify  the  in- 
dividual wanted. 

Another  novelty  is  an  arrangement  for  electri- 
cally heating  the  tray  carriers.  These  carriers  are  of 
sheet  metal  in  the  form  of  a  large  box  in  which  are 


Tray  CarricTs  and  Method  of  Connection  for  Elfctrical  Hi-atint;. 

fitted  shelves,  the  whole  being  mounted  on  rubber 
tired  wheels.  Within  is  a  heating  coil  which  enables 
food  in  trays  to  be  kept  warm  wdiile  the  carrier  is 
lieing  filled  and  during  its  journey  to  the  various 
wards.  At  a  convenient  place  near  the  kitchen,  there 
are  several  w;dl  plug  receptacles  supplying  the  cur- 
rent to  heat  the  tray  carriers  and  a  set  of  baljy  knife 
sv.itches  provided  directly  under  them  control  the 
current.  This  novel  heating  system  was  invented  by 
Mr.  J.  Hughes,  the  chief  en.gineer  of  the  hospital 
and  the  tray  carriers  were  supjdied  by  the  liutte  Elec- 
tric Company. 

This  plant  is  undoubtedly  a  model  of  its  kind  and 
much  credit  is  due  to  the  Compressed  Air  Machinery 
Company  for  its  design  and  installation. 


ELECTRIC  AIDS  FOR  PHOTOGRAPHY. 

Anvone  wdio  is  working  with  the  old-fashioned 
appliances  still  in  use  in  many  photogra])hic  dark- 
rooms would  be  astonished  and  delighted  with  the 
results  which  can  be  secured  by  the  use  of  various 
electrical  devices  recently  described  in  the  Edison 
Monthly.  P.y  means  of  these  not  only  can  the  tedious 
l^rocess  be  hastened,  but  it  is  possible  to  obtain  finer 
effects  in  developing  and  printing. 

A  lighting  innovation,  the  powerful  aristo,  is  used 
ill  making  enlargements.  It  is  in  an  asbestos  case,  so 
that  the  light  falls  only  on  the  photographic  plate 
placed  in  the  enlarging  frame.  By  moving  a  lever 
the  intensity  can  be  changed  from  a  comparatively 
l(iw  power  to  forty  times  daylight  intensity.  The 
illumination  produced  is  stronger,  steadier  and  gives 
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less  heat  than  is  possible  with  any  other  kind  of  light. 
Anyone  who  has  done  enlarging  will  realize  the  time 
saved  in  this  way.  In  making  line  reproductions,  in 
other  words,  those  where  the  color  is  not  being 
copied,  a  mercury  vapor  lamp  gives  especially  satis- 
factory results.  This  light  has  the  peculiar  effect  of 
hardening  all  lines ;  a  seemingly  blacker  Ijlack  stands 
out  vividly  from  a  clear  white,  very  effective  in  copy- 
ing line  drawings.  -More  no\'el  than  the  light- 
ing arrangement  are  the  \arious  electric  heating 
apparatus  that  the  photographic  department  of 
The  New  York  Edison  Company  has  adapted 
for  its  work.  There  is  the  electric  fan  to  ex- 
pedite drying,  and  for  extra  quick  work,  a  dryer, 
usually  seen  in  hair-dressing  parlors,  has  been  found 
extremely  serviceable.  Several  plates  on  a  rack  can 
be  dried  at  once  by  use  of  the  fan,  the  process  taking 
from  one-half  to  two  hourg,  depending  on  the  humid- 
ity of  the  air  on  any  particular  day.  The  current  of 
warm  air  from  the  hair  dryer  can  be  directed  only  on 
one  negative  at  a  time,  lint  the  work  is  done  in  fifteen 
minutes.  When  one  considers  that  without  these  ex- 
traneous aids  it  frequently  takes  twelve  hours  for 
plates  to  be  ready  for  printing,  the  usefulness  of  these 
electric  appliances  can  easily  be  seen. 

Another  advantage  is  that  it  is  possible  to  do  finer 
work  in  this  way.  Printing  from  a  wet  plate,  or  from 
an  enlargement,  are  old  tricks  where  newspaper  pho- 
tography is  concerned,  but  such  treatment,  while  giv- 
ing the  desired  speed,  will  never  give  fine  results. 
The  effect,  though,  of  the  warm  air  from  the  electric 
dryer  on  the  plate  aids  in  bringing  out  the  details 
which  might  otherwise  be  lost.  Even  the  directions  to 
amateur  phot(.igrai)hers  suggest  that  the  films  are 
better  if  dried  in  a  warm  room. 

In  mountiug,  an  electric  fiatiron  gives  excellent 
results.  This  is  done  by  use  of  gum  tissue,  which  is 
placed  between  the  print  and  the  cardboard.  The 
electric  iron  is  then  ajjplied  and  a  perfect  piece  of 
mounting  results,  since  the  print  has  absolutely  no 
chance  to  curl,  while  crooked  ]ilacing  can  be  rem- 
edied by  the  applicatiim  nf  a  little  mure  heat.  Large 
photographic  houses  recommend  a  regular  heating 
press,  which  costs  at  least  $50  to  buy,  and  a  consider- 
able sum  to  maintain.  Such  an  equipment,  however, 
is  desirable  only  when  an  immense  amount  of  work 
must  be  turned  out.  but  fur  the  ordinary  shop,  where 
two  hundred  prints  must  be  mounted  in  a  day,  the 
electric  fiatiron,  costing  one-tenth  as  much,  will  per- 
form the  same  service. 

An  electric  radiator  facilitates  operations  in  the 
dark  room.  Hitherto  many  photographers  have  been 
forced  to  do  this  portion  of  their  work  in  a  cold  room, 
since  steam  heat  is  too  damp,  and  gas  heating  gives 
out  too  much  light  at  the  same  time.  An  electric  ra- 
diator gives  dry  heat  with  no  lighting  effect,  and  while 
the  room  is  warming,  water  for  warm  solutions  can  be 
set  upon  the  radiator.  Any  persons  interested  in  see- 
ing these  imi)rovements  may  secure  permission  to 
visit  the  photographic  department  of  this  comiiany 
and  see  the  apiiarntus  in  use  and  notice  the  results 
obtained. 

Amateurs  who  are  acutely  aware  of  the  length  of 
time  ordinarily  consumed  in  the  drying  nf  negatives 
'      and  prints  may  be  interested  U>  know  how  newspa])ers 


publish  in  their  afternoon  editions  jjictures  of  some 
event  which  occurred  not  more  than  three  hours  be- 
fore. In  order  to  do  this  newspaper  ])hotographic  de- 
l)artments  do  not  wait  for  their  negatives  to  dry  at  all, 
l)Ut  "print  from  a  wet  plate,"  as  it  is  called. 

To  do  this,  the  negative,  as  soon  as  it  has  been 
developed,  is  placed  still  wet  in  the  enlarging  frame. 
It  does  not  come  in  contact  with  any  printing  ])a])er, 
so  the  soft  surface  is  not  damaged.  In  the  enlarging 
]5rocess,  a  strong  light  is  thrown  through  the  plate  in 
the  frame,  the  enlarged  positi\e  reflection  being 
thrown  on  a  screen  some  feet  off.  The  ])rinting  paper 
is  then  put  upon  the  screen  and  the  ph<'itograph  printed 
directly  upon  it. 

While  this  method  has  the  advantage  of  extreme 
speed,  it  cannot  produce  fine  work,  for  when  the  plate, 
still  wet,  is  put  in  the  frame  the  gelatine  has  not  yet 
"set,"  as  it  were,  so  that  lines  and  shadings  have  not 
become  clearly  defined.  Then  when  this  is  enlarged  the 
muddiness  of  outline  is  increased. 

This  system  of  printing  from  a  wet  plate,  com- 
bined with  the  quick  printing,  goes  to  account  for  the 
poor  quality  of  so  many  of  the  pictures  which  ap])ear 
in  daily  papers.  This  difference  becomes  strongly 
n-arked  where  some  publication  has  a  carefully  jire- 
jiared  weekly  supplement  in  which  the  photographs 
are  extremely  good,  while  many  of  the  pictures  seen 
in  the  daily  editions  are  inferior.  Newspapers  that 
care  about  the  appearance  of  their  daily  editions  could 
adopt  these  various  electric  devices  to  use  where 
the  speed,  though  not  the  greatest,  is  required. 


ELECTROLYTIC  IRON'. 

BY    CHARLES    F.    BURGESS. 

During  the  past  five  years  investigations  ha\'e 
been  carried  on.  in  the  chemical  engineering  labora- 
tories of  the  University  of  Wisconsin,  dealing  with 
electrolvtic  refining  of  iron  and  its  use  in  the  produc- 
tion of  allovs.  About  3  tons  of  iron  have  been  refined 
and  over  1000  alloys  produced  and  tested.  AVhile  this 
experimental  work  has  been  on  the  "test  tube"  or 
laboratory  scale,  it  is  believed  that  some  of  the  re- 
sults indicate  the  feasibility  of  enlarg:ement  to  com- 
mercial state,  and  a  short  discussion  is  submitted  here 
bearing  on  the  question,  "Can  electrolytic  iron  be 
made  an  industrial  product?" 

Manv  old  textbooks  on  electro-chemistry  give 
descriptions  of  methods  of  depositing  iron  electro- 
Ivticallv.  implying,  therefore,  that  electrolytic  iron  is 
not  a  new  product.  The  only  use  suss'ested,  how- 
ever, is  for  facing  engraved  plates  used  for  printing. 
P.v  following  anv  of  these  earlier  processes  it  is  seen 
that  onlv  very  thin  lavers  of  ircm  can  be  deposited, 
the  coating  tending  to  become  dark,  roueh  and  pow- 
dery. It  is  to  overcome  this  limitation  that  the  work 
at  the  University  of  Wisconsin  was  undertaken,  and 
that  this  has  been  successful,  in  a  measure,  is  indi- 
cated by  an  iron  cathode  nearlv  2  in.  in  thickness. 

The  manner  in  which  electrolytic  refining  has 
n-\'(dutioni7ed  the  conncr  industrv  is  now  an  nld  stiii-\-. 
;nid  electrolvsis  has  likewise  becnuie  an  industrial 
:i<.;ent  in  the  metallurgy  of  silver,  gold  and  lead.     Now, 
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that  it  has  been  found  that  iron  can  be  refined  elee- 
trolytically  ahnost  as  easily  as  copper,  it  is  pertinent 
to  inquire  whether  there  is  a  field  of  usefulness  for 
such  iron.  This  depends  upon  whether  electrolytic 
iron  has  superior  qualities  due  to  purity  or  physical 
condition,  and  whether  it  can  be  procured  at  low  cost. 

From  the  standpoint  of  purity  it  must  compete 
with  some  notable  metallurgical  developments  which 
have  resulted  in  product  such  as  being  made  by  the 
American  Rolling  Mill  Company  in  a  basic  open 
hearth  process.  For  this  material  a  purit_\-  of  99.94 
per  cent  is  claimed  and  justifialily  so,  as  some  of  our 
analyses  show.  The  electric  furnace  is  another  factor 
which  is  contributing  largely  to  the  control  of  the 
composition  and  purit}'  of  iron  alloys,  and  the  strik- 
ing possibilities  which  are  offered  in  this  developing 
field  cannot  be  overlooked  in  advocating  the  dexelo])- 
ment  of  an  electrolytic  iron  process. 

The  chief  source  of  commercially  pure  iron  has 
been  and,  perhaps,  now  is,  the  high  grade  Swedish 
and  Norway  iron,  used  largely  as  a  base  material  for 
high  grade  crucible  steel.  The  analyses  of  this  ma- 
terial usually  indicate  a  high  purity,  though  fre- 
(|uently  and  erroneously  calculated  b\-  ditference. 
after  determining  carbon,  sul])hur.  silicon,  phosphorus 
and  manganese.  It  is  not  uncommon  to  find  oxides 
and  slag  to  the  extent  of  2  per  cent  in  this  material, 
and  this  impurity  undoubtedly  may  have  an  influence 
on  the  resulting  alloys  made  from  it. 

\\^e  have  found  that  electrolytic  iron  can  be  pro- 
duced with  a  purity  as  high  as  99.97  per  cent,  and. 
perhaps,  even  better,  using  extraordinary  precautions. 
This  record  has  been  made  by  using  the  best  com- 
mercial grades  of  pure  iron  as  anodes.  A  few  hun- 
dredths of  I  per  cent  of  purity  must  be  sacrificed  in 
using  anodes  of  mild  steel  or  other  less  pure  materials. 
Electrolytic  refining  oft'ers  a  means  of  reducing  or 
screening  out  most  of  the  impurities  commonly  found 
in  iron  and  of  producing  a  material  not  only  of  high 
purity,  but  of  great  uniformity.  Even  though  it  may 
be  shown  eventually  that  electrolytic  iron  may  not 
have  a  higher  purity  than  that  attainable  by  other 
methods,  the  uniformity  of  its  composition  should 
make  it  a  valuable  material  as  a  means  of  eliminating 
many  of  the  variables  with  which  the  crucible  steel 
maker  has  to  contend. 

Using  an  electrolyte  ci.intaining  40  g.  of  iron  per 
liter  in  the  form  of  ferrous  sulphate,  together  with  40 
g.  of  ammonium  chloride,  it  has  been  fiiund  possible 
to  c<induct  a  continuous  refining  operation  for  many 
months  at  a  current  density  of  fi  to  10  amperes  per 
M|uare  foot  of  cathode  surface,  and  -at  a  ]50tential  dif- 
ference of  al'out  I  \oIt.  The  current  efficienc}'  is 
\erv  close  to  100  per  cent,  as  it  is  in  copper  refining. 

This  leads  to  the  calculation  that  1  kw.-h.  will  re- 
fine 2  lb.  of  iron  ;  or  a  cost  for  ])ower  of  V2  cent  per 
pound  is  attainable.  The  costs  for  labor,  solution 
maintenance  and  fixed  charges  are  estimated  to  ))C  not 
greater  than  the  power  costs,  making  a  cost  of  refin- 
ing of  about  $20  ])er  ton.  Assuming  the  anode  ma- 
terial to  be  a  mild  steel  costing  $35  per  ton.  the  cost 
of  electrolvtic  iron  would  lie  in  the  neighborhood  of 
S55.  These  approximate  calculations  indicate  that  this 
material  might  well  compete  in  price  with  high  graile 
Swedish  iron. 


Among  the  properties  of  electrolytic  iron  which 
may  give  it  some  added  usefulness  is  its  content  of  hy- 
drogen and  the  brittleness  which  results  from  this 
occluded  gas.  This  hydrogen  may  be  of  some  service 
in  reducing  oxides  in  a  melt.  The  brittleness  of  the 
electrolytic  iron  before  the  hydrogen  is  driven  off  makes 
it  easy  to  break  it  up  into  pieces  suitable  for  introduc- 
tion into  the  steel  crucililes. 


COPPER  MARKET  SITUATION. 

There  has  been  considerable  acti\ity  in  copper 
(Hiring  the  last  few  weeks,  says  Copper  Gossip,  but 
price  changes  in  local  circles  cover  a  comparatively 
small  range.  February  sales  of  moderate  volume 
indicate  a  conservative  inquiry  from  domestic  melters. 
but  the  increase  in  actual  buying  is  not  great  enough 
to  bring  about  an  ad\ancing  scale  of  prices  above 
1 2 '4  for  electrolytic.  .\t  the  same  time  the  rate  of 
home  consumption  is  quite  good  considering  the  sea- 
son of  the  year,  but  it  will  take  more  urgent  demand 
on  the  part  of  mamifacturers  to  create  a  pronounced 
effect  upon  the  market. 

\\ith  the  approach  of  spring  active  inquiries 
for  larger  tonnages  are  expected.  An  increase  in  new 
business  and  better  specifications  for  both  raw  and 
semi-manufactured  ])roducts  should  stimulate  trade 
the  next  three  months.  The  danger  is  that  when  im- 
]»rovement  gets  well  started  some  sellers  may  be  in- 
clinetl  to  rush  the  advance  and  check  business  in  that 
\^ay  before  the  danger  boundary  is  past.  It  is  very 
probable  that  copper  will  emerge  from  the  difficulties 
which  have  beset  it  sooner  than  some  pessimistic  per- 
sons anticipate,  but  it  goes  without  saying  that  a 
moderate  recovery  based  on  genuine  improvement 
will  be  safer  and  more  satisfactory  than  the  attempt  j 
to  force  matters  artificially. 

During  the  last  two  years  the  production  of  market- 
al.lecopper  liy  the  refineries  of  theUniteclStatesaniount- 
ed  to  2,857,525,176  pounds,  a  quantity  more  than  doul.)le 
the  world's  out])ut  in  1903  and  1904.  The  figures  of 
refinery  production  in  tliis  country  for  19 10  were  more 
than  ten  times  larger  than  domestic  out]:)ut  26  years 
ago.  The  rapid  growth  of  the  copper  industry  in  re- 
cent years  marks  a  period  of  phenomenal  development 
at  the  leading  mining  districts.  The  great  increase  of 
output  from  the  porphyry  properties  has  given  the 
copper  market  a  big  set  back.  These  bodies  of  dis- 
seminated ores  are  worked  by  steam  shovels,  and  the 
comparative  ease  with  which  they  are  handled  tends 
to  unusually  cheap  operating  cost.  The  old  fissure 
mines  are  more  costly  to  work  than  the  low  grade 
propositions  where  conditions  are  exceedingly  favor- 
able for  cheap  mining. 

The  drastic  decline  in  the  market  price  of  copper 
I'rom  the  high  figures  of  1906  and  1907  has  brought  the 
selling  price  at  present  down  to  a  strictly  reasonable 
basis.  At  current  x'alues  cojiper  is  certain  to  be  in 
heavy  demand  by  the  manufacturers  of  the  world.  If  ) 
the  market  were  kept  more  liquid  that  fact  in  itself 
Would  tend  to  maintain  consistent  activity  much  bet- 
irr  than  by  forcing  buvers  to  ])av  a  pegged  price.  The 
liabit  of  fixing  an  arl)itrary  price  gives  no  index  of 
actual  conditions.  l)ut  by  this  mistaken  method  trading 
!;■  made  oliligatory  at  the  sacrifice  of  intelligent  in<Ig- 
ment  and  liy  ignoring  natural  laws. 


March  11,  1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


219 


MOTORS    IN    TELEPHONE    EXCHANGES.' 

BY    C.    \V.    BURKETT. 

In  the  more  modern  common  battery  telephone 
exchanges  of  the  Bell  system,  both  direct  and  alternat- 
ing current  motors  are  used  very  generally.  The  spe- 
fic  uses  for  motors  in  such  telephone  exchanges  are  as 
follows : 

I.  Alternating  current  motors  of  both  single 
phase  and  poly-phase  types  and  constant  potential 
direct  current  motors  are  used  for  driving  gener- 
ators for  charging  storage  batteries,  which  in  turn 
supply  the  talking  current  and  current  for  signalling 
purposes.  These  motors  will  vary  in  size  from  about 
ij^  to  48  horsepower  and  if  direct  connected  to  the 
generator  will  vary  in  speed  from  approximately  50 
to  2000  revolutions  per  minute. 

In  that  it  is  absolutely  essential  in  a  telephone 
exchange  to  have  a  reliable  source  of  power,  fre- 
quently two  motor  generator  sets  are  provided  for 
charging  the  main  battery;  one  of  these  usually  being 
direct  current  and  the  other  alternating  current,  if 
these  two  sources  of  power  are  independent  and  avail- 
alile.  If  this  is  not  the  case,  and  if  gas  is  available, 
one  of  the  generators  is  usually  driven  by  a  gas  engine. 

2.  A  small  motor  in  the  larger  common  battery 
exchanges  is  usually  provided  for  charging  a  smaller 
storage  battery  which  is  placed  in  series  with  the  main 
storage  battery  to  provide  48  volt  current  for  use  on 
long  distance  connections.  This  motor  is  usually  of  a 
capacity  from  i  to  5  horsepower. 

3.  Usually  two  sets'of  motors,  one  either  alter- 
nating or  direct  current,  supplied  from  the  city  power 
circuit,  and  the  other  supplied  from  the  storage  bat- 
tery, are  provided  for  operating  the  service  motor-gen- 
erators which  provide  30  volt  direct  current  for  o|)- 
erating  service  meters,  used  in  connection  with  the 
recording  of  tele].)hone  calls.  These  motors  vary  in 
size  form  i  to  2  horsepower. 

4.  In  the  larger  exchanges,  motors  are  j^rovided 
for  driving  twin  generators  which  su]i]ily  no  \'olt 
current,  both  positive  and  negati\c.  for  the  opera- 
tion of  coin  collectors,  or  what  are  usually  termed 
"pay-back  nickel  machines."  These  motors  will  vary 
iii  size  from  ^  to  2  horsepower. 

5.  Roth  alternating  and  direct  current  motors 
from  independent  sources,  are  provided  for  operating 
ringing  generators  which  are  used  to  supply  the  cur- 
rent for  ringing  subscribers'  stations  and  ringing  on 
toll  and  "ring-down"  trunk  lines.  These  motors  will 
vary  in   size  from  aliout  Yi   to    i    horsepower. 

C).  In  all  of  the  larger  exchanges,  motors  arc  pr(j- 
\ided  for  <lriving  generators  for  supplying  f)3  and  110 
volt  current  for  the  operation  of  telegrai)h  instruments 
used  in  conjunction  with  long  distance  telephone  lines. 

7.  In  many  of  the  modern  exchanges  a  ringing 
dynamotor  is  provided  instead  of  a  ringing  generator 
in  connection  with  a  motor.  This  machine  consists  of 
a  double  wound  armature  and  a  single  field,  and  is 
practically  a  rotary  converter.  Direct  current  1(  ir  the 
operation  of  the  machine  is  usually  obtained  from  the 
main  storage  battery  and  the  alternating  current  side 
supplies  single-phase  alternating  ciu-rent  at  approx- 
imately 75  volts  and  16  cycles.  These  niacliines  are 
usually  two  jiole  and  are  operated  at   1000  rc\-olutions 

'Paper  presented  before   San   Francisco   Section  A.   I.   E.   E., 
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per    minute,    They   will    vary   in   size   from    approxi- 
mately 1/6  to   I   horsepower. 

8.  In  the  larger  multi-office  exchanges  and  par- 
ticularly where  considerable  long  distance  or  toll  busi- 
ness is  transacted,  motors  are  provided  for  the  opera- 
tion of  either  a  belt  conveyor  or  pneumatic  ticket  dis- 
tributing system.  This  system  is  used  for  the  dis- 
tribution of  tickets  from  the  recording  to  the  toll  line 
operators.  These  motors  will  vary  in  size  from  i  to 
approximately  20  horsepower.  The  largest  installa- 
tion of  this  sort  on  the  Pacific  Coast  is  in  the  Kearny 
office  of  our  San  Francisco  exchange.  In  this  ex- 
change we  have  a  vacuum  conveyor  systen.  which  re- 
quires approximately  20  horsepower  for  its  operation. 
Two  motors  are  provided;  one  alternating  and  the 
other  direct  current.  Either  one  or  the  other  of  these 
motors  is  in  continual  service  and  the  other  is  used  for 
reserve. 

In  the  design  of  telephone  power  plants,  it  is 
usually  found  expedient  to  install  motors  which  are 
somewhat  in  excess  of  the  initial  requirements.  This 
is  done  in  order  that  the  entire  central  office  equip- 
ment may  be  as  nearly  in  cost  equilibrium  as  possible. 
For  this  reason,  motors  for  telephone  use  are  required 
to  conform  to  quite  rigid  specifications.  Particularly 
is  it  necessary  that  the  efficiency  curves  from  approx- 
imately y2  to  full  load  be  flat  as  possible.  It  is  also 
necessary  in  telephone  motors  that  the  speed  limits 
be  kept  close,  as  the  adjustment  of  telephone  signall- 
ing a])paratus,  in  common  battery  exchanges,  is  close 
and  also,  a  diiYerence  in  transmission  will  result  if 
any  considerable  variation  in  voltage  of  the  current 
supply  be  permitted. 

^\'e  have  in  use  a  number  of  W'estern  Electric 
direct  current  motors.  Western  Electric  alternat- 
ing current  motors,  Westinghouse  and  (icncrai  I'llcc- 
tric  alternating  current  motors,  l)oth  single-phase 
and  poly-phase,  Emerson  single-phase  motors  for 
driving  the  smaller  apparatus,  as  ringing  machines 
and  coin  collecting  machines,  and  ^^^agner  single- 
phase  motors  usually  used  for  dri\ing  the  charging 
generators. 

For  a  common  battery  telephone  exchange  of  10,- 
000  subscribers,  motors  aggregating  100  horsepower 
for  i)oth  operation  and  reserve  will  be  retiuired,  while 
an  exchange  of  1000  subscribers  recjuire  motors  less 
than   10  horsepower. 

Direct  Current  Motors. 

The  re(|uirements  for  direct  current  motors  u])on 
which  we  have  usually  insisted  are  as  follows: 

h'fficicncy:  '["he  niiuinuini  cfficienc\-  for  \ar\ing 
sizes  is  shown  on  the  attached  cur\e. 

Type:  The  type  of  motor  is,  in  e\er\-  case,  con- 
stant potential. 

Heating:  The  heating  requirements  are  as  fol- 
lows : 

The  motor  should  be  capable  of  delivering  con- 
tinuously its  rated  out]5ut  at  the  specified  voltage 
without  a  rise  above  a  room  tem])erature  of  twcnty- 
Tac   degrees   Centigrade. 

]'"ield  and  armature,  by  resistance  measurement, 
fifty  degrees  Centigrade  and  by  iherniometcr,  forty- 
fi\c   flegrees  Centigrade. 

Commutator  and  brushes,  by  tiiermometer  fifty- 
five  degrees  Centigrade. 
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Bearings  and  otlier  parts  ut  the  niacliiiie.  by  ther- 
mometer  forty   degrees   Centigrade. 

I-"urther,  the  motor  should  be  capable  of  running 
for  two  hours  at  a  twenty-five  per  cent  oxerload  with- 
out injury  to  any  of  the  parts. 

Brushes:  The  motor  should  be  provided  witli 
brush  holders  and  carbon  brushes  of  a  type  which  will 
ensure  satisfactory  operation.  The  current  density 
in  carbon  brushes  should  not  exxeed  35  amperes  per 
square  inch.  For  motors  operating  at  less  than  30 
volts,  metallic  gauze  may  be  used. 

Commutation :  The  motor  should  run  withtnit 
injurious  sparking  from  no  load  to  23  ])er  cent  overload 
without  alteration  of  the  position  of  the  brushes. 

Bearings:  The  motor  should  be  provided  with 
self-oiling  and  self-aligning  bearings. 

Speed:  The  speed  should  not  \arv  more  than 
5  per  cent  between  no  load  and  full  load,  when  the 
voltage  of  the  supply  mains  is  kept  constant  at  the 
normal  voltage.  \'ariation  of  sjK'ed,  due  to  a  varia- 
tion of  5  per  cent  above  or  below  the  normal  voltage, 
should  not  exceed  5  per  cent  aboxx-  or  below  norma!. 

W  hen  motors  are  used  in  combination  with  ring- 
ing generators,  the  motor  should  be  capable  of  drixing 
the  generator  under  all  specified  conditions  nf  speed 
and  load. 

Mounting:  Depending  upon  whether  the  mt.itor 
is  direct  connected  to  the  generator  or  belt  connected. 
It  should,  in  the  first  case,  be  mounted  on  a  rigid  sub- 
base  of  cast  iron  or  I  beam  construction,  which  sub- 
base  should  be  common  to  the  motor  and  the  gener- 
ator to  which  the  motor  is  connected  :  or  in  the  second 
case,  the  indlcy  should,  of  course,  be  of  proper  dimen- 
sions and  width  of  face  for  belt  dri^•ing. 

Starting  Box:  In  general  the  motor  should  be 
provided  with  a  fireproof  starting  box  and  this  box 
should  be  equipped  with  both  an  over-load  and  no 
voltage  release.  The  starting  box  is  usually  mounted 
at  the  rear  of  the  power  switchboard. 

Insulation:  The  insulation  between  the  armature 
and  field  windings  and  between  these  windings  and 
the  frame,  and,  if  direct  connected,  between  the  two 
machines  and  betwxen  the  motor  and  the  sub-liase 
should  not  lireak  down  when  subjected  to  the  follow- 
ing mean  efl'ective  differences  of  potential  of  alternat- 
ing electro-motive  force  continuously  applied  for  one 
minute. 


Rated  Terminal  \'oltai,' 
Not  over  400  volts 
Not  over  400  volts 
400  to  SOO  volts 
400  to  SOO  volts 


Capacity  of  Motor 
Under  Hi  kilowatts 
10  kw.  and  over 
Under  10  kw. 
10  kw.  anil  o\'er 


Testinii  \'oitaiie 
lOOo  volts 
l.jflo  volts 
1300  volts 
iOiio  volts 


ISearings  and  other  parts  of  the  machines,  by  ther- 
inoineter,  forty  degrees  Centigrade. 

In  squirrel  cage  or  short  circuited  armatures,  fifty- 
fi\e  degrees  Centigrade,  by  thermometer,  may  l)e 
allowed. 

Starting  Torque:  The  motor  should  develop  suf- 
ficient torque  to  start  the  machine  to  which  it  is 
connected,  the  machine  being  at  no  load. 

Insulation:  The  insulation  between  the  different 
circuits  and  between  the  primary  circuits  and  the 
frame,  and,  if  the  motor  is  direct  connected,  between 
the  two  machines  and  between  the  motor  and  the  sub- 
lease, should  not  break  down  when  subjected  to  the 
following  mean  effective  differences  of  potential  of 
alternating  electro-motive  force  continuously  applied 
for  one  minute : 


Rated  Terminal  X'oltatje 
Not  over  400  volts 
Not  over  400  volts 
400  to  SOO  volts 
400  to  SOO  volts 


Capacity  of  Motor 
Under  10  kilowatts 
10  kw,  and  o\er 
Under  10  kw. 
10  kw.  and  over 


Testing  Voltage 
1000  volts 
1.300  volts 
1500  volts 
2000  volts 


Speed  :  The  variation  of  speed  of  the  motor  between 
no  load  and  full  load  should  not  be  more  than  five  per 
cent  wdien  the  voltage  of  the  supply  mains  is  kept  con- 
stant and  the  frequency  is  normal.  The  variation  of 
speed,  due  to  a  \ariation  of  fi\x  per  cent  in  either 
voltage  or  frequency  of  the  supply  mains,  should  not 
exceed  five  per  cent  from  normal. 

Bearings:  The  motor  should  be  pro\ided  with 
self-oiling  and  self-aligning  bearings. 
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Alternating  Current  Motors. 

Type:  The  motor  should  l)e  nf  the  self-starting 
induction  type  and  should  operate  satisfactorily  on  an 
alternating  current  circuit  of  the  voltage,  frequency 
and  number  of  phases  specified. 

Heating:  The  motor  should  be  capable  of  deliv- 
ering continuously  its  rated  output  at  the  specified 
voltage  and  fre(|nency  without  exceeding  llie  fulKiwing 
rise  abo\e  a  roor,i  temperature  of  twent_\-fi\e  degrees 
Centigrade. 

Electric  circuits,  by  resistance  fifl_\"  degrees  Centi- 
grade. 


Fig.   :. 


Output  -  Qo/f:i€ PO^en 

Fig.  -1. 

Mounting  and  Means  of  Driving:  Depending 
i;]ion  whether  the  iinitor  is  direct  connected  to  the 
generator  or  belt  connected.  It  should,  in  the  first 
case,  be  mounted  on  a  rigid  sub-base  of  cast  iron  or 
I  beam  construction,  which  sub-base  should  be  coni- 
nmu  to  the  mntor  and  the  generator  to  which  the 
mi't'>r  is  connected:  (jr  in  the  second  case,  the  pulley 
should,  of  course.  I)e  of  proper  dimensions  and  width 
of  face  for  belt  drixing. 

I'i>wer  l-"actor  and  Efficienc}' :  The  jmwer  factor 
and  efficiency  o{  alternating  current  moturs  at  full 
load  should  not  be  less  than  is  shown  in  the  accom- 
panying curves. 


March  11,  1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


221 


PHOTOMETRY   OF   SEATTLE   STREET   ILLU- 
MINATION. 

BY  RAYMOND  A.   HOPKINS  AND  EARL  J.  BEERY. 

With  the  recent  rapid  development  of  Seattle's 
street  lighting  good  opportunity  has  been  afforded  for 
making  experimental  tests  on  several  different  light- 
ing systems.  The  City  of  Seattle  has  taken  steps 
far  in  advance  of  other  western  cities  and  is  fast  ob- 
taining a  degree  of  illumination  for  her  streets  which 
will  rival  anything  in  the  East.  The  tungsten  incan- 
descent lamp  has  become  the  basis  of  all  the  new  light- 
ing. Lamps  have  been  obtained  in  sizes  ranging  from 
40  c.p.  to  300  c.p.,  from  which  variety  the  intensity 
best  adapted  to  the  requirements  of  each  individual  in- 
stallation is  selected  with  precision. 

One  of  the  most  satisfactory  types  of  lighting  and 
one  quite  extensively  installed  is  that  of  the  cluster 
lights.  At  the  present  time  102 1  poles  are  lighted  and 
598  are  under  construction.  The  poles  are  of  simple, 
neat  design,  unostentatious  by  day,  and,  owing  to  the 
unique  arrangement  of  the  globes  in  the  form  of  a  ver- 
tical triangle,  plane  perpendicular  to  curb,  give  a  pleas- 
ing appearance  at  night.  Three  types  of  poles  are  used 
— a  five-ball  for  business  streets,  a  three-ball  for  resi- 
dence districts  and  a  single-ball  for  parks  and  dri\-es. 

To  give  some  of  the  results  obtained  from  tests 
made  with  a  portable  photometer  on  these  five-ball 
clusters  using  both  tungsten  and  gem  lamps  and  also 
on  some  of  the  older  systems  of  lighting,  is  the  pur- 
pose of  this  paper. 

The  tests  were  made  with  a  .Sharp-.Millar  portable 
photometer.  The  instrument  consists  essentially  of  a 
milk  glass,  a  movable  tungsten  battery  lamp  and  a 
Lummer-Brodhun  prism  element  with  telescopic  eye- 
piece. The  milk  glass  can  be  rotated  at  the  end  of  an 
elbow  tube  in  order  to  receive  illumination  from  any 
direction.  The  standard  battery  lamp  is  calibrated 
for  voltage,  the  correct  value  being  obtained  by  vary- 
ing a  resistance  in  its  circuit  and  indicated  by  a  volt- 
meter across  its  terminals. 

For  this  series  of  tests  the  instrument  was  carried 
on  a  tripod,  bringing  the  milk  glass  about  four  feet, 
four  inches  above  the  pavement.  This  height  of  the 
plane  of  illumination  is  about  the  height  at  which  light 
is  generally  desired  for  seeing  pedestrians,  vehicles, 
etc.,  and  is  appropriate  for  these  particular  tests,  since, 
as  shall  appear  later,  readings  were  taken  in  horizontal 
directions  as  well  as  vertical. 

Four  types  of  lighting  were  tested,  one  block  of 
each  as  follows : 

1.  Tungsten  cluster  lights. 

2.  Gem  cluster  lights. 

3.  Enclosed  arc  lights. 

4.  Series  tungsten  lights. 

The  blocks  of  tungsten  clusters  and  gem  clusters 
selected  for  the  tests  are  similar  in  all  matters  of  im- 
portance and  were  chosen  so  in  order  to  better  show  a 
comparison  of  the  two  lamps  used  in  similar  installa- 
tions. The  streets  are  red  brick  paved,  the  sidewalks 
gray  cement,  the  buildings  on  both  sides  continuous 
and  at  least  four  stories  high.  Each  block  has  four 
cluster  poles  on   each   side  of  the  street  set  opposite 

'  Paper    presented    before    Seattle    Section    American    Insti- 
tute of  Electrical  Engineers,  Nov.  19,  1910. 


each  other.  The  poles  are  of  the  five-ball  type  and  are 
provided  with  sand  blast  globes.  The  tungsten  equip- 
ment consists  of  one  loo-watt  and  four  6o-watt,  115- 
volt,  Mazda  lamps,  the  gem  of  five  100-watt,  115-volt, 
gem  lamps.  Illumination  readings  were  taken  at 
twenty-five  foot  stations  on  lines  parallel  to  the  curb. 

The  blocks  of  enclosed  arcs  and  series  tungstens 
selected  for  testing  are  in  residence  districts.  The 
streets  are  paved  with  black  asphalt,  the  sidewalks  are 
of  cement.  The  arc  equipment  consists  of  475-watt, 
6,6-ampere  arc  lamps  hung  two  to  a  block  near  the 
center  of  the  street  and  about  twenty  feet  above  the 
pavement.  The  series  tungsten  lights  consist  of  52- 
watt.  6.6-ampere  lamps  supported  two  to  a  block 
from  goose  neck  brackets,  nearly  over  the  curb,  on 
one  side  of  the  street  only,  and  about  seventeen  feet 
above  the  pavement.  Illumination  readings  were  taken 
at  fifty  foot  stations  on  lines  parallel  to  the  curb. 

During  these  experiments  precautions  were  taken 
to  secure  the  same  conditions  for  the  test  of  each  type 
of  lighting.  The  months  of  February  and  March  were 
chosen  and  the  hours  of  one  to  six  a.  m.  Each  night 
of  the  test  the  pavement  was  dry  and  the  sky  cloudy. 
All  lights  on  the  street  other  than  those  under  test 
were  turned  off. 

.\t  each  station  five  readings  were  taken  as  fol- 
lows, each  reading  being  checked  by  a  duplicate,  and, 
in  the  case  of  the  arc  lights,  by  a  lri])licate: 

.\.  With  the  milk  glass  in  a  vertical  |)lanc  and 
facing  forward,  that  is,  in  the  direction  in  which  the 
stations  progressed  down  the  street. 

1!.  With  the  milk  glass  in  a  vertical  ]daiie  and 
facing  toward  the  right. 

C.  With  the  milk  glass  in  a  \crtical  plane  and 
facing  backward- 

D.  With  the  milk  glass  in  a  vertical  plane  and 
facing  toward  the  left. 

E.  With  the  milk  glass  in  a  horizontal  plane  and 
facing  upward. 

Thus,  four  readings  were  taken  in  vertical  ])lanes 
ninety  degrees  apart  and  a  fifth  in  a  horizontal  plane 

From  these  five  readings  three  values  of  illumi- 
nation have  been  derived  :  ' 

1.  Vertical  illumination. 

2.  Mean  horizontal  illumination. 

3.  Total  illumination. 

The  relation  between  and  the  derivation  of  these 
three  values  is  at  once  clearly  suggested  by  a  brief 
reference  to  the  point  by  point  method  of  figuring 
illumination.  \\'hen  the  candle-power  of  a  lamp  in  a 
certain  direction  is  divided  by  the  square  of  the  dis- 
tance to  a  certain  point  in  that  direction  the  result  is 
the  total  illumination  received  at  the  point  from  the 
la.mp.  This  value  multiplied  by  the  cosine  of  the  angle 
of  incidence  with  any  plane  gives  the  value  of  the 
illumination  in  a  direction  perpendicular  to  the  plane. 
Thus,  if  the  plane  is  horizontal  the  vertical  value  is 
obtained:  if  vertical,  the  horizontal.  If  several  lights 
are  considered  the  value  of  the  combined  illumination 
is  equal  to  the  sum  of  the  values  obtained  from  the  in- 
dividual lights. 

Returning  to  the  ex])erimental  determination  of 
these  values,  the  vertical  illumination  shown  on  curve 
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Fig.    3. 
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Fig.     5. 

sheets  Nos.  i,  2  and  7  is  the  E  reading,  above  referred 
lo,  just  as  taken  on  the  street. 

The  mean  horizontal  ilhniiination  shown  on  curve 
sheets  Xos.  3,  4  and  8  is  the  mean  of  the  A,  B,  C  and 
D  readings. 
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Fig.    2. 


Fig.     4. 
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Fig.     6. 

The  total  illumination  shown  on  curve  sheets  Nos. 
5.  6  and  9  is  a  deduction  from  the  five  readings  using 
the  equation. 

Total  illumination  =  V(A  +  C)=+(B  +  D)'+  E' 
As  is  readily  seen  from  the  equation,  the  readings  in 
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Fig.    7. 

Opposite  directions  have  been  added  and  their  sums 
combined  to  form  the  diagonal  of  a  cube,  so  to  speak. 
Since  no  downward  reading  was  taken  the  deduction 
whicli  must  necessarily  result  from  reflection ;  but 
neglects  the  veiy  small  upward  coniiJonents  of  lighl 
these  may  well  be  neglected  since  ihey  are  not  only 
of  no  value  for  illumination  but  are  a  positive  hin- 
drance. 

This  same  value  of  total  illumination  is  often  ob- 
tained by  one  reading  with  a  photometer  equipped 
with  a  receiving  device  in  the  form  of  a  sphere  which 
receives  light  from  all  directions  at  once. 

The  results  of  the  tests  are  shown  graphically  by 
means  of  two  sets  of  curves,  which  from  the  nature 
of  their  abscissae,  we  refer  to  as: 

1.  Distance  curves. 

2.  Area  curves. 

The  ordinates  are  in  both  cases' value  of  illumi- 
nation in  foot-candles. 

The  distance  curves  have  for  their  abscissae  per 
cent  distance  between  lights  along  the  line  of  set-ups 
mentioned  above.  Thus,  referring  to  curve  sheet  No. 
I,  the  vertical  illumination,  given  by  the  tungsten  clus- 
ters is  0.0425  foot-candles;  gem  cluster,  0.019:  en- 
closed arc,  0.009;  series  tungsten,  0.002.  This  is,  of 
course,  at  a  point  on  the  center  line  of  the  street  in 
each  case.  At  the  point  opposite  this  on  the 
center  line  of  the  sidewalk,  (curve  sheet  No.  2) 
we  find  the  tungsten  cluster  0.0825  foot-candles ; 
gem  cluster  0.041 ;  etc.  The  per  cent  distance  is  used 
in  place  of  the  actual  distance  in  feet  in  order  that  the 
four  types  of  lighting,  each  having  different  lamp  spac- 
ing, might  be  represented  on  the  same  sheet.  It  is  to 
be  noted  that  since  the  whole  block  was  tested  and 
all  the  readings  plotted  the  irregularities  that  might 
occur  throughout  the  block,  from  unequal  reflection 
or  other  sources,  do  not  appear  in  the  curves.  In  other 
words,  the  curves  show  not  the  illumination  between 
any  two  lights  but  the  average  for  the  block. 

The  area  curves  have  per  cent  area  of  the  street 
as  abscissae.  Thus,  referring  to  curve  sheet  No.  7. 
one-fourth  of  the  street  is  lighted  (vertical  illumina- 
tion) by  at  least  0.165  foot-candles  in  the  case  of  the 
tungsten  cluster  lights  ;  0.07,  gem  cluster  ;  0.04,  enclosed 
arc;   and   o.oi,   series   tungsten.      The   data   for   these 
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Fig.     9. 


curves  were  derived  from  a  large  number  of  readings, 
some  of  which  being  taken  on  the  center  line  of  the 
street  and  on  the  center  line  of  the  sidewalk,  appear 
in  the  distance  curves.  The  derivation  depends  upon 
the  fact  that  enough  readings  were  taken  regularly 
spaced  over  the  entire  block  so  that  to  each  reading 
could  be  assigned  a  certain  small  area  surrounding 
the  station  at  which  the  reading  was  taken,  each  small 
area  being,  of  course,  a  certain  per  cent  area  of  the 
street.  Hence  the  readings  were  arranged  in  descend- 
ing order  of  their  magnitude  for  ordinates  and  the 
corresponding  per  cent  areas  were  progressively  added 
for  abscissae. 

These  same  curves  have  often  been  obtained  by 
plotting  isolux  curves  and  using  a  planimeter  for  ob- 
taininer  the  areas. 


Examination  for  machinist  is  announced  by  the 
United  States  Civil  Service  Commission  on  March  29, 
191 1  to  fill  a  vacancy  in  the  position  of  machinist  in  the 
Signal  Service  at  Large,  Manila,  Philippine  Islands,  at 
$1400  per  annum.  Applicants  for  this  examination 
should  be  practical  machinists,  particularly  experi- 
enced in  the  repair  and  construction  of  telephone,  tele- 
graph and  electric-precision  instruments. 
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DISCUSSION   ON   INDUSTRIAL   POWER. 

The  Electric  Motor  in  Oil  Well  Service. 
A.  J.  Bo'ci-ic.  Jr.:  (.)ik-  of  ihc  questions  Mr.  Lammc  brought 
up  was  the  drilling  of  wills  wilh  rotary  rigs.  While  these  rigs 
work  to  advantage  in  soft  formations,  it  is  diflicult  if  not 
impossible  to  use  them  when  the  formation  is  hard,  in  which 
event  a  drop  drill  should  be  used.  The  change  from  the  V  to 
the  delta  connection  for  the  motors  is  an  interesting  matter, 
as  the  higher  tield  excitation  will  give  a  far  stronger  starting 
torque,  and  will  enable  a  motor  to  deliver  with  advantage  power 
considerably  in  excess  of  its  normal  rating  for  a  short  period. 
This  results  in  nearly  equalizing  the  copper  and  iron  losses  dur- 
ing the  period  of  overload,  and  gives  a  rate  of  heating  consid- 
erably below  that  which  would  obtain  with  the  same  load  to  be 
carried  at  the  lower  held  excitation. 

M.  E.  Lombardi:  There  is  one  question  about  the  use  of 
motors  against  gas-engines  that  I  would  like  to  ask  about.  The 
cheapest  method  of  pumping  wells,  our  company  has  hgured,  is 
a  gas  engine.  Of  course  we  get  gas  out  of  adjoining  wells  for 
nothing.  Evidently  the  first  year  that  will  necessarily  be  cheaper 
than  by  the  use  of  electric  motors  where  you  have  to  pay  for  the 
electricity.  The  second  year  it  may  be  diflferent  on  account  of 
the  large  increase  in  repairs  to  the  gas  engine.  Everybody 
knows  that  a  gas  engine  is  liable  to  have  high  maintenance 
charges  after  about  a  year's  running,  which  the  motors  would 
not  have,  except  for  one  thing.  Down  there  in  the  oil  fields, 
especially  in  the  fall— they  have  tremendous  wind  storms  rais- 
ing large  quantities  of  dust.  It  might  be  compared  to  a  cement 
factory.  And  I  would  like  to  ask  Mr.  Lamme.  or  someone  who 
has  looked  into  the  subject,  what  he  has  thought  about  that. 
The  engine  houses  are  loosely  constructed,  the  high  winds  tear 
up  the  ground,  and  the  dust  comes  in  with  tremendous  power. 
T  know  that  dust  is  commonly  considered  a  great  enemy  to  ma- 
chinery. Has  he  thought  anything  about  protecting  the  motors, 
whether  by  sealing  the  houses— which  would  cost  considerable 
money— or  protecting  the  motors  themselves. 

The  question  of  maintenance  is  the  main  question  between 
gas  engines  and  motors,  as  long  as  the  gas  holds  out.  The  gas 
engines  are  of  higher  cost  to  install,  but  they  are  of  lower  cost 
to  operate  so  long  as  they  are  in  good  condition,  and  the  gas 
holds  out  from  adjoining  wells.  The  question  of  dust  storms 
would  be  the  main  thing  as  to  wdiether  the  motors  would  have 
a  high  up-keep  or  not. 

W.  F.  Lamme:  I  never  thought  of  that.  But  I  will  say  this: 
that  we  drive  cement  mills  and  stone  crushing  plants  with  motors. 
They  require  special  bearings— dust-proof  in  many  cases.  The 
motor  itself  is  not  much  troubled  with  ordinary  dust.  Cement 
dust  is  much  worse  than  the  ordinary  kind.  I  don't  think  the 
ordinary  dust  would  be  much  trouble.  You  must  take  the  ordi- 
nary precautions  to  remove  it  once  in  a  while. 

M.  E.  Lombardi:  If  you  put  up  a  galvanized  iron  building 
and  sealed  it  tight  you  would  get  rid  of  the  dust;  but  in  August 
the  temperature  is  120  outside  and  140  insidt. 

W .  F.  Lamme:  When  you  box  a  house  up  it  is  very  bad 
for  the  motor.  Some  artificial  means  of  getting  air  in  should 
be  furnished.  We  often  see  that  in  cases  of  deep  wells,  where 
it  is  rather  close.  I  do  not  believe  that  it  will  occur  in  the  oil 
fields  of  California.  I  do  not  believe  that  the  dust  is  going  to 
be  so  bad  that  it  will  be  necessary.  I  think  ar  ordinary  house, 
with  probably  a  screen  on  one  side,  would  takf;  care  of  the  dust. 
It  the  worst  should  come  we  could  build  dust-proof  bearings. 

A.  J.  Bowie,  Jr.:  As  to  the  protection  of  bearings  from  dust 
I  have  had  a  good  deal  of  experience  with  motors  running  under 
similar  conditions,  and  found  it  was  a  great  help  with  vertical 
motors  to  filter  the  oil.  I  think  some  system  of  that  kind 
might  be  devised  for  filtering  the  oil  for  the  bearings. 

5.  G.  Gassan'ay:  I  think  Mr.  Bowie  is  thinking  of  the  oil 
that  circulates  in  the  bearings.  As  far  as  dust  getting  into  motor 
bearings  is  concerned,  when  the  electric  motor  is  used  in  rock- 


crusliing  plants,  1  do  not  know  of  any  place  that  is  dustier  than 
that,  and  we   have   no   trouble   with   them. 

Hii:4o  Altmavi'i  We  had  some  experience  with  motors  out 
in  the  sand.  We  found  by  putting  a  tin  can  over  the  end  of  the 
bearings  they  van  along  there  about  six   months. 

Electric  Power  for  Gold  Dredging. 
/.  !!'.  U'lii:c:  Mr.  Gassaway  has  takm  up  the  question  of 
the  operation  of  dredgers  with  a  head  line,  and  also  with  dig- 
ging spuds;  and  in  this  connection  also  spoke  regarding  the 
bucket  ladder  taking  less  power  when  digging  at  an  angular  posi- 
tion than  when  running  idle  horizontally. 

To  get  around  the  undesirability  of  using  a  bucket  ladder 
above  or  in  the  horizontal  position,  in  a  few  instances  a  hydraulic 
giant  has  been  mounted  upon  the  bow  of  the  boat,  discharging 
water  at  the  bank  in  order  to  break  down  that  portion  above 
the  water  line,  .so  that  it  is  caught  by  the  buckets  when  digging 
at  the  bottom  of  the  pond.  The  water  for  this  giant  is  furnished 
by  a  multi-stage  centrifugal  pump,  motor  driven.  By  breaking 
down  the  bank  by  means  of  a  hydraulic  jet  the  daily  yardage  of 
the  dredger  is  considerably  increased  without  a  greater  total  of 
power  output;  and  the  strains  which  are  consequent  upon  the 
position  of  the  ladder  "when  digging  on  the  horizontal  and  in 
some  instances  above  the  horizontal  when  the  bank  is  high"  are 
eliminated. 

Referring  again  to  the  head-line  method  of  operation  it  is 
common  practice  to  anchor  a  "dead  man"  four  or  five  hundred 
feet  ahead  of  the  dredge,  and  the  dredge  swings  on  an  arc  with 
a  radius  equal  to  the  length  of  the  cable  ahead.  This  method  is 
usually  employed  in  soft  ground,  and  while  it  is  cheaper  in  oper- 
ating expense,  is  not  as  economical  from  the  point  of  gold  sav- 
ing. The  reason  for  this  is  that  there  is  so  much  slack  in  the 
cable  that  the  dredge  does  not  dig  on  a  true  arc  on  account  of 
soft  spots  in  the  ground,  and  more  of  the  ground  is  lost  than 
with  a  spud.  If  the  ground  is  uniform  and  soft,  however,  this 
method  may  be  successfully  used. 

If  the  dredge  uses  a  spud  in  digging  there  is  greater  cer- 
tainty of  each  bucket  getting  its  proportion  of  the  soil,  and  in 
hard  grounds  is  much  more  satisfactory.  The  dredge  has  two 
spuds,  one  of  which  it  digs  on,  and  the  other  is  only  used  with 
moving  ahead. 

In  moving,  the  dredge  is  swung  to  the  extreme  end  of  the 
arc  while  on  the  digging  spud;  the  moving  spud  is  then  dropped 
and  the  digging  spud  raised,  and  the  dredge  then  swung  to  the 
opposite  end  of  the  arc.  At  this  point  the  operation  is  reversed, 
and  the  dredge  starts  ahead  on  a  new  cut.  It  is  therefore  seen 
that  the  method  of  moving  up  is  similar  to  a  walking  motion. 

.•\  number  of  tests  have  been  made  on  different  dredgers  re- 
garding the  direct  gearing  of  the  motor  to  the  bucket  line,  and 
h  has  been  practically  demonstrated  that  the  strain  on  the  gears 
at  certain  points  is  so  great  that  general  practice  has  reverted 
to  belt  drive  again. 


BOOK    REVIEWS. 


1  San   Francisco  Section   A.   I.   E.   E.,   March   24.   1911. 


Applied  Thermo-Dynamics  for  Engineers.  438  pp.,  6x10  316 
illustrptions.  Bv  William  D.  Ennis.  D.  Van  Nostrand  Co., 
New  York,  and  Technical  Book  Shop,  San  Francisco. 
Price  $4.50. 

This  work  is  a  technical  treatise,  covering  the  applica- 
tion and  use  of  heat  and  heat  engines.  In  the  first  eight  chap- 
ters, the  subject  matter  covers  broadly  the  theoretical  laws 
governing  the  nature  and  effect  of  heat.  This  section  is 
divided  into  various  groups,  beginning  with  a  study  of  heat 
units  and  specific  heat  and  the  laws  of  gases.  Graphical 
representation  of  cycles  and  expansions  are  treated  with  con- 
siderable detail  and  a  profusion  of  diagrams.  The  subject 
of  entropy,  so  elusive  to  the  lay  mind  is  given  an  entire  chap- 
ter and  a  mathematical  treatment.  The  remainder  of  the 
book  has  many  applications,  beginning  with  the  subject  of 
compressed   air  with   much   valuable  matter  of  a  theoretical 
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nature.  Hot  air  engines  till  space  that  is  conspicuously  ah- 
sent  in  older  works  covering  this  theme.  The  suhject  of 
gas  power,  producers  and  engines  occupies  52  pages;  it  is 
complete  and  up-to-date  and  especially  so  in  the  number  and 
variety  of  engines  which  is  treated.  The  theory  and  de- 
sign of  the  steam  engine  and  turbine  from  the  thermo- 
dynamic standpoint  is  most  complete  and  supplies  all  of  the 
information  that  one  might  require  from  a  text  or  reference 
book.  Finally,  refrigeration  and  liquid-air  are  taken  up  with 
the  same  aim  to  thoi'oughness  as  is  evinced  throughout  the 
entire  work.  Covering  a  broad  and  difficult  subject  with 
clearness  and  completeness  this  should  be  a  satisfactory 
text  book  for  the  advanced  student  and  a  valuable  reference 
for  the  engineer. 

Design  of  Multitubular  Boilers.  4S  pp.,  6x10,  15  plates.  By 
James  D.  McKnight  and  Alfred  W.  Brown.  D.  Van  Nos- 
trand  Co.,  New  York,  and  Technical  Book  Shop,  San 
Francisco.     Price   $1.50. 

The  subject  of  marine  boiler  design  is  one  of  the  great- 
est commercial  importance  and  yet  it  is,  technically  one  on 
which  little  can  be  said  outside  of  the  set  rules  laid  down  by 
long  construction  experience;  this  is  particularly  so  when 
reference  is  made  to  one  particular  type  of  boiler,  as  is  the 
case  here.  The  best  idea  of  the  object  of  the  book  can  be 
had  from  the  first  few  lines  of  the  preface:  "This  treatise 
has  been  issued  for  the  use  of  those  engineers  and  draughts- 
men whose  experience  has  been  wholly  or  mostly  on  engine 
work,  but  who  are  anxious  to  learn  something  of  the  boiler 
side  of  the  business."  The  quantity  and  completeness  of  the 
information  contained  in  this  book,  on  the  multi-cellular 
type  of  marine  boiler,  following  English  Survey  require- 
ments of  the  Board  of  Trade,  Lloyds  and  the  British  Corpor- 
ation, at  once  shows  its  value.  The  book  is  well  supplied 
with  outline  and  detail  drawings  for  standard  specified  sizes 
and  pressures,  and  should  appeal,  not  only  to  the  marine 
engineer,  but  to  the  designer  and  constructor.  General  dis- 
cussion of  theory  and  practice  has  been  carefully  avoided; 
the  subject  matter  is  concise  and  all  calculations  are  arith- 
metical or  in  the  simplest  algebraic  form.  As  a  hand-book 
this  little  work,  within  its  limited  field,  should  be  of  great 
value. 

Continuous  Current  Machine  Design.  240  pp.,  aVi^^Vk,  137 
Illustrations.  By  William  Cramp.  D.  Van  Nostrand  Co., 
New  York,  and  Technical  Book  Shop,  San  Francisco. 
Price  $2.50. 

Direct  current  is  so  generally  used  in  every  industry 
and  for  every  purpose,  and  the  rules  and  laws  of  its  operation 
are  so  simple  and  obvious  in  comparison  with  those  govern- 
ing the  use  of  alternating  currents,  that  we  spend  most  of 
our  energies  when  making  calculations  to  the  study  of  the 
latter.  Every  year  new  treatises  are  written  and  much  is 
said  to  advance  our  general  knowledge  of  alternating  cur- 
rent machines  and  transmission.  On  the  other  hand,  the 
very  simplicity  of  direct  current  machines  and  their  use 
precludes  the  necessity  of  saying  much  that  is  new.  For  this 
reason,  the  details  of  what  is  really  a  highly  developed  sci- 
ence invariably  get  brief  treatment,  whether  it  be  in  text 
books  on  electricity  or  even  handbooks.  The  manufac- 
turers of  direct  current  machinery  have  their  own  carefully 
worked  out  designs  and  the  results  of  their  testing  and  ex- 
perimenting; but  a  treatise  on  the  design  and  detail  of  this 
type  of  machinery  is  a  book  of  which  there  has  been  a  long 
felt  need.  This  new  book  covers  the  subject  in  mrnute  de- 
tail, the  treatment  throughout  evinces  the  result  on  the 
part  of  the  author  of  careful  study  and  research  with  the 
object  of  supplying  the  reader  with  matter  at  once  concise 
and  sufficiently  complete  to  give  a  full  and  comprehensive 
understanding  of  both,  calculation  and  design.  The  book 
avoids  the  time-worn  practice  of  illustrating  a  few  typical 
machines  which  the  technical  reader  has  seen  many  times 
before,  but  is  profuse  in  carefully  worked  out  drawings  and 


diagrams  to  properly  illustrate  the  subject  matter.  The  au- 
thor opens  with  a  chapter  on  the  form  of  modern  machines, 
which  is  followed  by  chapters  on  armature  and  magnet  cal- 
culations. A  chapter  on  temperature  rise  is  of  unusual 
value.  The  subject  of  armature  winding  while  technically 
interesting  is  not  i)articularly  new,  but  the  chapter  on  com- 
mutation is  in  itself  worth  the  price  of  the  book  and  should 
appeal  to  any  electrical  engineer  or  operator.  Construction 
and  design  are  coin'irehensively  treated,  both  graphically  and 
mathematically,  and  considerable  attention  is  given  to  costs. 
The  latter  data  apply  to  conditions  as  found  in  England 
as  also  does  many  of  the  details  shown.  The  mathematical 
development  of  the  theory  is  segregated  in  the  appendix. 
The  book  is  well  worth  a  place  in  any  engineering  library 
and   as   a  hand-book  should   be  of  value. 


NEW    CATALOGUES. 

Bulletin  No.  131,  descriptive  of  the  installation  of  the 
"Chloride  Accumulator"  for  the  Lake  Hopatcong  Yacht  Club. 

In  Bulletin  No.  4812,  just  issued  by  the  General  Electric 
Company,  are  described  small  direct  current  generators  rang- 
ing in  capacity  from  1  V4  to  20  kw. 

The  Westinghouse  Electric  &  Mfg.  Company  has  just 
issued  a  catalogue  section  on  its  Type  8  and  SA  distributing- 
transformers  for  light  and  power  service  up  to  3800  volts. 

The  General  Electric  Company  had  recently  issued  a  new- 
Bulletin,  No.  4811,  describing  its  drum  controllers.  This  bul- 
letin contains  descriptive  matter  and  data  in  considerable 
detail,  and  supersedes  the  company's  previous  bulletin  on 
this  subject. 

The  January-February,  1911,  Bulletin  from  the  Ohio  Brass 
Company  contains  valuable  notes  on  coupling  electri»  rail- 
way cars,  a  description  of  the  new  0-B  extended  trolley  car, 
suggestions  in  the  choice  of  high  tension  insulators  and  inter- 
esting data  on  mine  haulage  installations. 

Bulletin  No.  4813,  just  issued  by  the  General  Electric  Com- 
pany, describes  an  oil  break  switch  adapted  to  use  on  alter- 
nating current  series  arc  systems  for  sectionalizing  feeder 
systems,  cutting  in  and  out  transformers,  and  similar  classes 
of  service  requiring  a  switch  to  be  operated  under  load. 

The  General  Electric  Company  recently  issued  Bulletin 
No.  4787,  which  is  devoted  to  the  subject  of  Wires  and 
Cables.  The  publication  should  be  of  considerable  service  to 
purchasing  agents,  central  station  managers,  and  all  having 
occasion  to  buy  or  use  wire  and  cable  for  any  service.  The 
book  contains  much  data  but  no  prices. 

"Electric  Meters:  How  to  Read  Them,"  is  the  title  of  a 
very  attractive  and  instructive  booklet  just  issued  by  the 
Westinghouse  Electric  and  Manufacturing  Company.  As  the 
title  suggests,  the  booklet  is  intended  as  an  instruction  in  the 
reading  of  watthour  meters  for  the  layman.  It  is  written  in  a 
popular  style,  easily  understood  by  anyone. 

The  General  Electric  Company  has  just  issued  a  revised  Bul- 
letin, No.  4791,  which  supersedes  its  previous  bulletins  on  this 
subject,  "Feeder  Voltage  Regulators."  The  bulletin  describes 
the  Company's  regulators  of  the  induction  type  and  switch 
type,  single  and  polyphase,  hand  operated  and  automatically 
operated.  It  contains  connection  and  dimension  diagrams, 
together  with  weights  of  the  various  regulators  described. 

The  Westinghouse  Electric  &  Mfg.  Company  has  just 
issued  sections  804,  805  and  806  of  its  detail  catalogue.  The 
new  sections  describe  the  complete  line  of  insulating  ma- 
terials recently  placed  upon  the  market  by  this  company.  The 
lines  described  include  treated  and  untreated  cloths  and 
papers  for  insulating  purposes,  and  insulating  and  soldering 
fluid,  including  shellacs,  varnishes,  soldering  acids,  soldering 
paste,  glue,  cement,  etc. 
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]t  is  of  interest  to  note  the  steady  impro\-ement 

wiiich  has  been  made  in  hne  construction  for  the  lonj; 

„  .    .  distance     transmission     of    power, 

1  ransmission  ,     ■        , ,       i     4.    i        1         t-i 

(hirniL;'    llic    last    decade.       I  he    re- 

Lme 
Stability 


suits  of  operation,  witli  this  hrancli 
of  electrical  science  more  perlia])s 
than  any  other,  are  necessary  to  approve  theories  of 
proper  design,  and  line  practice  has  gradually  evolved 
from  that  borrowed  from  the  telegraph  and  telephone 
standards  to  a  remarkable  indi\'iduality  of  its  own. 

The  past  winter,  during  which  an  unusual  amount 
of  rain  has  fallen,  and  even  yet  continues,  has  been  a 
most  severe  test  on  electrical  transmission.  In  spite 
of  this,  there  has,  taking  an  average,  been  less  inter- 
ruption to  continuous  operation  than  ever  before  and 
it  can  only  be  attributed  to  the  fact  of  the  standard 
quality  of  work,  materials  and  design  at  present  in 
vogue. 


We  often  hear  of  the  power  and  educational  value 
of  the  daily  press  and  the  evidences  of  both  the  good 
and   the   bad   that    it   accomplishes 
Anti- License  are    to     found      on      every     hand. 

Jargon  Unfortunately  even  the  well  mean- 

ing may  become  an  advisor  with 
insidious  influence,  because  of  a  painful  ignorance  of 
simple  affairs,  of  those  things  wdiich  permeate  our 
every  day  life,  and  too  often  go  unnoticed.  This  very 
condition  should  give  to  the  ordinarily  intelligent  per- 
son, some  power  of  observation. 

An  example  of  well  meaning  but  inexcusable  hog- 
wash,  appropos  the  bill  on  the  licensing  of  stationary 
engineers  now  pending  before  the  California  Legis- 
lature, appeared  in  the  ordinarily  conservative  Chron- 
icle during  the  past  week. 

The  following  remarkable  extracts  on  the  sub- 
ject of  explosions  of  small  boilers  is  illuminating: 

Whoever  hears  of  the  explosion  of  one  of  these  simple 
steam  boilers  ?     There  are  virtually  no  such  accidents. 

Could  anything  be  more  childlike.  The  experi- 
enced statistician  would  make  considerable  research 
before  he  would  have  the  temerity  to  utter  such  state- 
ments and,  if  he,  in  his  studies,  should  delve  into  the 
columns  of  the  paper  in  question  would  perhaps  find 
enough  data  to  preclude  such  a  possibility.     Again: 

It  is  improbable  that  in  one  of  these  boilers  sufficient  steam 
could  be  generated  to  cause  an  explosion  and  at  any  rate  on  all 
li  >ilcrs,  there  is  a  safety  valve 

No,  brother,  the  millenium  has  not  arrived ;  boil- 
ers will  still  explode  if  you  let  them.  Perhaps  you  may 
see  the  time  when  they  will  not  because  you  will  have 
no  need  for  steam  or  boilers  ;  meanwhile  our  boiler- 
makers  are  still  Inisy. 

But  why  abuse  the  safety  valve,  it  has  a  heavy  re- 
sponsibility as  it  is,  like  other  human  productions,  it 
does  not  inherit  from  its  creator  any  claim  to  infal- 
libility. Why  not  print  over  railroad  time-tables  :  "All 
trains  are  guided  to  their  destination  on  two  rails, 
hence  the  impossibility  of  an  accident"?     Lastly: 

.\  licensed  engineer  is  no  more  competent  to  run  one  of 
tlicse  ordinary  hoisting  engines,  than  any  other  sensible  man. 

The  licensed  engineer  really  has  to  have  sense  and 
he  doesn't  wear  horns.  Why  not  license  the  sensible 
man  and  there  will  not  be  so  much  chance  of  drawing 
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a  blank?  There  are  many  readers  equally  as  unob- 
serving  as  the  writer  of  these  excerpts,  who  will  be- 
come educated  to  this  lop-sided  reasoning,  and  it  is 
more  the  pity  because  they  and  they  alone  will  be 
the  sufferers  therebv. 


The  Journal  cannot  but  feel  some  sense  of  shame 
and  regret  (_i\er  the  action  of  the  California  Legisla- 
ture in  the  matter  of  the  recall  of 
Recall  of  the  the  judiciary.     Here  is  a  body  of 

Judiciary  "len  that   is  the  boasted  result  of 

our  first  direct  primary.  Its  mem- 
bers were  direct  from  the  people.  They  were  for  the 
first  time  in  the  State's  history,  nominated  by  the  peo- 
ple, elected  by  the  people,  and  if  ever  a  legislature 
should  have  spoken  for  and  had  full  confidence  in  the 
people  it  was  this  one.  After  a  spirited  debate  in 
which  men  of  unquestioned  honor  and  integrity  ap- 
peared before  the  legislators  in  opposition  to  the  re- 
call of  the  judiciary,  this  body  answered  in  favor  of 
the  recall.  It  was  pointed  out  to  the  legislature  that 
there  was  a  healthy  division  of  opinion  among  the 
people  as  to  tlic  wisdom  of  including  the  judiciary 
within  the  recall  pn  ixisii  in.  .\nd  it  must  be  said  these 
j)rotestants  had  much  the  better  of  the  argument. 
The  legislature  was  asked  to  submit  the  constitulional 
amendment  in  such  a  form  that  llie  peniile  who  lie- 
lieved  in  the  recall  as  a  general  proposition  might  \m|,:' 
to  the  recall  as  ap])lie(l  to  the  judiciary  might  \-olc 
for  it,  and  so  that  those  who  were  opposed,  in  principle, 
against  that  proposition.  One  of  the  chief  arguments 
of  the  proponents  of  the  recall  is  that  ".\  people  who 
can  be  trusted  to  elect  judges  can  be  trusted  to  recall 
them,"  and  yet  this  people's  legislature  loudly  claim- 
ing that  they  were  representing  the  ]ieople  and  that 
a  majority  of  the  people  wanted  the  power  to  recall 
the  judiciary,  stubbornly  and  suspiciously  tricked  tlie 
people  out  of  the  right  to  vote  on  that  proposition 
as  a  single  proposition.  Denied  the  people  the  right 
to  say  what  they  wanted.  This  "people's  legislature" 
has  refused  the  people  the  right  to  express  their  un- 
biased opinion  on  a  question  of  vital  importance. 

It  is  difficult  to  conceive  what  defense  the  recal- 
citrant members  of  this  legislature  can  make  to  the 
charge  of  dishonest  trickery.  They  have  acted  like 
fools  bent  on  the  destruction  of  the  reform  they  mis- 
represent. They  confess  lack  of  confidence  in  the  peo- 
ple; they  give  the  lie  to  their  own  claims;  they  tell 
the  public  to  take  the  recall  as  to  all  officers  or  to 
leave  it  alone.  They  tell  the  people  the  voters  are 
fools  and  don't  know  enough  to  discriminate,  and  they 
consolidate  a  proposition  that  has  the  full  apjiroval 
of  the  people,  with  another  proposition  upon  which 
the  people  are  divided  and  say  in  effect  "You  can't 
get  what  you  want  unless  you  take  something  else  you 
don't  want." 

These  sort  of  tactics  make  thinking  men  sick  and 
disheartened,  and  force  the  question,  "Is  this  sort  of 
reform  any  better  than  the  machine  dominance  we 
have  left?'' 

In  every  civilized  country  in  the  world  the  judi- 
ciary is  supposed  to  be  independent  of  the  sovereign. 
Recently  it  was  charged — but  as  to  the  truth  of  the 
charge  we  know  nothing — that  by  a  star-chamber  pro- 


ceeding under  the  direction  of  the  Emperor  of  Japan, 
a  number  of  socialists  were  executed  without  a  fair 
trial  and  a  shudder  went  around  the  world.  What  is 
the  dift'erence  between  a  court  dominated  by  an  em- 
j.eror  and  a  court  dominated  bya  majority  of  the  people, 
or  a  court  dominated  by  a  fear  of  the  recall.  The  mere 
threat  of  a  recall  would  not  disturb  the  judgment  of 
a  brave  and  honest  judge,  but  no  brave  and  honest 
man  would  care  to  put  himself  in  a  position  where  he 
would  be  subject  to  the  recall,  no  matter  how  unmer- 
ited the  movement  for  a  recall  might  be. 

The  result  may  not  follow  immediately,  but  it  will 
eventually,  that  cheap  and  shallow  men  will  seek  the 
bench.  We  will  then  have  judges,  not  deciding  the  law 
as  they  find  it,  but  trimming  a  statute  down  here  or 
amplifying  and  enlarging  it  there  to  meet  what  they 
may  consider  the  popular  conception  of  the  law. 
\Vhen  this  day  comes  God  help  the  country. 

When  the  lowly  Nazarene  was  dragged  into  the 
Hall  of  Judgment  for  examination,  Pilate,  after  ques- 
tioning Him  refused  to  pass  sentence,  saying,  "I  find 
Him  in  no  fault  at  all."  There  was  no  referendum  in 
those  days  and  no  recall  of  the  judiciary,  but  it  was 
during  the  Passover  and  the  people  were  entitled  to 
the  release  of  one  prisoner  during  this  feast.  Wash- 
ing his  hands  of  the  whole  affair,  disregarding  his  own 
conclusions  based  upon  the  law  and  the  evidence,  in 
answer  to  the  demands  of  the  populace  he  permitted 
the  people  to  write  the  judgment  of  the  court. 

".\nd  Pilate  gave  sentence  that  it  should  be  as 
they  required."  "Take  ye  Him  and  crucify  Him,  for  I 
find  no  fault  in   Him.'' 

Here  you  have  the  first  historical  recf)rd  of  what 
results  from  yielding  the  judgment  of  the  courts  to 
the  wishes  of  the  people. 

There  is  something  so  monstrously  wrong  in- 
volved in  the  recall  of  the  judiciary  that  it  seems  as 
though  thinking  men  who  advocate  it  had  for  the  time 
forgotten  to  think.  This  is  no  mere  question  of  voting 
out  of  office  a  bad  man  whom  you  have  voted  in.  To 
oppose  it  is  not  to  declare  that  a  people  who  have 
elected  a  public  officer  are  unfit  to  remove  him  if  he 
prove  unsatisfactory.  These  questions,  if  they  be 
questions  at  all,  are  far  removed  from  the  real  issue. 
The  only  shield  that  stands  between  human  liberty  and 
the  passions  of  men  is  the  judiciary.  Against  this 
scutcheon  every  lawless  force  that  curses  free  America 
has  been  battering  for  years.  If  they  can  break  down 
this  defense,  if  they  can  make  noisy  clamor  and  angry 
shouts  and  protests  dictate  the  opinions  of  the  courts 
then  farewell  to  a  stable  form  of  government,  farewell 
to  liberty  as  we  have  known  it.  "But  the  honest  and 
courageous  judge  will  decide  just  as  he  would  decide 
now."  Honest  and  courageous  judge!  There  will 
be  none  left.  The  only  judge  who  will  ever  be  the 
subject  of  the  recall  will  be  the  honest  man  who  dares 
do  what  he  thinks  is  right  despite  the  clamor.  Honest 
and  courageous  men  will  no  more  seek  the  bench  than 
would  an  honest  and  courageous  man  willingly  put 
liimself  in  a  position  where,  innocent  of  crime,  he  coulfi 
be  charged  with  criminal  offense.  The  men  who  would 
seek  the  bench  would  be  the  kind  who  never  would 
Le  recalled.  No  man's  legal  rights  or  remedies  would 
be  safe  in  such  hands. 
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PERSONALS. 

engineer  for  the   San  Dimas  Quarry  Com 


A.  J.  Turner, 
pany  of  San  Dimas,  Cal.,  is  at  San  Fi-ancisco. 

H.  C.  Stoddard,  superintendent  of  the  Rogue  River  Elec- 
tric Company   of  Medford,  Ore.,  is  at   San  Francisco. 

Frank  Somers,  manager  of  the  Century  Electric  Com- 
pany of  San  Jose,  was  a  San  Francisco  visitor  this  week. 

H.  C.  Strong,  president  of  the  Ketchikan  Electric  Light 
&  Power  Company,  of  Ketchikan,  Alaska,  is  a  San  Francisco 
visitor. 

G.  R.  G.  Conway  has  been  appointed  chief  engineer  of 
the  British  Columbia  Electric  Railway  Company,  Vancouver, 
B.  C. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  returned  last  week 
to  San  Fi-ancisco  after  a  trip  to  San  Diego  on  engineering 
business. 

C.  R.  Ray,  president  of  the  Rogue  River  Electric  Com- 
pany, has  returned  to  his  home  at  Medford,  Ore.,  after  making 
a  tour  of    California. 

Henry  Doerr,  who  is  interested  in  the  California  Elec- 
trical Construction  Company  of  San  Jose,  recently  visited  the 
San  Francisco  branch. 

F.  F.  Barbour,  who  recently  became  assistant  to  the 
president  of  the  Pacific  Gas  &  Electric  Company,  visited  Sac- 
ramento during  the  past  week. 

Arnold  Pfau.  hydraulic  engineer  with  the  AUis-Chalniers 
Company  of  Milwaukee,  Wis.,  is  paying  a  visit  to  the  San 
Francisco  office  of  the  company. 

Benjamin  Cunha  has  made  application  to  the  Board  of 
Supervisors  for  permission  to  install  an  electric  lighting  jilanl 
for  commercial  business  at  Half  Moon  Bay,  California. 

E.  C.  Bradley,  vice-president  and  general  manager  of  the 
Pacific  Telephone  Company,  has  returned  to  his  San  Fran- 
cisco office,  after  a  Southern  California  inspection  tour. 

H.  P.  Dodge,  division  commercial  superintendent  of  the 
Western  Union  Telegraph  Company,  has  been  at  San  Diego 
with  a  view  to  selecting  a  location  for  a  new  telegraph  office. 

W.  H.  Holabird  of  Los  Angeles,  who  is  receiver  of  the 
California  Development  Company  and  is  interested  in  electric 
power  enterprises,  arrived  at  San  Francisco  from  the  East 
last  Monday. 

C.  H.  Gaunt,  general  superintendent  of  the  Pacific  division 
of  the  Western  Union  Telegraph  Company,  who  is  convales- 
cent after  a  severe  illness,  recently  went  to  Santa  Barbara 
to  recuperate. 

W.  R.  Alberger,  who  is  vice-president  and  traffic  man- 
ager of  the  Oakland  Traction,  Consolidated,  and  a  director 
in  the  United  Properties  Company,  has  gone  to  New  York 
on  business  for  the  new  holding  corporation. 

H.  M.  Byllesby,  president  of  H.  M.  Byllesbv  &  Co.,  of  Chi- 
cago, recently  arrived  on  the  Pacific  Coast  to  look  over  the 
various  electric  power  and  lighting  plants  owned  by  the 
Byllesby  corporations  in  Oregon  and  California. 

Oakey  Meadows,  who  was  for  a  number  of  years  a  South- 
ern Pacific  train  dispatcher  and  later  held  a  position  with  the 
Ocean  Shore  Railway,  has  been  made  chief  solicitor  of  the 
Western  Union  Telegraph  Comjiany  at  San  Francisco. 

George  Washington  Ferrier  is  the  electrician  of  the  new 
Scottish  Rite  Temple,  which  was  opened  last  week  on  the 
corner  of  Van  Ness  avenue  and  Sutter  street,  San  Francisco. 
It  is  a  large  stone  structure  of  six  stories  equipped  w'ith 
lighting  fixtures  of  the  latest  type.  Th?re  are  also  ingenious 
special  lighting  effects,  which  are  made  use  of  in  connection 
with  the  lodge  work. 


ELECTRICAL   JOBBERS'   TRIP   TO 
DEL  MONTE. 

The  outgoing  route  to  Del  Monte,  California,  will  be  via 
the  Santa  Fe  and  Southern  Pacific  (Coast  Line),  on  the  train 
known  as  the  Electrical   Supply  Jobbers'  California  Limited. 


Date. 

Day. 

April 

ISth 

1st 

19tli 

2nd 

19th 

2ncl 

19tli 

2nd 

20th 

Srrl 

20th 

Srd 

20th 

3rd 

20th 

3rd 

21st 

4  th 

21st 

4  th 

22nd 

5tli 

23ra 

6tli 

24th 

Till 

2Uli 

7th 

Dav  of  Week. 

Via  A.  T.   &  S.   F. 

Tiiesday     .  ..  I.v.  Chicago      

Wednesday..  Lv.  Kansas    City.    Mo 

Wednesday.  .I..V.  Newton,   Kans 

Wednesday. .  I..V.  La     Junta,     Colo 

Thursday     ..  .\r.  Albuquerque,    N.   M 

Thursday     .  .  I.v.  .Mhuquerqiie,   N.    M 

Thursday     .  ..4r.  Laguna,    N.    M 

Thursday     .  .Lv.  Laguna,    N.    M 

Friday     .\r.  Grand   Canyon,    Ariz 

Friday     Lv.  Grand   Canyon,    Ariz 

Saturday     .  .  .  Ar.  Los  Angeles,  Cal 

Sunday     In    Los  Angeles,  Cal. 

Via   S.   P.  Ry.,   Coast   Line. 

Monday     .  .  ..Lv.  Los  Angeles.  Cal 

Monday     . .  ..Ar.  Del  Monte,  Cal 


Ry. 

8:00  P.  M. 

9:10  A.M. 

2:15  P.M. 
10. ."iS  P.  M. 
11:05  A.  M. 
12:00  M. 

2.00  P.  M. 

3:00  P.  M. 

6:00  A.  M. 

7:30  P.M. 

2:30  P.  M. 


S;00  A.M. 
9:11  P.M. 


Round  trip  tickets  Chicago  to  San  Francisco  via  the  Santa 
Fe  line  and  Southern  Pacific,  westbound,  and  returning  via 
Route  Nos.  1,  2,  3,  4,  5,  6,  7,  8;  $79.  This  includes  side  trip  to 
the  Grand  Canyon.  Returning  via  Route  Nos.  9,  10,  11,  12,  13; 
$94.  Pullman  fares  with  stop-over  at  the  Grand  Canyon  and 
Los  Angeles,  thence  to  Del  Monte,  are  $18.50  for  lower  berth 
from  Chicago. 

Special  round  trip  tares  to  Pacific  Coast  points,  leaving 
Chicago  April  18,  1911.  Dates  of  sale,  Chicago,  April  18,  19 
and  20,  1911.    Final  return  limit,  .June  30,  1911. 


To 
Los  Angeles, 
San  Francisco, 
San  Diego,  via 
(iircft  routes. 
From 

Chicago.     Ill $72.50 

St.   l..ouis.   Mo 70.011 

Omaha,    Neb fiO.OO 

St.  Joseph,  Mo 00.00 

Kan.«as  City.  Mo 60.00 

Sioux  City,  la 63.90 

St.   Paul,  Minn 73.50 

Minneapolis.  Minn    73.50 

Memphis,     Tenn 70.00 

New    Orleans.    La 70.00 

Denver.    Colo 50.00 

For   side    trip      to    the   Grand   Canyon    add 


To 
Los  Angeles. 
San  Francisco, 
in  one  direction 
\'ia  Portl.and  or 
Seattle. 
$87.50 

85.00 

75.00 

75.00 

75.00 

78.90 

81.75 

SI. 75 

89.65 

92.50 

65.00 

;.5o. 


Going  trip  from  Chicago  must  commence  on  day  of  sale; 
return  trip  must  commence  on  date  and  train  stamped  on 
validation  certificate.  When  presented  in  person  by  the 
original  purchaser  to  the  validating  agent,  tickets  will  be 
validated  not  to  exceed  one  day  in  advance  of  departure.  All 
tickets  must  read  Chicago  to  San  Francisco  and  return. 
The  going  coupons  being  "Santa  Fe,  Chicago  to  Los  Angeles; 
S.  P.  R.  R.,  Los  Angeles  to  San  Francisco." 

Special  rates  are  offered  by  the  Hotel  del  Monte  for  the 
annual  session  Electrical  Supply  Jobbers'  Association,  April  25, 
26,  27,  1911.  Reservations  will  be  made  in  the  order  received 
at  the  hotel  office  for  accommodations  which  are  available  as 
follows:  32  single  rooms  without  bath  on  fifth  floors  of  an- 
nexes at  $3.50.  52  rooms  with  and  without  bath  on  fourth 
floors  of  annexes  at  $4,  one  in  a  room,  no  bath;  at  $7,  two  in 
a  room,  no  bath;  at  $4.50,  one  in  a  room,  with  bath;  at  $S, 
two  in  a  room,  with  bath.  25  rooms  without  bath,  main  build- 
ing- back,  at  $4,  one  in  a  room;  at  $7,  two  in  a  room.  Rooms 
with  and  without  bath  on  first,  second  and  third  floors  ot 
annexes  and  second  and  third  floors,  main  building,  at  $4.50, 
one  in  a  room,  without  bath;  at  $8,  two  in  a  room,  without 
bath:  at  $5,  one  in  a  room,  with  bath;  at  $9,  two  in  a  room, 
with  bath. 

A  round  trip  to  Yosemite  Valley  is  offered  at  a  flat  rate  of 
$28.05  by  the  Southern  Pacific  Company  if  a  party  of  125  is 
formed.  This  rate  includes  Pullman  fare  both  going  and 
coming  and  special  train  both  going  and  return  trips,  all 
meals,  sleeping  accommodations  while  at  El  Portal  and  in 
the  valley,  and  would  permit  members  of  the  party  spending 
three  good  days  in  the  valley. 
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985,456.  Electrical  Measuring  Instrument.  Maurice  C. 
Ryi)inski,  Pittsburg,  Pa.,  assignor,  by  mesne  assignments,  to 
Westinghouse  Electric  &  Manufacturing  Company,  East  Pitts- 
burg, Pa.     An  instrument  pointer  formed  from  slieet  material 


and  comprising  a  cliannel-sliaped  index-carrying  arm,  and  a 
base  liaving  a  seat  or  recess  in  one  side  to  receive  a  su|)port- 
ing  member,  and  recesses  in  said  base  to  receive  material  tor 
balancing  the  pointer. 

985,144.  Electric  Oven.  James  V.  Chown,  Oakland,  Cal., 
assignor  of  one-sixth  to  R.  Porter  Giles,  one-sixth  to  William 
S.  Cox,  one-sixth  to  J.  Clem  Ady,  and  one-half  to  .Jessie  Marian 
Chown,  Oakland,  Cal.  An  electric  oven  comprising  a  shell  em- 
bodying a  mixture  of  diatamaceous  earth,  sawdust  and  lime. 


and  having  its  interior  lined  with  a  coating  of  fire-clay,  said 
composition  and  lining  inclosing  an  oven  chamber,  a  door  of 
like  composite  material  similarly  lined  closing  said  oven 
chamber,  an  electric  heating  coil  for  the  oven,  with  means  for 
regulating  the  amount  of  heat  from  the  outside. 

985,395.  Lamp-Socket  Fastening.  Il.jalmar  Christensen, 
Seattle,  Wv.sh.  A  lamp  socket  fasteuing  comprising  a  hollow 
body  portion  provided  at  one  end  portion  with  relatively  long 


and  short  fingers,  the  longer  of  said  fingers  being  pliablo 
whereby  they  can  be  bent  outwardly  to  oppose  the  support- 
ing element  for  the  lamp  socket,  and  a  shoulder  on  said  body 


portion  co-operating  with  the  last  named  of  said  fingers  to  se- 
cure said  body  portion  to  the  supporting  element  for  the  lamp 
socket. 

985,127.  Portable  Telephone-Pole.  George  J.  Bayless, 
Oakland,  Cal.  A  portable  telephone-pole  comprising  a  pole; 
a  pair  of  conductor  arms  pivotally  connected  with  the  head  of 


the  pole  and  adapted  to  be  extended  from  opposite  sides 
thereof,  said  arms  being  electrically  insulated  from  each 
other;   and  circuit  wires  leading  from  said  arms. 

985,226.  Electric  Smelting  Furnace.  Edward  R.  Taylor, 
I'enn  Yan,  N.  Y.  An  electric  smelting  furnace  of  the  stack 
type  having,  in  combination,  a  suitable  hearth,  a  superstruc- 
ti:re  of  suitable  heat-resisting  material  inclosing  a  working 
chamber  above  the  hearth  and  constructed  with  a  cylindrical 
upper  feed  portion  including  a  cylindrical  outer  w-all  and  cyl- 
indrical   walls    concentric    therewith    forming    between    them 


*i-C 


vertical  feed  passages  for  heat-conserving  streams  of  ore  on  its 
way  to  the  heat  zone,  a  central  circular  wall  inclosing  a  verti- 
cal flue-shaped  coke  passage  and  a  downwardly  flaring  ciicu- 
lar  wall  separating  inner  and  outer  ore  passages  surrounding 
said  coke  passage,  and  horizontal  electrodes  extending  into 
the  working  chamber  immediately  above  the  hearth;  said  pas- 
sages discharging  in  common  into  the  working  chamber  by 
gravity. 
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0-B   EXTRUDED  TROLLEY    EARS. 

In  the  Extruded  Trolley  Ear  which  The  Ohio  Brass  Com- 
pany of  Mansfield,  Ohio,  have  just  placed  on  the  market,  we 
feel  warranted,  by  the  unprecedented  results  secured  by  its 
use  in  severe  trial  service,  in  believing  that  we  have  at  last 
found  that  for  which  railway  men  have  been  searching  since 
the  inception  of  overhead  trolley,  viz: — a  means  of  greatly 
reducing  the  expense  of  trolley  ear  maintenance. 

A  glance  at  the  accompanying  illustration  shows  that  the 
extruded  ear  consists  of  two  pieces,  a  runner  piece  and  a  boss. 

The  boss  is  'made  of  malleable  iron,  galvanized,  and  is 
I)ressed  upon  the  runner  piece  and  then  securely  riveted  in 
place. 

As  the  name  would  imply,  the  runner  piece  or  portion 
which  grips  the  trolley  wire  is  made  of  extruded  metal,  which 
is  a  unique  and  most  superior  feature  of  the  ear.  A  brief 
description  of  this  extruded  metal  of  which  the  runner  piece 
is  made,  and  how  it  is  produced,  will  greatly  aid  in  perceiv- 
ing the  good  qualities  of  this  trolley  wire  support. 

A  billet  of  pure  cast  bronze  is  jilaced  in  a  furnace  and 
heated  to  a  bright  red  heat  after  which  it  is  taken  out  and 
immediately  inserted  in  a  very  thicl;  walled,  laminated  steel 


which  would  cause  a  continual  chattering  of  the  wheel  in  pass- 
ing under  them,  as  is  often  the  case  in  cast  ears. 

The  foregoing  statements  are  based  on  actual  experi- 
ence and  not  alone  on  theory.  We  have  been  trying  out  this 
metal  for  sufficient  time  to  make  it  absolutely  certain  that 
it  would  bear  out  in  practice  the  superior  points  which  it 
seemed  to  have  in  theory. 

The  practical  installations  we  made  proved  conclusively 
that  this  ear  has  an  exceptionally  long  life  and  furthermore 
that  it  causes  less  wear  to  trolley  wheels  than  other  supports. 

Examinations  of  extruded  ears  that  have  been  up  for  sev- 
eral months  under  the  two-minute  car  service  showed  that 
the  lips  of  these  ears  were  tightly  closed  around  the  wire  so 
that  it  was  impossible  to  detect  the  actual  joint  between  the 
lips  and  the  trolley  wire.  Furthermore,  the  ends  of  the  ears 
were  found  to  grip  the  wire  just  as  well  as  the  central  por- 
tion, instead  of  curling  up  as  is  often  the  case  in  cast  ears. 

One  other  advantage  which  is  gained  is  the  elimination 
of  the  possibility  of  the  stripping  of  the  threads  in  the  mal- 
leable iron  boss  which  often  occurs  in  the  bronze  ears. 

The  malleable  iron  boss  does  not  at  any  time  come  in 
contact  with  the  trolley  wheel,  so  it  can  not  cause  arcing. 


OB  EMLiidfd  Trolley  Ear. 


drum  having  a  tungsten  steel  die  clamped  against  the  oppo- 
site end  of  this  cylindrical  drum. 

This  die  has  an  opening  in  it  exactly  the  shape  of  the 
section  of  extruded  metal  device  which  it  is  desired  to  pro- 
duce and  both  the  steel  drum  and  tungsten  steel  die  are  espe- 
cially designed  to  withstand  enormous  pressures  at  high  tem- 
peratures. 

A  hydraulic  ram  is  brought  to  bear  upon  this  red  hot 
billet  of  cast  bronze  forcing  it  out  through  the  die  under  sev- 
eral tons  of  pressure.  The  metal,  as  it  emerges  from  the  die, 
is  cooled  rapidly  by  a  very  strong  blast  of  cold  air. 

It  can  readily  be  seen  that  sections  thus  produced  must 
be  absolutely  uniform  in  dimensions,  and  in  the  structure  of 
the  metal  as  metal  so  treated  can  net  have  any  blow  holes, 
cracKs,  checks  or  "rotten  spots"  which  are  sometimes  found 
even  in  the  very  best  of  cast  bronze  material. 

Referring  to  the  physical  properties  of  extruded  metal  we 
might  state  that  it  is  due  to  this  ingenious  process  of  extru- 
sion and  not  to  the  composition  of  the  metal  that  the  sections 
which  we  are  putting  into  our  ears  have  a  tensile  strength  of 
70,000  lbs.  per  square  inch,  an  elastic  limit  of  about  50,000  lbs. 
and  an  elongation  of  33  per  cent. 

The  above  physical  properties  as  giveu,  coupled  with  the 
additional  positive  assurance  that  the  sections  must  come  ab- 
solutely true  in  dimensions,  having  a  perfectly  smooth  surface 
for  gripping  the  trolley  wires,  makes  the  metal  peculiarly 
adapted  for  use  as  a  trolley  wire  support. 

Due  to  the  fact  that  the  metal  is  perfectly  uniform  as  to 
physical  structure  and  also  that  it  has  such  great  strength 
we  are  able  to  keep  the  lips  of  the  extruded  section  which 
grip  the  trolley  wire,  very  thin  so  that  they  offer  the  least 
amount  of  obstruction  to  the  passage  of  the  trolley  wheel, 
thus  minimizing  the  arcing  of  the  trolley  w^heel  when  [lassing 
directly  under  these  supports.  Furthermore,  tliis  metal  is  ca- 
pable of  being  easily  hammei-ed  down  to  a  pi'rfectly  smooth 
lit  around  the  trolley  wire  without   leaving  crimps  or  bumijs 


Extruded  ears  are  installed  exactly  in  the  same  manner 
as  any  regular  clinch  ear  and  the  lips  are  regularly  furnished 
not  tinned,  but  can  be  tinned  if  so  ordered. 

Any  railway  man  will  appreciate  the  fact  that  the  ex- 
truded ear,  due  to  its  exceptionally  long  life  will  mean  a  great 
saving  in  his  maintenance  expenses,  and  due  to  its  ductility 
and  perfect  fit  it  can  be  more  quickly  installed  and  will  cause 
less  w'ear  to  the  trolley  wheel. 


TWIN-GLOWER   ELECTRIC   RADIATOR. 

Until  it  becomes  customary  to  include  special  heating 
circuits  in  the  wiring  of  our  homes,  the  most  successful  heat- 
ing devices  will  be  those  which  are  readily  attachable  to  the 
lighting  circuits  in  place  of  a  lamp.  In  the  twin-glower  elec- 
tric radiator  recently  developed  by  the  General  Electric  Com- 
pany, the  feature  of  ready  applicability  appears  to  have  been 
given  first  consideration  in  that  the  heating  elements  are  de- 
signed for  a  maximum  energy  consumption  of  -500  watts,  thus 
l)ermitting  the  operation  of  the  radiator  on  any  lighting  cir- 
cuit. 

It  is  noteworthy  that  in  this  case  the  feature  of  ready 
ap|ilical)ility  has  been  obtained  without  sacrificing  in  the  least 
the  various  well  known  advantages  of  the  luminous  type  of 
radiators.  The  same  "non-oxygen  consuming"  radiant  heat  so 
efsential  to  hygienic  conditions  not  only  in  the  sick  rooms  of 
homes  and  hospital  wards,  but  also  for  safeguarding  the 
general  health  of  any  household  is  available,  while  extreme 
lightness  of  weight  permits  of  the  radiator  being  easily  moved 
from  room  to  room  or  to  any  other  desired  place.  Thus  it 
can  lie  readily  used  for  increasing  the  temperature  of  the 
bath  room  preparatory  to  the  bath,  for  making  the  bedroom 
comfortable  in  the  early  morning  when  the  regular  heating 
system  has  a  low  tone,  and  for  adding  to  the  comfort  of  re- 
ception halls,  libraries,  studies,  and  other  rooms,  which  usually 
are   of   temporary   occupancy.      Furthermore,   the   absence   of 
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carbonic  acid  producing  open  flames  renders  its  use  partic- 
ularly desirable  in  rooms  containing  valuable  paintings  and 
beautifully  bound  books,  which  rapidly  deteriorate  when  ex- 
posed to  injurious  burnt  gases  or  products  of  combustion. 

The  campaign  of  education  on  the  advantages  of  electri- 
cal household  devices  has  been  prosecuted  so  successfully, 
that  it  is  hardly  necessary  to  repeat  its  many  familiar  and 
valid  statements,  yet  any  facts  relative  to  the  economy  of 
these  devices  always  are  of  vital  interest  to  prospective  users. 
In  other  words,  they  always  like  to  know  the  price  of  a  de- 
vice and  the  cost  of  operation. 


Twin-Glower  Electric  Radiator. 

The  price  of  the  twin-glower  electric  radiator  is  only 
about  a  third  more  than  that  of  the  ijopular  six-pound  elec- 
tric flat  iron,  and  its  cost  of  operation  is  about  five  cents  an 
hour  at  the  usual  central  station  charge  for  current.  It  is, 
therefore,  within  the  reach  of  all  who  desire  to  avail  them- 
selves of  many  comforts  which  are  unobtainable  economi- 
cally by  any  other  means. 

Since  these  devices  are  only  used  for  fractional  parts  of 
an  hour,  the  monthly  expense  is  comparatively  small.  Two 
and  a  half  cents  for  protecting  the  baby  from  dangerous  cold 
draughts  during  the  bath  is  hardly  more  than  the  cost  of  the 
talcum  powder  dusted  on  the  rosy  skin,  and  about  the  same 
amount  for  comfort  while  getting  up  in  the  morning,  thereby 
avoiding  the  necessitiy  of  starting  the  furnace  an  hour  or  two 
before  breakfast  certainly  is  a  small  item  compared  to  the 
benefits  enjoyed.  Furthermore,  the  desired  heat  is  as  ever- 
ready  for  use  as  the  brilliant  rays  of  the  beautiful  Mazda  lamp 
iu  the  chandelier — requiring  the  mere  turn  of  a  switch  to 
pour  out  in  full  intensity. 

It  is  generally  recognized  that  only  a  single  trial  is  re- 
quired for  permanently  establishing  the  electric  flat  iron, 
radiant  toaster  and  disk  stove  as  household  necessities;  like- 
wise only  one  trial  is  all  that  is  needed  to  add  the  twia- 
glower  electric  radiator  to  the  popular  trio. 


THE  IRON  LOSS  VOLTMETER. 
The  standardization  rules  of  the  American  Institute  of 
Electrical  Engineers  provide  that  in  determining  the  ratings  of 
alternating  current  machines  or  apparatus,  a  sine  wave  of 
alternating  current  and  voltage  is  assumed.  This  suggestion 
has  been  adopted  by  practically  all  manufacturers  as  a  basis 
for  temperature  and  performance  guarantees.  The  reason  is 
obvious.  The  wave  shape  affects  the  iron  loss  and,  therefore, 
the  general  performance  of  most  apparatus.  Practically 
every  generator,  except  those  designed  particularly  to  give  a 
true  sine  wave  of  voltage  will  produce  a  wave  shape  different 


from  that  produced  by  every  other  generator;  and  even  with 
those  designed  to  produce  sine  wave  voltage  at  their  termi- 
nals, the  circuit  will  likely  distort  the  wave  so  as  to  cause 
i(   to  vary  considerably  from  the  true  sine. 

As  it  is  impossible  to  make  guarantees  that  will  apply  to 
all  wave  shape,  and  as  there  is  no  simjjle  way  of  designating 
any  wave  shape  other  than  a  sine  wave,  the  sine  wave  of  volt- 
age has  been  adopted  as  a  standard  in  order  that  results  may 
be  compared  intelligently. 

Difficulties  arise  in  attempting  to  correct  test  results  for 
the  deviation  of  the  actual  shape  of  wave  used  from  the  true 
sine  shape.  The  actual  shape  of  the  wave  requires  special 
apparatus  to  determine  and  must  be  redetermined  for  every 
test,  as  the  constants  of  the  apparatus  tested  change  the 
shape  of  the  wave.  After  the  wave  shape  is  determined,  the 
form  factor  must  be  found,  a  complicated  calculation.  Hys- 
teresis loss  is  affected  by  the  wave  shape,  while  eddy  current 
loss  is  not,  which  makes  it  necessary  to  separate  these  losses 
before   the   form  factor  correction   can   be  applied. 

Another  factor  affecting  results  to  a  large  extent  is  the 
frequency  of  the  testing  circuit,  and  the  correction  for  it  is 
difficult.  It  is  almost  impossible,  particularly  where  tests  are 
made  at  a  substation,  to  bring  the  frequency  to  normal,  and 
consequently  a  large  error  in  actual  and  comparative  results 
may  be  introduced. 

To  get  around  these  difficulties  and  provide  a  simple 
method  of  making  transformer  tests  which  are  correct  for 
normal  frequency  and  sine  wave  shape  voltage,  the  Westing- 
house  Electric  &  Manufacturing  Company,  of  Pittsburg,  has 
recently  placed  on  the  market  the  iron  loss  voltmeter,  an  in- 
strument that  is  invaluable  to  a  central  station  or  laboratory 
requiring  tests  on  transformers  in  terms  of  pure  sine  shape 
voltage  and  normal  frequency.  The  purpose  of  the  instru- 
ment is  to  make  possible  the  adjustment  of  the  voltage  of  a 
circuit  of  any  voltage  wave  shape,  and  frequency  above  or 
below  normal,  to  such  a  value  that  the  effect  is  the  same  as 


Iron  Loss  \'oltn)ctor. 


that  of  normal  voltage  of  sine  wave  shape  and  normal  fre- 
quency. By  the  use  of  this  voltmeter  and  any  convenient 
means  tor  varying  the  voltage  of  the  testing  circuit,  practi- 
cally any  wave  shape  of  voltage  or  frequency  error  can  be 
compensated  for  in  the  tost.  This  is  accomplished  by  setting 
the  index  pointer  of  the  iron  loss  voltmeter  for  the  normal 
voltage  at  which  test  results  are  desired,  and  then  adjusting 
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the  voltage  by  means  of  a  rheostat  or  other  device  until  the 
moving  coil  pointer  is  on  the  zero  mark. 

It  will  be  apparent  that  this  method  does  not  produce  a 
true  sine  wave  voltage  of  normal  value,  nor  does  it  change  the 
wave  of  the  applied  voltage,  but  it  compensates  so  that  the 
effect  on  the  iron  loss  is  the  same  as  the  normal  sine  wave 
would  produce. 

This  method  of  testing  is  extremely  accurate.  The 
A.  I.  E.  E.  rules  permit  a  deviation  of  the  wave  shape  from 
the  sinusoidal  shape  of  10  per  cent,  but  this  deviation  is  in- 
tended as  a  limit  for  the  wave  produced  by  apparatus  guar- 
anteed to  produce  a  sine  wave,  and  is  not  intended  as  a  basis 
for  tests.  It  has  been  shown  that  tests  made  on  various  wave 
shapes  within  the  limits  of  the  nominal  sine  wave  may  vary 
as  much  as  7.8  per  cent  above  and  5.8  per  cent  below  what 
would  be  obtained  with  actual  sine  wave  voltage.  It  is  evi- 
dent, therefore,  that  tests  made  on  any  wave  shape  should 
be  corrected  to  actual  sine  wave  values.  In  making  such 
correction  by  means  of  oscillograms,  it  has  been  found  that 
tests  obtained  on  different  wave  shapes  give  results  the  best 
of  which  vary  as  much  as  21/^  per  cent.  With  the  iron  loss 
voltmeter  a  large  number  of  tests  of  different  transformers 
on  a  variety  of  commercial  wave  shapes  show  that  the  result 
obtained  varies  not  more  than  one  per  cent  from  the  result 
obtained  on  true  sine  wave  and  normal  frequency.  The  time 
required  for  the  test  is  also  reduced  to  a  few  minutes. 

In  addition  to  the  possibility  of  making  iron  loss  tests 
on  transformers  and  other  inductive  apparatus  intended  for 
connection  in  multiple  with  the  circuit,  the  iron  loss  volt- 
meter can  be  used  to  determine  normal  e.xciting  current  and 
for  making  a  reliable  heat  run.  The  normal  exciting  current 
is  determined  by  correcting  the  shape  of  the  wave  by  any 
convenient  means  until  the  iron  loss  voltmeter  and  an  ordi- 
nary root-mean-square  voltmeter  indicate  the  same  voltage. 
The  voltage  wave  then  has  the  same  form  factor  as  a  true 
sine  wave,  and  by  suitable  correction  for  frequency  the  normal 
exciting  current  is  determined. 

In  making  a  heat  run,  the  voltage  is  adjusted  as  in  the  iron 
loss  test,  until  the  iron  loss  voltmeter  reads  normal  voltage, 
with  full  load  current  in  the  apparatus.  Under  such  conditions 
both  the  iron  loss  and  the  copper  loss  are  normal,  and  the  re- 
sults of  the  test  can  be  depended  on  as  representing  the  nor- 
mal performance  of  the  apparatus. 

The  advantages  of  this  system  of  testing  must  appeal  to 
every  central  station  man  operating  a  plant  of  any  size.  It 
permits  simple  tests  to  check  the  claims  of  manufacturers  and 
to  compare  competing  apparatus  before  purchase. 


CEMENT  THAT   WILL   STAND  3000   DEGREES    F. 

For  many  years  engineers  have  experienced  great  diffi- 
culty in  projier  maintenance  of  brick  settings  of  furnaces  of 
all  types.  They  have  been  compelled  to  depend  upon  the 
ordinary  fire  clay  as  a  bonding  material,  and  as  this  fuses  at 
a  comparatively  low  temperature,  the  bond  between  the  bricks 
is  rapidly  destroyed  and  the  result  is  that  the  cracks  are 
opened  up  between  the  bricks,  through  wlrich  the  gases  of 
combustion  enter,  eventually  weakening  the  brick  and  causing 
the  walls  to  collapse.  Every  engineer  realizes  the  annoy- 
ance and  expense  occasioned  by  occurrences  of  this  kind. 

Another  feature  -ivhich  has  been  objectionable  is  the  fact 
that  refractory  bricks  become  very  ))orous  on  the  surface  and 
very  soon  the  clinkers  from  the  coals  attach  to  the  surface  of 
the  brick  and  in  removing  these  with  tools,  the  bricks  are 
broken. 

After  several  years  devoted  to  research  work  on  refrac- 
tory cements  to  overcome  these  troubles,  the  H.  W.  .lohns- 
Manville  Comiiany,  New  York,  are  now  offeriu.g  to  Ibe  trade, 
a  line  of  cements  called  .I-M  Refractory  Cements  for  furuabe 
setting  of  various  types,  cupolas,  linin.g  I'rass  furnaces,  assay- 


ers  crucibles,  oil  burning,  tilting  and  rotary  furnaces 
and  for  patching  and  facing  bricks  in  place  in  the  fire  zone 
under  various  conditions.  These  cements  are  rated  to  resist 
temperatures  as  high  as  3000  deg.  F. 

They  have  also  produced  a  coating  for  walls  known  as  J-M 
Brickline  Cement,  which  prevents  clinkers  from  adhering 
and  to  seal  the  pores  of  the  brick.  Realizing  that  the  condi- 
tions under  which  these  cements  are  used,  are  variable,  they 
have  been  made  capable  of  modification  to  meet  conditions 
ac  they  come  up  and  the  Johns-Manville  Company  Invite  the 
trade  to  place  before  them  any  conditions  that  are  trouble- 
some and  they  will  be  very  glad  to  make  a  careful  investiga- 
tion and  offer  suggestions  which  will  tend  to  overcome  the 
difficulty. 


TRADE    NOTES. 

The  Detroit  Electric  for  1911  is  attractively  illustrated 
and  described  in  a  handsome  catalogue  from  the  Ander.son 
Electric  Car  Company  of  Detroit,  Mich.  This  brochure  is  re- 
plete with  fine  half-tones  and  is  well  printed  in  two  colors. 

The  Mt.  Hood  Railway  &  Power  Company  has  been 
awarded  the  contract  for  furnishing  electricity  to  the  new 
Ilalfour-Guthrie  Company  mill  at  Portland.  The  mill  will 
have  a  complete  single  drive  motor  installation  and  will  use 
about  500  h.p. 

The  City  Railway  Company  of  Los  Angeles  has  pur- 
chased from  the  General  Electric  Company  the  following 
machinery  and  other  equipment:  Two  1000-kw.,  2-unit, 
2-bearing  motor-generator  sets;  one  2-unit,  3-bearing,  600-kw. 
motor-generator  set;  six  475-k.v.a.,  lo,000-2350-v.,  water-cooled 
tiansformers;  three  300-k.v.a.,  15,000-2350-v.,  water-cooled 
transformers. 

R.  E.  Starkweather,  contractor  for  transmission  line  con- 
struction, has  completed  the  transmission  and  telephone  line 
between  Monterey  and  Salinas  and  between  Salinas  and 
Spreckels.  His  contract  for  the  trolley  and  telephone  line 
construction  of  the  Oakland  and  Antioch  railroad  is  well 
under  way,  Mr.  Starkweather  also  superintending  the  actual 
construction  of  the  road. 

U.  S.  Judge  Coxe  of  New  York  has  issued  an  injunction 
against  the  Independent  Electrical  Supply  Comi)any  of  that 
cit.v,  restraining  them  from  handling  or  disposing  of  a  line 
of  switch  boxes  manufactured  by  the  Economy  Switch  Box 
Mfg.  Co.,  of  Cleveland,  Ohio,  these  boxes  containing  knock- 
out plugs  which  it  was  claimed  infringed  the  Bossert  Com- 
pany's Patent  No.  571,297,  which  was  sustained  by  the  Cir- 
cuit Court  of  Appeals  in  June,  1910. 

A.  C.  Downing,  formerly  sales  manager  of  the  Waverly 
Company,  and  at  one  time  with  the  Studebaker  Company  on 
the  Pacific  Coast,  has  recently  been  retained  by  the  Ander- 
son Electric  Car  Company.  Mr.  Downing  brings  a  broad 
knowledge  and  experience  to  the  Anderson  organization,  hav- 
ing been  actively  engaged  in  the  electric  car  business  for 
nioro  than  nine  years.  Mr.  Downing  will  be  in  charge  of  the 
commercial  vehicle  department  of  the  Detroit  Electric. 

The  Westinghouse  Electric  &  Mfg.  Company  of  Pitts- 
burg, Pa.,  has  recently  placed  upon  the  market  its  complete 
line  of  standard  insulating  material  products.  This  includes 
both  treated  and  untreated  fabrics  and  papers,  a  complete 
line  of  friction  tapes  and  rubber  splicing  compounds,  to- 
gether with  the  various  types  of  insulating  glues,  cements  and 
gums,  all  of  which  are  used  in  -its  works  at  East  Pittsburg, 
in  the  manufacture  of  their  standard  electrical  products.  At- 
tractive sample  books,  Nos.  804-X  and  805-X,  together  with 
Folder  )1.si,  have  been  issued  and  may  be  obtained  from  the 
various  offices  of  that  company. 
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NEWS  NOTES 


FINANCIAL. 
DORRIS,    CAL.— Donis   has    voted    a  $12,500   bond   issue 
for  a  municipal  water  system. 

VALLE,JO,  CAL.— The  board  has  approved  of  the  plan, 
profile  and  specifications  for  the  laying  of  the  new  14-inch 
water  main  from  Fleming  Hill  to  this  city  and  the  8-inch 
main  from  Georgia  street  to  Fourth  street.  South  Vallejo; 
also  the  plan  and  specifications  for  the  new  municipal  wharf 
to  he  built  at  the  foot  of  Lemon  street  in  South  Vallejo. 


INCORPORATIONS. 

WILLOWS,  CAL.— The  Peoples  Power  Company  has 
liien  incorporated  by  C.  R.  Wickes.  D.  A.  Shellooe,  W.  H. 
Travis,  W.  E.  Scearce,  .1.  T.  Green,  A.  H.  Quatman  and  others, 
V.  ith    a   capital    stock   of   $180,000. 

VISALIA,  CAL.— The  Alpaugh  Telephone  &  Telegraph 
Company  has  been  incorporated  by  N.  L.  Wilson,  T.  G. 
Adams,  C.  E.  Tlmmons,  W.  F.  McFarland  and  M.  G.  McNeely, 
with  a  capital  stock  of  $2.5,000. 

ALBERNI,  B.  C— The  Alberni  District  Electric  Light  & 
Power  Company,  Ltd.,  has  been  incorporated  by  Dr.  A.  D. 
Morgan,  W.  G.  McMlister.  of  this  place.  The  new  company 
will  install  fixtures  and  supiily  electric  li.ghts  in  all  houses  in 
this   city. 


TRANSMISSION. 
NORTH   YAKIMA,  WASH.— This  place  will  in  all  proba- 
bility install  a  municipal  lighting  plant. 

SILVKRTON,  ORE.— R.  K.  Page,  of  Salem,  superintend- 
ent of  the  Portland  Railway,  Light  &  Power  Company,  is 
asking  for  a  franchise  in  this  city. 

CALLAHAN,  CAL.— The  Scott  River  Dredging  Company's 
plant  here,  was  totally  destroyed  by  fire  last  week.  The  loss 
is  estimated  to  be  $75,000. 

WASHOUGAL,  WASH.— The  Mt.  Hood  Railway,  Light 
&  Power  Company,  Commercial  block,  Portland,  has  secured 
a  franchise  from  the  City  Council  to  furnish  power  and  light 
to  the  city. 

TACOMA,  WASH.— The  Nisqually  Power  Company  has 
granted  a  contract  for  the  steel  bridge  and  pressure  pipe 
work  on  the  substation  in  this  city,  to  Hans  Pederson  of 
Seattle,  Wash. 

TACOMA,  WASH. — The  municipal  commission  has  finally 
awarded  a  contract  for  completing  the  municipal  liydroelectric 
plant  on  Nisqually  River  at  La  Grande  to  Hans  Pederson, 
Madison  building,  Seattle,  at  $1,074,918. 

FOREST  GROVE,  ORE.— The  City  Council  has  granted 
a  franchise  for  25  years  to  the  Independent  Electric  Com- 
pany for  the  transmission  of  current  and  the  erection  of  poles 
over  certain   streets  of  this   city. 

SANDPOINT,  IDAHO. — The  Idaho  Power  &  Concentrat- 
ing Company  will  expend  $52,000  in  the  spring  in  the  erection 
of  a  power  and  concentrating  plant  at  Trestle  Creek,  eight 
miles  from  this  place. 

HUSUM,  WASH. — The  Husum  Power  Company  will 
shortly  commence  the  erection  of  a  concrete  dam  across  the 
White  Salmon  River  near  the  present  intake  to  the  power 
plant.  An  increase  of  1000  h.p.  will  be  available  at  the  dam. 
It  is  probable  that  the  main  power  plant  will  be  enlarged  ex- 
tensively. 


OROVILLE,  CAL.— That  another  large  power  plant  is  to 
be  located  in  Butte  County  was  learned  when  a  trust  deed 
conveying  90,000  miner's  inches  of  water  on  the  Middle  Fork 
of  the  Feather  River  was  filed.  The  deed  conveys  the  water 
to  George  H.  TuUy,  H.  B.  Lind  and  M.  P.  Barnes,  all  of  Sacra- 
mento. The  rights  were  sold  by  M.  E.  and  H.  O.  Lague,  of 
Sparks,  Nev.  The  rights  are  to  be  held  in  trust  until  such 
time  as  the  Central  California  Hydroelectric  Power  Company 
is  organized  and  financed  to  develop  the  water  rights. 

KOOSKIA,  IDAHO.— It  is  reported  that  work  will  start 
in  June  on  the  construction  of  a  huge  dam  at  this  point  by 
eastern  capitalists.  The  dam  will  be  built  across  the  middle 
fork  of  the  Clearwater  river  and  will  cost  $200,000;  5000  h.p. 
will  be  developed.  The  survey  for  the  project  was  made  by 
Engineer  T.  H.  Croswell  of  Spokane  and  W.  .J.  Bell  of  Ne- 
waygo, Mich.,  who  drew  up  all  specifications  for  prospective 
bidders.  With  the  completion  of  the  dam  a  pulp  mill,  saw- 
mill and  other  industries  will  be  established. 


ILLUMINATION. 

MARTINEZ,  CAL.— The  Great  Western  Power  Company 
has  been  granted  an  electric  lighting  franchise  in  this  city. 

ELSINORE,  CAL.— The  City  Council  has  passed  an  ordi- 
ni'nce  granting  to  M.  A.  Gardner  and  M.  L.  Cambern  a  fran- 
chise to  construct  and  operate  a  gas  plant  here. 

PORTLAND,  ORE.— Bids  will  be  received  at  the  office 
of  R.  H.  Thomas,  Portland,  until  5  p.  m.  March  23,  for  ma- 
terial to  be  used  in  the  installation  of  electrical  equipment 
in   the   school   buildings. 

LOS  ANGELES,  CAL.— A  three-story  brick  building  lOOx 
100  feet  at  the  corner  of  Fourth  and  San  Pedro  streets,  has 
been  leased  for  ten  years  by  the  Phoenix  Lighting  Fixture 
Company,  and  w.ork  of  installing  a  manufacturing  plant  there 
will  begin  at  once.  It  is  expected  to  have  the  plant  in  full 
operation   by  April   1st. 

ANAHEIM,  CAL.— The  sale  of  the  controlling  interest  in 
the  Orange  gas  plant  has  been  announced  by  Manager  Miller 
of  the  Orange  County  Gas  Company,  whose  offices  are  in 
Anaheim.  A  Los  Angeles  corporation,  it  is  claimed,  is  the 
purchaser.  It  is  said  that  this  new  firm  will  renovate  the 
plant,  re-pipe  the  town  and  build  a  gas  holder. 

STOCKTON,  CAL.— The  Western  States  Gas  and  Elec- 
tric Company  announces  that  within  60  days  Stockton  will 
have  a  $1  gas  rate.  The  rate  for  manufactured  gas  has  been 
$1.50  per  1000  cubic  feet.  The  rate  for  natural  gas  is  $1 
per  1000  cubic  feet,  with  a  5  per  cent  discount  on  bills  paid 
on  or  before  the  10th  of  each  month. 

SAN  BERNARDINO,  CAL.— Bids  for  the  lighting  of  the 
city's  streets  were  not  opened  according  to  schedule  at  last 
week's  council  meeting.  Instead  bids  were  ordered  held 
unopened  for  two  weeks  during  which  time  an  investigation 
is  to  be  made  of  a  certain  proposition  from  the  Lytle  Creek 
Power  Company,  leading  to  the  purchase  of  its  system  for  a 
municipal  plant. 

FRESNO,  CAL. — The  recent  removal  of  the  headquarters 
of  the  San  .Joaquin  Light  and  Power  Company  from  Fresno 
to  Los  Angeles  will  not  effect  the  general  offices  here,  ac- 
cording to  A.  G.  Wishon.  manager  of  the  company.  He  said: 
"The  corporation  was  reorganized  at  Los  Angeles  because 
most  of  the  stockholders  are  Los  Angeles  people,  and  it  is 
inconvenient  for  them  to  come  to  Fresno  for  meetings." 
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TRANSPORTATION. 

I.OS  ANGKI.ES,  CAL.— Dr.  W.  F.  McHuiney  has  peti- 
tioned for  a  franchise  for  a  cross-town  car  line  on  Vermont 
avenue  from  Fourth  to  Vernon  avenue. 

FRUITVALE,  CAL.— Plans  are  bein.s;  made  by  the  Oak- 
land Traction  Company  to  build  a  new  electric  car  line  on 
Redwood  road,  extending  from  the  foothills  to  East  Four- 
teenth street. 

SALT  LAKE,  Utah.— Within  ten  days  the  Fayson  Elec- 
tric Railroad  Company,  which  {."^  about  to  build  an  inter- 
urban  electric  line  between  Salt  Lake  and  Fayson,  Utah 
county,  will  ask  for  franchises. 

LONG  BEACH,  CAL.— H.  C.  Arnold  has  been  sranted  a 
franchise  for  a  scenic  railway  on  Pike  street,  this  city.  The 
construction  work  will  commence  by  April  1st  and  when  com- 
pleted, the  road  is  expected  to  cost  $85,000. 

OAKLAND,  CAL.— The  Oakland  Traction  Company  has 
applied  for  3.5-year  franchises  on  Clay  street  from  San  Pablo 
avenue  to  Eighth  street;  Market  street  from  San  Pablo  av- 
enue to  Fifty-fifth  strec't;  Thirteenth  street  from  Washington 
street  to  Market  street  and  en  Market  street  frnni  Tliirteentli 
to  Fourteenth  streets. 

MODESTO,  CAL.— The  Modesto  Board  of  Trustees  has 
sold  to  the  San  .Joaquin  Valley  Electric  Railway  Company 
a  franchise  for  an  electric  road  through  the  city.  The  fran- 
chise is  for  a  right  to  lay  tracks  on  E'.m  street  and  Eighth 
street.  This  is  the  first  of  two  electric  railways  which  will 
enter  Modesto  in  the  near  future.  The  Tidewater  and  South- 
ern Railway  Company  has  applied  for  a  franchise  to  operate 
a   line   from   Merced. 


TELEPHONE  AND  TELEGRAPH. 

CHICO,  CAL. — ,Tohn  Leaper  announces  that  the  Home 
Telephone  Company  is  about  to  install  its  system  in  this  city. 

FRESNO,  CAL.— The  Vineland  Telephone  Company  of 
Kerman,  with  J.  C.  Ashlin  as  president  and  R.  S.  Elliott  as 
secretary,  has  been  granted  permission  to  erect  telephone 
lines  along  the  public  streets  and  highways  in  this  city. 

MARTINEZ,  CAL.— At  a  recent  election  the  following 
were  elected  officers  of  the  Pacific  Telephone  «£:  Telegraph 
Company:  Henry  T.  Scott,  president  of  the  Pacific  Company; 
E.  C.  Bradley,  first  vice-president  and  general  manager;  E. 
.].  Zimnier,  second  vice-president;  Louis  Glass,  third  vice- 
jiresident,  and  F.  W.  Eaton,  secretary  and  treasurer. 


WATERWORKS. 

SILVERTON,  ORE.- The  city  of  Silverton  is  calling  for 
bids  for  the  construction  of  a  water  and  sewer  system. 

MADERA,  CAL.— The  City  Trustees  have  let  the  contract 
for  installing  a  complete  water  system  to  F.  C.  Roberts  Co.. 
Inc.,  of  San  Francisco. 

TACOMA,  WASH. — The  Council  has  passed  an  ordinance 
providing  for  the  construction  of  a  six  inch  cast  iron  water 
main  to  be  constructed  in  the  city  of  Tacoma  on  Madison 
street,  Gunnison  street,  Monroe  street,  and  Tyler  street. 

LOS  ANGELES.  CAL.— Patton  &  Longley  Company  are 
placing  on  the  market  a  tract  of  800  acres  in  San  Fernando 
Valley,  and  state  that  they  are  to  install  a  complete  free 
water  system,  including  pumps,  pipe  and  ditches  at  a  cost  of 

GRESHAM,  ORE. — A  serious  mistake,  made  while  test- 
ing the  new  pipe  line  near  the  Lusted  school  house,  will 
prove  costly  and  delay  the  completion  of  the  line.  It  is  esti- 
:iiated  that  the  cost  of  replacing  the  ruined  section  will  be 
about  $.")000.  as  new  pipe  will  have  to  be  secured. 


SAN  FRANCISCO,  CAL.— The  Spring  Valley  Water  Com- 
pany has  completed  a  three-foot  raise  in  the  Crystal  Springs 
dam.  The  extra  storage  capacity  of  that  body  of  wafer,  nine 
miles,  long,  with  an  average  width  of  three-quarters  of  a 
mile,  has  been  increased  by  1180  million  gallons. 

.JACKSON,  CAL.— H.  F.  C.  Fusier  has  filed  on  100,000 
inches  of  water  on  Amador  county  creeks  as  follows:  Ash- 
land Creek,  30,000;  south  branch  Sutter  Creek,  25,000;  Golden 
Gate  l)ranch  of  Sutter  Creek,  20,000;  Pioneer  branch  of  Sutter 
Creek,  25,000.  The  filings  are  for  the  volcano  reservoir  pro- 
.iect. 

PENDLETON,  ORE.— At  a  meeting  of  the  Board  of 
Water  Commissioners  it  has  been  decided  to  submit  the  ques- 
tion of  bonding  the  city  in  the  sum  of  $200,000  for  a  gravity 
water  system,  and  as  planned  to  include  the  construction 
of  two  reservoirs,  one  on  the  hills  on  either  side  of  the 
river  which  run  through  Pendleton. 

ONTARIO,  CAL.— The  City  Council  has  received  14  bids 
for  furnishing  and  laying  pipe  for  the  $175,000  municipal 
water  system.  Contracts  were  awarded  to  the  Western  Pipe 
Company  at  $16,397.90  for  steel  riveted  pipe;  Crane  &  Co.. 
at  $79,375.39  for  screw  pipe  and  specials  and  .loe  Chutuk. 
Los  Angeles,  at  $18,881.87  for  laying  pipes.  Total  cost, 
$105,685.21.. 

REDMOND,  ORE.— At  a  meeting  of  the  City  Council 
to  estimate  cost  of  the  proposed  water  system  that  Warren 
&  Woodard,  civil  engineers  of  this  city,  had  been  asked  to  pre- 
pare, was  submitted.  The  length  of  the  pipe  line  from  tn«s 
reservoir  to  the  city  limits  is  two  miles,  and  10-in  wooden 
pipe  is  proposed  as  the  supply  main  for  that  distance,  at  a 
cost  of  $19,000. 

ALAMEDA,  CAL.— C.  E.  Gilman  of  the  Union  Water  Com- 
pany, the  successor  of  the  Bay  Cities  Water  Company  an- 
nounced to  Mayor  Noy  last  week  that  the  company  would  com- 
mence laying  mains  for  the  new  Mt.  Hamilton  water  suijply 
within  a  few  weeks.  The  4  inch  pipe  for  the  domestic  sum'ly 
is  all  on  hand,  but  the  work  of  main  laying  will  be  held  off 
until  the  f>,  8  and  12  inch  crosstown  mains  arrive. 

SAN  FRANCISCO,  CAL.— The  first  of  the  $45,000,000 
Ketch  Hetchy  bond  issue  has  been  advertised  by  the  Sujjer- 
visors,  bids  for  that  amount  to  be  received  April  20th.  The 
liO-day  period  is  allowed  to  permit  all  parties  ample  time 
to  make  up  their  offers.  The  Supervisors  despite  the  fact 
that  the  same  amount  was  offered  some  weeks  ago  and  after 
30  days'  notice  received  no  bids,  are  confident  that  the  securi- 
ties will  be  sold  this  time. 

SAN  FRANCISCO,  CAL.— The  question  of  whether  the 
Spring  Valley  Water  Company  is  to  be  allowed  to  continue 
refusing  to  expend  money  foi'  necessary  extensions  of  its 
service  on  the  plea  that  it  is  threatened  with  the  city's  com- 
petition is  to  be  tested  in  the  courts.  This  is  the  determi- 
nation arrived  at  by  the  water  rates  committee  of  the  Su- 
pervisors after  a  lengthy  and  at  times  warm  discussion,  in 
v/hich  Attorney  E.  J.  McCutchen,  tor  the  company,  flatly  an- 
nounced that  the  policy  of  the  corporation  on  the  point  men- 
tioned would  be  as  stated. 

.JACKSON,  CAL. — Edward  Reckords  of  San  Francisco 
has  filed  on  110,000  inches  of  water  in  the  streams  of  Ama- 
dor county.  The  filings  comprise  25,000  inches  in  Panther 
creek,  25,000  inches  in  Mill  creek,  25,000  inches  in  Tiger 
creek,  25,000  inches  in  East  Panther  creek  and  10,000  inches 
in  Antelope  creek.  Reckords  also  claims  the  natural  flow, 
freshet  and  sewage  waters  running  in  those  streams.  The 
purposes  stated  in  the  filing  are  for  irrigation,  domestic, 
municipal  and  agricultural  uses  and  for  the  generation  of  elec- 
tric power  in  Amador,  Sacramento.  Calaveras  and  San  Joa- 
quin counties  and  as  much  further  as  practicable. 
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A  HEAVY  BLAST  IN  DAM  CONSTRUCTION 


An  interesting  example  of  the  use  of  heavy  blasts  embankment  to  the  spillway  line,  construction  is  de- 

in  the  construction  of  a  high,  rock-fill,  storage  reser-  signed  with  a  view  of  passing  the  flood-water  over  the 

voir  dam  is  exemplified  in  the  Cucharas  Dam,  Huer-  embankment.      For   this  reason,   rocks   of  the  largest 

fano  County,  Colorado.   This  dam  is  being  built  by  the  possible  size  are  required,  especially  for  construction 

Pueblo-Rocky   Ford   Irrigation  Company.     It   will   be  of  the  down  stream  toe  and  for  surfacing  the  down- 

of  the  rock-fill   type   with   a   concrete   face   and   spill-  stream  slope. 


^lt•-•    ul    t::'_-    Cu.'hura.s    1  iaii.    ^i    l..^ 


way.  It  will  have  an  elevation  to  the  spillway  crest 
of  125  ft.  and  a  length  of  534.3  ft.  There  will'  be  re- 
quired in  its  construction  approximately  210,000  cu. 
yds.  of  broken  rock  and  6000  cu.  yds.  of  concrete. 

The  site  of  the  dam  is  a  box  canyon,  between 
walls  of  limestone,  sandstone  and  shale,  the  strata 
being  more  or  less  horizontal.  In  anticipation  of  floods, 
which  might  be  encountered  before  completion  of  the 


;..  .    i.!^:...     I'ortl    Irrigation    Company. 

In  order  to  obtain  rock  of  the  desired  character, 
it  was  proposed  to  place  a  heavy  blast  in  the  wall  of 
the  canyon  adjacent  to  the  downstream  toe  of  the 
dam  and  bring  down  a  large  quantity  of  rock  to  the 
base  of  the  dam. 

.A.  "coyote-hole."  or  "one-man"  tunnel  was  driven 
into  the  east  wall  of  the  canyon  and  above  a  bed- 
rock trench  along  the  downstream  toe  of  the  embank- 
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Site  Showiny-  c'<,\,,ie  Hole  in  Which  Charge  Was  Placed. 


Result    of    (he    Break. 


Firinii   the   Cliarg-e. 

ment.  The  "coyote-hole"  is  shown  at  the  top  of  the 
left-liand  dump;  it  was  driven  a  distance  of  40  ft. 
into  the  cliff,  at  which  point  a  cross-cut  or  "T"  was 
excavated,  a  distance  of  24  ft.  between  headings.  At 
eacit  heading  of  the  cross-cut  a  shaft  4  ft.  x  4  ft.  x  -j 
ft.  was  sunk  below  the  tunnel  floor. 

Each  of  the  pits  was  charged  with  7500  lb.  of 
1".  F.  B.  powder  and  500  lb.  of  40  per  cent  dynamite, 
connected  with  electric  fuses  and  leading  wire  which 
was  carried  to  a  firing  battery  located  about  300  ft.  dis- 
tant. The  cross-cuts  and  tunnel  were  then  back-filled 
with  earth,  which  was  thoroughly  tamped. 

Pairing  of  the  charge  is  shown  in  the  second  view 
of  the  group  and  in  it  may  be  plainly  seen  the 
path  of  rocks.  Some  of  these  rocks  weighed  from 
2000  to  3000  lb.  and  were  sent,  at  high  velocity,  across 
the  canyon,  a  distance  of  250  ft. 

A  view  of  the  break  and  an  -idea  of  the  size  of 
rocks  placed  in  the  downstream  toe-trench  is  next  in 
order. 

Some  idea  of  the  amount  of  work  which  was  done 
on  this  dam  in  ten  weeks  is  given  in  the  last  picture; 
as  it  was  taken  about  that  length  of  time  after  the 
general  view  first  shown. 

The  cost  of  driving  the  tunnel,  of  explosives  and 
of  setting  and  firing  the  charge,  was  as  follows : 

Labor      $   384.00 

Powder     1140.00 

Dynamite     155.00 

Caps  and    fuse    10.50 


Site  Ten  Weeks  I..ater. 

The  cost  of  Ijreaking  10,000  cu.  yds.  of  rock  was 
therefore  16-89/100  cents  per  cu.  yd. 

This  work  is  being  done  under  contract  by  the 
Phillips  Construction  Company  &  O'Gara  of  Denver, 
Wm.  M.  Strong  being  engineer  in  charge. 


GOVERNMENT    SUIT   AGAINST    LAMP 
MANUFACTURERS. 

The  .\ttorney  General  of  the  United  States  on 
March  3rd  instituted  suit  against  35  incandescent 
lamp  companies,  including  the  members  of  the  Na- 
tional Electric  Lamp  Association,  the  General  Electric 
Co.,  and  the  A\'estinghouse  Lamp  Co.,  on  the  charge  of 
en.gaging  in  unlawful  contracts,  combinations  and  con- 
spiracies in  restraint  of  interstate  commerce.  On  the 
basis  of  patents  owned  by  these  companies  it  is  stated 
that  they  have  monopolized  the  manufacture  of  in- 
candescent lamps  and  suppressed  competition.  It  is 
believed  that  the  combination  will  be  voluntarily  dis- 
solved without  litisation. 


tl6S9.50 


PACIFIC  COAST  PRACTICE  AS  REGARDS  THE 
USE  OF  CRUDE  PETROLEUM  AS  FUEL. 

The  December,  1910,  meeting  of  the  American  So- 
ciety of  Mechanical  Engineers  was  devoted  to  a  dis- 
cussion of  Pacific  Coast  practice  as  regards  the  use  of 
crude  petroleum  as  fuel.  The  papers  presented  are 
published  in  full  in  the  following  pages : 
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PRESENT  AND  FUTURE  SUPPLY  OF  PETRO- 
LEUM AS  FUEL  ON  THE  PACIFIC  COAST. 

liV    AHTHUR    F.    L.     BELL. 

In  the  study  of  our  petroleum  deposits  we  have 
to  deal  with  the  leading  mineral  industry  of  Califor- 
nia. Its  exploitation  commencing  in  the  early  sixties, 
with  a  recorded  production  in  1875  of  only  3000  bar- 
rels, has  been  increased  to  75,000,000  barrels  for 
the  year  1910.  Attention  was  first  drawn  to  the 
presence  of  petroleum  in  California  by  the  discovery 
of  numerous  oil  seepages  in  Los  Angeles,  Ventura, 
Santa  Barbara  and  adjacent  counties.  A  large  portion 
of  these  counties  are  mountainous,  the  formation  is 
broken  and  tilted,  with  a  result  that  oil  in  many  places 
can  be  seen  seeping  from  the  rocks.  Even  in  the  Pa- 
cific Ocean,  from  Port  Harford  to  San  Pedro,  there 
are  numerous  oil  springs  where  petroleum  rises  to  the 
surface  and  spreads  out,  giving  the  ocean  a  glazet' 
surface  many  miles  in  area. 

The  first  oil  producers  in  California  knew  prac- 
tically nothing  of  the  geology  of  the  oil  or  of  the  dis- 
tricts where  they  operated.  They  looked  for  a  loca- 
lion  where  oil  bearing  rocks  were  exposed  with  oil 
sieping  from  them.  They  then  determined,  to  the 
best  of  their  judgment,  the  angle  or  dip  of  the  strata 
and  located  their  wells  so  as  to  reach  the  oil  at  a  shal- 
low depth,  .\rany  of  the  wells  were  failures,  partly 
due  to  misjudgment  of  the  depth  of  the  strata,  or,  to 
the  formation  having  been  already  drained  of  its  oils. 
The  uncertainty  and  expense  of  drilling  deeper  wells 
often  prevented  an  extension  of  proven  territory.  As 
late  as  1900  a  well  2000  feet  in  depth  was  considered 
exceptionally  deep  and  there  were  but  a  few  in  the 
State,  whereas,  today,  vve  have  w-ells  of  a  mile  or 
over  in  depth. 

Most  of  the  early  drilling  was  confined  to  Ven- 
tura county  and  until  the  discovery  of  the  Los  Angeles 
City  field,  no  other  area  exceeded  40  acres.  In  1892 
the  Los  Angeles  field  came  in  with  an  approximate 
area  of  4000  acres.  The  oil  territory  traversed  a  nar- 
now  strip  in  the  northwestern  portion  of  the  citv, 
crossing  hundreds  of  city  lots,  with  the  result  that 
all  lot  owners  became  oil  operators,  or  leased  their 
lots  to  others.  The  formation  was  so  easily  drilled 
that  portable  rigs  were  used  and,  in  many  instances, 
8000  foot  wells  were  completed  in  a  week.  Such  con- 
ditions resulted  in  an  immediate  over-production 
with  a  corresponding  drop  in  price,  from  about  $1.50 
per  barrel,  previous  to  the  discovery  of  the  Los 
Angeles  field,  to  from  15  to  30  cents  per  barrel  in  Los 
Angeles  in  1896.  This  low  price  resulted  in  the  adop- 
tion of  oil  by  every  Southern  California  industry  that 
required  fuel.  The  real  opening  of  California's  oil 
industry  may  be  said  to  have  dated  from  the  discov- 
ery of  the  Los  Angeles  field.  In  1898  this  field  was 
on  the  wane  and  the  price  of  oil  rose  to  one  dollar. 
The  development  of  this  field  and  the  universal  adop- 
tion of  oil  in  Southern  California  had  educated  and 
interested  so  many  men  in  the  oil  industry,  that  as 
It  showed  signs  of  exhaustion,  they  branched  out, 
seeking  new  fields,  with  the  result  that  the  Fullerton, 
<^oaIinga,  Kern  River,  McKittrick  and  Sunset  fields 
were  immediately  exploited,  in  the  order  named.  By 
1902  so  much  oil  had  been  developed  that  the  price 
again   fell  to   15  or  20  cents   per  barrel   in   the   Kern 


field.  The  production  of  the  cheap  Kern  River  oil 
lorced  its  use  over  the  Pacific  Coast  States  as  well 
as  the  Hawaiian  Islands. 

In  giving  a  brief  history  of  the  development  of  the 
oil  industry,  it  is  my  endeavor  to  show  that  in  the 
first  stages  of  the  business,  the  discovery  and  devel- 
opment of  oil  was  largely  a  matter  of  chance.  All 
of  the  early  fields  were  discovered  by  drilling  close 
to  oil  seepages,  including  the  Los  Angeles  city  field, 
Kern  River,  Coalinga  and  Sunset.  The  Summerland 
field  was  discovered  by  chance  through  digging  a 
water  well.  The  Kern  River  was  discovered  by  a 
wood  chopper  wdio,  having  seen  a  small  seepage  on 
the  bank  of  Kern  River,  dug  a  well  and  with  the  pro- 
verbial good  luck  of  the  novice,  struck  oil  at  about 
75  feet.  Today  the  industry  has  become  so  well  un- 
derstood that,  to  extend  the  field,  instead  of  the  oper- 
ator hugging  the  outcrop,  he  confidently  locates  his 
well  far  out  into  the  valley,  or  in  the  outlying  ranges 
\^ithin  the  possible  oil  belt,  in  many  cases  miles  from 
the  nearest  production.  Where  he  has  used  fair  judg- 
ment based  on  the  knowledge  which  w'e  now  have  of 
the  geological  conditions  of  the  oil  measures,  the 
chance  of  failure  has  been  greatly  reduced,  as  is  shown 
by  the  recent  and  important  discoveries  of  oil  and  gas 
in  ihe  Lost  Hills,  Kettleman  Hills,  Buena  Vista  Hills 
and  Elk  Hills,  in  Kings  and  Kern  Counties.  These 
discoveries  made  during  the  last  year  have  proved  the 
existence  of  oil  over  large  areas  where  heretofore  it 
was  a  matter  of  conjecture. 

The  present  development  of  the  oil  industry  is 
due,  first,  to  the  great  improvements  which  have  been 
made  during  the  last  ten  years  in  the  art  of  drilling 
wells,  which  has  enabled  us  to  reach  successfully  and 
economically  depths  of  from  4000  to  5000  feet,  and 
second,  to  the  knowledge  we  have  acquired  of  the  oil 
bearing  formation.  For  the  latter,  we  are  to  a  great 
extent  indebted  to  the  splendid  work  of  the  United 
States  Geological  Survey,  which  has  for  the  last  few 
years  had  a  corps  of  geologists  in  the  field,  mapping 
and  cross-sectioning  proven  and  poss^ible  oil  terri- 
tory. This  has  resulted  in  our  being  able  to  trace  the 
oil  bearing  strata  under  large  areas  of  yet  unproven 
territory:  and  it  is  satisfactory  to  note  that  dving  the 
last  year,  successful  discoveries  have  been  made  in 
far  outlying  districts  which  have  been  reported  as 
possible  oil  territory  by   the   Survey. 

The  California  oil  fields  are  found  in  rocks  of 
the  tertiary,  whereas  the  Eastern  fields,  with  one  or 
two  exceptions,  are  found  in  earlier  geological  for- 
mations. California  oils  are  found  mostly  in  loose 
sandy  beds :  in  many  cases  these  sand  strata  are 
from  400  to  500  feet  thick,  which  allow  enormous 
storage  of  oil.  In  Eastern  fields  the  older  rocks  have 
become  so  cemented  and  are  so  close  grained  that  there 
is  no  room  for  storing  oil.  this  accounts  for  the  small 
production  per  acre  of  Eastern  wells  compared  with 
those  of  California. 

In  1908,  the  United  States  Geological  Survey 
reported  8450  square  miles  of  possible  oil  territory  in 
the  United  States,  giving  California  830  square  miles 
or  about  one-tenth  of  the  total  area:  but  they  give  her 
credit  for  one-half  of  the  probable  minimum  oil  pro- 
duction of  the  L^nited  States,  or  one-tliird  of  the  prob- 
able maximum  production. 
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The    United    Slates    Geolos-ical    Survey    has    esti-  areas   in  Cahfornia  today,   which   shows   a   total   area 

mated  the  contents  of  the  probable  oil  lands  of  the  of  practically  proven  oil  territory  of  94.200  acres   with 

United  States  in  barrels  of  42  ijallons  as  follows:  an   estimated   production   ot  4,319,000,000  barrels  and 

■"                                           "                          ■  a  probable  extension  of  oil  territory  of  338,320  acres 

Minimum.         Maximum.  with   an   estimated   production   of    13,258.000,000  bar- 

Appaiachian  field  2,000,000,000       5,000.000,000  ,.,   ,„akinp-  a  grand  total  of  proven  and  probable  ter- 

iY,-:ir   ""    ■::.'-'^ZZ       \-ZZZ  ritory  of  43I5- acres  and  17.577,000,000  barrels.    The 

Mid-continent' field   400,000,000        1,000,000.000  total  Consumption  to  date  has  been  about  383,000,000 

raufornia  flVid :  5,ooo;roS:ooS       sjSS'.ooMoS  barrels,  leaving  an  estimated  future  possible  produc- 

Minor  fields ...:::::::: i.ooo.qo«.o«»    ^^momomq   tj^,^  ^^  17,194,000,000  barrels. 

Total  10,000.000,000      24,500,000,000  -"pj^g   accomjjaning  table   gives   an    itemized   state- 

ment of  production  bv  districts  and  counties: 
California's  greater  productiveness   is  due   \.o  the  ^^^   submitting  the   above   estimate   of  extractable 

greater  thickness  of  loose  oil  sands.  The  1907  Survey  ^.^  ^^.j^.^j^  .^  ^^^^^^^  double  the  United  States  Geologi- 
report  of  average  daily  production  of  wells  in  the  dif-  .^,^j  Survey  estimate,  I  can  only  sav  that  it  is  impos- 
ferent  fields  of  the  United  States  shows  that  California  ^.^^^^  ^^^  ^^^,  ^^^  ^^  ^^^^^  definitely  what  our  actual 
wells  pump  three  times  as  much  as  those  in  the  Gulf  production  will  be.  I  have  included  as  possible  terri- 
f^elds  and  five  to  eight  times  as  much  as  the  other  ^^^^  ^^j^.  ^^^^  j  consider  probable  territory,  amount- 
active  Eastern  fields.  ^^„  ^q  about  700  square  miles:  but  it  is  quite  possible 

that  a   greater  acreage   \vill   be   developed   which    will 
Appalachian   field    •  •  i-^^  ^arre^s  ^^^^  ^^^_^^        ^^  ^^  ^^  ^_^  ^^^^  estimate  of  the  United 

Lima-Indiana   nela    b  '  .  . 

Colorado  and  Wyoming  field   8  37  barrels      States  Geological  Survey  of  850  square  miles,      ihis 

MliTcont^nent'fieui'':!/.'''.'.'//--'/---'-'------''-'-  5'.29  barrels      should  again  increase  the  quantity  of  prospective  ex- 

Gulf    field     la'-SG  barrel's       tractable  oil. 

Cahfornia  field   ^^  ^^^^^  Computation  I  have  assumed  the  interstices 

The    estimated    ]iroduction    given    bv    the    United  in  the  sand  to  be  3/10  of  its  bulk,  and  that  it  is  filled 

States  Geological  Survey  were  conservative  estimates  with   oil   of  which    r/10  would   be   held    by    capillary 

when^  made  two  years  ago.     Development  in   the  in-  attraction  to  the  sand,  i/io  as  readily  extractable  oil 

(Histrv  has  however  been  so  rapid,  that  the  estimates  and   the   remaining    i/io  as   oil   which   cannot  be  ob- 

of  proven  and  possible  territory  made  then,  will  not  tained.     This  would  admit  a  production  of  about   54 

answer  for  today.     I  have  therefore  compiled  an  esti-  gal.  per  cubic  foot.     To  substantiate  these  figures,  I 

mate  of  what   l' consider  the  proven   and   prospective  will  state  that  prior  to  1900.  the  Alcatraz  .\sphalt  Co., 

(    \I.IIIHtM  VS    ICSTIMATED  FUTURE    OIL    SVPPI.V. 

S  1.i„  ^ .        I  1-I.-J  District  Grand  Total        County  Grand  Total 

^         . J   nictri^t  -^       i'5  -i^  S~        .§■?.-,  ==■5  Production  Produclion 

County  and  Uistnct  ■.  n      -g  pc  =-5 1  J.  i       oSr         .=-0 1  .  n.       , -.  a  ,-k    -  l,^ 

■'  c  i        ■=  S  t  f  c  n  g5        S^o  ■y.S™  .'^crcagi-  (barrels)  .'\creaKe       (barrels) 

„  £.i        £,-:~  ai5  &.<        H'cS  WSh5 

Fresno —  .^   .       r^  -^  .—.-. 

9n  nnn        SO      ll^SOOOOOO        21,440     50  834,000,000        50,440      1,962,000,000 

Coalinga ^»-"00        ^^      l.l.S.,uou.uuu        ^i,i«u      ^^  778,000,000        20.080         778.000.000 

Kettlenian   Hills    

Krevenhagen    Hills    , 

C,„„„,y     total     20,000  1.128,000,000        41,520  1.612,000,000  70.520      2.740,000.000 

Kings—                                                                                                                    53,120      50        2.064,000.000        53.120      2,064.000.000 
Kettleman    Hills    , 

,       ,    ,    ,  53,120  2.064,000.000  53,120      2,064,000,000 

County    total    

Kern—  46,080  50  1,800.000.000  46,080  1,800,000.000 

Lost     -Hilts     14.720  50  596,000.0(10  14,720  596,000.000 

Devils    oen 16.000  50  622,000.000  16,000  622,000.000 

^"telope    Hills     ^                j.^           Sd. 000.000          6,400  50  250,000,000  8.800  380,000,000 

McKlttncK      -    ^^1^       J. II             45,000.000 

,,-,             c,„=o,  40  000         50      1700,000,000      100,480      50        4,000,000,000      140.480      5,700,000.000 

Midway-Sunset      40.000        ou      i,,uu,  ^^.^^^     ^^^  teeioOO.OOO        12,000         466,000,000 

Ke"n     River    ■.■.■.'.■.■.■.■.'.'.■.'.'.■.■     6,000      150         590,000.000 6,000         590,000,000 

Countv     total     48,400  2.420.000.000      195,6S0  7.734,000,000  244,080   10.154,000,000 

Santa  Barbara-  '  70,000,000 

Santa    Maria    3.600  -o           i^'^^JioOO  2,000  50              26.000.000  3,280           51,000,000 

Ca"' Can  von  ■■.■.■.■.■.''.'.'.'.'.'•• '•      l'.9'20  50           76.000.000  16.000  50           622.000,000  17.920         698,000,000 

County   total    "tTsOO  171,000.000  18,000                    648,000,000  24,800         819,000,000 

.Southern  CaUfornia  fields— ^^^^^^  ^^^         400.000.000  5,000  50           200,000,000        10,000         600,000,000 

Wliittier    

Miscenan'e°ous ".'.'.'.'.'.' •'•'•'•'■'■  5.000  50         200.000.000  25,000  50        1.000,000.000        30.000      1.200,000.000 

Southern    Oal.    total....  10,000  600.000.000  30.000                1.200.000,000                                                            40,000      1,800,000,00, 

Total:   Proven   acreage    94,200                                            ■)■?«  ■(■■o  ' 

Total;   Possible   acreage    j^ionoooon  " 

Estd  production:  Proven  acreage  4,319,000.000  T>orsnOOOOO 

Estd  production:  Possible  acreage                             ^^^^^^^   ^__^^^^   ^^^^^^   '-:':  432,520   17.577.000.000         432.520    17,577.000,00; 

Less    oil    produced    to  1911     383,000,0^0 383,000,00' 

California's     estimated  future  supply .  .  17,194,000,000                          17,194,000,00 
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in  Santa  Barbara  County,  of  which  I  was  manager, 
mechanically  extracted  from  the  bituminous  sands  at 
its  Carpenteria  and  Sisquoc  refineries,  27  per  cent  and 
25  per  cent  respectively,  of  bitumen.  These  were  ex- 
posed oil  sands  from  which  the  bitumen  or  dried  out 
oil  was  being  extracted. 

In  1901  Bernard  Bienenfeld,  \\'illiam  Mulhul- 
land,  and  the  writer,  as  commissioners  for  tlie  purpose 
of  appraising  the  value  of  the  different  properties  in 
the  Kern  field  that  were  to  form  the  .Associated  Oil 
Company,  determined  that  the  Kern  field  oil  sand  did 
contain  32  per  cent  of  void  in  the  sand  and  when  filled 
with  oil,  amounted  to  2.4  gallons  per  cubic  foot. 

It  will  therefore  be  seen  that  an  estimate  based 
on  an  extraction  of  %  gallons  per  cubic  foot,  or  750 
barrels  per  acre  foot,  should  not  be  considered  as  un- 
reasonable if  the  correct  thickness  of  producing  sands 
is  figured.  I  quote  from  a  paper  on  the  oil  industry 
read  before  the  mining  students  of  the  University  of 
California  by  Mr.  M.  L.  Requa:  "A  few  of  the  prac- 
tical results  from  California  fields  that  are  obtainable 
at  this  date  as  follows  : 

Sauer  Dough  in  Coalinga:  Claimed  thickness  of 
sand  60  ft.  Production  per  acre  (/).ooo  barrels,  or 
about  1600  barrels  per  acre  foot. 

Claremont  in  Kern  River:  Claimed  thickness  of 
sand  250  feet.  Production  per  acre  Q.^ooo  barrels  or 
about  330  barrels  per  acre  foot. 

Peerless  in  Kern  River:  Claimed  thickness  f.f 
sand  300  feet.  Production  per  acre  84.000  l)arrels  or 
about  280  barrels  per  acre  foot. 

Santa  Fe  in  Fullerton :  Thickness  of  sand  over 
700  feet.  Production  per  acre  93.000  barrels  or  about 
132  barrels  per  acre  foot. 

Los  Angeles:  Thickness  of  .sand  100  feet.  Pro- 
duction 75,000  barrels  per  acre  or  about  750  barrels  per 
acre  foot. 

It  is  worthy  of  note  that  all  of  these  properties  are 
still  active  producers. 

The  following  is  a  list  of  the  recorded  production 
of  California  from  1875  to  igio.  inclusive,  and  the  aver- 
age daily  production  per  well : 


Total  barrels 
produced. 

]lll  3,000 

;SiS  12,000 

ts,B  13,000 

ll]l  ■■■ 15,227 

loon  19,858 

\ll^  ;; 40,.552 

iQQo 99,862 

-1Q09  128,636 

igo?  142.857 

1SS?  262.000 

{III  325,000 

■1007  377,145 

ittL  678,572 

iRSQ  690,333 

Joqn  303,220 

ISO,  307,360 

\lli 323.600 

1893  ::::;:: V-lV-l 

1894  4,0. Ii9 

JSQ?  705.969 

isofi  1.208.4S2 

\ll^  1.252,777 

ISQS  1,903.411 

899  2,257,207 

i95o  2.642.095 

ml  : 4,324.484 

iQn9  8,786,330 

lonJ  13,984,268 

Im  ::: Itil'Ali 

iqnc;  .i  9, 649. 434 

inn'fi  33,427.473 

{L-  33.098,598 

{c,t)k  39,748.375 

1909  : ^^rjHi2 

1910  'estimated) ■:::;;:;:::;;:;: :::::?^:;i5g;^oi 

'''"'^'     382,821,212      " 


Averagre 

bbl.  per  well 

per  day. 

4.11 

16.39 

11.87 

13.91 

13.75 

15.83 

27.35 

27.11 

24.46 

35.74 

38.70 

39.74 

50.24 

39.30 

16.28 

15.88 

11,98 

9.50 

8.26 

10.12 

13.19 

8.78 

9.57 

8.30 

7.66 

9.15 

11.19 

15.99 

25.94 

29.84 

33.49 

34.07 

7        ^       42.56 

"      41.00 

43.10 
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To  determine  the  life  of  our  field,  taking  the  sub- 
mitted figures  as  a  basis,  we  would  have  if  we  as- 
sumed the  present  production  of  75,000,000  barrels  as 
the  maximum  consumption,  52>4  years  supply  for  the 
proven  territory  and  for  the  proven  and  prospective 
territory,  less  consumption  to  date,  about  230  years 
supply.  If  our  consumjjtion  is  increased,  as  it  natur- 
ally will  be.  the  life  of  our  fields  must  l)e  reduced  pro- 
l>ortionally. 

Our  consumption  for  igio  will  amount  to  about 
63.000,000  barrels,  as  about  12,000,000  barrels  will  have 
gone  into  storage  this  year.  At  the  end  of  iQio,  we 
will  have  in  storage  about  30,000,000  barrels  or  about 
five  months'  supply. 


RELATIVE  VALUE  OF   LIGHT   OIL  AS   COM- 
PARED WITH  HEAVY  OIL. 

BY    J.    N.    LE  CONTE. 

The  object  of  the  following  note  is  to  show  the  ap- 
proximate relation  that  holds  between  the  heating 
value  and  specific  gravity  of  California  crude  petro- 
leum. 

Crude  petroleum  consists  principally  of  various 
combinations  of  hydrogen  and  carbon  together  with 
comparatively  small  amounts  of  nitrogen,  oyxgen  and 
sulphur.  The  nitrogen  and  oxygen  and  any  incom- 
inistible  residue  or  ash  may  be  classed  as  inert  im- 
purities. The  sulphur,  though  combustible,  has  a  low 
grade  of  heating  value  and  is  otherwise  injurious. 

Taking  hydrogen  and  carbon  as  the  principal  con- 
stituents, it  is  found  that  those  oils  which  are  rich 
in  the  former  i-lemcnt  are  of  light  specific  gravity  as 
compared  with  those  rich  in  carlion.  The  range  in 
specific  gravity  of  California  oils  may  be  taken  as 
from  unity  to  0.84,  or  from  10  to  36  of  the  Baume 
scale.  The  majority  of  the  fuel  oils  will  range  from 
unity  to  o.g,  or  from  10  to  23  Baume. 

In  regard  to  the  heating  value,  it  is  also  evident 
that,  other  things  being  equal,  those  oils  rich  in  hy- 
drogen will  contain  more  heat  units  per  pound  than 
those  rich  in  carbon.  Pure  hydrogen  contains  62,000 
B.t.u.  per  pound,  as  compared  with  14,500  B.t.u.  per 
pound  for  carbon.  If  the  substance  in  question,  there- 
fore, were  composed  wholly  of  these  two  elements,  a 
consistent  law  might  be  expressed  between  the  heat 
units  per  pound,  and  the  specific  gravity.  .As  a  matter 
of  fact  the  other  substances  occurring  in  varying 
amounts  destroy  any  e.xact  relation. 

^^^ater  in  emulsion  in  crude  oil.  not  only  acts  as 
an  inert  impurity  in  a  sample  under  test,  but  must  be 
converted  into  steam  in  the  furnace  and  this  still  fur- 
ther reduces  the  heat  value  of  the  fuel  per  pound.  It 
occurs  in  such  variable,  and  often  in  such  large 
amounts,  that  no  relation  whatever  between  specific 
gravity  and  B.t.u.  per  pound  can  be  discerned  unless 
its  presence  is  eliminated.  In  the  following  tables  and 
diagrams,  therefore,  the  oil  is  anhydrous,  the  water 
ha\'ing  either  been  removed  before  testing,  or  else  its 
amount  has  been  determined  and  corrected  for. 

Nitrogen  and  oxygen  are  also  inert  impurities,  but 
since  their  amounts  are  small,  their  effects  are  aver- 
aged in  the  plotted  results. 

."Sulphur  is  a  substance  which  causes  considerable 
\ariation  in  the  heating  value  of  fuel  oil.  Sulphur 
contains  3900  B.t.u.  per  pound.     Oils  rich  in  sulphur. 
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therefore,  have  a  lower  heating  value  per  pound,  other 
things  being  equal. 

Many  determinations  of  heating  values  and  spe- 
cific gravities  of  California  oils  have  been  made,  but 
those  upon  which  the  following  table  is  based  have 
been  furnished  through  the  kindness  of  Professor  Ed- 
mond  O'Neill  and  his  assistants  and  were  made  in  the 
chamical  laboratories  of  the  University  of  California. 

The  calorific  values  were  determined  by  means  of 
an  Atwater  bomb  calorimeter,  and  the  specific  gravity 
by  means  of  a  Westphal  balance  or  a  pycnometer  flask 
at  about  63  degrees  F.  W'ater  was  determined  by  dis- 
tillation, c      .      -I       1 

The  resulting  values  for  the  heavier  fuel  oils  the 
writer  has  collected  and  plotted  as  .shown  in   Fig.   i. 

J5aume. 


The  ordinates  in  this  case  are  degrees  of  the  P.aume 
scale,  which  is  related  to  the  true  specific  gravity  by 
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the  relation    Sp.  Gr.   ~  13Q  _i_  g 


•B-= 
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Sp.  gr. 


at  63  deg.  F.    The  abscissae  are  British  thermal  units 
per  pound  of  the  anhydrous  oil.    The  points,  as  might 
be  expected,  are  rather  scattered,  but  can  be  approxi- 
mated roughlv  bv  a  straight  line.     In  drawing  the  av- 
erage line  through   these  points  the   writer  has  been 
guided  for  its  position  wholly  by  the  points  themselves, 
and  for  its  inclination  by  the  points,  and  by  the  table 
of  average  specific  gravities  and  calorific  values  fur- 
nished by  Mr.  R.  ^^■.  Fenn  of  the  Union  Oil  Company, 
whose  table  covers  a  wider  range  of  specific  gravities 
than   do   the   determinations   gathered   by    the   writer. 
The  average  line  gives  the  relative  B.t.u.  per  pound 
=  17680  X  60  B  over  the  range  of  these  measurements. 
Table  i  gives  the  computed  values  of  B.t.u.  per 
pound,  and  specific  gravity,  as  well  as  the  weight  per 
barrel,  and  B.t.u.  per  barrel,  as  determined  from  this 
average  line.     Fig.  2  shows  the  same  quantities  graph- 
ically expressed. 
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TABLE  I. 


Degrees  Specific 
Baume.  Gravity. 


10 
11 
12 
13 
14 
15 
16 
17 
18 
19 
20 
21 
22 
23 
24 


1.0000 
.9989 
.9859 
.9790 
9722 
,9655 
.9589 
.9524 
.9459 
.9396 
.9333 
.9272 
.9211 
.9150 
.9091 
.9032 


Weight 
per  barrel 
350.035 
347.55 
345.10 
342.68 
340.30 
337.96 
335.65 
333.37 
331.10 
328.89 
326.69 
324.55 
322.42 
320.28 
318.22 
316.15 


B.T.U. 
per  pound. 
18280 
18340 
18400 
18460 
18520 
18580 
18640 
18700 
18760 
18820 
18880 
18940 
19000 
19060 
19120 
19180 


B.T.U. 
per  barrel. 
6.398,600 
6.374.100 
6.349,800 
6.325,900 
6.302,400 
6.279,300 
6,256,500 
6.234.000 
6,211,400 
6,189,700 
6,167,900 
6,147,000 
6.126,000 
6.104,500 
6,084.400 
6,063,800 


Degrees 
Baume. 

10 

11 

12 
13 
14 
15 
16 
17 
18 
19 
20 
21 
22 
23 
24 
25 


From  these  it  is  seen  that  although  the  average 
lieating  value  per  pound  of  crude  oil  increases  as  the 
specific  gravity  diminishes,  it  does  not  increase  so  rap- 
idly as  the  weight  per  unit  of  volume  diminishes.  The 
heating  value  per  barrel  of  the  heavier  oils  is  there- 
fore greater  than  that  of  the  light  ones. 


350  tyeur^^^ 


Fig.    2. 


COMPARATIVE    EVAPORATIVE   VALUES    OF 
COAL    AND  OIL. 

BY    C.    F.    \VIEL.\ND. 

While  there  is  undoubtedly  a  large  amount  of 
available  information  relating  to  evaporative  perform- 
ance of  steam  generating  plants  using  coal  and  oil  as 
fuel,  it  is  usuallv  only  valuable  in  so  far  as  it  allows  of 
comparison  of  dift'erent  boiler  units.  It  serves  chiefly 
to  show  the  degree  of  excellence  of  construction,  fur- 
nace arrangement,  etc.,  rather  than  the  evaporative 
value  of  the  fuel  itself.  Similarly  w^e  could  hardly  ex-^ 
pect  to  judge  the  value  of  super-heated  steam  as  a' 
factor  of'  economv  from  tests  made  on  two  engines  of 
widely  different  designs  even  though  the  tests  showed 
high  results.  On  the  subject  of  evaporative  values  o| 
the  fuels  in  question,  there  seems  to  be  a  dearth  of 
available  data. 

Coal:     It  is  only  in  recent  years  that  exhaustive 
experiments  have  been  made  in  this  country  and  abroad 
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to  determine  the  evaporative  efficiency  of  the  diflferent 
coals.  The  most  important  of  these  is  the  work  of  the 
U.  S.  Geological  Survey  at  its  testing  plant  in  St. 
Louis,  now  being  continued  in  Pittsburg,  which  is  des- 
tined to  contribute  largely  to  our  knowledge  on  fuel 
combustion.  Until  recently  we  were  accustomed  to 
judge  coal  almost  entirely  by  its  number  of  B.t.u. 
nnd  its  per  cent  of  a.sh  after  correction  for  moisture. 
It  is  on  this  basis  that  coal  is  bought  by  the  U.  S. 
Treasury  Department.  Moisture,  however,  being  an 
unstable  quantity,  can  hardly  be  taken  into  account 
except  at  the  moment  of  firing. 

A  proximate  analysis  is  usually  all  that  is  exam- 
ined. Such  analysis,  although  giving  the  percentage 
of  volatile  and  combustible  matter,  is  hardly  in  itself 
sufficient  to  show  its  true  e\-aporative  value. 

Although  the  volatile  content  of  coals  was  alway.^ 
known  to  be  the  source  of  greatest  heat  loss,  the  na- 
ture of  these  losses  and  how  influenced  by  the  per 
cent  of  volatile  matter  contained,  has  been  but  re- 
cently investigated  by  the  l'.  S.  Geological  Survey  an<l 
by  Constam  &  Schlapfer  in  Switzerland.  The  remark- 
able coincidence  of  the  results  of  these  tests  leaves 
little  room  for  doubt  as  to  the  correctness  of  the  con- 
clusion. Primarily,  this  is  tliat  coals  of  the  same  calor- 
ific value  decrease  in  evaporative  efificiency  as  their 
content  of  volatile  matter  increases.  Constam  it  Schlap- 
fer show  for  European  coals  that  the  maximum  effi- 
ciency is  obtained  from  coals  having  a  volatile  content 
of  from  i6  to  23  per  cent  of  combustible  matter.  The 
losses  due  to  the  volatile  content  lie  principally  in  in- 
complete combustion  of  the  higher  hydro-carbons 
whose  action  during  combustion  seems  not  to  be 
clearly  understood.  It  is  assumed  that  they  either  pass 
out  of  the  furnace  unconsumed,  or,  at  higher  tem- 
perature are  decomposed  into  their  elements,  and  un- 
der an  insufficient  air  supply  or  too  low  an  air  temper- 
ature the  liberated  carbon  passes  out  of  the  stack  un- 
consumed as  soot. 

The  combustion  of  coal  may  be  briefly  consid- 
ered to  take  place  as  follows :  Under  an  excess  air 
supply  volatile  matter  is  rapidly  distilled  from  the  coal 
at  comparatively  low  temperatures.  If  the  air  temper- 
ature is  not  sufficiently  high  or  its  volume  inadequate 
the  gases  pass  oflF  unconsumed,  in  fact  do  not  become 
ignited.  Ordinarily  they  are  ignited,  but  if  the  fur- 
nace construction  is  such  that  they  cannot  be  entirely 
consumed  before  striking  the  cool  heating  surfaces  of 
the  boiler  they  are  again  extinguished  and  the  greater 
part  of  their  heat  value  dissipated. 

The  volatile  matter  having  passed  ofif,  the  remain- 
ing C  burns  to  C  O2  with  a  certain  percentage  incom- 
pletely burned  to  C  O. 

The  principal  loss  in  our  bituminous  coals  being 
due  to  volatile  matter,  it  becomes  necessary  to  observe 
certain  fundamental  principles,  to  efficiently  reduce 
this  loss. 

(a)  The  gases  must  be  distilled  from  the  coal 
slowly  and  uniformly. 

fb)  They  must  then  be  thoroughly  mixed  with 
air  of  high  temperature. 

(c)  They  must  be  gi\en  sufficient  space  in  the 
combustion  chamber  to  be  fully  consumed  before  com- 
ing in  contact  with  the  heating  surfaces, 


IMechanical  stokers  have  already  done  much  to- 
ward bringing  about  a  slow  and  uniform  evolution 
of  the  gases  and  in  doing  so  have  increased  the  evap- 
orative efficiency  appreciably.  A  further  advance 
would  possibly  be  a  gauge  in  the  up-take  by  which  the 
amount  of  C  0=  contained  in  the  flue  gases  could  be 
periodically  recorded. 

Summarizing  the  foregoing,  it  is  seen  that  the 
greater  losses  are  due  to  the  internal  character  of  the 
fuel  itself  and  that  a  special  furnace  arrangement  with 
its  attendant  difficulties,  based  on  the  above  funda- 
mental principles  may  reduce  these  losses.  Such  ar- 
rangement will  necessarily  make  the  coal  burning  in- 
stallation more  cumbersome  and  costly. 

Oil:  Turning  to  oil  fuel  we  readily  see  that  the 
combustion  of  oil  in  the  furnace  is  much  simplified. 
With  oil  as  a  fuel  the  manual  difl:'iculties  met  in  the 
hand  firing  of  coal  are  practically  eliminated. 

The  elements  entering  into  skillful  coal  firing  are 
not  so  necessary  for  oil  firing.  The  reason  lies  in  the 
nature  of  the  fire  itself.  A  more  complete  mingling  of 
air  and  gas  is  possible.  This  also  depends  largely  on 
the  construction  of  the  furnace  but  the  elements  enter- 
ing into  such  construction  lie  nearer  at  hand  than  in 
coal  burning  furnaces. 

Complete  atomization  of  the  oil  at  the  burner  tip 
liy  a  jet  of  steam  or  air  is  of  prime  importance  to 
combustion.  The  nil  must  be  thoroughly  vaporized 
before  combustion  can  be  complete.  This  is  the  func- 
tion of  the  burner  and  is  accomplished  to  a  greater  or 
less  extent  in  a  variety  of  burners  on  the  market.  It  is 
evident  that  if  the  oil  is  not  properly  aton)'zed  it  can- 
not be  readily  vaporized  and  that  therefce  not  only 
a  loss  of  heat  ensues,  but  there  ff>IIows  an  incrustation 
of  the  furnace. 

Evaporation:  In  comparing  the  evaporative  val- 
ues of  the  two  fuels,  coal  and  oil,  it  is  onh'  fair  to  select 
a  coal  that  is  considered  standard  and  that  is  largely 
used  in  evaporative  tests.  It  would  not  be  just  to 
select  a  coal  of  inferior  value  such  as  are  our  western 
coals. 

Therefore,  as  a  basis  of  comparison,  the  writer 
selects  Pocahontas  coal  and  Kern  crude  oil  whose 
analyses  are  as  follows  : 

Pocahontas         Kern  Crude  Oil 
Coal.  14.5  Gravity. 

Proximate  Analysis.  Per  cent.  Per  cent. 

Fixed    carbon     73.30 

Volatile    matter    17.61 

Moisture    ■•19                                   -15 

Ash    8-60 

100.00 
Ultimate   Analysis. 

Carbon      82.26  87.64 

Hydrogen    3.8S  10.48 

Sulphur    49  1-02 

Oxygen     412  -"S 

Nitrogen    64  ,78 

Ash    8.60 

Sludge °°"^ 

100.00  100.00 

Calorific  B.t.u.,   14.067. 

Coal  data  from  Naval   '•Liquid   Fuel"  board   report. 

Assuming  the  complete  coml)Usti<ni  of  the  heat 
values  in  the  two  fuels  as  analyzed  and  knowing  that 
I  lb.  of  C  requires  11.6  lb.  air:  1  lb.  of  H.  requires  ^.S 
lb.  air ;  and  i  lb.  of  S.  requires  4-3  lb.  air,  we  have  as 
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the   volume   of  chemically   required   air   for   the   om-  While  this  calculation  is  not  intended  to  convey 

bustion  of  the  coal  and  the  oil  the  following:  any  idea  of  the  actual  value  of  losses  in  the  two  fuels, 

„,.,.,.           .     .  ii  mav  however  afJord  a  comparison  of  what  we  may 

Weight  of  air  required.  -                                    .                          ... 

Carbon.                                                           Coal.                   Oil.  term  fixed  losses,  Within  certain  limits. 

Coal.  11.6  lb,  air  X. 8226  lb.  c 9.54  It  is  seen  that  the  amount  of  air  required  for  the 

Oil.       11.6  lb.  air  X. 8760  lb.  C 10.16  ,     ■       ,            ,,            r            -i        TU-       ■        i 

Hvdrogen  combustion  of  coal  is  less  than  tor  oil.      ihis  is  due 

Coal,  34.8  lb.  air  X. 0389  lb.  H 1.35  principally  to  the  greater  hydrogen  content  in  the  oil, 

Oil        34.8  1b.  air  X. 104    lb.  H 3.62  '              '         -              ,       T,      •                      i?                i-           ^.i 

Sulphur.  the  carbon  content  being  roughly  speaking,  the  same. 

Coal,  4.3  1b.  air  X. 0049  lb.  s 02  Furthermore  the  combustion  of  hydrogen   requires   a 

Oil,       4.3  lb.  air  X. 010    lb.  S 04  _                                                                     /          f^                 i 

,„  „,                   „  „„  proportionately  larger  weight  of  air. 

Pounds   of  air   required    10.91                          13.  S2  '^       '  -,       ^,           ^i         .         j    ^i                   ,.      ^   i            •       .1                i    ■ 

Weight  of  combustibles   (attetr  deduct-  On  the  Other  hand  the  greatest  loss  m  the  coal  is 

ing  ash  from  coal)   -^i                    ^"^  in  the  ash  for  in  the  comparison  of  the  fuels  we  must 

Total  weight,  which  we  will  consider                             , ,  „o  consider  them  "as  received."     In  the  oil,  loss  due  to 

as    dry    chimney    gas    11. SL                        14. .8  . 

non-combustibles   is   practicallv   negligible.      1  he   loss 

For  our  comparison  we  will  make  the   following  ,;i,e  to  superheating  the  burner  is  also  "small. 

assumptions:  •  jj-,  examining  our  figures  a  remarkable  equality  of 

1.  Flue  gas  temperature  is  the  same  in  both  cases,  ^^^^    j^_^j^,    ,Qgggg   jg   immediately   apparent.     To   what 
viz.  500  deg.  extent  this  relation  would  hold  for  coals  of  dififerent 

2.  Moisture  in  the  two  fuels  is  the  same.  composition  would  have  to  be  determined. 

3.  Air    intake   temperature    (temperature   of   fire  Subtracting  these  losses  from  the  calorific  value  of 
room)  70  deg.  each    fuel    we   have : 

The  flue  temperature  as  placed  at  500  deg.  is  prob- 
ably  the   mean   which   obtains   in    practice;   lower   re-  18619  —  2752.9=15866.1    B.t.u. 
suits  have  been  obtained,  but  numerical  value  makes  14067  —  2852.1.  =  11214.9  B.t.u. 
little  difference  in  our  comparison. 

Moisture,  as  shown  in  the  selected  coal,  is  low  and  These  last  quantities  represent  the  available  heat 

that  in  the  selected  oil  is  al.-^o  low,  in  most  oils  it  is  ]eft   in   fuel   for  evaporation.     From  this  it   would  ap- 

more  nearly  an  average  of  5  per  cent;  for  this  reason  pear  that  the  two  fuels  under  examination  had  an  evap- 

we  will  consider  that  the  moisture  content  is  the  same  orative  value  which  is  in  the  ratio  of  11.2  for  coal  to 

in  each  case.  15.8  for  oil.    For  coals  equal  in  quality  to  that  selected, 

The  sensible  heat  carried  away  in  the  flue  gases  in  the  writer  believes  that  this  ratio  will  generally  be  cor- 

the  case  of  the  coal  is:  rect,  lower  grade  coals  having  correspondingly  lower 

.24   (500-70)  X  11.82^  1219.8  B.t.ii.  \-alues.    This  ratio  is  maintained  in  numerous  tests. 

In  the  oil                   .24   (500-70)  X  14-82=  1529.4  B.t.u.  Jt  is  shown  in  the  foregoing  that  the  theoretically 

.24  being  the  specific  heat  of  the  chimney  gases.  re(|uired  air  supply  is  greater  for  oil  than  for  coal.  This 

In  the  combustion  of  hydrogen  to  water  each  lb.  means  a  greater  volume  of  flue  gases  hence  a  greater 

of  H.  results  in  9  lb.  of  water,  or  in  our  coal  the  water  ]oss  of  heat.     If  we  consider  however,  those  coals  hav- 

formed  will  be  .038  X  9=  -.^4  "'■  ing  a  large  amount  of  volatile  matter,  it  is  safe  to  say 

The  heat  loss  both  latent  and  sensible  in  the  evap-  that  the  air  supply  for  their  complete  combustion  would 

oration  of  this  water  is:     .34  (142 -|- 966  +  288  X  47^  be  much  in  excess  of  that  for  oil.     Not  knowing  the 

=  422.6  B.t.u.,    wherein    212   deg. — 70    deg.  =  142    as-  composition  of  the  volatile  matter,  we  must  necessarily 

suming  the  temperature  <if  the  water  in  the  coal  to  be  figure  with  a  certain  indefinite  quantity  of  excess  air. 

that  of  the  fire-room  and  966  being  the  latent  heat  of  J,-,  the  combustion  of  oil  we  are  able  to  supply  more 

the  formation  of  steam  at  212  deg.  and  of  expansion  nearly  that  amount  of  air  which  is  actually  chemically 

against  the  atmosphere,  and  500  deg.  —  212  de.g.  =  288  required. 

being  difl^erence  between  steam  at  212.  deg.  and  the  From  the  manner  in  which  the  oil  is  burned,  it  is 

flue  temperature  as  assumed  ;  and  .47  being  the  specific  evident  that  a  more  perfect  mixture  of  air  with  the 

heat  of  superheated    steam    at    atmospheric    pressure  gases  is  obtained.     Not  only  is  the  air  supply  easily 

Cas   in    paper    "Thermal    Properties    of    Superheated  regulated  by  hand,  but  apparatus  has  been  devised  to 

Steam,"  in  Vol.  30  of  Trans.  A.  S.  'SI.  E.)  efifect   the  control   mechanically   and   automatically  to 

In  case  of  oil  we  have  :    .104  X  9  =  •93'5  lb.  suit    momentary  load  requirements.     Although  it  does 

Heat  loss  is:.  936   (63  +966+288  X  .47)^1088.5  not  necessarily  follow  that  a  smokeless  chimney  signi- 

B.t.u.                                                              '  fies  coniplete  or  most  economical  combustion,  it  does 

The  loss  in  coal  due  to  ash  is  8.6  per  cent  of  total  mean  much  to  our  nei.ghbors  and  one  can  safely  say 

=  1209.7  B.t.u.  that  such  a  chimney  is  more  often  obtained  in  connec- 

A  further  loss  in  (.^il  ci  imliustion  is  the  heat  absorbed  tion  with  an  oil  burning  furnace  than  with  one  burning 

b>-  the  steam  used  in  atomizing,  being  in  siiptrheatin.g  coal. 

the  steam  from  212  deg.  to  500  deg.  Fahrenheit.  Evaporative    tests    have    shown    that    for    good 

This  is:   2S8  X -47  =  i.l5  B.t.u.  coal    an    equivalent    evaporation    of    11    lb.    represents 

Tabulating  these  losses,  which  for  convenience  we  about   the  highest   average,   although   there  _are  cases 

will  call  fixed  losses,  we  have:  of  higher  results  on  record.     For  oil  the  highest  aver- 

Coai.                               Oil.  age  yet  attained  is  probably  an  equivalent  evaporation 

Gases    1219.8   B.t.u.                        l.';29.4   B.t.u.  of  l6  lb 

Combustion    nf   H 422.6   B.t.u.                        10SS.5   B.t.u.  t       '^i                      ^       r    ^1         m          i    <<t   •        •  i     T7    .,1"    Ur^^rA 

Ash  1209.7  B.t.u.  Burner       135      B.t.u.  In  the  report  of  the  Naval     Liquid    Iniel     board 

2853  B.t.u.                 275279  B.t.u.  '''*^  ^^^^^  evaporation  with  coal  is  given  as  10.2  lb.,  while 
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with  oil  the  best  is  14.4  lb.  In  some  forcing  tests  made 
some  time  ago  (see  Trans.  A.  S.  M.  E..  Vol  XXVI)  by 
Mr.  ^^^  F.  Dean,  which  are  remarkable  for  the  good 
reults  obtained  at  that  time,  an  evaporation  for  coal 
of  11.32  lb.  was  obtained.  In  a  water  tube  boiler  under 
ordinary  conditions,  using  good  coal,  an  average  equiv- 
alent evaporation  of  10  lb.  can  be  considered  good  prac- 
tice, although  II  lb.  and  slightly  over  is  often  ob- 
tained. Such  results  as  these,  it  must  be  borne  in 
mind,  can  only  be  obtained  with  the  best  grades  of 
steam  coal,  similar  or  superior  to  the  grade  selected 
by  the  writer  for  comparison. 

With  oil  fuel,  in  connection  with  water  tube  boil- 
ers, records  show  an  equivalent  evaporation  of  14  to 
16  lb.  Test  records  in  the  writer's  possession  range 
from  13.6  to  15.4  lb.  Latter  is  the  record  of  the  per- 
formance of  a  150  h.p.  Heine  boiler  in  San  Francisco. 
The  oil  used  had  a  calorific  value  of  18,629  B.t.u.  Gauge 
pressure  119  lb.  Feed  temperature  69  degrees.  Flue 
gas  temperature  480  degrees.  Percentage  of  steam  used 
for  burner  2.8  per  cent  of  total  water  evaporated  or  0.36 
lb.  of  steam  per  lb.  of  oil :  13.4  is  the  value  after  correc- 
tion for  steam  to  burner.  Incidentally  the  efficiency 
of  the  unit  is  79.8  per  cent. 

The  figures  given  in  the  foregoing  for  oil  can 
hardly  be  said  to  be  due  to  any  extraordinary  construc- 
tion or  arrangement  of  furnace  although  care  luay  have 
been  shown  in  the  selection  of  the  burner. 

In  a  series  of  eight  tests  made  with  a  66  in.  by 
16  ft.  horizontal  return  tubular  boiler,  having  176,  2  in. 
tubes  and  using  Coalinga  nil  of  22  gravity,  18,900 
l').t.u.  per  pound  of  oil.  the  average  evaporation  of 
water  from  and  at  212  deg.  was  15.32  11).  The  average 
h.p.  developed  at  rate  of  34.5  lb.  of  water  per  hour  was 
"262.5. 

The  theoretical  evaporation  of  the  Coalinga  22 
gravity  oil,  18,900  B.t.u.  per  pound,  being  19.56  lb.  of 
water  per  pound  of  oil  and  the  actual  results  having 
been  an  average  evaporation  of  15.32  lb.,  the  fuel 
efficiency  for  this  particular  boiler  was  78.5  per  cent. 

It  is  the  writer's  opinion  that  with  a  few  more 
years'  experience  and  a  more  refined  and  perfected  fire- 
room  and  furnace  arrangement,  we  will  be  able  to  reach 
evaporations  closely  approximating  the  theoretical 
limits.  The  ease  of  manipulation  of  the  fire  and  the 
possibility  of  practically  exact  regulation  of  air  supply 
for  complete  combustion,  lend  to  oil  fuel  evaporative 
qualities  that  can  be  found  in  no  other  raw  fuel. 


FURNACE  ARRANGEMENT  FOR  USING  OIL 
AS  FUEL. 


BY    C.     R.     WEYMOUTH. 


In  a  paper  presented  at  the  New  York  meeting  of 
this  Society,  December,  1908,  \o\.  30,  Page  797  of 
the  Transactions,  the  writer  gave  various  data  regard- 
ing California  fuel  oil.  air  required  for  combustion, 
the  various  losses  in  oil  firing,  and  a  description  of  an 
automatic  system  for  the  regulation  of  boilers  fired 
with  crude  oil.  Although  the  subject  assigned  prop- 
erly includes  the  question  of  air  supply  for  combustion, 
the  writer,  by  reason  of  his  former  paper  will  devote 
himself  mainly  to  the  question  of  furnace  design,  and 
this  only  for  stationary  water-tube  boilers. 

About  twelve  years  ago  the  low  cost  and  certainty 


of  supply  of  crude  oil  led  to  its  general  use  in  Califor- 
nia boiler  plants.  At  that  time,  with  a  few  notable 
exceptions,  there  were  none  but  the  crudest  methods 
for  burning  oil,  the  owner  usually  employing  one  of 
the  numerous  improvisors  of  oil  burners  to  convert  his 
|)lant.  This  operation  usually  consisted  in  introducing 
a  burner  through  the  fire  doors  and  covering  the 
grates  with  fire  brick.  This  plan  was  occasionally 
modified  by  the  introduction  of  different  forms  of  fire 
jjrick  arches,  target  walls,  checker  walls,  etc.  Many 
of  these  converted  coal  burning  furnaces  caused  fre- 
quent burning  out  of  boiler  tubes,  due  to  the  localiza- 
tion of  heat ;  gave  a  limited  o\-erload  capacity ;  and  by 
reason  of  various  defects  of  furnace  design,  coupled 
with  a  general  ignorance  of  the  question  of  oil  burn- 
ing, gave  in  most  instances  little  better  than  mediocre 
results. 

During  the  early  period.  Mr.  E.  II.  Peabody  of 
.Yew  York,  a  member  of  this  Society,  then  testing 
engineer  of  the  Babcock  &  Wilcox  Co.,  began  the  first 
extensive  engineering  investigation  of  the  merits  of 
various  type  of  furnaces,  burners,  etc.  After  an  exten- 
sive series  of  tests,  lasting  nearly  two  years,  Mr.  Pea- 
body  developed  an  oil  furnace  bearing  his  name,  now  in 
general  use  with  certain  types  of  water  tube  boilers. 

Mr.  Peabody 's  tests  indicated  that  while  there  are 
difTerences  in  various  types  of  burners,  these  are  rela- 
tively unimportant ;  that  the  proper  design  of  furnace 
is  of  supreme  importance,  as  determining  efficiency  and 
capacity  of  boilers  and  imnumity  from  shut  down 
owing  to  tube  burn  outs,  etc.:  that  fire  brick  arches 
and  target  walls  are  not  only  needless  in  securing  high 
furnace  efficiency,  but  a  menace  to  continuity  of  ()])er- 
ation,  owing  to  the  im])Ossibilit_v  of  even  the  best 
grades  of  fire  brick  withstanding  the  intense  heat  of 
an  nil  furnace:  that  furnace  depth  and  fiu-nace  volume 
are  determining  factors  affecting  furnace  efficiency 
and  capacity,  and  affording  protection  to  the  boiler 
heating  surface,  particularly  when  the  character  of 
boiler  feed  water  gives  rise  to  an  accumulation  of  scale 
inside  of  boiler  tubes ;  that  the  shape  of  furnace  and 
])ath  of  flame  must  be  such  as  to  provide  a  nearly  uni- 
form distribution  of  furnace  heat  over  the  largest  pos- 
sible portion  of  boiler  heating  sm-face,  as  distinguished 
from  an  arrangement,  causing  the  direct  impingement 
of  flame  on  a  few  inches  of  the  tube  length  :  that  a 
large  surface  of  heated  fire  brick  is  essential  to  the 
maintenance  of  a  high  furnace  temperature  and  com- 
plete combustion  of  oil  :  that  air  for  combustion  should 
be  admitted  through  carefidly  planned  openings  in  the 
floor  of  furnace  in  such  a  manner  as  to  jirovide  the 
most  intimate  contact  of  oil  flame  and  incoming  air, 
and  thus  reduce  the  air  suppl}'  to  a  minimum  :  that 
the  flat  flame  or  fish  tail  burner  provifles  for  the  most 
economical  use  of  air  for  combustion  ;  and  that  when 
all  these  requirements  for  highest  economy  are  ob- 
served, the  furnace  flame  has  not  the  bright  incan- 
descence sought  by  the  pioneers  in  oil  burning,  but 
surprisingly  borders  on  an  orange  red. 

In  the  Peabr)dy  furnace  the  bridge  wall  is  set  back 
from  the  boiler  front  to  give  a  depth  of  from  eight  to 
ten  feet,  depending  on  size  of  boilers.  The  Inirner  is 
of  the  back  shot  type,  inserted  from  the  boiler  front, 
under  the  floor  of  furnace,  turning  up  at  the  bridge 
wall.     It  shoots   the   flame   forward   toward   the  front 
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of  the  boiler,  so  that  this  wall  should  have  an  extra 
course  of  fire  brick  set  in  place  without  fire  clay, 
affording  an  added  protection  to  the  front  wall.  W'hh 
boilers  "having  tubes  inclined  downwards,  from  the 
front  toward  the  rear,  there  is  thus  provided  a  fur- 
nace design,  of  a  shape  giving  the  necessary  increased 
volume  as  the  flame  slows  away  from  the  burner, 
providing  a  gradual  distribution  of  the  furnace  heat 
over  the  tubes  the  full  length  of  the  furnace,  there 
being  at  no  point  a  direct  impingement  of  flame. 

At  its  front  end,  except  in  special  boilers,  the 
furnace  should  have  a  height  of  not  less  than  six 
feet  and  for  large  size  boilers  the  height  should  be 
from  seven  to  eight  feet,  depending  on  character  of 
feed  water  and  desired  overload. 

Under  ordinary  firing,  the  flame  should  not  ex- 
tend into  the  tubes,  but  at  forced  firing  the  flame 
will  extend  part  way  through  the  first  pass. 

Under  Babcock  &  Wilcox  boilers,  Mr.  Peabody's 
record  performance  of  1903  was  83  per  cent  efficiency 
at  rating,  based  on  10  sq.  ft.  of  heating  surface  per 
boiler  horsepower;  and  an  overload  capacity  of  no 
per  cent  above  rating. 

During  the  boiler  trials  at  the  Redondo  plant. 
Dr.  B.  S.  jacobus,  a  member  of  the  Society,  obtained 
boiler  efficiencies  on  large  Babcock  &  Wilcox  boilers, 
which  exceed  any  published  records,  the  details  of 
which  he  will  soon  make  the  subject  of  a  special  paper, 
to  be  presented  to  this  Society. 

When  admitting  a  large  excess  (it  air  and  an  or- 
dinary atuount  of  oil,  the  flame  length  will  be  a  mini- 
muiul  and  the  temperature  of  incandescence  will  be 
reached  at  the  surface  of  the  envelope  separating  the 
vaporized  oil  and  air  for  combustion.  This  bright 
flame  is  sought  by  the  untrained  fireman.  Intt  it  results 
in  a  large  loss  of  fuel,  as  the  subsequent  mixture  of 
the  products  of  combustion  with  the  excess  of  air 
not  in  contact  with  the  flame  results  in  a  lower  mean 
furnace  temperature,  which  temperature  determines 
the  boiler  efficiency. 

With  economical  firing  the  flame  lengthens  before 
coming  in  contact  with  sufficient  air  for  complete  coni- 
bustion,  and  with  the  highest  furnace  efficiency  this 
temperature  varies  from  2500  to  2800  degrees  Fahren- 
heit. 

Due  to  the  high  furnace  temperature  with  oil  fuel. 
as  also  with  coal,  the  location  of  furnace  relative  to 
boiler  heat  absorbing  surface  becomes  of  utmo.st  im- 
portance, not  only  on  account  of  the  loss  of  heat,  due 
to  excessive  travel  and  consequent  radiation  from 
furnace  walls,  but  also  by  reason  of  the  large  amount 
of  heat  absorbed  by  direct  radiation  as  distinguished 
from  convection.  Consequently  the  first  pass  of  the 
boiler  should  be  located  directly  over  the  furnace,  pro- 
viding the  most  direct  transmission  of  the  heat  gen- 
erated, both  by  convection  and  absorption  of  radiant 
heat. 

Owing  to  the  large  area  of  incandescent  fire  brick 
surface,  the  radiant  heat  is  uniformly  dififused  over  a 
large  heating  surface  and  the  amount  of  heat  thu'^ 
absorbed  becomes  an  important  factor  in  determining 
the  efficiency  of  boiler  heatint;-  surface:  for  while  no 
heat  can  be  ultimately  lost,  the  greater  the  heat  ab- 
sorbed in  the  first  pass  of  the  bo'ler.  the  lower  will  be 
the  temperature  of  gases  on  entering  the  second  pass, 


and  finally  the  latter  passes  of  the  boiler  are  able  to 
accomplish  greater  cooling  of  the  products  of  combus- 
tion resulting  in  the  lowest  possible  stack  tempera- 
ture ;    hence   the    maxitnum    absorption     efficiency    of 

boiler. 

The  time  allowed  for  this  discussion  is  not  suffi- 
cient to  cover  other  practical  considerations  in  fur- 
nace design,  such  as  the  number  of  burners  per  fur- 
nace, arrangement  of  burners  in  furnace,  arrangement 
of  checker  work  for  air  supply,  peep  hole  doors,  etc. 

While  there  are  inevita,ble  losses  in  furnace  effi- 
ciency and  boiler  efficiency,  when  operating  on  a  pom- 
inercial  load   under  ordinary   firing,  it  is  the  writer's 
belief  that  under  test  conditions  the  practical  limit  of 
boiler  and  furnace  efficiency  with  oil  fuel  has  already 
been    attained.      Considering   the    ideal    nature   of   oil 
fuel,  by  reason  of  which  one  can  under  test  conditions, 
with  proper  furnaces,  cut   down  air  supply  to  nearly 
the   required   theoretical   quantity,  one   might   reason.-, 
ably  inquire  the  reason  for  the  inability  to  attain  still 
higher  furnace  and  boiler  efficiencies.    The  answer  is 
at  once  found  in  the  chemical  analysis  of  oil  fuel  and 
the   large   hydrogen   content.     If  it   were   possible   to 
obtain  and  burn  liquid  carbon  with  the  minimum  air 
supplv  required  for  oil  fuel,  maintaining  the  same  ra- 
diation and  unaccounted-for-losses,  and  the  same  ter- 
minal temperature  of  boiler  gases,  it  would  be  possible 
to   attain    a   gross   boiler   efficiency    of   approximately 
90  per  cent. 

It  is  still  the  universal  practice  in  this  country 
to  report  the  heating  values  of  fuels  as  that  shown  by 
a  calorimeter  test  which,  as  is  well  known,  indicates 
the  total  heat  of  the  fuel,  including  the  latent  heat 
liberated  bv  the  condensation  of  the  steam  formed  by 
the  combustion  of  the  hydrogen  content,  instead  of 
the  available  heat.  If  boiler  efficiencies  with  oil  fuel 
were  reported  on  the  basis  of  "available  heat,"  test 
performances  already  secured  would  also  indicate 
boiler  efficiencies  approximating  00  per  cent. 

For  these  reasons  it  is  possible  to  obtain  higher 
boiler  and  furnace  efficiencies  with  crude  oils  of  low 
gravity  and  least  hydrogen  content,  than  with  oils^  of 
lighter  gravity  high  in  hydrogen  ;  and  this  conclusion 
is  borne  out  by  tests. 


PRACTICE  AS  TO  SIZE  OF  STACKS  WITH  OIL 

FUEL. 

BY   J.   P.   DUNN. 

The  question  of  stack  areas  and  draft  depends  on 
the  quantity  of  fuel  burned  and  the  necessary  draft 
required.  In  coal  burning  we  have  the  necessary 
draft  required  to  overcome  the  friction  of  the  fuel  bed, 
which  runs  anywhere  from  35  to  70  per  cent  of  the 
total  draft  head.  This  is  eliminated  in  oil  burning  fur- 
naces, and  consequently  a  shorter  stack  will  answer. 
From  80  to  100  feet  is  all  that  is  necessary.  In  coal- 
Vurning  plants  stack  sizes  are  accepted  which  are  based 
on  5  lb.  of  fuel  p*r  boiler  horsepower.  If  with  that  stack 
we  change  to  oil  we  have  2'^  lb.  per  boiler  horse- 
power;  and  considering  that  oil  can  be  burned  with 
a  smaller  amount  of  excess  air  than  coal,  we  have 
virtually  two  to  one,  and  the  stack  area  would  be 
"sufficient  for  double  the  horsepower.  There  are  a 
great  many  stacks  that  are  operating  successfully  on 
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a  basis  of  fifty  per  cent  of  Kent's  Table.  I  have  a 
record  of  one  stack  that  has  been  forced  to  the  limit, 
which  shows  35.7  per  cent.  In  this  particular  plant, 
when  they  reach  that  point  the  pressure  under  the 
furnaces  is  so  great  that  the  gases  pass  out  through 
the  cracks  in  the  setting  and  through  the  boiler  bridg- 
ing. There  is  one  point  in  connection  with  that,  which 
I  do  not  believe  is  given  the  attention  that  it  should, 
it  is  the  question  of  bridging  area;  ordinarily  the 
effective  area  is  not  considered,  as  in  many  plants  the 
bridgings  are  narrow  and  long,  and  in  several  in- 
stances that  I  know  of  the  effective  areas  are  in  the 
neighborhood  of  70  to  80  per  cent  of  what  they  should 
be.  I  know  this  to  be  a  fact  because  I  have  been  up 
against  the  same  propositions.  We  can  take  it  as 
standard  practice  that  fifty  per  cent  of  stack  areas 
of  Kent's  tables  are  ample  for  oil  fuel. 


MARINE  USE  OF  FUEL  OIL. 

BY    J.     H.     HOPPS. 

As  a  fuel  for  steamships,  petroleum  has  many  ad- 
vantages besides  that  of  low  cost.  The  most  impor- 
tant of  these  are : 

(i)  The  saving  in  labor  and  consequent  reduction 
in  the  number  of  firemen.  The  amount  of  money 
saved  varies  with  the  size  of  the  ship  and  the  number 
of  firemen  carried.  In  installations  of  average  size, 
one-third  the  number  of  firemen  and  coal  passers 
necessary  when  burning  coal  would  be  sufficient  when 
burning  oil. 

(2)  Reduction  in  weight  and  bulk  of  fuel,  giv- 
ing increased  cargo  capacity  and  resultant  greater 
earning  power.  Comparing  "Wellington  screenings," 
a  type  of  coal  generally  used  for  steamship  work  on 
the  Coast  and  fuel  oil  from  14  to  17  Baume,  oil  for 
equal  heating  value  occupies  about  one-half  the  space 
taken  by  the  coal  and  has  less  than  one-half  the 
weight.  Oil  may  be  carried  in  parts  of  the  ship  not 
otherwise  useful. 

(3)  Saving  in  time.  The  time  consumed  in  coal- 
ing and  expense  of  moving  to  bunkers  is  saved  as  oil 
fuel  can  be  pumped  into  the  ship  when  she  is  at  the 
dock  and  while  the  cargo  is  being  taken  on  or  dis- 
charged. 

(4)  Uniform  steaming.  The  rate  of  steaming 
can  be  kept  perfectly  uniform,  there  being  no  loss 
due  to  cleaning  fires,  etc. 

(5)  Cleanliness.  Due  to  the  absence  of  coal  dust 
and  dirt  when  coaling  and  to  the  absence  of  ashes  in 
the  fireroom. 

(6)  Reduced  cost  of  maintenance.  Less  repairs 
on  boilers  due  to  uniform  temperature  in  furnace  and 
combustion  chamber;  no  corrosion  of  floor  plates, 
fire  fronts,  or  bunkers;  no  grate  bars  to  burn  out,  and 
no  fire  doors  or  ash  handling  machinery  to  renew  or 
repair. 

That  the  advantages  of  oil  as  fuel  are  recognized 
is  evident  from  the  large  number  of  steamers  using  it. 
Some  of  these  vessels  are  of  large  size  and  make  long 
voyages;  notably,  the  ships  of  the  Hawaiian  Ameri- 
can Steamship  Company,  the  steamers  Tenyo  Maru 
and  the  Chiyo  Alaru  of  the  Toyo  Kisen  Kaisha  Com- 
pany, the  steamers  "Sierra"  and  "Mariposa"  of  the 
Oceanic  Steamship  Company,  and  the  numerous  large 


lank  steamers  owned  by  the  Standard  Oil,  Associa- 
ted Oil  and  Union  Oil  Companies. 

The  comparative  cost  of  coal  and  oil  for  fuel  de- 
pends on  the  price  of  the  fuels  and  the  heat  values  of 
coal  and  oil  respectively.  Conditions  in  California  are 
especially  favorable  to  oil.  Coast  coals  are  high  in 
I'rice  and  low  in  heat  values,  while  oil  is  low  in  price 
and  high  in  heat  value.  It  is  not  possible  to  give  exact 
tigures  as  to  the  saving  eft'ccted  by  the  use  of  oil  in 
preference  to  coal  for  fuel  as  the  prices  of  both  are 
constantly  changing. 

Some  instances,  however,  may  be  quoted.  In  the 
report  of  the  Naval  Liquid  Fuel  Board,  published  in 
1904,  figures  are  given  covering  the  performance  of 
the  steamship  "Nevadan"  of  the  Hawaiian-American 
Steamship  Company.  The  figures  given  cover  one 
voyage  from  New  York  to  San  Diego,  burning  coal,  a 
return  voyage  from  San  Diego  to  New  York  burning 
California  oil,  and  three  other  voyages  burning  oil. 
The  records  of  the  two  first  voyages  are  of  value  as 
showing  the  relative  consumption  of  coal  and  oil  under 
similar  conditions.  Full  particulars  are  given  of  both 
voyages,  but  for  present  purposes  it  is  sufficient  to 
quote  the   following: 


Total   indicated  H.P. 
Voyage   1 — 1835 
Voyage    2 — 2196 


Total  consumption  Coal  per  Oil  per 

Fuel.              of  Fufl.               I. H.P.  I.H.P. 

Coal  2269   tons  . • 

Oil                 9126   bbls               2    lb.  1.1   lb. 


The  heat  value  of  the  coal  used  in  the  first  voyage 
is  not  given,  and  as  a  consequence  the  comparison 
is  not  so  effective  as  it  might  be.  Of  the  total  coal 
burned,  part  w-as  Eureka  and  part  Coronel.  The 
figures  given  for  the  second  voyage  may  be  said  to 
represent  an  exceptionally  fine  performance.  The 
steamer  w'as  new,  is  fitted  with  triple  expansion  en- 
gines, the  Howden  system  of  forced  draft,  and  the 
Lassoe-Lovekin   oil   burning  system. 

Burning  oil,  six  men  were  required  in  the  fireroom 
as  against  fifteen  when  burning  coal.  Four  hundred 
and  fifty-seven  tons  of  measured  space  for  cargo  was 
saved  on  account  of  the  decreased  bulk  of  oil  fuel. 
The  financial  gain  to  the  company  from  all  causes  is 
given  as  $500  per  day. 

In  the  case  of  a  small  coastino-  steamer  coming: 
under  the  observation  of  the  writer,  careful  records 
were  kept  of  the  fuel  cost,  both  wath  oil  and  coal.  The 
cost  of  fuel  per  hour  of  actual  steaming  averaged,  for 
a  period  of  six  months: 

Coal  at   $5.25   per  ton   $2.65   per  hour 

Oil      at       .70   per  barrel    1.64   per  hour 

It  is  to  be  regretted  that  few  tests  have  been  made 
to  determine  the  efficiency  of  steamship  equipments. 
It  is  more  difficult  to  make  such  tests  on  board  ship 
than  in  a  stationary  plant.  The  installation  of  appa- 
ratus for  accurately  measuring  fuel  and  feed  water, 
the  changing  of  the  piping,  and  the  services  of  trained 
observers  entails  heavy  expense  and  loss  of  time. 

The  only  guide  then  to  the  efficiency  of  oil  burn- 
ing installations  at  sea  in  actual  service,  is  the  engi- 
neer's log,  and  this,  unfortunately,  is  far  from  accurate. 
The  oil  burned  is  determined  b)'  sounding  the  oil  tanks 
and  as  a  rule  the  only  clue  to  the  h.p.  developed  is 
the  number  of  revolutions  made  by  the  main  engines, 
the  h.p.  of  the  auxiliaries  being  always  a  matter  of 
uncertainty. 
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In  1903  a  scries  of  tests  were  made  by  Air.  T.  W. 
Ransom  on  the  tugs  "Richmon(l'"and  "A.  H.  Payson," 
owned  by  the  Santa  hn  Railroad  Company.  As  these 
vessels  ply  only  on  San  T^rancisco  Bay  and  in  smooth 
water,  the  installation  of  platform  scales  to  weigh  the 
feed  water  and  fuel  oil  was  feasible.  The  tests  were 
made  with  great  care,  a  number  of  observers  being  em- 
ployed and  all  essential  data  recorded  to  show  the 
efficiency  of  the  entire  installation  and  the  efficiency 
of  boilers  and  engines,  separately.  The  detailed  data 
secured  was  destroyed  in  the  fire  of  1906,  there  re- 
maining only  a  summary  of  the  results. 

The  machinery  of  the  two  vessels  is  identical  with 
the  exception  of  the  boilers. 

The  tug  "Richmond"  is  fitted  with  a  boiler  of  the 
Scotch  marine  type,  13  ft.  mean  diameter  l)y  11  ft. 
long,  with  three  Morrison  furnaces  3  ft.  6  in  diameter 
by  7  ft.  ID  in.  long  and  230  tubes  y/j  in.  diameter  by 
7  ft.  10  in.  long.  The  depth  of  the  combustion  cham- 
ber is  36  in.  and  the  total  heating  surface  is  3136  sq.  ft. 

The  "A.  H.  I'ayson"  is  fitted  with  a  Babcock  & 
Wilcox  marine  water  tube  boiler,  with  a  total  heating 
surface  of  2770  scj.  ft. 

The  engines  in  botli  cases  are  compound,  high 
pressure  cylinders  20  in.  diameter,  low  pressure  cyl- 
inders 43  in.  diameter  and  stroke  24  inches. 

A  large  number  of  tests  were  made  on  these  ves- 
sels in  service,  when  towing  car-floats  to  and  from 
Point  Richmond.  In  addition,  a  five-hour  test  run- 
ning steadily  without  a  tow  was  made  on  each  boat, 
when  the  following  results  were  secured. 

FIVE-HOUR  RUN— TUG  A.  H.  PAYSON— AUGUST  2,  1903. 
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AVERAGE  FOR  P'lVE  HOURS'  RUN. 
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From  examinations  of  the  logs  of  numerous  steam- 
ships, it  appears  that  vessels  fitted  with  triple  ex- 
pansion engines  developing  from  looo  h.p.  up,  with 
everything  in  first  class  condition,  the  fuel  consump- 
tion will  be  about  134  lb.  of  oil  per  i.  h.p.  hour.  For 
smaller  vessels  fitted  with  compound  engines,  the 
consumiJtion  will  range  from  1.6  to  2  lb.  per  indicated 
h.p.  hour,  depending  on  the  efficiency  of  the  plant. 

In  considering  the  installation  of  an  oil  fuel  equip- 
ment, the  subject  is  naturally  divided  into  two  parts. 
The  first  relating  to  the  storage  and  handling  of  the 
fuel  and  the  second,  relating  to  arrangements  for  its 
combustion. 

Lhider  the  first  di\'ision,  the  safety  of  the  ship  and 
those  on  board  is  the  first  consideration,  and  after  this 
comes  convenience  in  liandling  fuel  and  accessibility 
of  all  the  important  parts. 

Under  the   second   di\ision   should  be   considered 


the  system  for  burning  oil,  type  of  burners,  and  fur- 
nace arrangement. 

In  order  to  render  a  fuel  oil  installation  safe,  care- 
ful attention  must  be  paid  to  the  construction  of  the 
t.-inks  in  which  oil  is  stored.  Not  only  should  the 
best  workmanship,  the  best  methods  of  support  and 
the  best  quality  of  riveting  be  insisted  upon,  but  great 
care  should  be  exercised  in  the  design  of  the  ventila- 
tion system.  Air  pipes  should  be  fitted  to  all  tanks, 
of  sufficient  size  to  lead  off  gases  as  they  accumulate 
and  to  prevent  any  undue  pressure  on  the  tanks  due 
to  too  rapid  pumping  when  they  are  being  filled.  The 
\entilating  pipes  should  be  lead  as  directly  as  pos- 
sible to  above  the  uppermost  deck  of  the  vessel.  They 
should  not  be  near  the  smokestack  and  should  be 
placed  where  it  will  be  impossible  for  a  naked  light  to 
be  near  them.  The  openings  should  in  all  cases  be 
covered  with  wire  gauze  carefully  secured.  Further- 
more, the  workmanship  on  all  pipes,  valves,  and  fit- 
tings should  be  of  the  very  best  quality.  Great  care 
should  be  taken  that  all  joints  are  tight,  as  the  leak- 
age of  a  very  small  quantity  of  oil  may  result  in  a 
formation  of  a  large  volume  of  gas  from  which  a  dis- 
astrous explosion  or  a  serious  fire  may  result. 

In  a  steel  vessel  fitted  with  double  bottom,  the  fuel 
oil  may  be  stored  in  the  compartments  in  the  double 
bottom  usually  devoted  to  water  ballast,  or  in  deep 
tanks  constructed  for  the  purpose  and  usually  extend- 
ing entirely  across  the  ship.  The  former  method  is 
open  to  several  objections,  but  is  often  adopted,  owing 
to  its  low  cost  and  saving  in  space,  where  deep  tanks, 
are  used,  expansion  trunks  should  be  provided. 

In  the  case  of  wooden  vessels,  separate  steel  tanks 
iiidepentlent  of  the  structure  of  the  ship  are  provided. 
The  location  of  these  tanks  varies  greatly,  depending 
on  the  trade  in  which  the  ship  is  engaged,  and  the 
preference  of  the  superintending  engineer.  They  are 
frequently  placed  in  the  space  formerly  occupied  by 
coal  bunkers,  in  the  fore-peak,  and  often,  on  deck. 

The  use  of  the  double  bottom  for  oil  fuel  is  open 
to  several  objections.  The  tanks  being  shallow  and 
divided  into  a  very  large  number  of  compartments  by 
the  floors,  keelson,  and  intercostals  of  the  ship,  it  is 
very  difficult  to  completely  fill  them  owing  to  the 
amount  of  air  trapped  in  the  different  compartments. 
It  is  also  impossible  to  empty  them  entirely  and  when 
a  tank  is  only  partly  filled,  trouble  may  be  experienced 
in  puni])ing  out  the  oil  when  the  ship  is  rolling.  Again 
i;  the  ship  has  to  go  far  north  or  south  where  the  water 
is  cold  the  oil  in  the  doulile  bottoms  congeals  and 
diffiulty  is  experienced  in  pumping,  ^^'ith  many  car- 
goes it  is  necessary  to  fill  the  compartments  of  the 
'iouble  bottom  with  water  ballast  when  the  oil  is 
pumped  out  and  this  means  that  at  all  times  there 
will  be  a  considerable  quantity  of  water  present  in 
the  oil.  \\'hen  the  double  bottom  is  used,  it  is  neces- 
sary to  provide  settling  tanks  in  or  near  the  fireroom, 
into  which  the  oil  is  pumped  from  the  ballast  tanks, 
liefore  being  pumped  to  the  burners.  The  object  of 
these  settling  tanks  is  to  permit  the  removal  of  any 
water  which  may  have  found  its  way  into  the  oil  tanks, 
Mr  which  maj-  be  in  the  oil  when  it  is  loaded.  These 
settling  tanks  should  be  of  sufficient  size  to  contain 
from  eight  to  twelve  hours  supply.  They  should  be 
in   du])licate  and   fitted   with   steam   coils   for   heating 
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the  oil,  gauge  glasses  to  sliow  the  amount  of  water 
in  the  bottom  of  the  tanks,  and  connections  for  the  oil 
pumps  and  for  pumps  to  draw  off  water  which  has 
settled  out  from  the  oil. 

Oil  Burning:  The  important  features  of  this  pan 
of  oil  Inirning  equipment  are  the  atomizer  and  the  fur- 
nace arrangement.  On  these  depend  the  efficiency  nf 
the  system.  The  importance  of  proper  furnace'  ar- 
rangements with  means  of  controlling  and  directing 
the  supply  of  air  and  fuel  has  been  emphasized  in  pre"- 
vious  discussions.  In  the  case  of  marine  installations, 
It  is  not  always  possible  to  secure  the  best  furnace 
arrangement.  Nearly  all  the  steamers  in  commission 
today  are  equipped  with  boilers  of  the  internally-fired 
type.  With  the  short  cylindrical  furnaces  of  compar- 
atively small  diameter  used  on  these  boilers,  it  is  diffi- 
cult to  secure  the  highest  possible  efficiency  when 
burning  oil.  They  are  well  adapted  for  the  burnim; 
of  coal. 

I'or  the  burning  of  oil,  it  is  well  known  that  ample 
combustion  space  is  needed.  With  a  large  combustion 
space,  greater  time  is  available  and  more  opportunity 
for  the  oil  particles  to  take  up  their  requisite  supply 
of  air  for  combustion.  Further,  it  is  important,  as  has 
been  pointed  out,  that  the  direction  of  the  incoming 
air  current  should  be  such  as  to  cause  an  intimate 
mixture  of  the  air  supply  and  oil  particles  as  early  as 
possible.  W  ith  the  short  cylindrical  furnaces  these 
conditions  are  difficult  of  attainment.  The  air  and 
fuel  are  admitted  in  sensibly  parallel  paths.  The  fur- 
nace is  short  and  of  small  diameter,  hence,  the  time 
during  which  fuel  and  air  are  in  the  furnace  is  very 
short.  In  consequence,  complete  combustion  is  diffi- 
cult and  is  always  delayed.  With  water  tube  boilers, 
the  furnace  conditions  are  superior,  and  as  may  be 
expected,  higher  efficiencies  have  been  shown. 

Atomization:  Three  systems  of  atomization  are 
in  use  in  marine  installations,  namely:  Steam,  .\ir  and 
Mechanical. 

Oi  these,  by  far  the  greater  number  of  installa- 
tions in  use  on  the  Pacific  Coast  are  of  the  second 
order.  The  use  of  steam  for  atomization  is  confined 
to  vessels  plying  in  inland  waters,  or  on  very  short 
runs.  It  is  not  suitable  for  vessels  making  voyages 
of  any  length  because  of  the  large  amounts  of 'fresh 
water  necessary  for  boiler  feed  to  make  up  the  loss 
due  to  the  steam  used  for  atomizing.  This  feed 
water  must  be  carried  in  tanks,  thereby  reducing  the 
cargo  capacity  of  the  ship,  or  changing  the  arrange- 
ment. "^     '  ^ 

Air  is  used  for  atomization  in  almost  all  vessels 
making  voyages  to  sea.  The  air  is  used  with  varying 
pressures  from  iVj  to  6o  lb.  per  sq.  in.,  depending 
on  the  burner.  By  far  the  larger  number  of  oil  burn'^ 
mg  outfits  utilize  pressures  in  the  neighborhood  of  20 
lb.  per  sq.  in. :  the  air  being  supplied  "by  steam  driven 
compressor,  or  in  the  case  where  low'  pressures  are 
used,  a  rotary  blower. 

The  third  system,  mechanical  atomization,  quite 
.generally  known  as  the  "Koerting"  or  "Meyer"  sys- 
tem, although  extensively  used  in  Europe,'  has  not 
yet  been  adopted  to  any  extent  on  the  Pacific.  The 
atomization  is  eflFected  by  expelling  the  oil  through 
a  small  orifice  partly  closed  bv  a  plug,  on  which  is 
formed  a  spiral  thread.     The  edges  of^he  orifice  are 


sharp  and  the  spiral  thread  imparts  to  the  stream  of 
oil  a  rapid  whirling  motion,  causing  the  oil  to  break 
up  into  fine  drops  which  leave  the  nozzle  in  a  cone  of 
atomized  oil  upon  which  the  entering  air  currents 
impinge. 

As  has  been  said  earlier  in  the  discussion,  little 
data  is  available  showing  the  efficiency  of  marine  oil 
mstallations.  The  amount  of  steam  required  for  ato- 
mization will  range  from  2  per  cent  to  8  or  9  per  cent 
depending  on  the  type  of  burner  and  the  intelligence 
with  which  it  is  operated. 

For  air  atomization  and  with  air  pressures  from 
20  to  30  lb.  per  sq.  in.,  from  6  to  10  cu.  ft.  of  air  per 
minute  per  pound  of  oil  burned  will  be  required.  The 
amount  of  air  depending  on  the  construction  of  the" 
burner  and  the  pressure  at  which  it  is  used. 

For  air  atomization  with  low  pressures,  such  as 
can  be  produced  by  a  rotary  blower,  of  which  the 
I.assoe-Lovekin  system  as  fitted  to  the  steamships  of 
the  American  Hawaiian  Steamship  Company,  is  an 
example,  the  amount  of  air  required  for  atomization 
is  not  known.  The  air  pressure  used  is  i>4  lb.,  and 
all  the  air  is  heated  by  the  Howden  system.  The  oil 
is  heated  to  175  degrees  F.  As  evidenced  by  the  fig- 
ures given  heretofore,  for  the  steamship  •'Xevadan," 
this  system  shows  a  high  efficiency. 

A  few  installations  of  the  third,  or  mechanical 
system,  have  been  made  on  the  coast,  but  no  informa- 
tion is  available  as  to  the  efficiency  obtained. 

In  the  opinion  of  the  writer,  the  mechanical  sys- 
tem has  not  received  the  attention  which  it  deserves 
from  our  local  engineers.  It  should  be  efficient  and 
its  simplicity  is  certainly  a  recommendation.  I  am 
informed  by  the  agent  of  the  Koerting  Company  that 
the  oil  may  be  handled  liy  the  ordinary  pumps  in- 
stalled fur  that  purpose,  with  other  systems,  but  that 
an  additiiinal  heater  is  necessary  as  the  temperature  of 
od  at  the  burner  should  be  from  240  to  260  degrees. 
It  is  further  stated  that  as  long  as  the  pressure  of  oil 
at  the  burner  tip  is  maintained  at  more  than  40  lb. 
per  sq.  in.  there  will  be  no  carbonization  in  the  heat- 
ing and  pipe  system,  nor  in  the  burner.  One  hundred 
lb.  per  sq.  in  at  the  burner  is  said  to  be  the  most 
desirable  pressure  for  this  system. 

The  makers  state  that  to  operate  the  pumps  and 
supply  the  heat  to  the  oil  necessary  with  this  system 
takes  from  34  to  i  per  cent  of  the  steam  evaporated. 

Some  large  tank  steamers  fitted  with  the  mechan- 
ical system  are  .said  to  operate  satisfactorily.  The  re- 
sults obtained  show  that  a  horsepower  is  developed  for 
from  i.o<)  to  1.37  lb.  of  oil  per  indicated  h.p.  per  hour, 
for  all  purposes.    These  vessels  develop  about  iqoo  h.p. 


ATOMIZATION   OF  OIL  FUEL. 

BY   A.    M.    HU.XT. 

In  order  that  petroleum  may  be  burned  with  com- 
idete  combustion  it  is  necessary  that  it  be  either  gasi- 
fied or  injected  in  the  form  of  spray  into  the  furnace 
m  which  it  is  burned.  Some  forms  of  small  pan 
burners  have  been  devised  «for  use  in  hot  air  furnaces, 
where  oil  drips  into  the  pan,  and  burns  from  the  sur- 
face, but  they  are  of  no  importance  in  power  or  indus- 
trial  work. 

The  general  practice  is  to  deliver  the  oil   to  the 
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burner  under  head,  and  inject  and  pulverize  it,  using  izing   medium    required    for   .spraying   oil    fuel,    which 

steam  or  air  as  the  pulverizing  medium.  has  been  obtained  from  various  sources. 

The  oil  injected  into  the  furnace  should  be  entirely 

gasified  or  burned  while  it  is  m  suspension  in  the  air,  Data  as  to  Amount  of  Steam  Required  for  Atomizing 

otherwise   if  particles   of   unconsumed   oil   fall   to   the  ^"^^  ^'^  '"  ^"/^l"  Furnaces,  Collected  From 

bottom   of  the   furnace,   coke  will   be   formed,    which  ,    ,  ,                         Vanous  Sources. 

gradually    accumulates    and    builds    up.  """^"t^am  to  burner  per  pound  of  on 537 

A  number  of  factors  enter  into  the  production  of  Actual  evaporation  per  pound  of  ou I3i4s 

^      .  Percentage    4 

the  results  required.     If  the  oil  is  being  injected  into  Q,gp  ^,. 

a    cold    furnace,    that    is    one    not    enclosed    by    walls    of  steam   supplied  to  burners  per  liour     4373          lb, 

brick  or  other  material  which  becomes  highly  heated,  Percentagt''!';'^"."" .'!':'.' ."°!'.''. .:;;:::  .■::::;:::::  '*'^*^4 . 5 

the  oil  must  be  injected  in  a  spray  composed  of  fine  steam  per  pound  ot  oil  for  atomization    .529 

particles,  in  order  that  none  of  the  particles  shall  fall  case  3: 

to  the  bottom  unconsumed.     If  the  walls  are  highly  fcfuTi  e"v^aSi*on'^pTho\r^'^.°"^.V.V.V.V.Vi7482o'       " 

heated,   the   radiation   from   them    will   aid  greatly   in  ^t'eanrp''e^r%iund-ot  ■oii-ioi--aiomizaVion  ■::::: !          '.4S5 

vaporizing  the  oil  particles,  and   larger  particles  will  p,op  4. 

be   consumed    before   they   drop.  steam   supplied  to  burners  per   hour     5746          lb 

If  the  furnace  is  short,  the  oil  particles  will  have  PeJcentlgl""'.'^""" .'?':'.' .'^°.".''. .::::::::;::::::: ; "'"! 

a  relatively  short  time  period  within  which  they  must  '^''^'^"^  p^''  pouna  of  oil  for  atomization    .475 

be  consumed,  and  must,  therefore,  be  smaller.  case  5; 

U-  1       1.   iU    i            4.1  • 1  •    1         '11      ^11      4I  Steam  used  was  measured  bv  use  of  separate  boiler. 

IS  evident  that  anything  which  will  enable  the  oii  used  341/2  degrees  Baume. 

nil     niorp    pac;iK'    to    he    atnmiypH      nr    that    will     aid     in  Total  evaporation  per  lb.  of  oil  from  and  at  212  deg. ..  14.99  lb 

on    more    easu}     ro    oe    aiomizea,    or    tnai;    win    am    in  percentage  of  steam  evaporated,  used  by  burner 7.4% 

vaporizing  an  oil  particle  after  it  is  injected  into  the  q.oe 

furnace,  will  help  to   reduce  the   quantity  of  atomizing  steam  used  was  measured  by  calibrated  nozzle. 

m*.rliiim  rpmiirprl     urhpthpr  it  hp  ctpam   nr  air  Total  evaporation  per  lb.  of  oil  from  and  at  212  deg...l4.7    lb 

meaiUm  requirea,  wnetner  it  Oe  steam  or  air.  Percentage  of  steam  evaporated,  used  by  burner 2.5% 

Most  of  the  oils  used  for  fuel  are  of  a  heavy  and  p^gg  -. 

viscous    character,     and     their    viscosity     is    rapidly     re-  steam  used  was  measured  by  calibrated  nozzle. 

duced  by  rise  in  temperature.     It  is,  therefore,  desir-  f^i^la%°lfiV:.frell-X-^ta^^^^^^^ 

able  that  the  oil  fed  to  the  burners  be  preheated,  and  cj^g^  g. 

it   is  almost  universal  practice  to  do  so.      The  preheat-  steam  used  was  measured  by  use  of  separate  boiler. 

1,                        1-   u     I  u                 •         4-1          -1   iU            1  Total  evaporation  per  lb.  of  oil  from  and  at  212  deg...l5.2    lb 

ing  is  usually  accomplished  by  passing  the  oil  through  percentage  of  steam  evaporated,  used  by  burner  ....    2.39% 

a  heater  similar  in  type  to  a  closed  feed  water  heater, 

using  the  exhaust  steam  from  the  pumps  handling  the  From  tests  made  under  the  direction  of  the  Bu- 

oil.  reau  of  Steam  Engineering  in  1902,  the  following  data 

Hundreds  of  burners  have  been  invented,  and  is  taken : 
great  claims  have  been  made  by  each  inventor  as  to  Four  tests  were  made  using  steam  as  the  atomiz- 
the  possible  saving  to  be  effected  with  his  particular  ing  medium.  The  percentage  of  total  evaporation  used 
form.  The  burner  is  really  an  item  of  minor  import-  by  the  burners  ranged  from  3.98  to  5-77  P^^  cent.  A 
ance  in  all  oil  burning  installation,  as  compared  with  number  of  tests  made  under  Stirling  water  tube  boil- 
furnace  construction,  proper  air  admission,  and  other  ers  gave  results  ranging  from  3.1  to  3.42  per  cent, 
points.  From  the  above  data  and  general  practice  and  e.x- 

The  office  of  the  burner  is  simply  to  inject  the  oil  perience,  the  following  statement  can  be  made: 

into   the    furnace   in   a   spray   having   a   form   suitable  In  designing  a  plant  it  is  entirely  safe  to  assume 

to  the  shape  of  the  furnace,  and  the  surfaces  which  5  per  cent  of  the  evaporation  of  the  boilers  for  steam 

are   to   be   heated,   and   in   particles   sufficiently   small  supply   for   burners.      In   operation,   if  the   amount   is 

so  that  they  may  be   fully  consumed  before  imping-  greater  than  3  per  cent,  it  may  be  concluded  that  the 

ing  on  the  hot  bottom  or  walls  of  the  furnace.  condition  can  be  bettered. 

The   burner  should   be   so  luiilt  that  the  relative  The  use  of  compressed  air  for  atomizing  fuel  oil 

areas  of  openings  for  issue  of  oil  and  atomizing  me-  may  be  stated  to  oiYer  no  opportunity  for  fuel  saving 

dium  can  be  maintained,  or  if  they  become  enlarged  over  the  use  of  steam  direct  in  cases  where  steam  is 

by  scoring,  that  adjustment  can  be  readily  and  inex-  available.     The  use  of  steam   direct  obviates  compli- 

pensively  made.  cation,  and  risk  of  interrupted  service,  and  the  use  of 

Some  work  has  been  done  in  the  direction  of  ato-  compressed   air  is  not  justified   unless   there   is   some 

mizing  the  oil  without  the  use  of  air  or  steam.     The  oil  special  reason  for  it. 

having  been  pre-heated  to  temperatures  of  from  220  to  It  may  be  that  steam  cannot  readily  be  had,  and 

260   degrees   Fahrenheit   is   injected   into   the   furnace  that  a  motor-driven  compressor  can  easily  be  installed, 

through  a  needle  nozzle,  having  a  small  sized  orifice.  It  may  be  that  where  steam  is  available,  the  loss 

The  portion  of  the  needle  stem  inside  the  cylindrical  of  water  through  steam  supplied  to  the  burners  is  un- 

part  of  the  nozzle,  has  cut  on  it  a  screw  thread,  which  desirable,  as  in  the  case  of  sea-going  steamers, 

imparts  to  the  issuing  oil  a  rotary  motion.     The  re-  In  certain  metallurgical  and  industrial  operations, 

lease  of  pressure  on  the  heated  oil,  and  the  rotary  mo-  especially  where  high  temperatures  are  desirable,  thvj 

tion  imparted  to  it,  cause  it  to  issue  in  the  form  of  a  use  of  air  is  to  be  preferred. 

spray  in  a  state  of  sub-division  fine  enough  to  enable  it  In  rotary  cement  kilns,  using  oil  fuel,  compressed 

to  burn  successfully.  air,  as  the  atomizing  agent,  is  universally  employed  so 

I   give  below  some   data   as   to  amount  of  atom-  far  as  I  know. 
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Reverberatory  furnaces  for  metallurgical  opera- 
tions, using  oil  fuel,  employ  compressed  air  as  the 
atomizing  agent. 

Data  as  to  Amount   of  Air   Required   for  Atomizing 
Fuel  Oil,  Collected  from  Various  Sources. 

Case  I  :  Rotary  cement  kiln,  7  ft.  6  in.  diameter 
by  125  ft.  in  length,  producing  about  500  barrels  of 
clinker  daily.  Air  used  under  pressure  of  approxi- 
mately 80  lb.  A  single  burner  used,  delivering  oil  at 
the  rate  of  about  4  gallons  per  minute.  The  weight  of 
air  required  for  atomization  is  approximately  25  per 
cent  of  the  weight  of  the  oil  atomized. 

Case  2 :  Data  furnished  by  air  compressor  manu- 
facturer as  to  capacity  of  compressor  furnished  for 
boiler  installation  of  2500  h.p.  Assuming  that  the  en- 
tire capacity  of  the  compressor  was  necessary,  this 
figures  out  a  use  of  air  amounting  to  approximatelx- 
55  per  cent  of  the  weight  of  fuel  atomized. 

The  same  manufacturer  gives  the  following  data  : 
For  marine  boilers  figure  one  cubic  foot  of  free  air  for 
each  five  boiler  horsepower,  the  air  being  supplied  at 
a  pressure  of  about  25  lb.  A  ten  cubic  foot  compressor 
at  20  lb.  will  supply  air  sufficient  to  atomize  the  fuel 
oil  to  take  care  of  a  boiler  furnishing  steam  heat  for  a 
small  apartment  house.  For  burning  sewer  pipe  it 
takes  about  5  cubic  feet  per  minute  for  each  burner 
using  about  five  gallons  per  hour  of  oil. 

He  adds  the  following  comment:  "We  favor  the 
i;se  of  air  as  hot  as  we  can  get  it  from  the  compressor, 
cutting  out  the  water  jackets." 

Case  3.  Re\"erberatory  copper  matting  furnace. 
Hearth  80  ft.  long  by  17  ft.  wide.  Center  of  roof  arch 
is  about  39  in.  above  the  surface  of  bath  on  hearth. 
Fired  from  the  end  using  four  burners.  Amount  of 
materia!  smelted  per  day,  182  tons.  Oil  used  per  day, 
36.472  lb.  Air  for  atomizing  supplied  by  a  motor- 
driven  Connersville  blower  at  q  lb.  pressure,  .\mount 
of  air  used,  about  50  per  cent  of  weight  of  oil  burned. 


"OLLA  PODRIDA." 

BY    THE    CHEERFUL    IDIOT. 

011a  Podrida — figuratively  means  a  literary  production  of 
very  miscellaneous  contents. — Encyclopedia. 

The  session  of  the  California  Legislature  at  Sacra- 
mento is  drawing  to  a  close.  They  have  left  undone 
those  things  which  they  ought  to  have  done,  and  have 
done  those  things  which  they  ought  not  to  have  done, 
and  there  is  no  health  in  them.  "Errare  humanum 
est."  One  thing  in  particular  that  they  have  left  un- 
done and  which  I  suppose  is  of  more  interest  to  many 
of  the  readers  of  this  paper  than  anything  else  at 
this  time,  is  to  act  favorably  upon  the  passage  of  the 
Engineers'  License  Law,  a  measure  desired  by  all  the 
engineering  fraternity  throughout  the  State. 

I  feel  like  asking  here:  Why  is  an  engineer? 
Frankly,  I  don't  know.  I  can't  answer  mv  own  ques- 
tion. Should  any  reader  of  this  paper  while  walking 
along  our  streets  see  two  men  meet  who  are  acquainted 
with  each  other,  he  will,  if  he  happens  to  be  in  a  frame 
of  mind  to  notice  them  at  all.  hear  one  say  to  the 
other.  "Well  how  goes  it?"  or  "How  are  you.  what 
do  you  know?"  The  reply  to  the  last  half  of  the  lat- 
ter question  generally  being.  Nothing!  Now  when 
two  engineers  meet  the  method  of  procedure  is  quite 
difl^erent;  they  meet   in   silence:  watch   them   closely. 


They  will  approach  to  within  about  three  feet  of  each 
other,  and  standing  still  will  extend  their  hands  at 
the  level  of  the  waist  with  fingers  closed  and  thumbs 
pointing  downwards.  This  is  the  first  position.  It 
is  immediately  followed  by  the  second.  The  hands 
are  raised  to  the  level  of  the  breast  bone,  the  arms 
are  extended  at  full  length,  fists  closed,  and  placed 
perpendicularly  one  above  the  other.  The  two  men 
then  pass  on  their  respective  ways  in  silence.  These 
are  engineers.  The  first  portion  of  the  sign  has  two 
meanings,  viz :  "We  are  under  the  thumb,"  or  "We  are 
the  under  dog."  The  second  portion  of  the  sign 
means,  "We  grasp  with  might  and  main  the  slippery 
end  of  the  stick.  Should  we  let  go ;  it  is  all  ofif  with 
us."  Before  I  knew  what  this  sign  meant,  a  man  made 
it  before  me.  I  thought  he  was  going  to  have  a  fit. 
It  doesn't  take  very  long  to  make  it  but  when  thor- 
oughly understood  it  is  very  expressive. 

Now  the  engineers  of  the  State  of  California  have 
been  trying  to  get  some  sort  of  a  law  passed  whereby 
members  of  the  craft  should  be  licensed,  for  the  past 
25  years,  and  they  have  always  gone  about  the  mat- 
ter in  a  business-like,  upright  way,  thinking  that  a  law 
of  this  kind  would  be  of  great  benefit  alike  to  the  em- 
ployer and  the  employee.  The  funny  thing  about  it  is 
this :  that  nobody  else  looks  at  the  matter  in  the  same 
light.  And  the  opposition  encountered  by  the  engi- 
neers is  wonderful.  The  first  bill  prepared  about  25 
years  ago  was  drawn  up  by  members  of  the  N.  .\.  .S.  E., 
who  at  that  time  stood  alone  in  the  fight.  The  bill 
\vhich  has  failed  to  pass  at  this  session  of  the  Legis- 
lature was  jointly  prepared  by  the  L.  W.  S.  E.  and  the 
N.  A.  S.  E.  and  was  adopted  and  endorsed  by  all  the 
union  engineers  and  N.  A.  S.  E.  men  throughout  the 
State.  Of  course  there  were  a  few  individuals  who 
did  not  endorse  it,  but  majority  rules  always. 

As  soon  as  the  bill  was  submitted  to  the  Legis- 
lature the  fun  commenced.  The  capitalists  and  steam 
users  claiming  that  it  was  only  a  "subterfuge,"  got 
up  by  the  trades  unions  to  coerce  them  into  paying 
good  wages  for  services  which  they  could  now  get 
cheaply.  And  the  trades  unions  claiming  that  the 
whole  thing  was  a  Citizens'  Alliance  movement  de- 
signed to  get  the  engineers  aw^ay  from  under  their 
thumbs. 

Under  the  circumstances,  therefore,  it  seems  to  me 
in  my  humble  judgment,  that  the  poor  engineer  is  in 
a  h — 1  of  a  fix.  It  is  entirely  wrong  to  accuse  the  engi- 
neer of  trying  to  "subterfuge"  in  the  case  at  all.  They 
tried  by  all  honorable  means  to  attain  an  honorable 
end. 

Not  so  with  the  man  who  wanted  to  ship  a  large 
shipment  of  limburger  cheese  by  rail.  He  tried  a  "sub- 
terfuge." In  looking  over  the  freight  rates  he  found 
them  to  be  prohibitive,  but  in  still  looking  further  over 
the  tarifT  sheet  he  found  he  could  ship  a  corpse  for 
half  rates.  So  he  bought  a  cheap  coffin,  filled  it  with 
the  cheese,  enclosed  it  in  the  usual  redwood  box  and  ac- 
companied it  himself.  Having  traveled  some  miles  he 
went  into  the  baggage  car  to  see  how  his  "subterfuge" 
was  getting  along.  While  looking  at  it  the  baggage 
man  said  : 

"Traveling  with  the  corpse,  sir?" 

"Aha,  yes!" 

"Relative  of  yours,  I  suppose?" 
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"Aha,  yes:  ni}*  lirother." 
"H'm;  well  he's  dead  alrifTht." 

This   was   a   "svditerfuge."       The    cnguieers'    hill 
wasn't. 

Just  fancy  the  peculiar  spectacle  of  a  Citizens'  .Mli- 
ance  man  on  one  side  of  the  tahle  and  a  trades  union 
man  on  the  other,  in  Sacramento,  both  opposing  the 
engineer.  Something  ought  to  have  happened.  I  am 
looking  at  this  subject,  or  at  least  trying  to  look  at 
it  in  a  disinterested  light,  and  in  all  fairness  to  both 
sides.  I  masquerade  as  an  engineer  and  have  been  in 
the  Inisiness  in  California  for  nearly  30  years.  I  have 
got  along  during  that  time  without  a  license.  Inas- 
much as  I  shall  not  live  30  years  more,  perhaps  it  won't 
make  any  difference  to  me  personally  whether  I  e\er 
get  a  license  or  not.  But  I  want  to  go  on  record  as 
saying  that  I  sincerelv  hope  that  the  engineers  will 
obtain  what  they  want  sooner  or  later.  The  vaporings 
of  a  "Cheerful  Idiot"  perhaps  won't  help  them  much, 
but  they  ha\e  my  very  good  wishes  for  their  ulti- 
mate success.  What  I  was  going  to  say,  however, 
was  this :  Either  the  Citizens'  Alliance  should  have 
gone  over  to  the  engineers'  side  tooth  and  nail  to  beat 
the  unions — or  the  unions  should  have  gone  over  to  the 
engineers  in  the  same  way  to  beat  the  Citizens'  Alli- 
ance. As  neither  one  of  these  things  happened,  the 
engineers  fell  down  with  great  completeness  and  with 
a  very  loud  noise.  In  one  of  my  previous  cftusions 
which  this  paper  was  kind  eudugh,  or  otherwise,  to 
print,  ("which  ever  way  the  many  readers  care  to  look 
at  it),  T  stated  that  I  had  attended  a  meeting  of  our 
organization  at  which  the  subject  of  a  license  law  was 
brought  up.  .-\t  that  meeting  the  mention  of  the 
license  law  had  the  most  astonishing  effect.  Every- 
body went  up  in  the  air  like  a  lot  of  kites.  I  was 
grateful  to  be  allowed  to  get  home  with  a  wdiole  skin. 
These  men  seemed  to  me  to  be  entirelv  opposed  to  any 
measure  to  license  the  engineer.  I  made  a  speech, 
and  even  that  didn't  do  any  good,  but  in  my  speech 
I  pointed  out  to  them  the  ach-antage  as  I  saw  it  of 
having  a  California  license  for  engineers,  and  on  very 
simple  grounds,  ^^'e  have  secured  the  1915  Fair  here. 
Would  it  not  be  much  nicer  for  men  who  live  in  the 
State,  many  of  whom  were  born  and  raised  in  the  State 
and  who  are  in  turn  raising  or  helping  to  raise  the 
future  population  of  the  State,  to  have  the  engineer- 
ing jobs  pertaining  to  the  "getting  ready"  of  this  great 
enterprise  in  their  own  hands,  instead  of  standing 
around  shaking  a  bunch  nf  keys  and  a  knife  in  their 
pockets  and  admiring  the  beautiful  climate  and  our 
beautiful  bay,  etc.,  while  outsiders  do  the  work? 

As  an  illustration  let  me  cite  an  example.  I  once 
played  in  a  liand.  A\'e  finished  a  pleasant  and  ]3ros- 
perous  engagement  in  a  nearby  town,  .\  few  days 
later  and  just  previous  to  Labor  Day,  I  met  the  solo 
cornet  player  on  the  street  and  asked  him  if  he  had 
anything  on  for  Labor  Day.  "Ob,  yes,"  said  he.  "I 
have  a  big  band  for  that  day,  but  T  need  a  bass  drum- 
mer; I  think  I'll  give  the  job  to  Frank  Aloore."  "?>ut," 
said  I,  "Frank  is  not  a  drummer,  he  is  a  (uano  plaver, 
and  besides  he  has  no  drum."  "Oh,  well,"  said  he, 
"that  don't  matter,  he  can  borrow  yours."  Now.  T 
didn't  look  at  the  matter  in  this  light  at  all.  I  failed 
to  see  how  I  was  going  to  profit  in  any  wav  hv  the 
arrangement.     I  was  supposed  to  stand  on  the  street 


corner,  admire  our  beautiful  climate,  our  beautiful 
city,  our  beautiful  bay,  and  so  forth,  and  watch  an- 
other nian  making  $8  out  of  my  drum. 

Nearly  all  the  engineers  in  the  State  are  affiliated 
with  the  union,  and  the  union  is  affiliated  with  the 
Labor  Council  and  the  Building  Trades  Council.  The 
engineers  have  to  pay  dues,  per  capita  tax,  assess- 
ments, strike  benefits  and  what  not.  They  always 
come  through,  they  have  to;  but  when  they  try  to  get 
up  something  to  better  themselves  these  very  organ- 
izations oppose  them  to  the  limit.  The  chicken  picker 
won't  pick  a  duck — he  goes  on  strike.  \\'hat's  the 
proper  thing  to  do  under  the  circumstances?  Why, 
the  only  logical  thing  to  do  is  to  assess  the  engineer, 
and  he  gets  it.  Hooligan  falls  into  a  sewer  and  breaks 
his  neck.  Vp  comes  an  envelope  containing  ten  raffle 
tickets  for  his  pick  and  shovel  for  the  benefit  of  the 
widow.  Now  the  engineer  has  no  more  use  for  a 
pick  and  shovel  than  a  cow  has  for  a  fire  balloon,  but 
he  has  to  be  a  good  dog  and  buy  a  ticket. 

A  farmer  once  owned  a  jackass  which  he  had  great 
trouble  in  catching  in  the  morning.  The  only  way 
he  could  catch  him  was  to  go  out  just  at  break  of  day, 
cree]i  up  close  and  throw  a  rope  round  his  ass's  neck. 
One  morning  he  went  out  as  usual,  but  it  happened  to 
Le  very  fo.ggy.  He  crept  around  in  the  dark  until  he 
saw  what  he  supposed  was  his  ass.  lying  down.  He 
made  a  jump;  unfortunately,  however,  he  was  mis- 
taken. What  he  thought  was  his  ass  was  a  stone  curb- 
ing around  an  empty  well.  He  went  over  this,  lantled 
.it  the  bottom  and  broke  his  neck.  The  coroner's  jury 
subsequently  sat  on  the  case,  and  returned  a  verdict 
lo  the  efi'ect  that  the  farmer  had  come  by  his  death 
through  falling  down  a  well  and  breaking  his  neck 
while  looking  for  his  ass.  .\nd  ga\-e  it  as  their  opinion 
that  this  was  the  only  authenticated  case  on  record 
where  a  man  didn't  know  his  ass  from  a  hole  in  the 
ground. 

t  was  in  .Sacramento  the  night  that  the  engineers' 
bill  was  brought  up  for  final  action  Ijefore  the  Law 
and  Judiciary  Committee  of  the  Senate.  I  don't  ex- 
aggerate in  the  least  when  I  say  that  there  were  $10,- 
000.000  represented  there  flanked  by  the  best  and  most 
expensive  legal  talent  in  the  State  opposing  the 
license  bill.  There  were  two  engineers  there  with  per- 
haps not  more  than  $20  in  their  pockets,  between  them, 
(jreat  chance. 

The  newspapers  look  upon  the  matter  in  a  way 
which  to  an  engineer  seems  most  peculiar  and  abso- 
lutely illogical,  the  writer  of  some  of  the  editorials 
displaying  profound  ignorance  of  the  subject  he  is  try- 
ing to  handle;  and  the  a\-erage  reporter  is  just  as  bad. 
I"or  instance,  "The  ca])tain  struck  eight  bells  and  the 
huge  liner  backed  out  from  the  dock,  'full  draft 
astern.'"  Wonderful!  "Eight  bells"  must  always  be 
struck,  regardless  of  time,  and  liy  the  captain,  before 
the  ship  is  in  condition  to  move.  Ain't  it  awful?  And 
then  to  go  back  to  the  license  law.  The  Chronicle 
says:  "Stationary  engineers."  "No  legislation  what- 
ever is  required  in  regard  to  them."  "Whoever  hears 
of  the  explosion  of  one  of  these  simple  steam  boilers 
such  as  are  used  for  ordinary  hoisting  and  the  like?" 
The  boiler  of  a  logging  engine  exploded,  according  to 
this  same  paper  only  a  few  days  ago.  resulting,  if  I 
remember  right,  in   the  death   of  five  or  six  persons. 
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Mere  trifle — plenty  more  engineers.  Some  few  years 
ago  the  boiler  of  a  hoisting  engine  exploded  on  How- 
ard-street wharf.  Now  listen  to  this;  I  know  whereof 
I  speak.  This  boiler  was  fitted  with  a  safety  valve. 
(The  "Chronicle"  chuckles  considerably  over  the  fact 
that  all  these  boilers  are  fitted  with  a  safety  valve). 
This  boiler  was  also  fitted  with  a  steam  gauge,  which 
registered  a  pressure  of  20  lbs.  just  previous  to  the 
explosion.  The  engine  was  not  in  operation — the 
engineer  was  putting  it  on  the  blocks  and  two  men 
were  Ijoring  holes  in  the  dock  to  receive  the  holding- 
down  bolts,  dock  screws  as  they  are  called ;  prepara- 
tory to  going  to  work  at  i  o'clock.  This  beastly  boiler, 
without  any  warning,  and  at  this  inop])ortune  time, 
exploded,  killing  one  man  outright  and  breaking  both 
the  engineer's  legs.  The  boiler  itself  went  clean  over 
the  topsail  yard  and  landed  upon  the  ballast  in  the 
ship's  hold,  carrying  away  the  main  stay  in  its  descent. 
In  this  case  either  the  much  lauded  safety  valve  or 
the  steam  gauge  or  both  were  out  of  order.  I  su])- 
pose  this  then  was  an  act  of  (iod.  Poor  God,  he  has  a 
v/hole  lot  to  answer  for. 

Some  few  years  ago.  and  not  many  at  that,  the 
boiler  of  a  hoisting  engine  on  a  barge  at  tlie  ( Irangers' 
warehouse  at  Crockett,  exploded  at  alnnit  12:45  P'"- 
The  barge  was  made  fast  outside  the  ship  and  the>- 
were  loading  grain.  In  this  case  no  one  was  liurt,  be- 
cause no  one  was  on  the  barge  at  the  time.  The  en- 
gineer was  just  about  to  go  over  the  slnji's  side,  in  fact, 
h.is  feet  were  upon  the  extreme  top  step  of  the  ladder. 
The  force  of  the  e\]jlosion  sank  the  barge  and  the 
boiler  came  down  thruugh  the  roof  of  the  warehouse 
and  landed  on  a  pile  of  grain.  This  boiler,  as  usual, 
also  had  a  safety  valve.  The  engineer  went  craz}'  and 
died  in  an  asylum.  Rut,  again,  this  is  a  mere  trifle — 
plent}'  more  engineers  and  plenty  of  work  for  the 
shops. 

But,  to  again  quote  one  of  the  ridiculous  asser- 
tions made  by  the  writer  in  the  "Chronicle":     "It  is 
improbable  that  in  one  of  these  boilers  sufficient  steam 
could   possibly  be   generated   to   cause   an   explosion." 
Let  us  see  as  to  this.     The  boiler  of  an  ordinary  hoist- 
ing engine,   donkey   engine  as  it   is  usually  called,  is 
about  3  ft.  in  diameter  and  6  ft.  high.     The  pressure 
usually  carried  being  125  lbs.  per  square  inch.     A  very 
simple  calculation,  w'hich,  even  I  can  make,  will  show 
that  the  total  pressure  on  the  shell  of  this  boiler  under 
these  conditions  is  454  long  tons.     Also  a  mere  trifle 
and  not  sufficient  to  do  any  damage  to  speak  of.     It 
may  be  pertinent  here  to  ask,  however,   what   is   the 
horsepower  of  a  donkey  engine?  Says  the  "Chronicle": 
"Employers  do  not  wish  their  boilers  to  blow  up  and 
can  be  relied  on   to   place   no   incompetent   person   in 
charge  of  them."     This  is  rot.     Every  man  who  says 
he  is  an  engineer  is  one  and  remains  one  until  the  dis- 
aster takes  place.     His  competency  cannot  be  deter- 
mined at  the  start.     \Mien  the  thing  happens  and  his 
competency  has  been  passed  upon,  the  employer  says 
"who'd  a'  thought  it?"    This  effort  of  the  brain  usual- 
ly being  followed  by  heavy  damage  suits,  which  are 
not  trifles   from   the   employer's  point  of  view.     The 
engineers  have  tried  to  benefit  themselves  as  well  as 
their   employers   and   have   been   turned   down.      For- 
tunately, the  undertaking  business  is  not  entirely  a  lost 
art. 


Not  very  many  moons  since  a  man  was  scalded 
to  death  in  the  engine  room  of  the  "Chronicle"  under 
peculiarlv  distressing  circumstances,  though  no  fault  of 
of  his,  the  accident  being  one  entirely  to  faulty  ar- 
rangements. It  looks  to  me  as  though  a  boiler  inspec- 
tor would  be  the  proper  caper,  especially  in  densely 
populated  districts.  I  may  say  here  that  the  engineers 
as  a  class  have  been  trying  to  educate  themselves  to  be 
better  men  and  more  useful  members  of  the  community 
for  the  past  30  years.  If  they  had  spent  about  JS  P^'' 
cent  of  this  time  in  educating  the  employer,  everyone 
would  now  perhaps  be  better  off.  They  commenced  al 
the  wrong  end. 


ASININITY  VS.  ABSURDITY. 

A  little  further  digest  of  ".\  Knave  or  a  Fool' 
illustration  in  the  Journal  of  Electricity  for  Feb.  25th. 
produces  a  few  interesting  deductions  not  mentioned, 
and  tending  to  enhance  the  condition  of  idiocy.  To 
practice  an  experiment  of  this  nature  in  a  foreign  loca- 
tion would  be  paradoxical  enough,  to  jjractice  it  in 
one's  native  State  shows  mental  ailment.  Presume, 
with  a  disregard  of  illiteracy  and  fabrication,  that  this 
applicant  had  been  employed  as  an  electrical  engineer, 
without  recourse  to  his  voluminous  references,  how 
long  could  he  have  carried  out  the  hypocrisy,  how 
long  would  he  have  been  in  evidence?  The  ultimate 
attainment  from  a  proceeding  of  this  character  is  less 
than  nothing,  if  such  can  be  reached  ;  nothing  might 
leave  at  least  a  good  name,  here,  even  this  is  for- 
feited, he  is  known  as  an  impostor,  and  such  an  indi- 
vidual, in  the  most  menial  position,  is  not  eligible  tc 
a  rcj)utable  business.  By  an  exhibition  of  asininity  ih 
a  personified  form  the  man  literally  kills  any  busines.= 
association  possibility.  The  Journal  of  Electricity  is 
to  be  commended  in  its  efforts  to  proclaim  such  fraud 
among  the  profession. 

The  writer  w-as  attracted  a  few  weeks  ago  by  the 
following  "Help  \\'anted"  advertisement,  which  ap- 
I)eared  in  a  Pacific  Coast  periodical.  LTpon  perusal  the 
absurdity  is  manifest. 

WANTED — Young  assistant  for  field  and  office  work; 
civil  engineer  with  knowledge  of  geology;  must  be  technically 
educated,  rapid  worker,  but  careful,  exact  and  methodical; 
good  observer:  experienced  in  typewriting:  good  business 
head;  good  at  map  drafting,  lettering  and  note  taking:  good 
habits,  good  walker,  good  appearance;  experienced  in  meeting 
business  men. 

Here  is  a  desire  to  obtain  a  lOO-point  man,  the 
combination  tjf  an  engineer  and  business  man,  em- 
hofiied  in  a  "young  assistant."  The  essentials  requi- 
site appear  formidable,  even  tending  to  the  personal : 
"good"  is  used  no  less  than  six  times,  and  it  is  as- 
sumed that  perfection  must  be  apparent  in  the  quali- 
fications not  so  prefixed. 

The  man  who  could  honestly  fill  this  bill  must  be 
a  little  more  experienced  and  a  little  above  the  appel- 
lation "young  assistant";  in  truth,  the  engineer  who 
could  so  act  is  hardly  looking  for  a  position,  unless 
there  is  something  radically  wrong.  This  is  advertis- 
ing for  the  impossible,  and  is  tending  towards  ab- 
surdity. 

If  the  desire  had  been  for  an  electrical  man.  the 
applicant  given  publicity  in  the  Journal  of  Electricity 
might  have  filled  the  bill.  A.  J.  R. 
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Fuel  Oil 


\\  hen  oil  was  first  pi-oduced  in  commercial  quan- 
tities in  California  coal  users  saw  its  possibilities  as  a 
cheap  fuel  provided  that  the  sup- 
ply was  dependable  and  their  fur- 
naces could  be  adapted  to  its  use. 
These  doubts  have  lonj;  since 
been  removed  friim  the  minds  of  the  operators  of  indus- 
trial plants,  locomoti\-es  anil  steamships,  but  there  are 
still  timid  investors  who  hesitate  to  lend  their  assist- 
ance to  industrial  development  dependent  upon  fuel 
oil.  It  is  to  such  doubtinsj  Thomases  that  we  com- 
mend a  careful  reading  of  the  papers  presented  at  the 
San  I'rancisco  meeting  of  the  American  Society  of 
Mechanical   Engineers. 

As  to  the  all  important  question  of  oil  supply, 
Mr.  .\rthur  F.  L.  Bell  gives  a  conservative  analysi's 
of  facts  and  figures  from  which  the  layman  may  read- 
ily disprove  the  bu.gaboo  of  oil  failure.  .\  calculation 
of  the  known  and  producing  oil  sands  show  that  we 
have  little  to  fear  and  that  we  may  proceed  with  the 
development  of  our  industries  with  the  same  confi- 
dence that  the  New  Yorker  feels  in  his  fuel  supply  for 
the  next  year. 

Coal  furnaces  have  been  satisfactorily  adapted 
to  oil  burning,  but  there  yet  remains  the  pop- 
ular fallacy  disprmed  in  Mr.  A.  M.  Hunt's  paper 
It  was  long  held  as  ol)\ious  that  the  brightest  flame 
was  the  most  efficient,  apparently  giving  off  the  most 
heat.  In  this  paper  it  is  shown  with  such  a  flame 
much  fuel  passes  out  of  the  stack  unconsumed.  whereas 
a  red  and  smoky  flame  recei\-ing  a  proper  air  supply, 
gives  of?  the  most  heat.  Many  firemen  have  undoubt- 
edly discovered  this  feature  and  profited  thereby,  but 
there  are  certainly  many  more  who  should  educate 
themselves  to  this  practice. 

The  further  statement  is  njade  that  the  burner 
has  less  to  do  with  the  economic  use  of  fuel  oil  than 
the  form  and  design  of  the  furnace.  Scores  of  oil  burn- 
ers w'liich  have  been  developed  represent  a  tremen- 
dous waste  of  inventive  genius.  How  often  does  the 
enthusiast  guarantee  his  burner  as  a  panacea  for  all 
furnace  troubles!  While  it  is  true  that  the  burner 
must  produce  a  spray  of  proper  form  and  fineness  un- 
der good  control,  the  best  results  cannot  be  expected 
without  a  furnace  suited  to  the  conditions  of  each  in- 
srallation.  This  requires  a  technical  knowledge  of  high 
order  and  is  a  fruitful  field  for  further  study  in  per- 
fecting this  branch  of  the  art.  The  inost  needed 
burner  improvement  is  some  method  for  reducing  the 
high  cost  of  forcing  oil  throu,gh  the  burner,  wdiich  now 
represents  an  outlay  of  about  four  per  cent  of  the 
boiler  power.  Such  papers  and  discussions  as  pre- 
sented at  this  meeting  are  one  of  the  best  means  of 
focusing  competent  attention  on  the  problems  to  be 
met  and  bringing  about  needed  improvements. 
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PERSONALS. 
T.   C.   Ryland,   of   the   Ryland   Corporation   of   San   Jose, 
was  a  recent  San  Francisco  visitor. 

C.  L.  Cory  returned  to  his  San  Francisco  office  last  Fri- 
day after  a  trip  to  Los  Angeles  on  engineering  business. 

Thomas  D.  Campbell,  general  manager  of  the  street  rail- 
way system  in  Grand  Forks,  South  Dakota,  is  a  San  Francisco 
visitor. 

S.  T.  Wellman,  president,  and  F.  H.  Bostwick,  western 
manager  of  the  Wellman-Seaver  Morgan  Company,  are  at 
San  Francisco. 

R.  C.  Gillis,  president  of  the  Mount  Hcod  Railway  A; 
Power  Company  of  Portland,  has  been  spending  a  few  days 
at  San  Francisco. 

J.  W.  White,  sales  engineer  of  the  San  Francisco  branch 
of  the  Fort  Wayne  Electric  Works,  left  for  Los  Angeles  dur- 
ing the  past  week. 

Arnold  Pfau,  hydraulic  engineer  with  the  Allis-Chalmers 
Company,  returned  to  Milwaukee  last  week  after  making  a 
tour  of  the  Pacific  Coast. 

Sidney  Sprout  returned  to  San  Francisco  last  Wednes 
day,  after  spending  several  days  at  Sebastopol,  Sonoma 
County  on  electrical  engineering  work. 

E.  L.  Haines,  one  of  the  electrical  engineers  connected 
with  the  Pacific  Coast  branch  of  .T.  G.  White  &  Co.,  left  for 
the  Eastern  States  last  Sunday  to  recuperate  after  his  recent 
illness. 

F.  O.  Sievers  and  .1.  A.  Herr  of  the  sales  departments  of 
the  Fort  Wayne  Electric  Works  and  the  Sprague  Electric 
Company,  respectively,  spent  the  i)ast  week  in  the  San  .loa- 
quin  Valley. 

Julian  Adams  has  been  appointed  engineer  in  charge  m' 
power  supply  and  electric  distribution  for  the  Pacific  Electric 
Railway  and  the  Los  Angeles-Pacific  Company  of  Los  An 
geles,  Cal. 

R.  W.  Van  Norden  has  returned  from  an  examination  of 
the  new  Coleman  plant  of  the  Northern  California  Power  Com- 
pany in  Shasta  County,  which  is  being  erected  in  accordance 
with  his  designs. 

Arthur  Caldwell,  who  was  formerly  an  engineer  with  the 
Pacific  Telephone  &  Telegraph  Company  at  San  Francisco, 
has  become  manager  of  the  California  Electrical  Construction 
Company  of  San  Jose. 

William  P.  Smith  has  been  appointed  engineer  in  charge 
of  substations  and  overhead  maintenance  of  way  for  the 
Pacific  Electric  Railway  and  the  Los  Angeles-Pacific  Company 
of  Los  Angeles,  Cal. 

George  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  recently  returned  to  his  San  F^-an- 
cisco  office  after  an  inspection  trip  over  the  hydroelectric 
transmission  system. 

W.  W.  S.  Butler,  manager  of  the  Western  States  Gas  & 
Electric  Company,  one  of  the  H.  M.  Byllesby  corporations. 
with  headquarters  at  Stockton,  w-as  a  San  Francisco  visitor 
during  the  past  week. 

William  Hoopes,  the  electrical  engineer  of  the  Aluminum 
Company  of  America,  arrived  at  San  Francisco  last  Thurs- 
day after  a  tour  of  the  Pacific  Northwest  and  made  his  head- 
quarters with  Pierson,  Roeding  &  Co. 

E.  V.  D.  Johnson,  general  manager  of  the  Northern  Cali- 
fornia Power  Company,  has  returned  to  his  headquarters  at 
Redding  after  spending  a  few  days  at  the  San  Francisco  office 
of  the  corporation  in  conference  with  President  H.  H.  Noble. 


R.  D.  Holabird,  president  of  the  Holabird-Reynolds  Com- 
pany returned  to  San  Francisco  last  week,  after  an  extensive 
Eastern  tour.  Mr.  Holabird  attended  the  conventions  of  the 
electrical  jobbers  and  visited  a  number  of  the  manufacturing 
plants. 

L.  E.  Ashbaugh,  one  of  the  hydraulic  engineers  attached 
to  the  San  Francisco  office  of  J.  G.  White  &  Co.,  will  soon 
leave  for  London  for  an  assignment  with  J.  G.  White  &  Co., 
Ld.,  on  a  Brazilian  hydroelectric  project.  He  spent  some  time 
in  Brazil  last  year  in  connection  with  an  engineering  enter- 
prise. 

F.  H.  Reed,  first  vice-president  of  J.  G.  White  &  Co.,  who 
is  in  charge  of  the  company's  financing,  is  spending  a  few  days 
at  the  San  Francisco  branch  office.  Several  years  ago  Mr. 
Reed  financed  the  Manila  Railway  &  Light  Company,  oper- 
ated by  J.  G.  White  &  Co.,  and  the  Philippine  railways,  but 
this  is  his  first  visit  to  California. 

Frank  D.  Beal  has  opened  offices  as  consulting  wood 
preserving  engineer  in  the  Central  Building,  Seattle,  Wash. 
Mr.  Beal  was  with  the  Southern  Pacific's  wood  preserving 
department  for  eighteen  years,  resigning  as  superintendent 
of  their  West  Oakland  creosoting  plant  in  1906  to  take  up 
similar  work  in  Washington. 

Colonel  Frank  H.  Ray  of  New  York,  arrived  at  San  Fran- 
cisco last  week  and  later  proceeded  to  Medford,  Ore,  where 
preparations  are  on  foot  for  extensions  of  the  Rogue  River 
Electric  Co.  The  company  is  in  the  market  for  one  or  two 
additional  5000  kw.  generators  for  installation  at  the  present 
hydroelectric  plant.  It  is  understood  that  during  the  com- 
ing year  work  will  be  commenced  on  a  new  power  plant,  30 
miles  farther  U]>  the  Rogue  River,  which  will  cost  nljout  one- 
million    dollars. 

Frederick  S.  Pearson  of  New  York,  who  has  been  con- 
nected with  the  construction  of  a  number  of  electric  power, 
light  and  railway  plants  in  North  and  South  America,  spent 
a  few  days  at  San  Francisco  on  his  way  to  Mexico  with  a 
party  of  capitalists.  Dr.  Pearson  is  at  the  head  of  the  tram 
way  companies  of  Rio  Janeiro  and  the  City  of  Mexico  and  of 
the  light  and  power  companies  of  the  latter  city.  He  is  also 
president  of  the  North  Western  Mexican  Railway.  C.  H. 
Kearney  and-  F.  H.  Huntriss  of  Rio  Janeiro.  Walter  Gow  of 
Toronto,  V.  A.  Webenberg  of  New  York,  and  F.  Blackmon 
and  Theodore  Hubbard  of  London  are  in  the  party  on  the 
way  to  inspect  their  Mexican  properties. 


MEETING    NOTICES. 

The  Los  Angeles  Section  of  the  American  Institute  of 
Electrical  Engineers  will  discuss  "Uniform  Specifications  for 
High  Tension  Line  Crossings"  at  the  meeting  of  March  2Sth 
to  be  held  in  Blanchard  Hall,  231  South  Broadway,  at  S  p.  m. 

The  March  meeting  of  the  San  Francisco  Section  of  the 
American  Institute  of  Electrical  Engineers  will  be  held  in  the 
Home  Telephone  Company's  building  at  333  Grant  avenue. 
8  p.  m.  March  24th.  Prof.  E.  G.  Cottrell  of  the  University  of 
California  will  speak  on  the  "Electric  Precipitation  of  Smelter 
Fume." 

The  Oregon  Society  of  Engineers  was  organized  at  Port- 
land last  month  with  a  charter  membership  of  160,  D.  C. 
Henny,  consulting  engineer  of  the  U.  S.  Reclamation  Service, 
being  elected  president;  O.  B.  Cold  well,  general  superintend- 
ent of  the  power  department  of  the  Portland  Railway,  Light 
&  Power  Company,  first  vice-president;  W.  R.  King,  consult- 
ing hydraulic  engineer,  second  vice-president;  William  H. 
Corbett  (deceased),  president  of  the  Willamette  Iron  &  Steel 
Works,  third  vice-president;  C.  E.  Bliven,  secretary;  F.  A. 
Naramore,  assistant  engineer  of  the  Northwest  Bridge  Com- 
pany, treasurer;  Thomas  Bilyeu.  J.  H.  Norton  and  M.  Quimby. 
one-year  term  directors;  H.  E.  Plummer,  A.  D.  Monteith  and 
B.  Honeyman,  two-year  term  directors,  and  Ralph  Budd, 
Frederick  Powell  and  E.  P.  Rawson,  three-year  term  directors. 
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986,400.  Telegraphic  Code  Concentrator.  Charles  Wood 
McDonaUl,  San  Francisco,  Cal.,  assignor  to  International  Key- 
code  Company,  San  Francisco,  Cal.  In  a  cipher  code,  the  com- 
bination with  a  sheet  divided  in  any  suitable  manner  into  a 
root  part  and  a  terminal  part,  the  root  part  consisting  of  a 
series  of  single  consonants  and  their  appropriate  numbers, 
and  the  terminal  part  of  a  series  of  two  letter  syllables  begin- 
ning with   a   vowel   and   ending  with   a   consonant   and   their 
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appropriate  numbers,  of  sheets  designated  by  vowels  and 
showing  series  of  two  letter  syllables  beginning  with  a  vowel 
and  ending  in  a  consonant,  every  syllable  having  appropriated 
thereto  a  series  of  numbers,  whereby  the  contiguity  of  two 
consonants  signifies  the  separation  of  two  groups  of  numbers, 
the  contiguity  of  a  vowel  and  a  consonant  signifies  their  non- 
separation,  and  the  contiguity  of  two  vowels  signifies  a  trans- 
fer to  the  sheets  carrying  said  serial  numbers. 

986,064.  Electric  Battery.  Carl  Jaeger,  Seattle,  Wash. 
In  a  cell  of  a  dry  battery,  in  combination  with  the  case,  a 
closure  for  said  case  comprising  a  liquid  holder  of  a  destructi- 
ble nature  formed  with  an  opening,  a  covering  seal  for  said 


closure,  a  cork  seated  in  the  opening  of  said  closure  and  pro- 
jecting through  the  seal  thereof,  said  cork  being  formed  with 
a  passage-way,  a  stopper  in  the  passage-way  of  said  cork, 
and  a  flexible  puller  attached  to  said  stoiiper. 

986,037.  Electric  Water-Heater.  Abraham  Albert,  San 
Francisco,  Cal.,  assignor,  by  mesne  assignments,  to  Monarch 
Manufacturing  and  Supply  Company.  An  electrical  water 
heater,  the  same  comprising  an  insulated  handle  provided  with 


passage-ways  for  the  current  wires,  an  outer  cylindrical  per- 
forated electrode  secured  thereto,  an  inner  cylindrical  perfor- 
ated electrode  fitted  within  the  outer  electrode  and  secured  to 
said  handle  to  leave  an  annular  water  circulating  space  be- 
tween  the   electrodes,    an    insulated    connection    between    the 
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lower  ends  of  the  said  electrodes  for  holding  the  same  spaced 
at  such  portion,  current  supply  wires  extended  through  the 
insulated  handle  and  connected  one  to  each  electrode,  and 
means  for  connecting  the  said  wires  to  a  source  of  electrical 
supply. 

986,293.  Tunneling  and  Shaft-Boring  Machine.  Frank- 
lin M.  Her.  Denver,  Colo.  In  a  rock  drilling  machine,  the  com- 
bination with  a  suitable  frame,  of  a  hollow  rotatable  shaft  car- 
ried by  said  frame,  divergent  rigid  hollow  arms  constituting 


a  continuation  of  said  hollow  shaft  and  projecting  therefrom 
at  an  angle,  means  for  suiiporting  fluid  operated  drills  by 
said  arms  in  various  adjusted  positions  at  different  points,  and 
means  for  connecting  the  inlet  ports  of  said  drills  with  the 
interior  of  said  arms. 

985,781.      Process    of    Manufacturing    Nitrate    Fertilizers. 

Emil  Collett  and  Moritz  Eckardt,  Chrisfiania,  Norway.  The 
process  of  converting  calcium  cyanamid  into  nitrate  of  lime 
which  consists  in  decomposing  calcium  cyanamid  to  produce 
ammonia,  transforming  the  ammonia  into  nitrogen  oxids  or 
nitric  acid,  dissolving  the  residuum  in  the  nitrogen  oxids  or 
nitric  acid  thereby  obtaining  a  product  containing  nitrate 
of  lime,  all  the  nitrogen  and  all  the  lime  contained  in  the  or- 
iginal cyanamid. 
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FINANCIAL. 

CLAYTON,  N.  M.— Town  of  Clayton  has  voted  |60,000 
in   bonds  lor  a  municipal  water  plant  and  system. 

SAN  DIEGO,  CAL. — Sealed  bids  will  be  received  up  till 
March  27th  for  340  water  bonds  valued  at  $1000  each. 

BELLINGHAM,  WASH.— Residents  of  Mountain  View 
have  subscribed  $10,000  toward  the  .construction  of  the  pro- 
posed Nooksack  interurban  railway. 

COLUMBUS,  MONT. — It  is  understood  that  the  electric 
railway  line  from  Columbus  to  Cook  City  has  been  financed 
and  that  work  will  start  when  spring  opens. 

GRESHAM,  ORE.— Bids  will  be  received  by  D.  Roberts, 
Recorder  of  Gresham,  until  the  4th  of  April  for  the  whole  or 
any  part  of  $20,000  of  the  water  bonds  of  the  town  of  Gresham. 

PASCO,  WASH. — This  place  has  rejected  the  proposition 
of  the  Pasco  Reclamation  Company  to  supply  the  city  with 
irrigating  water  for  the  sum  of  $50,000.  The  majority  of  the 
people  were  in  favor  of  the  city  purchasing  its  owil  plant. 

CORVALLIS,  WASH.— The  Corvallis  &  Alsea  River  Rail- 
way, a  logging  line  running  from  this  place  to  Munroe,.  has 
been  sold  to  the  Portland,  Eugene  &  Eastern  Railway.  The 
latter  company  announces  that  the  newly  purchased  line  will 
be  electrified  and  extensions  made. 

GRESHAM,  ORE.— Bids  will  be  received  by  D.  M.  Rob- 
erts, Recorder  of  this  place,  up  to  April  4th  for  the  purchase 
of  $20,000  bonds.  The  sum  of  $15,000  of  said  bonds  to  be 
expended  on  the  construction  of  a  general  water-works  and 
system,  and  $5000  for  the  construction  of  a  sewer  and  drain- 
age system. 

ORLAND,  CAL.— To  vote  bonds  for  the  sum  of  $50,000 
for  the  installation  of  a  municipal  water  and  sewer  system, 
the  Board  of  City  Trustees  has  called  an  election  on  May  2. 
One-half  of  the  proposed  bond  issue  will  be  devoted  to  the 
purpose  of  a  water  system  and  the  balance  of  $25,000  to  the 
construction  of  a  sewer  system. 

WILLOWS,  CAL.— The  City  Trustees  at  their  last  meet- 
ing decided  to  award  the  $40,000  bond  issue,  recently  voted 
for  the  purpose  of  erecting  a  city  hall,  buying  a  hall  site 
and  purchasing  fire  apparatus,  to  E.  H.  Rollins  &  Co.,  of  San 
Francisco,  who  offered  $41,972.  Other  bidders  and  their  bids 
were:  J.  H.  Adams  &  Co.,  of  San  Francisco,  $41,751;  First 
National  Bank  of  Willows,  $41,512,  and  G.  H.  Raymyer  of  San 
Francisco,  $40,870.50. 


INCORPORATIONS. 

LOS  ANGELES,  CAL.  — Indian  Hill  Water  Company  of  Po- 
mona, $12,000,  subscribed  $125,  by  J.  McKee,  A.  W.  Richards, 
J.  F.  Cumberland,  B.  C.  Strattan  and  S.  Brubaker. 

LOS  ANGELES,  CAL.— Rowland  &  Forster  Water  Com- 
pany No.  1;  capital  stock,  $25,000.  Directors:  W.  R.  Rowland. 
T.  Del  Valle,  A.  W.  Ryan,  T.  W.  Okey,  George  E.  Cross. 

SAN  FRANCISCO,  CAL.— Oro  Electric  Corporation,  $10,- 
000,000,  shares  $100  each,  subscribed  $700,  by  F.  V.  Bering,  F. 
S.  McAllister,  W.  B.  Phelps,  W.  S.  Wilsey,  A.  Harvey,  E. 
Buchholz  and  W.  G.  Jack,  1  share  each:  place  of  business,  San 
Francisco. 

SAN  BERNARDINO,  CAL.— Articles  of  incorporation  have 
been  tiled  for  the  Jurupa  Water  Company.  Capital  stock  is 
placed  at  $150,000.  The  incorporators  are  Arthur  Wright, 
George  H.  Ennis,  Frank  H.  Brooks,  Marie  Bohlander  and 
Louis  Boehler. 


MARTINEZ,  CAL.— Bay  Point  Light  &  Water  Company, 
$25,000.  shares  $100  each,  by  Scott  Hendricks,  G.  S.  Arnold, 
Grant  Smith,  F.  A.  Warner  and  A.  E.  Fisks  of  San  Francisco. 


ILLUMINATION. 
PASADENA,    CAL.— An    extension    of    the    gas    mains    of 
the  Los  Angeles  Gas  &  Electric  Company  will  be  made  to  Al- 
tadena. 

YREKA,  CAL. — Sealed  bids  are  being  received  by  the 
clerk  of  the  Board  of  Supervisors  for  supplying  electric  light 
fixtures  for  the  new  hall  of  records. 

SPOKANE.  WASH.— Walter  Bryant  will  develop  the 
power  at  Boulder  Falls,  three  miles  below  Orient,  and  put  in 
an  electric  plant  to  supply  lights  for  the  town. 

BAKER  CITY,  ORE.— The  city  engineer  has  been  author- 
ized to  prepare  plans  and  estimates  for  a  pipe  line  from  Ely 
Creek  to  Salmon  Creek  in  the  plan  of  a  municipal  electric 
lighting  plant. 

OLY.MPIA,  WASH.— Bids  will  be  received  by  the  State 
I3oard  of  Control  until  March  20  for  an  electrical  generating 
set  to  be  installed  in  Western  Washington  Hospital  for  the 
Insane  at  Fort  Steilacoom,  near  Tacoma. 

WILLOWS,  CAL.— E.  V.  D.  Jchnson  of  Redding,  manager 
of  the  Northern  California  Power  Company,  states  that  the 
contracts  have  been  let  for  the  construction  of  a  new  gas 
plant  here,  and  that  all  work  will  be  commenced  by  May  15. 

WASHINGTON,  D.  C— Many  of  the  public  land  States 
are  underlain  with  petroleum  deposits;  natural  gas  also  is  a 
frequent  associate  resource.  The  Geological  Survey  esti- 
mate reported  two  years  ago  to  the  National  Conservation 
Commission  of  the  oil  contained  in  the  California  deposits 
alone  places  the  figure  as  high  as  8,500,000,000  barrels,  al- 
though this  is  admittedly  conservative.  Careful  geological  ex- 
amination has  been  made  of  the  Western  oil  fields,  and  pub- 
lic oil  land  withdrawals  now  aggregate  .3,796,572  acres  in  Cali- 
fornia, Oregon,  Wyoming,  Utah,  New  Mexico,  Colorado  and 
Louisiana.  These  withdrawls  are  made  in  aid  of  proposed 
legislation,  the  present  gold-placer  law  under  which  oil  or 
gas  land  must  be  acquired  being  absurdly  inadequate  and 
also  providing  no  means  for  the  Government  to  retain  an  oil 
supply  for  the  Navy,  in  which  every  new  ship  is  now  equipped 
with  oil-burning  furnaces. 


TRANSMISSION. 

VALDEZ,  ALASIvA.— The  management  of  the  Alaska  Water, 
Light  &  Telephone  Company  announces  that  a  new  trans- 
mission line  and  other  improvements  will  be  made  to  the 
plant  this  summer.  The  voltage  will  be  increased  from  2300 
to  13,000. 

.JORDAN,  CAL. — A  snowslide  destroyed  the  plant  of  the 
Hydroelectric  Company  at  this  place  on  March  7,  killing  10 
people  and  depriving  a  number  of  nearby  mining  camps  of 
power.  The  power  plant  of  the  Crystal  Mining  Company  near 
liodie  was  also  swept  away  in  like  manner. 

HAKER  CITY,  ORE.— The  matter  of  building  a  pipe  line 
from  Salmon  Creek  to  Elk  Creek  has  been  taken  up  by  the 
City  Council  and  the  city  engineer  has  been  ordered  to  pre- 
pare estimates  of  the  cost  of  constructing  a  power  house  on 
the  site,  as  well  as  the  cost  of  an  additional  storage  reservoir 
of  3,000,000   gallons   capacity. 
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MILTON,  ORE.— City  Electrician  Co.vie  is  extending  the 
city's  power  service  into  the  fruit  districts,  the  farmers  using 
il   lor  pumping  purposes. 

LE  GRANDE,  CAL.— Price  &  Parrott,  San  Joaquin 
Light  &  Power  men  have  been  in  town  making  preliminary 
arrangements  for  the  companys  proposed  power  line  between 
this  p'ace  and  Plalnsburg. 

SPOKANE,  WASH.— Assurance  that  the  Panhandle  Elec- 
tric Railway  &  Power  Company  will  erect  a  |2,000,000  plant 
and  transmission  line  to  "bring  power  from  Priest  River  to 
Spokane,  and  that  the  company  will  enter  into  active  compe- 
tition with  the  Washington  Water  Power  Company  has  been 
made  by  A.  J.  Smith,  agent  of  the  new  company, 

MILTON,  ORE.— City  Electrician  L.  E.  Coyle  will  com- 
mence work  setting  poles  and  stringing  wires  for  two  new 
power  lines  into  the  country  north  and  west  of  Milton.  The 
first  line  to  be  built  at  once,  will  be  located  north  and  west 
of  Sunnyside  while  another  is  soon  to  be  built  on  the  east 
side  of  the  Walla  Walla  River. 

WILLOWS,  CAL.— The  officers  of  the  recently  formed 
Peoples  Power  Company  are  C.  R.  Wickes,  president;  D.  A. 
Shellcoe,  vice  president;  W.  H.  Travis,  secretary.  The  com- 
pany will  obtain  its  electricity  through  the  Sacramento  Val- 
ley Power  Company  and  will  erect  supply  stations  at  Orland 
and  in  this  city.  These  two  stations  will  represent  an  outlay 
of  about  $20,000. 


TELEPHONE  AND  TELEGRAPH. 

LEWISTON,  MONT.— The  Rocky  Mountain  Bell  Tele- 
phone Company  is  spending  $26,000  on  improvements  to  its 
line  into  this  city. 

LONG  BEACH,  CAL.— Plans  for  the  installation  of  a  wire- 
less telegraph  plant  on  top  of  Hotel  Virginia  are  under  con- 
sideration by  the  management. 

VALE,  ORE. — The  City  Council  has  granted  a  franchise 
to  R.  S.  Johnson  and  associates  for  the  construction  of  an  in- 
dependent telephone  system  in  this  city.  A  company  will 
soon  be  incorporated. 

LOS  ANGELES,  CAL, — Fire  supposed  to  have  been  caused 
by  crossed  wires  broke  out  March  3  in  the  Home  Telephone 
Exchange  building,  246  South  Hill  street,  put  out  of  commis- 
sion 15,000  phones  In  the  business  section  of  the  city,  and 
damaged  the  building  and  electrical  equipment  to  the  extent 
of  $27,000,  The  loss  Is  covered  by  Insurance,  Chief  Engineer 
Leo  Keller  of  the  company  says  he  believed  the  approxi- 
mate loss  on  equipment  and  building  will  total  $26,500. 


TRANSPORTATION. 
VALLEJO,  CAL,— The  Vallejo  &  Northern   Railroad  has 
obtained  from  the  Board  of  Trustees  the  right  to  enter  the 
city  of  ^'■allejo,  the  franchise  granted   being  along  the  water 
front  of  the  city. 

SALINAS,  CAL.— F.  G,  Baum,  chief  engineer  of  the  Mon- 
terey County  Gas  &  Electric  Company,  hasi  made  applica- 
tion for  a  franchise  for  an  electric  line  from  Monterey  along 
the  Salinas  road  to  Castroville,  via  Salinas, 

SAN  FRANCISCO,  CAL,— The  Supervisors  have  passed  a 
bill  authorizing  the  Board  of  Public  Works  to  expend  any 
necessary  sum  up  to  $60,000  for  the  purchase  of  special  track 
material   for  the   Geary   street   municipal   railroad. 

VICTORIA,  B,  C, — Construction  work  will  start  at  once 
on  the  suburban  electric  railroad  from  this  place  through 
the  center  of  the  Saanich  peninsula  to  the  northern  terrrii- 
nus,  for  the  British  Columbia  Electric  Company.  The  line 
will  be  22  miles  in  length. 


FRESNO,  CAL,— The  deed  to  be  given  by  the  Fresno, 
Hanford  and  Summit  Lake  Railroad  Company  as  security  for 
the  bonds  which  are  being  issued  by  the  Guaranty  Trust  Com- 
pany of  New  York  has  been  signed.  Work  on  the  proposed 
interurban  line  will  start  at  once,  actual  construction  work 
starting  near  Lone  Star. 

SAN  FRANCISCO,  CAL.— The  Board  of  Public  Works  has 
called  for  bids  for  the  tubular  steel  poles  and  the  redwood 
crossties  for  the  municipal  Geary  road  to  be  received  March 
22.  No  bids  have  been  received  for  the  latter  on  the  board's 
first  call,  the  ties  being  in  great  demand  and  the  supply  in 
sight  for  the  market  not  equal  to  the  requirements, 

OAKLAND,  CAL,— The  Southern  Pacific  has  submitted 
a  plan  which  met  with  the  favor  of  the  City  Council  and  an 
ordinance  granting  the  railroad  a  franchise  on  Seventh 
street  was  passed  to  print  by  a  unanimous  vote.  This  ordi- 
nance provides  for  a  35-year  term,  a  payment  to  the  city  of 
$5000  annually  for  the  first  15  years  and  thereafter  $8500 
per  annum;  the  paving  of  Seventh  street  at  a  cost  of  $200,000, 
and  the  lighting  of  the  street  at  a  cost  of  approximately  $9000 
per  year. 


WATERWORKS. 
MOUNTAIN  HOME,  CAL.— An  election  will  be  held  next 
week  to  vote  on  the  question  of  issuing  bonds  for  municipal 
vt'ater-works. 

TRACY,  CAL. — An  application  has  been  made  by  the  Tracy 
Water-works  Company  for  a  franchise  to  lay  pipes  and  oper- 
ate a  water  system  in  this  city. 

BELLINGHAM,  WASH,— The  Keystone  Meter  Company 
presented  the  lowest  bid  for  supplying  the  city  with  water 
meters,  but  the  award  has  not  yet  been  made, 

ESCONDIDO,  CAL,  -A  movement  is  on  foot  for  the  im- 
provement of  the  city  water  system,  the  City  Trustees  hav- 
itg  appointed  a  committee  to  report  on  the  matter, 

ASTORIA,  ORE. — Bids  will  be  received  by  the  water  com- 
mission up  to  March  31  for  constructing  a  gate  valve  and  lay- 
ing 14,000  feet  of  iron  pipe,  6,  8,  10,  12  and  18  inch,  for  the  city. 
Check  for  5  per  cent  of  amount  of  bid  required. 

VALLEJO,  CAL.— The  City  Clerk  has  been  authorized  to 
call  for  proposals  for  the  laying  of  the  14-inch  pipe  line  from 
Fleming  Hill  to  Georgia  street  and  8-inch  main  from  Georgia 
street  to  Fourth  street.  South  Vallejo.  Bids  will  be  opened 
on  April  3,  1911. 

ASTORIA,, ORE.— Palmberg  &  Matson  have  awarded  a 
contract  to  the  Wood  Pipe  Company  of  Portland  for  fur- 
nishing about  140  tons  of  steel  bands  to  be  used  in  the  con- 
struction of  the  main  conduit  of  the  water  system.  They 
have  also  awarded  a  contract  to  Ness  &  Martin,  of  Portland, 
to  furnish  the  connections  and  other  castings  required  for  the 
work. 

BAKERSFIELD,  CAL. — Fairbanks-Morse  &  Co.  was 
awarded  the  contract  for  a  13  horsepower  Jackson  centrifu- 
gal pump  for  the  High  School  Agricultural  Farm  for  $675, 
The  Western  Gas  Engine  Company  bid  $670.10  for  a  12  horse- 
power pump.  The  Pioneer  Mercantile  Company  $922  for 
one  of  15  horsepower  and  Ardizzi-Olcesse  Company,  $860,  for 
one  of  12  horsepower, 

OCEANSIDE,  CAL,— The  United  States  Pipe  Company 
of  San  Francisco  has  been  awarded  a  contract  for  supplying 
pipe  and  fittings  for  extensions  to  be  made  to  the  city  water 
system.  Bids  were  for  pipe,  $34,15  per  ton  and  for  fittings, 
$62  per  ton;  total  of  contract  $11,000.  The  City  Clerk  has 
been  instructed  to  advertise  for  bids  for  digging  ditches  and 
laying  mains. 
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ELECTRICAL  EQUIPMENT  OF  HOTEL  ST.  FRANCIS 


BY    G.    A.    SCHNEIDER 


Not  least  of  the  factors  which  contribute  to  San 
Francisco's  reputation  for  hospitality  are  its  numer- 
ous hotels,  of  which  the  St.  Francis  is  the  largest  and 
perhaps  tlie  most  completely  equipped  with  those 
appointments  which 
promote  the  comfort  of 
its  guests.  Facing  the 
beautiful  Union  Square, 
which  is  the  theatre  for 
the  principal  events  of 
all  the  famous  festival? 
of  San  Francisco,  this 
hotel  occupies  a  most 
appropriate  position  for 
an  institution  of  it< 
kind. 

The  Hotel  St.  Fran- 
cis stands  on  the  north- 
west corner  of  Geary 
and  Powell  streets,  in 
the  heart  of  the  fash- 
ionable theatres,  clubs 
and  shops  of  the  city. 
From  an  architectural 
point  of  view  it  adds 
much  to  the  ever  in- 
creasing number  of 
magnificent  building- 
in  this  vicinity. 

It  is  thirteen  stories 
in  height  above  the 
street  level,  with  one 
story  below  and  con- 
tains 720  guest  rooms, 
not  including  the  re- 
cently completed  annex 
on  the  Geary  street  side.  Another  annex  to  be  built 
just  north  of  the  present  structure  will  bring  the  total 
of  rooms  to  1046  and  give  a  capacity  about  equal  to  any 
hotel  in  existence. 

The    exterior   of   the    building   is   gracefully    pro- 
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Hotel  St.  Franci.s.   San    Francisco 


portioned  and  is  finished  in  such  a  manner  as  to  be 
especially  pleasing.  The  interior  finishing  and  furnish- 
ing are  in  keeping  with  the  beautiful  exterior  and 
from  an  engineering  standpoint,  the  heating,  lighting 

and  numerous  power 
applications  are  in  ac- 
cordance with  the  most 
modern   practice. 

\V  hen  originally  con  - 
structed  the  hotel  was 
provided  witJT  a  power 
equipment  suitable  for 
all  service  other  than 
furnishing  the  electrical 
energy  required.  lu 
the  spring  of  1909,  the 
management  consid- 
ered the  installation  of 
its  own  electric  plant 
and  after  careful  inves- 
tigation the  advantages 
to  be  derived  therefrom 
secured  its  adoption. 
The  plant  now  com- 
pleted has  a  total  ca- 
pacity of  825  kilo-watts. 
Due  to  the  limited 
amount  of  space  avail- 
able for  this  new  equip- 
ment, the  arrangement 
is  not  as  good  as  it 
might  be  under  more 
favorable  conditions. 
This,  however,  does  not 
detract  from  the  high 
quality  of  the  appa- 
ratus and  the  careful  and  thorough  manner  in  which 
it  has  been  installed.  The  plant  can,  therefore,  be 
expected  to  give  good  results  and  should  prove  an 
excellent  investment. 

The  new  boiler  and  engine  room  is  placed  under 
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Fig.    1.      General    Plan   of   Engine   and   Boiler   Room. 


the  north  wing  of  the  hotel  and  extends  beyond  the 
Powell  street  wall,  a  distance  of  12  ft.  under  the  side- 
walk. The  room  is  about  50  ft.  wide  and  67  ft.  deep 
The  relative  position  of  the  generating  units  and 
boilers  is  shown  in  Fig.  i  which  was  reproduced  in 
part  from  the  original  floor  plan,  while  Fig.  2  illus- 
trates one  corner  of  the  room. 

Boilers.  -     v"* 

The  boiler  equipment  comprises  three  Babcock  & 
Wilco.x  water-tube  boilers,  having  a  combined  capa- 
city of  858  h.p. — with  two  boilers  set  in  one  bank  and 
the  other  singly.  The  boilers  are  set  on  a  level  about 
4  ft.  below  the  engine  floor  to  allow  sufficient  head 
room.  Each  boiler  is  provided  with  a  Little  Giant 
oil  burner.  California  crude  oil  being  used  entirely  for 
fuel.  Suitable  oil  and  steam  supply  pipes  from  pumps 
in  the  old  boiler  room  (to  be  described  later)  are 
brought  to  these  burners,  all  of  which  are  controlled 
by  valves  conveniently  placed.  Steam  is  maintained 
at  140  lb.  per  square  in. 

The  stack  extends  up  through  the  center  of  the 
building  25  ft.  above  the  roof.  It  is  about  6  ft.  m 
diameter  and  is  connected  to  the  boilers  by  breeching 
extending  along  the  rear  wall. 


()il  for  the  boilers  is  stored  in  two  tanks,  each 
holding  8000  gallons.  One  of  these  is  under  the  floor 
of  the  new  engine  room  and  the  other  under  the  old 
biiilor  room.  The  entire  supply  is  delivered  into 
the  first  tank  from  which  it  is  pumped  into  the  second 
tank  as  used.  This  scheme  of  handling  was  devised 
to  overcome  the  necessity  of  having  tank  wagons  stop 
directly  in  front  of  the  hotel  main  entrance  to  deliver 
oil. 

Piping. 

The  steam  piping  consists  of  a  lo-in.  main  header 
placed  just  over  the  front  of  the  boilers,  to  which  lines 
are  connected  from  each  boiler.  These  connections 
make  a  ninety  degree  bend  and  are  placed  in  a  hori- 
zontal position.  From  this  steam-header  connections 
are  made  to  each  engine.  There  is  also  a  connection 
leading  to  the  old  boiler  room  enabling  all  boilers  to 
work   in   parallel. 

Each  engine  has  a  separate  steam  separator 
mounted  just  over  the  throttle  valve  and  each  separator 
is  individually  connected  to  a  Denny  steam  trap.  The 
steam  lines  from  separators  to  trap  are  kept  open  at 
all  times,  thus  insuring  dry  steam  at  the  throttle.  .\ 
trap  of  the  same  type  is  also  supplied  for  the  main 
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Fig.   2.      tJeneral  View  of  Engine   IltM^n 


Steam  header.     These  traps  are  all  mounted  upon  the 
wall  ju.'^t  to  ;he  right  of  the  exhaust  steam  riser. 

.Ml  engines  discharge  into  a  common  iCi  in.  ex- 
haust main,  laid  in  a  floor  trench,  which  is  jjrovided 
with  an  iron  co\-er.  This  main  e.xtends  to  the  south 
wall,  when  it  rises,  then  passes  along  the  wall  to  a 
large  oil  separator,  from  which  it  continues  to  a  Gou- 
liert  heater,  used  for  furnishing  hot  water  to  the  laun- 
dry. A  by-pass  around  this  heater  is  e.xtended  directly 
into  two  I200  h.p.  Cochrane  feed  water  heaters,  near 
the  Powell  street  wall  in  the  old  boiler  room.  From 
these  heaters  and  other  steam  devices  throughout  the 
building,  exhaust  steam  is  discharged  into  the  atmos- 
phere by  an  exhaust  main  leading  to  the  roof  and 
running  along  side  of  the  chimney.  The  exhaus- 
steam  main,  laundry  heater  and  bypass  val\e,  as  well 
as  the  separators  at  the  engine  throttles  arc  clearly 
shown  in  Fig.  2.  The  small  pipe  shown  in  this  same 
figure  as  passing  over  the  distributing  board  supplies 
steam  to  the  75  kw.  set  under  the  gallery.  .\11  high 
pressure  steam  piping  is  of  extra  heavy  wrought  iron 
with  heavy  rolled  steel  flanges,  but  the  exhaust  steam 
lines  are  of  standard  wrought  iron  with  regular  cast 
iron  fittings.  The  feed  water  mains  and  other  high 
pressure  pipes  in  sizes  smaller  than  5  in.  are  of  wrought 
iron  with  standard  fittings.  The  entire  high  pressure 
piping  system  was  subjected  to  a  hydrostatic  test  of 
240  lb.  after  being  erected.  Both  live  steam  and  ex- 
haust mains  are  carefully  covered  with  asbestos  cov- 
ering. 

In  Fig.  2  there  is  shown  an  iron  stairway  lead- 
ing to  an  L-shaped  platform  which  passes  along  the 
front  of  the  gallery  to  the  by-pass  and  valves  of  the 
Goubert  heater.  Due  to  the  crowded  condition  of  the 
room  it  was  thought  advisable  to  provide  this  means 
of  passing  over  the  units.  This  stairway  also  fur- 
nishes a  means  of  exit  from  the  room  to  the  chief  engi- 


neer's office  and  electrician's  shop,  since  the  gallery 
e.xtends  oxer  the  entire  front  i)art  of  the  room — that 
is,  under  the  Powell  street  sidewalk. 

Engine  and  Boiler  Room  Ventilation, 

Since  the  large  tapestry  room  of  the  hotel  is 
directly  al)0\e  the  new  power  plant  it  was  necessary 
to  install  a  special  \  entilating  system  to  prevent  heat- 
ing this  room.  This  system  of  \-entilalion  was  care- 
fully planned'  and  installed  by  [fenshaw.  Bulkley  & 
Com])any,  who  guaranteed  to  keep  the  floor  of  the 
engine  room  cool  at  all  times  and  to  limit  the  tem- 
perature of  the  boiler  room  to  within  15  degrees  Fah- 
renheit higher  than  the  outside  temperature. 

For  this  purpose  there  is  installed  two  double- 
width    L'nion    Blower    and     Engineering     Company's 

00  in.  full  housing  fans,  each  direct  connected  to  an 
18  h.p.  365  r.p.m.  220  volt  commutating  pole  direct 
current  motor.  At  this  speed  these  fans  deliver  29,- 
400  cubic  feet  of  air  per  minute,  but  each  motor  is 
jtrm-ided  with  a  speed  regulator  allowing  the  volume 
to  vary  according  to  the  demand.. 

The  air  supply  from  the  first  fan  is  divided  so 
that  one-half  is  forced  between  the  tapestry  room 
floor  and  the  boiler  room  ceiling,  the  rest  is  brought 
down  through  ducts  terminating  over  each  of  the 
three  larger  units  and  discharging  towards  the  boilers. 

The  second  fan  exhausts  the  warm  air  from  the 
up]jer  part  of  the  room  and  o\-er  the  boilers.  Both 
fans  are  placed  in  two  small  rooms  at  the  left 
of  the  150  kw.  set,  but  outside  of  the  engine  rooni. 
.\  separate  room  is  provided  for  each  fan.  The 
fresh  air  intake  ducts  and  also  the  exhaust  duct 
terminate  just  outside  of  the  north  wall.    This  system 

1  if  \entilation  effectively  accomplishes  the  purpose 
intended  and  no  trouble  from  excessive  heat  is  an- 
ticipated even  during  the  hottest  days. 
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Generators  and  Engines. 

There  are  four  generating  units  consisting  of 
Harrisburg  Fleming  simple,  non-condensing,  four- 
valve  engines  direct  connected  to  Western  Electric 
Design  "L"  engine  type  generators  of  three  diflferent 
capacities.  Two  smaller  units  are  rated  at  75  and  150 
kvv.  respectively  and  operate  at  225  r.p.m.  The  two 
larger  sets  are  each  rated  at  300  kw.  at  150  r.p.m.  The 
engines  of  the  smaller  units  have  their  sub-base  ex- 
tended to  support  the  generator,  while  the  300  kw. 
generators  are  provided  with  separate  foundation 
plates  set  independent  of  the  engine  bases.  The  gen- 
erators are  three-wire  compound  wound  machines  de- 
signed for  125-250  volts  at  full  load. 

In  general  design  and  appearance  these  machines 
are  similar  to  Western  Electric  standard  two-wire 
generators  of  the  same  type;  in  fact,  the  resemblance 
is  so  close  that  many  engineers  who  inspected  this 
equipment  have  failed  to  notice  the  difference.  Oth- 
ers have  remarked  that  a  three-wire,  or  double  volt- 
age generator,  could  not  be  built  without  the  usual 
external  balance  coils.  These  facts  cause  the  writer 
to  believe  that  a  brief  explanation  of  the  manner  of 
deriving  the  neutral  point  for  the  system  will  be  of 
interest. 

The  double  voltage  in  these  generators  results 
from  the  use  of  a  special  balancing  winding  on  the  ar- 
mature. The  coils  of  this  winding  lie  beneath  the 
usual  armature  winding  and  at  the  bottom  of  the  slot, 
which  is  made  deeper  for  this  purpose.  This  aux- 
iliary, or  compensating  winding,  is  protected  from  dam- 
age, which  might  result  from  a  burn-out  of  a  coil  in 
the  main  winding,  by  a  practically  fire-proof  strip  of 
insulation  in  addition  to  the  ample  insulation  provided 
on  the  coils  themselves.  The  section  of  copper  in  the 
auxiliary  winding  is  liberal,  thus  keeping  the  current 
density  low  and  enabling  the  machine  to  take  care 
of  large  unbalanced  loads  without  injury  to  any  part 
The  neutral  points  in  the  balancing  winding  are  con- 
necrec  to  a  brass  collector  ring  mounted  on  the  com- 
mutator cap  from  which  it  is  thoroughly  insulated. 

The  brushes  for  this  collector  or  neutral  ring  are 
mounted  on  an  extension  of  one  or  more  of  the  regular 
brush-holder  studs,  being  insulated  from  them.  The 
bruohes  are  of  metallic  carbon  which  wears  slowly  and 
gives  a  good  contact  of  low  resistance.  The  neutral 
wire  is  connected  to  these  brushes  and  the  system  is 
operated  without  external  balancing  coils  or  additional 
apparatus. 

In  order  to  compound  for  the  total  load  on  the 
generator  the  series  winding  is  divided  with  respect  to 
the  armature ;  the  coils  on  alternate  poles  being  con- 
nected to  the  same  side  of  the  armature.  As  a  result 
of  this  design,  the  liability  of  breaking  down  the  in- 
sulation of  the  series  coils  is  reduced  to  a  minimum. 
since  coils  having  the  full  potential  of  the  machine 
between  them  are  not  placed  on  the  same  pole.  This 
arrangement  further  results  in  perfectly  balanced  mag- 
netic and  electric  circuits. 

The  balancing  winding  is  designed  for  a  25  per 
cent  unbalance:  that  is.  to  operate  satisfactorily  with 
25  per  cent  of  the  normal  full  load  current  flowing  in 
the  neutral  wire.  Under  these  conditions  of  unbal- 
ance, the  difference  in  voltage  between  the  two  sides 


of  the  system  will  not  exceed  2  per  cent  of  the  total 
rated  voltage  of  the  system.  In  other  words,  when 
the  neutral  is  carrying  25  per  cent  of  normal  full  load 
current,  the  voltage  between  neutral  and  outside  wire 
on  the  loaded  side  will  not  be  less  than  122.5  volts 
and  on  the  unloaded  side  not  more  than  127.5  volts, 
which  is  a  difference  of  5  volts  or  2  per  cent  of  the 
total  voltage. 

The  voltage  regulation  for  the  150  kw.  machine 
operated  on  unbalanced  load,  as  shown  by  factory  test, 
was  as  follows : 


Oen. 
Volts. 

Amp. 
Output 

Speed 

Volts 
Neutral 
to  Pos. 

Volts 
Neutral 
to  Neg. 

Neutral 
Current 

230 

0 

229 

115 

115 

0 

2,'!0 

() 

229 

112.5 

117.5 

150 

230 

0 

229 

110 

120 

310 

250 

600 

225 

125 

125 

0 

250 

600 

225 

123 

127 

146 

250 

600 

225 

120.5 

129.5 

330 

These  tests  show  that  for  unbalanced  loads  the 
difference  of  potential  between  the  two  sides  of  the 
.system  is  practically  proportional  to  the  amount  of 
unbalance  even  up  to  double  neutral  current.  It  will 
thus  be  seen  that  with  the  system  fairly  balanced  the 
regulation   will   be  satisfactory. 

Due  to  the  small  space  available  for  the  switch- 
board apparatus,  the  equipment  used  in  this  installa- 
tion is  quite  different  from  that  found  in  the  average- 
isolated  plant,  or  even  central  station,  of  correspond- 
ing capacity.  Several  different  switchboards  following 
conventional  designs  were  planned,  but  after  careful 
consideration  were  given  up  in  favor  of  a  remote  con- 
trol equipment  which  could  be  more  readily  adapted 
to  the  conditions.  This  selection  was  largely  influ- 
enced by  the  small  head  room  available  under  the 
gallerv  where  the  switchboard  was  to  be  placed. 

Circui:  Breakers. 

Each  generator  is  protected  by  an  I-T-E  (Cutter 
Company)  motor-operated,  laminated  circuit  breaker, 
controlled  from  a  suitable  panel  some  distance  away. 
The  open  and  closed  positions  of  the  breakers  are 
shown  by  red  and  green  indicating  lamps  located  at 
the  point  of  control. 

The  breakers  are  of  the  three-pole  overload  type, 
each  pole  having  an  independent  trip  coil,  the  outside 
pole  coils  having  a  carrying  capacity  equal  to  the  cor- 
responding generator  current,  while  the  middle  pole 
for  the  neutral  lead  is  designed  for  25  per  cent  of  full 
load  current.  The  outside  poles  are  also  equipped  with 
equalizer  contacts  and  all  poles,  including  equalizers, 
close  or  open  together. 

.Ml  breakers  are  mounted  upon  oiled-slate  panels, 
arranged  in  one  bank  which  is  placed  under  the  dis- 
tributing board  gallery  just  to  the  left  of  the  75  kw. 
set.  The  panels  are  supported  by  an  extra  heavy  dou- 
ble angle  iron  frame  which  is  securely  braced  from  the 
rear  wall  and  also  bolted  to  channel  irons  set  in  the 
cement  foundation.  This  construction  is  well  illus- 
trated in  Fig.  3.  Each  slate  panel  is  divided  into  two 
sections,  the  upper  containing  the  breaker  and  the 
lower  the  motor  and  operating  mechanism.  This  divis- 
ion is  of  great  convenience  in  shipping  and  when  the 
breakers  are  being  installed.  To  the  writer's  knowl- 
edge this  is  the  first  installation  of  these  breakers  on 
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Fig.    3. 


Circuit    Breaker    Board    and    75    kw.    Units. 


the  Pacific  Coast  and  as  the  operating  mechanism  is 
so  cleverly  designed,  a  detail  description  may  be  of 
interest. 

The  operation  of  these  breakers  will  be  under- 
stood by  reference  to  Fig.  4  in  which  is  shown  dia- 
graniatically  the  essential  working  parts  with  the 
breaker  in  a  closed  position  and  the  motor  at  rest. 
In  closing  the  breaker,  the  movement  of  the  motor 
is  communicated  to  a  gear  sector  A  by  means  of  a 
worm  gear  B  connected  by  a  ball  and  socket  joint 
to  an  extension  of  the  motor  shaft ;  the  gear  sector  is 
in  turn  connected  by  a  link  C  to  the  breaker  operat- 
ing arm.  During  the  act  of  closing,  the  worm  B  is 
forced  into  engagement  with  the  gear  sector  by  a 
magnet  E  connected  in  shunt  with  the  motor  fields. 
With  the  motor  at  rest,  the  worm  is  held  out  of  mesh 
with  the  gear  sector  by  means  of  the  spring-actuated 
toggle  D. 

The  motor  movement  and  co/responding  travel  of 
the  breaker  operating  arm  is  limited  by  the  timing 
or  limit  switch,  shown  at  F  on  the  framework  support- 
ing the  gear  mechanism.  This  timing  switch  is  auto- 
matically opened  when  the  breaker  is  closed  and 
closed  when  the  breaker  opens  ;  the  movements  of  thi.- 
circuit  breaker  in  both  operations  being  transmitted 
to  the  switch  by  the  vertical  rod  G. 

With  the  breaker  open  and  the  timing  switch  in 
its  corresponding  closed  position,  the  motor  may  be 
brought  into  the  circuit  from  the  control  panel  by 
means  of  an  appropriate  switch  H,  starting  the  motor 
through  the  resistance  J.  This  resistance  is  short- 
circuited  almost  immediately  by  the  action  of  the  tog- 
gle D  on  the  localizing  switch  I,  which  also  connects 
the  motor  directly  with  the  control  circuit  mains  in- 
dependent of  the  switch  H. 

The  breaker  is  fully  closed  in  about  three-fifths  of 
a  second,  at  which  time  rod  G  operates  switch  F  open- 


Fig.  -I.     Internal  Connection  of  Circuit  Breaker. 

ing  the  motor  and  magnet  circuits,  thus  throwing  the 
worm  out  of  mesh  with  the  gear  sector  A. 

Should  abnormal  current  conditions  exist,  either 
in  the  outside  mains  or  neutral,  the  breaker  is  ready 
to  respond  instantly  to  the  action  of  the  regular  over- 
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load  cuil.s  and  Lipen  without  restraint  or  drag  from  the 
motor  operating  mechanism. 

.■\t  the  instant  of  closing,  the  control  switch  H  is 
cut  into  the  circuit  by  the  contact  N,  ready  to  open  the 
circuit  breaker.  ThrowMng  the  switch  H  to  the  open- 
ing position  trips  the  breaker  through  the  medium  of  a 
coil  T,  which  action  again  throws  the  switch  F  irito 
closing  position.  Due  to  the  localizing  switch  I,  the 
operator  has  no  means  of  control  from  the  time  the 
motor  is  started  until  the  breaker  is  fully  closed.  Fur- 
ther, the  operator  at  the  control  panel  cannot  close  the 
breakers  against  o\erIoad.  The  operating  motors  are 
250  volt  series  wound  machines,  rated  '4  Ji-P-  ^t  1650 
r.p.m. 


Fi^ 


Control   Panels. 


Control  Panels. 

.As  already  explained,  the  breakers  are  entirely  au- 
tomatic in  action  and  will  respond  instantly  to  over- 
load even  in  the  act  of  closing;  hence,  the  usual  hand 
switch  in  series  with  the  generator  leads  is  eliminated 
in  this  installation.  The  generators  are  connected 
directly  to  the  circuit  breakers  by  rubber  insulated  lead 
covered  caljles,  laid  in  wooden  lined  troughs  built 
in  the  cement  foundation.  These  troughs  are  arranged 
to  allow  any  particular  cable  being  withdrawn  with 
out  disturl)ing  the  others  in  the  same  trough,  (^ne 
trough  is  provided  for  the  leads  of  each  generator. 
The  circuit  breakers,  including  equalizer  contacts,  are 
connected  directly  to  a  single  set  of  bus-bars,  allow- 
ing any  or  all  generators  to  be  operated  in  paralle'. 
These  bus-bars  are  located  directly  back  of  the  circuit 
breaker  panels  and  sui)ported  by  the  same  framework. 

The  circuit  lireakers  are  operated  from  two  con- 
trol panels,  illustrated  in  i'^ig.  5.  which  are  placed  un- 
der the  main  distributing  lioard  gallery,  just  to  the 
right  of  the  73  k\\.  unit.  These  panels  are  of  blue  Ver- 
moni  marble,  each  24  by  60  inches,  nKnmted  u]>on 
an  angle  iron  frame  braced  from  the  rear  wall. 

Two  Model  57  ^^'eston  ammeters,  with  scales  of 
suiricient  range  to  permit  of  about  50  per  cent  over- 
load, one  ])ull  button  control  switch  with  red  and  green 


indicating  lanijjs,  one  Ward  Leonard  field  rheostat 
and  a  b  point  potential  receptacle  are  provided  for  each 
generator  circuit.  The  right  hand  panel  contains  an 
e.xtra  6  point  receptacle,  also  a  Weston  Model  9  illumi- 
nated dial  \'oltnieter,  scale  0-300,  mounted  on  a  swing- 
ing Ijracket. 

The  field  rheostats  are  mounted  upon  an  iron 
frame  ])laced  near  the  rear  wall.  Connections  to  the 
operating  handles  are  made  by  one-half  inch  iron 
rods.  This  construction  gives  ample  space  at  the  rear 
of  each  ])anel  to  bring  up  conduits  containing  the  vari- 
ous control  wires  without  crowding.  All  control  ap- 
paratus is  placed  in  the  same  relative  position  as  the 
corresponding  breaker  and  generator  controlled,  which 
arrangement  in  addition  to  the  number  plates  pro- 
vided, tends  to  eliminate  errors  by  the  switchboard 
attendant. 

()])eration  of  the  entire  control  apparatus  will  be 
readily  understood  by  referring  to  Fig.  6  showing  con- 
nections between  the  controlling  apparatus  and  circu.i 
l;reaker  for  one  generator.  Each  unit  is  connected  e.x- 
actly  in  the  same  manner,  hence  a  statement  applying 
to  one  will  cover  all. 

The  internal  connections  of  the  circuit  breaker  in 
this  diagram  are  identical  as  already  shown  in  Fig.  4. 
except  that  the  single  pole  knife  switch  indicated  at 
1 1  has  been  replaced  by  the  pull  button  switch  hereto- 
fore mentioned.  Also  the  separate  set  of  control  mains 
shown  has  not  been  provided. 

The  control  switches  used  are  the  twin  pull  but- 
ton type  made  by  the  General  Electric  Company.  In 
operation  they  perform  the  service  of  two  separate  sin- 
gle pole  switches,  but  the  parts  are  mounted  in  one 
])iece.  ( )ne  button  actuates  the  closing  contacts  and 
ihe  other  the  opening  contacts.  The  contacts  are 
normally  held- open  by  a  spiral  spring,  and  the  buttons 
are  inter-locked  mechanically  so  that  it  is  impossible 
to  operate  both  together. 

Each  switch  is  pro\'ided  with  an  indicator  which 
shows  green  after  one  button  has  been  operated  to 
ojien  the  circuit  breaker,  and  red  after  the  other  button 
has  been  operated  to  close  the  breaker.  The  indi- 
cating lamps  are  connected  to  show  the  actual  posi- 
tion of  the  circuit  breaker,  red  when  breaker  is  closed 
and  green  when  it  is  open.  These  lamps  are  entirely 
mdependent  of  the  ])ull  switch  indicator.  Eight  c.p.. 
140  volt  clear  tubular  lamps  with  candelabra  base, 
are  used  for  this  purpose.  They  are  mounted  in  special 
recejitacles,  placed  on  the  rear  of  panels. 

While  these  lamps  are  usually  described  as  red 
and  green,  they  are  actually  clear  lamps  with  re- 
ceptacles i)ro\-ided  with  colored  lenses  on  the  front 
of  the  panel.  The  green  lenses  are  placed  above,  and. 
the  red  lenses  below  the  pull  switches.  A  V-shaped 
jirojection  is  cast  on  the  front  of  the  lenses  to  make 
the  lamps  plainly  visible  from  a  distance  or  when  seen 
at  an  angle. 

I'.y  tracing  through  the  diagram  it  will  be  seen 
that  the  circuit  containing  operating  motor  and  its 
acce-^sories  for  closing  the  breaker  is  connected  directly 
acr(jss  the  outside  generator  terminals,  while  the  triji 
coil  circuit  is  connected  across  the  outside  bus-bars. 
l'"ach  control  circuit  contains  an  indicating  lamp  and 
500  ohm  resistance  unit,  both  of  which  arc  shunted  l>y 
the  contacts  of  the  pull  switch. 
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Fie.    (,.      Diagram    of   Connection.s    for   Generators,    Cirruit   Breakers   and   Control    Wiring. 


With  the  foregoing  explanation,  the  sequence  of 
operations  in  starting  a  generator  can  be  readily  fol- 
lowed. First,  having  the  corresponding  circuit  breaker 
open,  the  generator  is  brought  up  to  normal  speed — 
then  with  the  potential  plug  in  the  lower  position,  the 
voltage  is  raised  to  its  proper  value,  as  indicated  by 
the  voltmeter.  The  green  indicating  lamp,  which  also 
acts  as  a  pilot  lamp  during  starting,  will  then  be  up  to 
full  candle  power  since  it  is  in  series  with  the  closing 
circuit  connected  across  the  generator  terminals.  Thus 
a  very  small  current  will  pass  through  the  motor  ar- 
mature and  fields  and  other  parts  of  the  control  cir- 
cuit, until  the  breaker  is  closed.  Due  to  the  low  re- 
sistance of  the  motor,  the  difference  of  potential  across 
Its  terminals  is  not  sufficient  to  produce  rotation,  hence 
the  motor  remains  at  rest.  The  breaker  is  then  closed 
by  momentarily  pulling  the  control  switch  button 
nearest  the  green  lamp.  This  operation  short  circuits 
the  lamp  and  resistance,  placing  the  full  generator 
potential  across  the  motor  terminals,  causing  it  to 
quickly  close  the  breaker.    At  the  same  time,  the  motor 


circuit   is  opened  by  the   timing  or  limit  switch,  and 
the  green  lamp  is  extinguished.     But  the  opening  con- 
trol circuit  is  now  comiileted  by  the  contact  N,  (Fig  4), 
hence   tiie   red    lamp   will   burn   at   about   normal   bril- 
liancy,  although   the   amount   of  current   flowing  will 
not  be  sufficient  to  trip  the  breaker.     The  method  of 
paralleling  two  or  more  generators  does  not  require 
discussion,  since   the  operation   is  the  same   for  each 
uiit.     Fig.  5  shows  the  board  when  the  150  and  75  kw. 
units  are  running  in  parallel,  both  at  full  load.     The 
ammeters  show  how  well  the  lighting  load  is  balanced. 
The  breaker  may  be  opened  by  pulling  the  button 
nearest  the  red  lamp,  which  action  short  circuits  both 
resistance  and  lamp,  allowing  sufficient  current  in  the 
circuit  to  operate  the  trip-coil  T,  or  the  breaker  may 
open  due  to  the  action  of  its  overload  coils.     Either 
operation  will  again  light  the  green  lamp,  but  if  the 
pull  switch  indicator  and  indicating  lamps  do  not  agree 
in  color  the  operator  at  once  knows  the  circuit  breaker 
has   tripped   automatically   from   overload.  '  This   fea- 
ture  could    hardly   be   considered   of   real    importance 
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Night    Illumination    of    Hotel    St.    Francis. 


in  this  particular  installation,  as  a  breaker  when  open- 
ing would  probably  produce  sufficient  noise  to  attract 
the  operator's  attention.  Further,  the  ammeters  would 
immediately  indicate  the  condition. 

As  already  stated,  the  machine  voltage  is  read  by 
placing  a  potential  plug  in  the  lower  position,  while  the 
upper  position  indicates  the  outer  bus  voltage.  By 
means  of  the  extra  potential  receptacle  shown  on  the 
right  in  Fig.  6,  the  voltage  between  either  main  bus 
and  the  neutral  can  be  read.  The  ammeters  are  con- 
nected directly  to  shunts  mounted  upon  the  generator 
head  boards  but  for  convenience  the  shunt  leads  are 
omitted  in  the  diagram.  .A.lso  the  leads  to  field  rheo- 
ostat  are  not  shown.  For  shunt  leads  No.  12  Habir- 
shaw  duplex  rubber  covered  wire  is  used — each  am- 
meter with  corresponding  lead  and  shunt  having  been 
calibrated  after  length  of  lead  required  was  obtained. 


Each  control  circuit  is  properly  fused  although  not 
shdwn  in  the  diagram.  All  control  circuits,  including 
field  rheostat  leads  and  ammeter  shunt  leads  are  wired 
in  irnn  conduit  with  Crouse-Hinds  Condulet  terminals, 
l-'or  control  circuits  No.  12  Habirshaw  rubber-covered 
wire  is  used,  while  the  field  leads  are  No.   10  wire. 

Distributing  Mains. 

I'rom  the  main  bus  bars,  the  current  passes  through 
a  3000  ampere,  250  volt,  three-wire  Duncan  watt- 
hour  meter,  mounted  on  a  panel  placed  at  the  right  end 
of  the  circuit  breaker  bank.  This  meter  is  in  turn 
connected  by  a  set  of  three  bus-bars  (one  each  for 
the  positive,  main  and  neutral  leads)  to  the  lower  clips 
of  a  3000  ampere,  triple  pole,  double  throw  Crouse- 
Hinds  knife  switch,  mounted  almost  directly  above  the 
watthour  meter  on  the  distributing  board  gallery.  The 
upper  clips  of  this  switch  are  connected  directly  to  the 
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T 18-236  volt  three-wire  alternating  current  mains  of  the 
City  Electric  Company,  who  supplied  the  entire  hotel 
before  the  installation  of  this  plant. 

This  switch  is  used  only  for  transfer  purposes  in 
emergency  and  is  not  intended  to  be  opened  under  any 
considerable  load,  as  the  outside  service  just  mentioned 
can  be  handled  by  oil  switches  placed  in  the  trans- 
former manholes  just  outside  the  rear  wall.  Operating 
rods  for  these  switches  are  extended  through  to  han- 
dles mounted  upon  the  wall  back  of  the  distributing 
panels. 

The  distributing  board,  partly  shown  in  Fig.  2. 
consists  of  13  panels  of  \'ermont  blue  marble,  84  in. 
high  and  26  ft.  long.  Three  of  the  end  panels  at  the 
right  control  power  circuits  and  other  circuits  that 
must  always  be  supplied  with  direct  current — the  re- 
maining ten  panels  control  the  various  lighting  circui"..> 
which  may  be  operated  from  either  direct  or  alternat- 
ing current.  The  latter  panels  are  supplied  from  a 
set  of  bus-bars  connected  to  the  middle  points  of  the 
emergency  switch  so  that  the  lighting  circuits  receive 
alternating  current  with  the  switch  thrown  to  the 
upper  position  and  direct  current  from  the  local  plant 
when  in  its  lower  position. 

To  supply  the  power  circuits  the  City  Electric 
Company  furnish  110-220  volt  three-wire  direct  cur- 
rent service,  which  is  also  used  in  emergency.  A  500 
ampere,  three-pole  double  throw  fused  switch  mounted 
on  a  separate  panel  back  of  the  main  distributing  board 
is  provided,  so  that  the  three  power  panels  may  be 
.'supplied  from  the  local  generators  or  the  outside  serv- 
ice. This  switch  is  connected  to  the  lower  lugs  of  the 
large  transfer  switch  by  three  lead  covered  cables  laid 
along  the  wall  on  the  distributing  board  floor.  Thi> 
scheme  of  connections  is  shown  in  Fie.  7. 
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Fig.  7.     Connections  for  Distributing  Mains. 

Altogether  there  are  loi  feeder  switches  of  various 
sizes,  some  two-pole  and  others  three-pole.  All  light- 
ing circuit  switches  are  double  throw  with  both  sets 
of  fuses  connected  to  the  same  bus.  This  scheme  en- 
ables the  operator  to  transfer  a  circuit  to  good  fuses 
without  delay. 

A  Bristol  recording  ammeter  and  voltmeter  is  pro- 
vided for  each  side  of  the  system  on  the  lighting 
panels.  There  is  also  a  voltmeter  with  necessarv 
potential  plugs,  enabling  the  voltage  across  either  out- 
side main  and  the  neutral  to  be  read.    Both  voltmeter 


and  Bristol  instruments  will  work  on  either  direct 
or  alternating  current,  so  they  are  not  injured  when 
the  system  is  transferred  to  outside  service — althougli 
the  accuracy  is  considerably  affected. 

The  last  power  panel  contains  a  Duncan  watt- 
hour  meter  which  records  the  energy  used  bv  the  elec- 
tric range  in  the  men's  grill  room. 

The  entire  distributing  board,  excepting  the  trans- 
fer switches  was  installed  several  years  ago ;  hence, 
is  not  part  of  the  new  equipment.  Leads  from  the 
distributing  board  are  run  in  conduits  to  various 
distributing  centers  throughout  the  building  in  ac- 
cordance with  standard  practice. 

Original  Boiler  and  Pump  Rooms. 

The  old  boiler  room  previously  mentioned  is  sit- 
uated just  to  the  south  of  the  new  engine  room.  It 
e.x-tends  from  the  Powell  street  wall  back  for  a  dis- 
tance of  about  45  ft.,  the  rear  wall  coming  about  in 
line  with  the  front  of  the  new  boilers.  The  room  is 
about  32  ft.  in  width.  Connection  to  the  new  room  is 
made  liy  a  narrow  passage  way  running  between  the 
rear  wall  and  boilers. 

The  original  boiler  equipment  consists  of  four 
Babcock  and  Wilcox  boilers,  each  of  83  h.p.,  all  con- 
nected to  a  common  steam  header  now  extended  to 
the  new  boilers.  'I'liis  gives  the  plant  a  total  of  1190 
h.p.  boiler  capacity.  These  boilers  are  set  in  the  usual 
manner  and  are  equipped  for  burning  oil. 

Water  for  these  boilers  and  the  new  ones  as  well 
is  pumped  from  the  Cochrane  heaters  by  two  10x6x10 
Snow  duplex  pumps.  The  old  boiler  room  in  addi- 
tion contains  numerous  other  pumps,  heaters  and 
water  filters,  to  be  described  later. 

Still  further  to  the  south  there  is  another  room 
in  which  are  numerous  water  and  vacuum  pumps,  an 
ice  and  refrigerating  plant,  ventilating  apparatus,  ma- 
chinery for  pneumatic  tube  system,  vacuum  cleaning 
plant  and  terminal  room  for  telephone  exchange,  all 
of  which  will  be  covered  briefly  in  the  following  par- 
agraphs. 

This  room  is  in  the  shape  of  an  L — one  side  being 
just  opposite  the  front  of  the  old  boilers  and  the  other 
side,  extending  just  back  of  the  boiler  room  rear  wall. 
It  is  on  a  level  with  the  main  hotel  basement,  but  about 
8  ft.  above  the  level  of  the  old  and  new  boiler  rooms. 
A  flight  of  cast  iron  stairs  lead  down  to  the  old  room  in 
line  with  the  passage  to  the  new  plant.  It  might  fur- 
ther be  stated  at  this  point  that  all  rooms  have  at  least 
two  entrances  so  that  in  case  of  emergency  there 
would  always  be  means  of  escape. 

Water  Supply. 

The  general  water  supply  for  the  building  is  taken 
from  the  mains  of  the  Spring  X'alley  \\'ater  Companv. 
The  water  first  passes  through  four  Jewell  filters,  each 
of  about  1500  gallons  capacity  and  then  to  a  main 
supply  tank  in  the  old  boiler  room.  From  this  tank 
the  water  is  pumped  into  four  house  supply  tanks 
on  the  roof  having  a  combined  capacity  of  32,000  gal- 
lons. This  pumping  is  done  by  two  10x6x10  Dow  ver- 
tical duplex  pumps  and  one  10x5x10  Worthington 
compound  duplex  pump. 

Due  to  the  large  capacity  of  the  house  tanks, 
the   hotel   has   a   reliable   source   of  water   supply   for 
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fire  purposes.  Throughout  the  building-  there  arc 
many  hydrants  or  water  plugs  connected  directly  to 
these  tanks  by  a  separate  system  of  mains.  The 
valves  for  these  mains  are  always  open,  keeping  the 
hydrants  ready  for  immediate  use.  Should  the  pres- 
sure from  the  tanks  not  be  sufficient,  the  two  vertical 
duplex  pumps  just  mentioned  can  be  instantly  con- 
verted into  high,  pressure  fire  pumps,  taking  their  water 
supply  direct  from  the  city  inains  and  pumping  directly 
into  the  mains  supplying  the  hydrants. 

There  are  also  two  pumps  used  in  supplying  the 
liaths  on  the  twelfth  floor.  One  a  6x4x6  duplex 
W'orthington  i)ump,  supplies  fresh  water,  the  other  a 
Smith  \'aile  punij)  of  the  same  size  handles  the  salt 
water  supjjly  which  is  taken  directly  from  the  mains 
of  the  Olympic  Water  Company,  whose  mains  extend 
directly  to  a  pumping  station  on  the  ocean  beach. 

Hot  water  for  the  entire  building  is  supplied  from 
three  heaters  near  the  old  boilers.  Ordinarily  these 
heaters  are  operated  from  exhaust  steam,  but  if  this  is 
not  available,  live  steam  is  used.  After  passing  from 
the  heaters  through  the  various  mains  the  water  dis- 
charges into  a  return  header  placed  near  the  heaters. 
From  this  header  the  water  is  again  ])umped  into  tlic 
heater  by  a  6x4x6  \\'orthington  du])lex  pump. 

This  system  of  circulating  not  only  insures  a  uni- 
form temperature  throughout  the  mains  but  also  is  less 
.'■evere  on  the  plumbing  fixtures  since  without  the 
circulating  pump  the  water  must  be  kept  at  a  high  tem- 
perature to  produce  even  fair  circulation  over  such  a 
large  system  and  high  temperature  rapidly  destroys 
the  vahes  and  jninip  ])acking. 

Heating  and  Ventilating  System. 

In  a  hotel  of  this  size,  which  is  constantly  occu- 
pied by  from  800  to  1500  persons,  an  efficient  system 
of  ventilation  is  essential.  For  the  ventilation  of  the 
dining  rooms,  cafe,  main  lobby  and  other  large  public 
rooms  there  is  installed  two  12  ft.  Sturtevant  fans 
each  direct  connected  to  a  slow  speed  steam  engine. 
One  of  these  handles  the  fresh  air  supply  and  is  equip- 
ped with  an  air  washing  device  for  cleaning  or  puri- 
fying the  air  supplied.  This  device  further  tends  to 
keep  the  air  supply  cool  at  all  times.  A  set  of  steam 
heating  coils  is  also  placed  in  the  discharge  duct  of 
this  fan,  enabling  it  to  supply  warm  air  when  neces- 
sary. 

The  ballroom  is  supplied  by  a  separate  system  of 
ventilation  much  on  the  order  of  that  just  described. 
Two  large  blower  fans  operated  by  electric  motors 
are  supplied  for  this  purpose.  These  fans  are  so  de- 
signed that  either  may  be  used  as  a  discharge  or  suc- 
tion fan.  One  is  placed  in  the  basement  ancl  the  other 
in  the  laundry  on  the  fourteenth  floor. 

Normally  the  basement  fan,  also  equipped  with 
an  air  washing  device  and  steam  heating  coils,  is  used 
to  draw  in  fresh  air  which  is  discharged  into  the  top 
of  the  ballroom.  The  laundry  fan  in  turn  removes 
the  foul  air  through  an  air  duct  entering  at  the  floor 
of  the  ballroom  and  discharging  above  the  hotel  roof. 
This  arrangement  of  apparatus  not  only  gives  thorough 
ventilation  but  brings  in  the  cool  air  at  a  point  where  it 
will  not  be  unplea.sant  to  the  occupants.  In  fact,  the  sys- 
tem works  so  well  that  the  laundry  fan  is  run  only  on 
special  occasions.    Throughout  the  building  there  are 


also    numerous    electric    driven    ventilating     fans     for 
rooms  requiring  special  ventilation. 

As  already  stated,  the  main  lobby,  dining  rooms, 
and  other  public  rooms  are  heated  by  a  system  of 
indirect  ventilation — that  is  by  the  steam  coils  in  con- 
nection with  the  ventilating  fans.  The  guest  rooms 
and  other  jiarts  of  the  building  are  heated  by  a  system 
of  direct  radiation,  the  radiators  being  supplied  en- 
tirely by  exhaust  steam.  A  double  set  of  vacuum 
pumps  are  provided  to  remove  the  condensed  steam 
from  the  radiators  and  mains  and  pump  it  into  the 
Cochrane  heaters  used  for  supph'ing  water  to  the 
boilers. 

Refrigerating   and   Vacuum   Cleaning   Apparatus. 

l^he  hotel  has  a  complete  refrigerating  system 
which  includes  a  Vulcan  Iron  Works  refrigerating  ma- 
chine and  a  6x4x6  W'orthington  pump  which  circu- 
lates brine  for  refrigerating  purposes  in  the  various 
cold  storage  rooms  throughout  the  building.  This 
plant  has  a  capacity  of  five  tons  of  ice  and  twenty  tons 
of  refrigeration  daily.  In  connection  with  this  equip- 
ment, there  is  provided  an  ice  shaving  and  cubing 
machine,  driven  by  an  electric  motor,  for  preparing 
ice  used  in  the  buftet,  dining  rooms,  etc. 

The  \'acuum  cleaning  outfit  consists  of  a  steam 
dri\  en  vacuum  sweeper  having  a  capacity  of  eight  lines. 
\\hen  operating  at  120  r.p.m.  this  machine  develops  a 
vacuum  of  14  inches.  In  conjunction  with  this  sweeper 
there  is  an  air  compressor  for  blowing  out  the  sweeper 
lines  when  tlie\-  become  stopped  ii]»  in  any  manner. 

Elevators. 

Throughout  the  hotel  all  elevators  are  of  the  li>- 
draulic  ])lunger  type.  These  consist  of  five  passen- 
ger, one  freight  and  two  service  elevators.  For  op- 
erating these  elevators  there  are  three  i6x25xi8xi33.-i 
compound  duplex  hydraulic  pumps  maintaining  a 
pres.sure  of  140  lb.  per  square  inch.  Two  pumps  only 
are  required  even  with  all  elevators  in  use;  hence,  the 
third  pump  is  held  in  teserve. 

This  pumping  equipment  is  supplemented  by  the 
usual  main  and  auxiliary  pressure  tanks,  air  pumps, 
and  other  similar  accessories  required  by  a  first  class 
hydraulic  elevator  plant.  There  is  also  a  complete 
equipment  of  electrical  apparatus  for  the  elevator  sig- 
nals. 

Applications  of  Electricity. 

.\fter  reading  this  description  of  the  new  power 
plant  and  noting  its  large  capacity,  the  reader  has 
no  dnubt  concluded  that  electricity  is  used  extensively 
throughout  this  institution.  Such  is  the  fact  and  the 
importance  of  electricity  as  a  potent  factor  in  its  op- 
eration could  not  be  thoroughly  appreciated  without 
a  trip  through  the  \-arious  departments. 

The  largest  variety  of  applications  is  found  in  the 
laundry  which  is  complete  in  all  details  and  prepared 
to  handle  any  class  of  work.  Here  electricity  is  used 
for  light,  heat,  power  and  communication. 

The  heaviest  of  this  equipment  comprises  six 
washing  machines  and  five  extractors  or  centrifugal 
wringers,  arranged  in  two  rows,  and  driven  from  two 
line  shafts  operated  by  a  25  h.p.  motor.  There  are  also 
two  rlriers  of  the  conveyor  and  sectional  type  each 
driven  by  motors  of  one  h.p.  capacity. 
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Other  machines  in  this  department  inchide  a  slee\e 
ironer,  a  band  ironer,  a  collar  and  cuff  machine,  a 
bosom  press,  two  body  ironers,  a  finishing-  table  ami 
two  large  mangles:  the  latter  driven  by  individual 
motors  having  rex'ersible  speed  controllers.  Some  of 
the  other  machines  mentioned  have  individual  motors 
and  man}-  are  driven  in  groups  from  a  line  shaft.  The 
bodv,  .'^lecve  and  band  ironers  are  also  electrically 
heated.  In  addition  ten  electric  irons  of  \arious  sizes 
and  makes  are  in  use. 

In  the  kitchen  are  two  mijtor-dri\en  dish-wasliin:.; 
machines;  on  the  fourteenth  door  electric  motors  oi)- 
erate  the  silver  polishing  machines,  and  the  presses 
in  the  printing  room  ;  in  the  sewing  room  there  arc 
si.x  machines  having  individual  motors.  In  the  entire 
building  the  output  of  electric  motors  aggregates  about 
125  h.p.  Practically  all  of  the  motors  are  wound  for 
220  volts,  although  a  few  of  the  smaller  ones  are  115 
volt  machines.  All  of  the  heating  apparatus  is  oper- 
ated at  1 18  volts. 

Another  interesting  ap])lication  of  electricity  is 
found  in  the  men's  grill.  Here  the  range  is  entirely 
dependent  upon  electricity.  It  is  divided  into  two  sec- 
tions used  alternately  one  week  at  a  time.  Each  sec- 
tion contains  numerous  small  compartments  and  h 
large  oven.  In  this  range  special  heating  units  are 
not  used;  Krupp  wire  being  used  entirely  for  this  pur- 
pose. This  wire  is  wound  in  spirals  and  mounted  ujjon 
porcelain  insulators.  The  various  sections  are  oper- 
ated at  almost  a  white  heat  and  each  section  is  con- 
nected directly  across  the  236  volt  circuit,  with  no 
provision  for  more  than  one  heat. 

Means  of  Communication. 

In  the  operation  of  a  large  hotel,  first  class  serv- 
ice is  dependent  upon  an  efficient  means  of  communi- 
cation between  the  guest  rooms,  office,  various  depart- 
ments and  the  outside  world.  I'or  this  service  the 
modern  telephone  equipment  is  of  course,  without  a 
superior,  but  it  is  usually  supplemented  by  the  pneu- 
matic-tube system.  In  this  hotel  the  very  best  of  tele- 
phone service  is  supplied  by  the  Pacific  Telephone  & 
Telegraph  Company,  who  have  spared  no  expense  in 
]>roviding  the  necessary  equipment.  Telephones  arc 
used  extensively  throughout  the  entire  building,  aggre- 
gating about  780  instruments.  On  the  main  floor  just 
back  of  the  clerk's  desk  there  is  a  special  six-position 
Western  Electric  switchboard.  During  the  hours  of 
heavy  traffic  five  operators  and  a  chief  operator  are  on 
duty — at  other  times  the  number  varies  according 
to  the  demand  for  service. 

Connection  between  this  switchboard  and  the  main 
telephone  office  in  Bush  street — known  as  the  Doug- 
las exchange — is  made  by  28  trunk  lines.  No  special 
trunk  lines  for  toll  connections  are  provided,  but  long 
distance  communication  can  be  held  from  any  phone 
connected  to  the  exchange.  From  this  exchange  there 
are  many  long  distance  calls.  The  number  is  not  sur- 
])rising,  however,  when  it  is  remembered  that  the  toll 
lines  of  the  Pacific  Telephone  &  Telegraph  Company 
completely  cover  five  entire  States  on  tlie  Pacific 
-Coast.  Calls  for  Los  Angeles,  300  miles  distant,  are 
frequent  and  occasionally  communication  is  held  with 
Seattle,  1000  miles  from  San  Francisco. 


.\  terminal  room  containing  all  of  the  necessary 
line  and  trunk  relays,  protective  apparatus,  cable  con- 
nections and  other  accessories  is  situated  directly  under 
the  switchboard  on  the  main  basement  floor. 

The  storage  battery  and  its  controlling  panels  are 
also  installed  in  this  room.  Two  batteries,  each  con- 
sisting of  twenty  "Chloride  .Accunuilator"  cells  having 
a  capacit}-  of  120  am];)ere  hours  are  required  for  this 
system — one  set  being  charged  while  the  other  is  in 
use.  Charging  current  is  taken  directly  from  the 
main  distributing  bnard  thmugh  a  panel  containinf^ 
■suitable  instruments,  charging  rheostats  and  transfer 
switches.  The  terminal  room  apparatus,  as  well  as  the 
switchb(jard  lias  an  ultimate  capacity  of  1200  lines 
wdiich  will  probably  be  used  in  the  near  future.  The 
storage  cells  are  mounted  in  cal:)inets  which  are  thor- 
iiughly  enclosed  and  ventilated  to  prevent  acid  fumes 
from  deteriorating  other  apparatus  in  the  same  room. 
This  S}'stem  is  directly  in  charge  of  the  telephone  com- 
pany, who  have  an  attendant  on  duty  during  the  day. 
His  time  is  devoted  entirely  to  the  telephone  installa- 
tion. .\t  night  the  hotel  can  call  assistance  if  neces- 
sary from  the  main  office. 

Public  telephone  stations  of  the  Pacific  Telephone 
I.V  Telegraph  Company  and  the  Bay  Cities  Telephone 
Company  are  also  located  in  this  hotel.  As  an  addi- 
tional means  of  communication  the  Postal  and  Western 
Cnion  Telegraph  Companies  maintain  offices  in  the 
hotel  lobby. 

Pneumatic   Tube   System. 

iMir  the  transmission  of  orders,  letters,  etc.,  a 
l)neumatic-tube  system  of  the  vacuum  type,  supplied 
by  the  Lamson  Consolidated  Store  Ser\ice  Company, 
has  been  installed.  A  blower,  recpiired  for  the  opera- 
tion of  this  system,  is  placed  in  the  main  basement 
near  the  ice  machine.  It  is  driven  by  a  variable  speed 
motor  automatically  controlled  by  a  special  regulating 
device  which  changes  the  speed  according  to  the 
amount  of  vacuum  required!  Low  voltage  current  for 
operating  the  valves  at  the  various  tube  terminals  is 
furnished  by  a  small  motor  generator  set,  placed  near 
the  regulating  device.  The  tube  clerk's  room  or  main 
station  is  on  the  main  floor,  near  the  telephone  switch- 
board. 

As  ]:)art  of  the  means  for  communication,  the  elec- 
tric carriage  call  system  may  also  be  included.  The 
calling  or  signalling  is  entirely  silent  and  is  done  with 
apparatus  manufactured  by  the  Electric  Carriage  Call 
Company. 

In  the  indicator  there  is  a  nest  of  special  recepta- 
cles, each  containing  a  small  lamp,  so  arranged  that 
by  lighting  the  proper  lamps  any  number  from  i  to 
099  may  be  formed — there  being  three  groups  or  sets 
I  if  receptacles. 

Control  wires  from  the  indicator  run  to  a  special 
switch  near  the  main  entrance.  This  switch  is  made  up 
of  a  series  of  upper  and  lower  contacts,  the  former  ter- 
minating flush  with  a  rubber  plate  holding  them  in 
place  and  insulating  one  from  the  other — and  the  lat- 
ter in  the  form  of  round  spring-actuated  plungers,  all 
niiiuntcd  upon  a  common  handle  or  support.  Each 
set  of  contacts  is  arranged  in  the  saiue  relative  posi- 
tion as  the  corresponding  lamj)  controlled. 
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When  it  is  desired  to  show  a  certain  number  on 
the  call  a  card  bearing  perforations  forming  that  num- 
ber is  placed  in  the  switch  between  the  contacts.  Then 
ihe  handle  is  pressed  down,  allowing  all  contacts  neces- 
sar\-  in  forming  the  required  number  to  come  together. 
\MTen  the  handle  is  released,  all  contacts  separate  and 
t  -als  disappear. 

Lighting. 

For  lighting  of  the  entire  hotel  abour  ■  ■    -Sun- 

beam   incandescent   lamps   are   used.      \\  !  ^rg'- 

niimber  are  tungsten  lamps,  there  are  also  nnmerou?; 

tantalum  and  carbon  filament  lamps.    All  types  include 
a  large  variety  of  special  size  and  candle-powers. 

Throughout  the  various  public  rooms  there  are  3 

'er  of  beautiful  fixtiares  and  particularly  in  the 
-,__:;:  dining-room  and  ballroom  are  the  fixtures  of  ex- 
ceptiooai  artistic  and  mechanical  design.  Large  elec- 
troliers are  suspended  from  the  ceilings  and  :■ 
rooms  these  are  sTipplemented  by  artistic  wall 
in  keeping  with  the  room  decorations.  The  guest 
rooms  aed  halls  are  also  well  lighted. 

The  exterior  lighting  of  the  hotel  has  beem  carried 
out  on  a  large  scale  and  is  probably  t&e  most  beaati^ 
ful  installation  of  the  kind  in  the  West.  The  entire 
front  outline  of  the  building  frona  the  lO'west  window 
sills  tO'  the  roo'f  is  strung  with  electric  lights.  The 
system  is  a  permanent  one.  It  oDnsists  oi  weatherproof 
receptacles  placed  in  Crouse-Hinds  condnlets  joined 
together  by  sections  of  iron  condtiit.  carefully  fastened 
tO'  the  exterior  of  the  building-  Hab'irshaw  duplex:  rnb>- 
ber  covered^  wire  is  used  for  this  woirk.  Altogether 
there  are  about  3000  eight  c.p.  Snnbeami  cairfooa  §la- 
cnent  Iamp«?- 

This  elaborate  system  of  decoration  is  supple- 
mented by  an  artistic  lighting  efeect  in  the  fomm  &i  an 
electric  flag  on  the  too*  o*  the  building.  The  bodv  of  the 
liag  is  abomt  14  fit.  high  and  16  ft.  long.  It  contains 
aiboat  jQO  eigiit  and  sixteen  c.p.  Sunbeajn  carbon  Tairrpfi 
gFO'lmped  in  33  cikicuits.  The  color  effect  is  arranged;  tO' 
piro«iiace  aua  .-^miericain  Mag  which  is  given  the  appear- 
aiiEce  of  continnaJity  waving  by  means  of  a  large  iiasher. 

Wbmlie  thie  lighting  feaCTires  just  mentBDiEedi  aure 
pennnaneimt.  the  St.  Frajicis  Hotel  freqnentlv  trses  elab- 
o>rate  tem:poraxy  electrical  deojrations  for  special  ocea- 
swws.  .\n  esceHent  examiple  of  this  is  sho^wm  in  thie 
vie-w  illuistrattiig  the  night  fl:Tmninai-T.nrr  This  viear 
was  taken  dunriag  the  receatt  avrarioii  meet  and  shoiw?- 
a  m!0>iie£  of  an  airship  co'veired  with  JOO'  fcranr  c.p.  lamp's^ 
The  electric  Sag  is  also  well  iHnstrared;  in  this  viewr. 

Eacii;  yeaiF  duiujiiiiiigr  the  Christnias  hoHdiars-  festisi- 
ttiesv  this  hotel  hais  a  bieaintifQl  Christmas  treir  deooraaied; 
wrcth  nrom  thre  to  six  hnmiidnjd  miniatnere  Iam:ps.  The 
tree  is  nuDHamted  upon  a  pJarform  aoad  is  ojcrtin-Hainhr 
re-'^-.alvedi  by  a  snnall  motor,  niuch:  to  the  amazenncemit  o>t 
E&e  t&iJiiisandis  of  cMMtren:  who  conme  tO'  see  rt. 

Froffl.  ths  brief  accratman:  it  miM  be  seen  that  pcac- 
EariHy  every  nnproveHieiLt  fcno'mEi  to  the  electrical  aajEd 
jnecfaaTrKral  mKfosCTies-  have  beem  embodied  m  t&n? 
BasceL,  in  aai'  eiiort  to  give  the  best  of  service-  aoiwi  reail 
asffimSort  of  the  gsiestSv 

Tbe  engiiiDes  amd  boilers  finr  the  mew-  piaaiDt  were- 
fomisfoed  aaid  niKiaHiedi  by  Oias.  C.  llooire  &:  Cou  Ifee 


steam  piping  by  the  Moore  &  Scott  Iron  Works,  while 
the  entire  new  electrical  apparatus  was  furnished  by 
the  U  estem  Electric  Company,  who  also  installed  the 
generators.  The  switchboard  equipment  and  wiring 
was  installed  by  Mr.  W.  H.  Kimball,  chief  electrician 
of  the  hotel,  under  the  direction  of  Mr.  M.  Haley,  who 
is  chief  engineer  in  charge  of  the  entire  plant.  The 
writer  is  indebted  to  the  hotel  staff  for  much  of  the 
information  in  this  article  and  also  to  Mr.  A.  Z.  Hirsch 
for  drawing  the  various  diagrams  throughout  the 
article. 


AN   EARLY  APPLICATION   OF   ELECTRIC 

POWER  FOR  INDUSTRIAL  PURPOSES 

IN  SAN  FRANCISCO. 

BY    OBIOS    BKOOKS. 

In  the  year  1877  an  attempt  was  maide  to  stipplty 

electric  light  in  San  Francisco.  The  plant  comiprised 
a  vertical  steam  b<'jiler  and  engine  of  about  15  h.p., 
a  Siemens  dynamo  electric  machine  of  aboat  2  h.p., 
a  (ira- — •"  -■——■',--  ^^d  its  exciter  with  a  capacity  oi 
16  Jar  ,         -.  located  in  a  loft  at  4^12  Market 

street.  Stephen  D.  Field  was  the  electrician  of  the 
venture  ansd  the  location  of  the  plant,  on  the  third 
fl.-j.-jr  oi  the  btiilding.  necessitated  much  labor  in  hoist- 
ing the  necessary  -A  coal  1, ;  '  i  primi- 
tfvc  hand  operate-  .  r.  Mr.  .  /ed  the 
idea  that  he  coeld  avoid  a  good  dieal  oi  naiannal  labor 
and  imciden'tally  c'. --  -:  meats  by  belt- 
ing his  electric  mp.                                   .     r. 

Accordingly,  he  fitted  a  grooved  ptiJdey  to  the  shaft 
of  the  Siemens  msachine  and  prepared  an  endless  rope 
belt  which  he  passed  round  the  elevator  rope  wheel 
and  the  ptdley  of  the  Siemens  ma  •tn.  It&dm^ 

ccrrrent  firom  the  Gramme  exciter  :  .■  „...  .-;,emens  ma- 
drine  he  had  am  instaHatfoii  o-f  ekctrrc  power  which 
fee  conrtimied  "  "    -  '  machnnery 

pa-?>ed  mto  ot-:,:  .-_ --.-  ..-  -   -'. 

The  writer  ha-Tring^  been  a  resicieiLt  o*  Saa  Fraa- 
ciscu  since  11867  since      '     '  -  '      '  '         '   --^y 

identifiied  with  electricii  ive 

been  the  first  apipfiGatioo;  of  electric  pow-er  mmdrnistinailty 
in  San  FtarDriisco. 


IKTZSNATTOKAL  CONGRESS  OF  THE  APPLI- 
C.-=-.TIONS  OF  ELECTRICITY.  TURIN,  igii- 

.A  n  Iintemational  Congress  o*  '  -  ^  or 

Electricity  wiE  be  heM  at  Tnriiii  :.-...   _  ;    --i     -  ihe 
Ji'jzh-   :f  September.  19,111.  on  thie  imtiairve  aaid  wa^iex 
tfc-f  :i ■: spares  of  tfoe  It^fan  ~'      ' ' 
ar  1     :  the  Italian  Electrc  _ 

The  "'-rrijiDdi  q€  tEie  IiEEeniadiiiooal  ExkEbBtrami  of  fjmdirti^'.i'y 
aE'J  Lalwnr. 


of  tcsilar  leed  W3t£r  so  as  tO'  pre-vemt 

ti'iili"  -caJie  is  beEng"  acconiDpQrfiiied  bv  tharee  Engfefe 
rai;  i:i.s  by  merely  alLowimg-  the  waier  to  fflQ\r  over 
an  ::'--iiraMTrn  plate.  T&is  is  said  to-  soften,  lie  scaSe- 
fif'  -  laJkinuisi  aaiid  naagHesinnEEi  saits  so  thai  a  sd&  nnnd 
is  i  nnedl  msteaid  o€  a  haid:  scaLe^ 


ifsf.iv  1'.    I:>:i,J 


OP    ELECTKICITY.    POV/ 


':--vT  STATUS  ''    -''^  •■' '"'  -;  ■ '■  --'^' 
Cit-- 

Tim  smh^&t  (A  msikmg  piroducer  ga^  iriOfcn  cfude- 
■  ■    \  '-         ■       .   ^^, 

its 


or 


A.'>I>    GAS  ZfiO' 

.    ' .--  .--^4r  gas 

i  ihetm&l  vatae  as  tow  as  103  Bxa, 

■atPi's  wa^  at  ■  messr- 

r.:y  m  sfa*  ma4e  an4  tiie  zmfmm.  oi  oil 
-  ■-    '^ioo  ouf/iic  feet,  A  tvpical  analysts 


vet^imt  with 


6f  oil  gas,  amd  wj  ea*t- 


ifrar'- 


t 


w 


rnke  ztt4 

^  . r     r . 

-;  ^Ac;<  1 

S.  ',^.  ■' 

7f, 

liA 

t1(*i^T''V    ';,) 

->-nC. 

"jlPi  r  3    ^^1  - 

r              r 

^  -,--  r; 

C'"?i--    ^: 

'k  '■' 

^     <0«    1 

-jtat 
■-.   :  -  ^.... ,-,..:  the 


:".--iti£  ir. 


■•  -  ''■-'e  ry^>fr»zvM  oi  small! 

I'li  iin  f7»lif''iirT.h^  it  ha* 

'f!  f-Be- marts  fa/^tswe  '>f 

•  ••■?«]*  4e^rte  of  per- 

•  -.*r- 

m  tew?"  ea»  fr*  R»e«  a4apt  it  trj. 
iliio-f i:>.iA.  laAA  the   VriUnvtUu^  airiaiy-i*: 


Sfintni  ft<v    ^raw  tty 


•.tx^ratkn:! 


..  |f-Tr'  ^-l-  f  i      f^      1  r.' 


per  enr,  fr. 


'Fi' 


,.f. . 


aw<^  f!ce 


.<iV-i«»t  / 


-vf^nr 


S60S  anrf  rcfCTieiOTesJte  of 

-I  of  tSie  ga-?  Esas  \teeti 

It;  tfte  m&r*h  gas  Ita^ 

:  tfie  carftrtTi  ''.'j-n.-iTwfe 

•r  ceimt;  tiie  spe^-        :  •-;   ftjr 

-    ' '     ^t<t  from-:  <  24  ::c-  (Qfe 

'ii9e4  at  or«sent  &jr 

•  ga^  are  so  elastic  in  tfjeir 

■ '-  -  ^>e  irnvnedhrelj  adapted 

•^  gas  frora  iTiiL    Tfee 

'  has  carrte»l  om  a  sene*  of  expiesfiHenes 

""■  "'      -'---'■  -    '  ■ -ye  gerteratirag' scTCt 

-t  was  the  use  of 

'-oiaiiiMfe  press  nrrc  for  t!te 


ji^Joi  Bxb,  per 
ct;  ^851  gas  anigjrses 

ft  ii«  necsssary  ttet  Jt  sftiall!  foe  tFtc-yroiaglsty  dsatised  ity 
■''----       ,•'■■,    -     '   -'  ;_  '-^11  i^  isffictorm  in 

-•vtseEits,  TMs  last 
rsfv  rve  reawiuj  aecompiiijsniedi  in  tine  oif>eratsoo  of  ot! 
generasof s,  aj*«f  as  fyfji^tucers,  t>T  c&trti&l  mezsxaremtnt 
o»f  tine  0^1  m^^ii,  &nfi  the  acr  sraipif»JiecI  for  jts  partial  comit- 
Ii,rT*''r^iTi.  ari-'f  rh>:  rr  ■■  'e  of  a  feirfy  constant  te»»- 

l><5rafrr:'t  en   t^i^  &":  TMs  can  be  (fcne  a«  in 

oil  gas  ntanimfactwre  fcy  a  4et<sirn»ination  of  the  neccsi^ 
sarj  tewBpieratrarfe  W  tfne  ■-/  ■■■->in)  of  co5or  in  the 

checker  Ivrick  anK-f  tSwt  nt;i.  =:  of  ttes  tempera- 

tore  fvj-  if&inent  oSi^rratJOOTs  tmms0i  sight  codss 
fcy  the  gas-malfer, 

Ifafew!^  fkro^^Kcer  gas  iromt  oil!  in  the  ofi^inary  gas 
generator  Sva^  mafiy  g;;-'  ''r/er  amr  -ipetizl  mrjt- 

cess,    Ttte  gas  tam  Fj"-:  -    very  Is^r^e  fi'^&m.itic* 

an4  the  stm^mat  mstAe  cstn  lf»e  eastlJr  regtutated  to  the 
rree-^s.  The  ofxerati^yra  is  •■  •  ' '  •  :  :^  sai4  wsthowt  in- 
fi^ropf  cTiKES  fi')*'  clfsinmg,   '[  ■'nmusd  in  the  ntanra- 

fectcsre  <>?  fvToitocer  gas  Soir  ji/'yi/rer  fn3;rj>o<^es,  Jn  any 
other  icrtfyvrn  fvrocess  the  interrrapt&'ynis  are  not  at 
stated  mtervihr  ^"^  occar  wfhen  the  pro4t3cer  refoses 
to  W(fyrfe,  owing  tO' '  ^  "^g  npi  of  its  ^rts  W  coke 

fw  Sareof*  )>feick,     ''  :;'efierat/'>irs  have  no  ea*i5y 

dtshtmetihlt  j»arts  as  ^s  Umtt^  fttvd  cheekier  fyrick  are 
C''  -'^--"wifha  '  •  ■  ■  :■•  !rtigh  tewijix^rataire^- 
ari  ;••&  a  tri'-.  nsfjiirt  cs  'fe^iirafolie 

in  nnAkmg  pti'Aacer  ga*  tiian  cbat  erfff>loye4  ire  aiAk- 
mg  oil  gas  the  checker  h-rri-.k  are  not  serk^rsiy  acrette>^ 
lf>y  the  his^  temsieratwre,  fn  the  deeym-i^Akvysii  fA 
fixlr  m  '         -  '-.ere  is  a  Gomtvlete  di^^i^ 

tion  of  V  a'mAtitt$e:r:fy.  of  t'le  0*1!  so/ 

that  5>ro<%cer  gas  can  t>e  irrea/fe  wcth^^rTt  a  ir>.y-or'j»4sEet 
of  any  kin<^.  Any  acccrtn-cstation  of  earf><>n  in  tSie  gen- 
crator  may  tie  resn^'i've^  f>y  sdja^t.in^  the  feriniperattire 
arw!  fucitantity  of  air  ^n^lied,  Thh  mezhrA  'A  rfl:akm%' 
gas  reKpfires  a  *m:an:  gas  h^-vWer  tor  momentary  str^r- 
age,  ami  the  ii»r<^ess  as  at  c.resertt  msdtx^tf^A.  o-iK'A 
tr:  '  '  as  a  sG^.tf-'ytT  ga*  pro<-ffJcer,    Pro<fricer  ga» 

nr<  ''jif  said  coevtatritng  a  >rriafr  perr.i^fage  ^,' 

hydiTfj^em  jxwsesses  a^te'arttag'es  over  iltritmiriatttvg  oil 
gas  rnasmtrch  as  it  can  Fx*  vthu-rtfd  ro  titj^er  rorrtore*- 
-sfon  in  gas  engine  cylcn<fers,  an4  wfrf-i.  a  gas  of  ran^fcrrn 
actaByss^,  tmifi'>rirw  pfsnofi  *r,ee/f  '-an  F>e  oF*t;itne'^,  .\. 
thri^ght  up-.u  the  p^i-v^thilitie-ii  of  o-tl  r>r''>4fJC«r  gas  tea^.s 
SO'  a  comiivaris<'yTi  of  tFse  mo-'fern-  =:tear«  tnjrf.^ne  with 
i^erra;at  effifienicy  I'yf  from  fa  *-.  r-  ',*r  cenr?-  jjrith  art 
irternar  rr>r?'tf,rrstii'>in  '^jjginie  'Vw''i  s  '■'-.■"r'ri&l  efficseiiey 
of  fironii  24  to  ,yji  5>er  cent. 


270 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.   XXVI-No.   12 


(.t 


DEPTH  OF  SNOW  IN  THE  SIERRA.  shows  that    there   lias   been   an   accumulated   depth   of 

BY  PROFESSOR  A.  G.  McADiE.  snnw  on  the  ground  frequently  exceeding  20  feet;  also 

It  is  a  matter  of  general  interest  to  the  public  and  that  the  total  sea.sonal  snowfall  has  several  times  ex 

special   significance  to   the  engineer  to  have  some 


in 


two   seasons   has  exceeded  60 


clue  as  to  the  prospective  water  supply  and  the  prob- 
able rale  of  melting  of  the  snow  in  the  mountains.  We 
are  fortunate  in  California  in  that  for  many  years 
through  the  co-operation  of  the  engineering  corps  of 
the  Southern  Pacific  Company  and  the  \\'eather 
I'.ureau,  records  uf  the  depth  of  snow  have  been  main- 
tained for  a  long  period.  The  snow  problem  is  an 
imijortant  one  -md  while  we  are  not  altogether  satisfied 
with  methods  of  determining  the  water  content  of  a 
given  snow  cover,  the  scale  measurements  of  depth 
of  snow  furnish  a  basis  for  comparing  any  one  year 
with  another. 

()ne  of  the  most  important  snowfall  stations  in 
the  country  is  that  at  Summit.  Placer  County.  Cali- 
fornia,  elevation    7.017   feet.     The   table   given    below 

SEASONAL  SNOWFALL,  AT  SUMMIT,   CAL. 
Elevation.  7017  feet;  latitude,  39°   19'  N.;  longitude,  120°  10'  W. 


Winter  of    Snowfall. 
Indies. 

1S70-1 300 

1871-2 550 

1872-3 334 

1873-4 200 

1S74-5 ;?84 

1875-6 525 

1876-7 178 

1877-8 341 

1878-9 446 

1879-1S«0 . . .  7S3 

1880-1 154 

1881-2 492 

1882-3 299 

1883-4 4S2 


Winter  of     Snowfall. 
InclieF. 

1884-5 202 

1885-6 462 

1886-7 422 

1887-8 345 

lSSS-9 261 

issn-is!»o .  .  .  77« 

1S90-1 ■  335 

1891-2 380 

1892-3 634 

1893-4 511 

1894-5 685 

1895-6 544 

1S96-7 560 


Winter  of  Snowfall. 
Inches. 

1897-8 262 

1898-9 481 

1899-1900...  406 

1900-1901...  440 

1901-2 373 

1902-3 407 

1903-4 434 

1904-5 375 

1905-6 514 

1906-7 602 

1907-S 340 

1908-9 442 

1909-10 342 

1910-11 402 

(to  date.) 


ceeded    30   feet,   and 
feet. 

1  liave  been  informed  by  Professor  George  David- 
son that  in  the  season  of  1868-9  the  engineer  in  charge 
of  construction  of  the  Central  Pacific  Railroad,  Mr. 
jiidali,  reported  a  seasonal  fall  of  60  feet.  Our  records 
however  do  not  begin  until  1870.  I  think  the  recorrl 
])iiblished  herewith  constitutes  the  longest  period  of 
snowfall  measurements  in  our  country.  Certainly  it 
is  one  of  great   \alue. 

In  1908  Professor  J.  X.  Le  Conte,  using  this  table 
as  a  basis,  published  in  the  Sierra  Club  lUilletin  a  short 
pajier  having  for  its  special  purpose  the  possibility  of 
l)redicting  the  probable  date  of  disappearance  of  the 
snow  with  the  view  of  determining  when  travel  would 
l)e  safe  through  the  mountains.  The  attempt  was  made 
to  get  the  average  rate  of  melting.  Eleven  plats  show- 
ing the  depth  of  snow  on  the  ground  for  eleven  differ- 
ent years  were  discussed.  In  each  of  these  there  was 
an  extremely  irregular  curve,  increasing  until  the  last 
week  in  March,  After  the  end  of  March  the  curve 
decreased  rapidh'  and  was  fairly  smooth.  In  the  ac- 
comnanying  illustration  there  is  shown  the  average 
depth  of  snow  on  the  ground  at  Summit  with  a  maxi- 
mum of  129  inches  about  March  26th,  The  curve 
AI'.CD  is  the  average  depth  of  snow  obtained  by  tak 
ing  the  total  (kpth  for  the  10  years  for  a  given  date 


SUMMIT,    PLACER    CO.,    CAL.      i  Klevation,   7,017  feet.) 


Season. 
1870-71    . 
1S71-T'* 

,Iuly 
0 

Aug.        Sept.        Oct.        Nov. 

0          0.30        0.40        8.50 
0              0               0              0 
T              0              0              0 
0               II          3.80        3.60 
0              0        ^2.23        6.50 

0.10        0.56         2.9S        0.50 
0           0.30        0.55         3.34 

0.09         0.44         1.91          O.SO 
T               0           4.20        5.60 
0                0                0           0.50 
II           0.60        3.10        3.05 
0           0.7  5      12.95        3.95 
0           0.10        0.95        1.20 
0           1.10        3.13             0 
T           0.05             0        13.60 
0                0           3.10        1.70 
T              T           0.07         1.50 

0.2S             0                0           1.90 
0                0           5.65        6.80 
0                0               0                0 
0        ^0.20        0.05        0.30 
0                0           0.60        S.SO 
0                0           0.30        3.60 
0           0.50         2.90        l.llll 
0           0.20        '0           1.40 
•0.02        0.40        0.90      12.30 
0           0.03         2.50        2.65 
0               0           4.40        2.50 

1.00             0         16.05        9.15 
T           0.05        3.50        6.90 
0           1.40        4.20        4.70 

1.00             0           2.30        7.50 
0                0           1.20      11.20 

0.03        4.56        1.90        1.33 
0          0.50        0.60        7.80 

1.00        0,32        0.12        2.04 
T           0.06         2.52        0.40 

0.76        1.20        1.54        3.60 
0          0.72        1.66      ^4.58 
0          2.82        0.50        5.46 

0.11        0.30        2.35        3.97 
ing  melted  .snow;  i-atio  ten 

Dec. 

27.00 
6.00 

11.70 
0.85 
7.25 
0.20 
0.80 
1.60 

13.30 
6.20 
9.05 
4.92 
3.20 
9.40 
3.00 
5.75 

11.60 
5.26 

18.50 
7.40 

11.90 
9.50 
6.00 

24.50 
S.SO 
4.10 
4  .  20 
3.60 
7.90 
3.50 
2.80 
4.60 
0.80 
8.60 
3.70 

10.10 

10.20 
2.70 
8.30 
4.08 
7.39 

lO  one 

,Ian. 
7  .  60 
4.00 
2 .  :i  I 
5 .  oO 
S.  15 

14.65 
S.  90 

111,00 

13.65 

6  .  60 
7.511 
7.  40 
1  .  Oo 

7  .  60 
1,40 

i:!,9ii 

6.2.'. 

9.211 

1 .  no 

19.20 

1  .50 

4  ,00 

7  .  90 

15.50 

25  .  SO 

111  .  50 

1  ,  05 

4  .liii 

12,  70 

ll.:iO 

4  .  00 

10.50 

4,2  0 

14.10 
i:-i  ,50 

?,  .  50 
29,  II 

S.IIO 
2S  .  911 

S.7S 

Feb. 
7.55 

16.10 

16.20 

0 

0.12 

8.70 

0.69 

11.50 
8.70 
7.50 
4.60 
9.00 
2 .  60 

12.70 
0.5S 
1.40 

20.70 
1.29 
1.50 

11.60 
1.38 
3.40 

10.80 

15.25 
4  .20 
0.70 

14.35 
7.10 
5.20 
4,75 

14,20 

16,30 
3.20 

:!0.40 
7.00 
9.30 
4.38 
4.50 
S.94 
5.10 
5,30 
7.91 

Mar. 
4.05 
5.90 
6  .  05 

I) 

4.80 

13. SO 

3.44 

3.05 

21.05 

S.  90 

1.50 

19.30 

7.70 

9.10 

0.10 

7. SO 

1.40 

8.05 

9.55 

14.00 

5.10 

7.40 

14.50 

3.40 

4.70 

9.70 

18.00 

5.20 

15.75 

8.15 

4.50 

S.90 

11.10 

21.30 

10.70 

11.75 

27.36 

10.20 

4  .60 

4  .  9S 

9.02 

Apr. 
4.00 
5.60 
2.55 
2.00 
O.SO 
2.60 
4. 84 
2.40 
4.52 

30.40 
1.00 
3.25 
3.40 

12.60 
4.SS 
6.40 
5.80 
2.30 
1.90 
2.60 
4.60 
4,50 
9,20 
4.30 
2.50 

18.20 
1.25 
O.SO 
1.75 
4. SO 
5.50 
3.00 
1  .70 
3.90 
2.90 
2.60 
2.66 
1.14 
0.40 
0.6S 

4.60 

May 

0.31 
0.30 
2.11 
3.60 
1.46 
1.60 
3.75 
1.60 
2.55 
3.60 
0.05 
0.60 
3.42 
0.80 
1  .00 
0.95 
0.95 
1.04 
6.30 
0.25 
1.10 
6.30 

0 
2.40 
2.40 
5.40 

0 
2.90 
3.60 
3.97 
1.00 
1.10 
O.SO 
0.23 
3.70 
4.12 
3.06 
3.70 
1.10 
0.53 

2.13 

June 

0.89 

0 

0 

T 

2.55 

T 
0.12 

0 
0.10 

0 

0.50 

0 

0 

4.04 

0.80 

0 

1.60 

3.72 

0.22 

0 

0 

0.20 

0 

0 

0 

0 

0.70 

0.90 

0.70 

0.50 

0 
0.30 

T 
0.05 
1.40 
2.10 
2   22 
0.44 
0.88 
0 

0.64 

Sea- 
sonal 

68.10 
35.22 
22.33 
26.13 

•57.33 
27.29 
33.54 
54.71 
80.10 
22.65 
55.35 
40.69 
52.29 
22.39 
47.10 
47.25 
38.87 
31.42 
7S.60 
21.08 

•38.25 
61.30 
50.75 
68.50 
54.40 

•56.28 
31.28 
50.20 
61.52 
51.60 
46.70 
42.70 
73.28 
47.71 
56.57 
66.76 
36.78 
55.16 

48.29 

Tear 
1S71 
1872 
1873 
1874 
1875 
1876 
1877 
187S 
1879 
1880 
1881 
1882 
1883 
1884 
1885 
18S6 
1S87 
1SS8 
1889 
1890 
1891 
1892 
1893 
1894 
1895 
1896 
1897 
1S9S 
1899 
1900 
1901 
1902 
1903 
1904 
1905 
1906 
1907 
1908 
1909 

An- 
nual 

60.60 
37.90 

187*^-73 

0 

40.95 

...        0. 03 

18.85 

1874-75 

0 

•33.86 
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and  (li\i(ling  by  lo,  using  zeros  for  such  years  as  have- 
bare  ground.  To  get  a  more  correct  rate  of  melting 
however  we  find  the  average  date  at  which  there  was 
a  given  depth  ;  for  example,  the  mean  date  at  which 
all  snow  is  oil  the  ground  at  Summit  is  May  26th  : 
the  mean  date  at  which  it  is  20  inches  deep  is  May 
ioth.  In  this  way  Professor  LeConte  obtained  the 
cur\'e  marked  in  the  diagram  ABEFG;  and  disregard- 
ing small  irregularities,  calls  the  smooth  curve  IHG 
the  mean  curve  of  nieltinc". 
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Curve  of  Snowfall  at  Summit,  Cal.  Dotted  line 
Shows  Depth  of  Snow  on  Ground  .Season  of 
1910-11   to  date. 

The  actual  curve  of  melting  for  any  year  can  be 
compared  with  the  mean  curve  and  if  it  falls  below 
the  mean  there  is  every  probability  that  the  season 
will  be  an  open  one;  i.e.,  that  travel  in  the  mountains 
will  be  possible  at  a  much  earlier  date  than  where  the 
curve  of  melting  exceeds  the  mean. 

During  the  present  year  the  depth  on  the  ground 
was  much  below  the  mean  until  about  January  9th, 
when    the   amount   was   increased    rapidly.      Notwith- 


standing some  losses  the  depth  up  to  the  9th  of  March 
is  so  far  in  excess  of  the  average  that  we  cannot  rea- 
sonablv  expect  an  open  season,  so  far  as  travel  is  con- 
cerned. On  the  other  hand  the  abundant  supply  of 
.snow  (iffers  every  reason  for  expecting  a  bountiful 
water  sn])i)ly  during  the  long  summer  months.  This 
of  Course  is  of  significant  value  to  engineers,  farmers 
and  stockman. 


A  public  utilities  commission  for  California  is  pro- 
\-ided  in  three  constitutional  amendments  which  have 
passed  the  legislature  and  are  to  be  submitted  to  the 
])cople's  vote.  They  provide  for  the  reorganization  of 
the  present  railroad  commission,  increasing  its  mem- 
bersliip  from  three  to  five,  to  l)e  appointed  by  the  Gov- 
ernor for  six-year  terms,  and  extending  its  power  of 
control  over  all  public  utilities  in  private  ownership, 
including  commercial,  interurban  and  street  railways, 
canals,  pipe  lines,  plants  and  equipments  for  the  trans- 
]>ortation  or  conveyance  of  passengers  or  express  mat- 
ter or  freight,  including  crude  oil.  The  new  commis- 
sion is  to  have  jurisdiction  over  telegraph,  telephone, 
heat,  water,  light  and  power  companies  and  concerns 
that  furnish  storage  or  wharfage  facilities,  as  well  as 
common  carriers.  Every  class  of  private  corporations, 
individuals  or  associations  which  the  legislature  may 
put  under  the  head  of  public  utilities  will  be  subject  to 
the  commission's  control  and  regulation,  and  it  will 
have  the  right  to  fix  rates  to  be  charged  for  commodi- 
ties furnished  or  services  rendered  by  public  utilities. 
The  powers  respecting  public  utilities  now  vested  in 
tlie  governing  bodies  of  cities  and  towns  shall  be  re- 
tained by  them  unless  a  majori^-y  of  the  electors  of  a 
county,  city  or  town  vote  to  surrender  such  powers 
to  the  commission. 
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I'wo  weeks  aq-n  Uii.s  paper  expressed  its  views 
igaiiist  tlic  action  of  the  California  Legislature  in  pass- 
ing a  hill  providing  for  an  amend- 
ment to  the  constitution  gi\ing  to 
the  people  the  right  to  the  recall 
which  shall  include  the  judiciarj'. 
Thi-.  liill  has  been  held  by  the  i)roponents  of  popular 
anil  progressive  government  as  being  in  accordance 
with  the  principles  on  which  it  is  founded.  It  is  a 
pleasure  to  note  the  views  of  Col.  Roosevelt  the  ad- 
mitted   leader    of   the    progressive    movement,    in    his 


Roosevelt  on  the 
Recall  of  the 
Judiciary 


604  MISSION  Street,  San  Francisco 

=  speech  at  Phoenix.  Ariz.,  given  in  the  plaza  of  that 
city,  in  which  he  reiterated  his  belief  in  the  recall  for 

^^  .Arizona,  but  disapi)ro\'ed  its  extension  to  include  the 
iudiciary,  for,  as  he  says,  "it  tends  to  produce  timid 
courts  and  judges  who  keep  their  ears  to  the  ground," 
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Present   Status  of   Producer   Gas   from   Crude   Oil 26'^ 

By  E.  C.  Jones. 


It  is  difficult  to  determine  from  the  reports  of  the 
dail\'  press  whether  the  revolution  in  Mexico  is  real 
war  or  opera-boufFe.  llie  muck- 
The  Mexican  raking  magazines  tell  about  "ISar- 

Revolution  barons  Mexico."  though  the  justice 

of  the  appellation  is  hotly  contra- 
dicted by  proponents  of  the  federal  government.  It  is 
ea^v  to  believe  that  the  present  condition  is  Ijoth  bar- 
barons  and  serious,  barbarous  in  the  degenerate  use 
i^f  soft-nosed  l:)ullets  by  both  parties  without  provision 
for  either  doctors  or  hospital  appliances,  and  serious 
in  suspending  mining  operations.  This  aiTects  the 
power  plants  and  in  fact  every  industry,  as  in  the  min- 
ing districts  e\'erything  is  dependent  upon  mine  opera- 
tion. 

I'analic  warfare  afifords  little  prospect  of  protec- 
tion for  .American  financial  and  engineering  interests 
and  it  is  to  be  ho])ed  that  Uncle  Sam's  im.iral  influence, 
at  least,  will  have  its  efifect  in  terminating  not  only  the 
re|)oried  barbarities,  but  the  baneful  interference  with 
l.ti'-iness. 


Depth  of  Snow  in  the  Sierr.a 

By   Professor  Alexander   MeAdic. 


.\   Public  I'tililies   Commission   for  California.. 


i{\ery  _\-ear.  especially  in  the  spring,  there  is  a  crop/ 
of  new  water  right  locations  on   most  of  the  streams 
which      ha\e      power      possibility. 
Water  Power  These     locations     are     sometimes 

Location  made  by  people  who  really  know 

the  responsibilities  and  difflciilties 
to  be  encountered  in  establishing  an  hydroelectric  sys- 
tem, but  by  far  the  greater  number  see  the  fancied  pot 
of  gold  at  the  eml  of  the  rainliow  consisting  of  a  little 
work,  a  lot  of  big  talk  and  a  water  location. 

Many  of  these  locations  contemplate  the  use  of 
far  more  w-ater  than  the  stream  can  supply,  except 
at  flood  periods,  and  often  such  a  location  is  made 
where  former  rights  would  have  precedence  or  where 
the  \i'\\-  water  flo\v  is  already  used  by  existing  plants. 
Trade   Notes  .276      '  'ftentimes  a  market  already  well  supplied  is  shown  as 

the  possible  source  of  income,  with  the  intimation  that 
some  competition  would  be  necessary.     This  has  been 
.\ews   Notes  - ,,„...,,.,...,.,....,..,  Z77     the  \\i  :ik  point  in  financing  these  power  schemes,  even 
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where,  upon  examination,  it  is  shown  that  the  power 
was  really  available.  For  the  financier  likes  not  the 
idea  of  heavy  competition  in  a  limited  field  and  a  long; 
wait  for  dividends. 

There  are  undoubtedly  many  good  so-called  power 
.'^ites  whose  development  has  not  been  considered  by 
the  most  inexperienced  dreamer,  because  their  isola- 
tion and  distance  from  any  visible  market  has  pre- 
cluded a  foresight  of  their  possibilities.  These,  how- 
ever, will  be  the  great  plants  of  the  future.  Each  year 
new  markets  for  this  power  are  created  and  locations 
which  in  the  previous  year  seemed  visionary  are  taken 
up  and  profitably  developed. 


The  first  pay-as-you-enter  cars  were  placed  in 
service  in  San  Francisco  this  week.     It  is  yet  too  soon 

to  pass  judgment  on  the  successful 
P.  A.  Y.  E.  outcome   of   this   venture    by    the 

Cars  United  Railroads.    A  service  of  this 

kind  must  be  governed  more  or 
less  by  the  local  conditions  surrounding  the  operation 
and  in  San  Francisco  these  conditions  are  perhaps 
more  severe  than  in  any  other  city.  This  is  true  both 
on  account  of  the  length  of  runs,  the  many  and  severe 
grades,  the  abnormally  heavy  traffic,  a  habit  of  over- 
crowding and  a  public  antagonism  which  has  been  en- 
gendered by  a  service  woefully  lacking  in  equipment 
and  power.  With  the  advent  of  the  new  cars  the  lat- 
ter condition  will  be  undoubtedly  relieved  and  an  en- 
tire new  power  equipment,  ample  in  all  respects,  has 
been  installed. 

It  is  a  curious  fact  that  some  proposed  expedients 
are  frowned  upon  by  intelligent  people  who  can  givi- 
many  arguments  and  reasons  why  they  should  fail, 
but  which,  when  tried,  disprove  the  popular  predic- 
tion and  are  eminently  successful.  This  has  been 
specifically  the  case  with  the  pay-as-you-enter  service. 
This  service  is  now  in  use  in  many  cities  with  most 
gratifying  success.  The  same  adverse  opinions  are 
heard  in  San  Francisco,  but  there  is  no  proof  that  the 
favorable  results  of  other  cities  may  not  be  duplicated 
here.  It  is  to  be  hoped  that  the  public  will  take  kindly 
to  this  new  service  and  meet  the  railway  half  way  in 
its  attempt  to  better  conditions. 


In  this  day  when  public  service  corporations  are 
indiscriminately   accused   of   all    sorts    of    graft    and 

crookedness,  their  officials  held  up 
Municipal  to    public    scorn    on    the    slightest 

Street  Railways      pretext    and     legitimate     business 

constantly  menaced  through  care- 
less public  opinion,  municipal  ownership  and  control 
of  public  utilities  is  a  fetish  in  the  popular  mind,  a 
panacea  for  all  ills.  Of  course  there  is  some  founda- 
tion for  what  now  seems  unreasonable  prejudice,  be- 
cause a  decade  or  more  ago  these  same  companies 
were  not  always  operated  with  that  consideration  for 
the  people's  rights  which  is  almost  universal  today. 
The  most  radical  may  argue  that  a  wrong-doer  who 


goes  unpunished,  but  who  is  caught  many  years  later, 
is  just  as  liable  to  punishment.  Rut  such  sentimental- 
ism  in  valuing  stocks  and  bonds  is  ,he  height  of  ab- 
surdity. 

The  sale  of  the  municipal  bonds  for  San  Fran- 
cisco's Geary  street  railroad  is  interesting  to  financial 
institutions  and  to  the  economist.  The  first  offer  of 
$600,000  in  these  bonds  found  no  bidders ;  the  second 
offer  has  brought  out  a  few  subscribers,  some  savings 
banks,  but  mostly  individuals,  whose  total  subscrip- 
tion is  only  $93,000.  San  Francisco  bonds  haye,  as  a 
rule,  been  sold  at  a  premium  and  in  many  cases  entire 
issues  have  been  underwritten  by  one  or  more  of  the 
great  bond  houses.  As  a  reason  for  this  showing  pub- 
lic opinion  conjures  up  an  insidious  influence  over  the 
great  bond  houses  by  the  public  service  corporations. 
It  is  argued  that  a  new  and  baneful  precedent  will  be 
established  to  interfere  with  their  business.  On  the 
other  hand  the  companies  argue  that  records  show 
that  municipally  operated  street  railroads  are  usually 
a  failure  in  America.  In  this  case  the  establishing  of 
a  municipal  utility  likely  to  fail  should  be  of  the  great- 
est interest  to  the  existing  company. 

The  reason  is  undoubtedly  more  far  reaching  and 
must  be  traced  to  the  individual  reticence  of  the  bond 
subscriber  in  placing  his  nniney  where  it  will  be  han- 
dled by  the  pul)lic  conscience  for  the  good  of  the  com- 
munity rather  than  by  the  private  specialist  who  is 
after  the  greatest  results  for  all  concerned. 


Agriculture,  tliough  our  greatest  industry,  is  that 
most  neglected  by  ihe  central  station.  High  tensi(.)n 
transmission  lines  crossing  the  rich- 
Electricity  in  est  farm  lands  on  their  way  from 
Agriculture  water-fall  to  city  hall  are  like  lim- 
ited trains  giving  no  intermediate 
accommodation  to  the  farmer.  His  most  pressing 
needs  for  the  operation  of  stationary  machinery  have 
been  ably  supplied  by  the  gas  engine,  even  to  the  point 
of  driving  the  generator  for  electric  lighting.  But  his 
main  reliance  for  power  in  the  field  has  always  been  on 
the  horse,  which  may  truly  be  said  to  have  gone  "back 
to  the  farm."  Even  this  last  refuge  has  been  invaded 
by  the  engine  or  motor,  which  tires  not,  neither  does  it 
eat  oft'  its  head  while  idle.  Deep  ploughing  especially 
is  necessary  to  increase  the  yield  per  acre.  A  six  or 
se\en  inch  furrow  is  as  deep  as  can  be  ploughed  by  a 
team  of  horses,  while  the  requisite  depth  of  twelve  to 
fourteen  inches  can  be  practicallj-  obtained  oidy  by 
mechanical  plows.  For  tillage  and  harvesting  also  the 
horse  is  inadequate  and  inefficient,  costing  about  eight 
cents  per  horsepower  hour  and  usually  scrapped  after 
ten  years'  useful  service. 

In  America  the  gas  and  steam  engine  has  been 
most  widely  adopted  as  a  mechanical  substitute  for 
the  horse,  but  in  Germany  and  France  the  ele^^tric 
motor  has  proved  superior  in  economy,  flexibility  and 
simplicity.  Here,  then,  is  a  fallow  field  for  the  central 
station. 
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PERSONALS. 

L.  H.  Bean,  superintendent  of  the  street  railway  system 
in  Tacoma,  is  at  San  Francisco. 

J.  M.  Hunt,  of  Hunt,  Mirk  &  Co.,  has  been  spending  a 
lew  days  in  the  Santa  Cruz  mountains. 

V.  M.  Steadman,  secretary  of  the  National  Electrical 
Works  of  Los  Ange'es.  recently  visited  San  Francisco. 

A.  L.  Snyder,  chief  engineer  of  the  Seattle  Electric  Com- 
pany of  Seattle,  Wash.,  was  a  recent  San  Francisco  visitor. 

Kempster  B.  Miller,  of  McMeen  &  Miller,  electrical  en- 
gineers, is  at  Los  Angeles  on  telephone  engineering  busi- 
ness. 

A.  M.  Hunt  is  making  an  engineering  examination  in  Am- 
ador County,  in  connection  with  a  possible  power  develop- 
ment. 

William  Hoopes,  the  electrical  engineer,  with  the  Alumi- 
num Company  of  America,  is  at  Los  Angeles  en  route  to  the 
East. 

Don  C.  Ray  has  been  made  manager  of  the  Contra  Costa 
district  of  the  Pacific  Gas  &  Electric  Company,  vice  Joseph 
Mayo,  resigned. 

G.  W.  Manley,  who  is  connectetd  with  the  Crescent  City 
Water,  Light  &  Power  Company,  has  returned  to  Crescent 
City  from  San  Francisco. 

A.  D.  Fischer,  president  of  the  Schutte  &  Koerting  Co., 
of  Philadelphia,  has  returned  East  after  an  extensive  trip 
throughout  the  Pacific  Coast. 

W.  S.  Iliff  of  Denver,  who  is  associated  with  the  manage- 
ment of  the  United  States  Light  &  Traction  Company,  re- 
cently  visited  San   Francisco. 

H.  M.  Cooper  has  been  appointed  manager  of  the  newly- 
created  Placer  district  of  the  Pacific  Gas  &  Electric  Company, 
with  headquarters  at  Auburn,  Cal. 

Bion  J.  Arnold,  who  has  a  national  reputation  as  a  con- 
sulting electrical  engineer  In  connection  with  electric  trac- 
tion problems,  is  at  San  Francisco. 

F.  Boardman  Clapp,  Jr.,  has  arrived  from  the  East  and 
joined  the  electrical  engineering  staff  of  the  General  Elec- 
tric Company's  San  Francisco  office. 

Geo.  R.  Murphy  of  Pierson,  Roediug  &  Co..  has  recovered 
from  a  severe  attack  of  pneumonia  of  ten  weeks'  duration 
and  is  again  at  his  San  Francisco  office. 

H.  C.  Goldrick,  Pacific  Coast  manager  for  the  Kellogg 
Switchboard  &  Supply  Company  of  Chicago,  returned  to  his 
San  Francisco  office  this  week  from  Los  Angeles. 

H.  W.  Jackson,  assistant  general  manager  of  the  Sierra 
&  San  Francisco  Power  Company,  visited  the  Stanislaus 
power  station  near  Vallecito  during  the  past  week. 

L.  N.  Peart,  general  superintendent  of  the  San  Joaquin 
Light  &  Power  Company,  recently  spent  a  few  days  at  San 
Francisco,  making  his  headquarters  with  J.  G.  White  &  Co. 

F.  Seerberger.  an  electrical  engineer,  passed  through  San 
Francisco  from  the  Orient  last  week,  en  route  to  Germany 
to  interest  capitalists  in  an  enterprise  which  he  has  In  plan 
at  Tokio. 

P.  J.  Southerland.  formerly  with  the  electrical  distribution 
department  of  the  San  Francisco  Gas  &  Electric  Company, 
has  been  made  manager  of  the  newly-created  Antioch  dis- 
trict of  the  Pacific  Gas  &  Electric  Company. 

S.  D.  Richmond,  president  of  the  Richmond  Machinery 
Company  of  Salt  Lake  City,  was  at  San  Francisco  this  week 
and  placed  a  contract  for  a  large  Pelton  water  wheel  for  a 
hydroelectric  installation  in  the  State  of  Utah. 


G.  H.  Hill,  assistant  engineer  of  the  General  Electric 
Company's  railway  and  traction  department,  has  arrived  from 
Schenectady  and  is  paying  a  visit  to  the  company's  San  Fran- 
cisco olflces.  He  is  accompanied  by  M.  M.  Corbin,  who  is  also 
an  assistant  engineer  in  the  railway  and  traction  department. 

F.  H.  Varney,  engineer  of  operation  and  maintenance  of 
the  Pacific  Gas  &  Electric  Company's  steam  engineering  de- 
partment, returned  to  San  Francisco  last  Tuesday  after  mak- 
ing an  extensive  Eastern  tour.  He  visited  the  principal  elec- 
( rical  power  plants  and  factories  in  the  East  with  a  view  to 
the  installation  of  new  steam  turbines  and  a  steam  heating 
system  at  San  Francisco. 

Newly  elected  associate  members  of  the  American  Insti- 
tute of  Electrical  Engineers  inc'ude  E.  M.  Baldwin,  electr:- 
can  Noble  Electric  Steel  Co.,  Heicult,  Cal.:  H.  J.  Briggi. 
tperator  Pacific  Light  &  Power  Co.,  Los  Angeles,  Cal.;  Alfred 
C<  ok,  switchboard  operator  Washington  Water  Power  Co., 
Rearden,  Wash.;  H.  B.  Bishop,  electrician  Stone  &  Webster, 
Sumner,  Wash.;  W.  P.  L'Hommedieu,  salesman  Westinghouse 
Electric  &  Manufacturing  Co.,  San  Francisco;  A.  W.  Lindgren, 
superintendent  Huntington  Beach  Co.,  Huntington  Beach,  Cal.; 
F.  H.  Mayer,  draughtsman  Southern  California  Edison  Co., 
Los  Angeles.  Cal.;  J.  D.  Morton,  local  manager  Idaho-Wash- 
iiinton  Light  &  Power  Co.,  Pullman,  Wash.;  E.  R.  Nigh,  as- 
sistant electrical  engineer,  Seattle  Electric  Co.,  Seattle, 
Wash.;  Albert  Stafford,  Bay  Cities  Home  Telephone  Co.,  San 
Francisco;  E.  A.  Wilcox,  assistant  superintendent  Great 
She  shone  &  Twin  Falls  Water  Power  Co.,  Twin  Falls,  Idaho. 


TRADE    NOTES. 

Clarence  E.  Delafield  has  been  appointed  district  manager 
for  Crocker,  Wheeler  &  Co.,  at  Boston,  Mass.,  vice  R.  N.  Barnes, 

resigned. 

B.  C.  Hoist,  district  manager  for  the  Northern  Electric 
&  Mfg.  Co.,  Ltd.,  at  Vancouver,  B.  C,  announces  their  removal 
on  March  1st,  to  the  six  story  warehouse  at  313  Water  street. 

The  Southern  Pacific  ferry  steamer  "Piedmont"  on  San 
Francisco  Bay,  has  been  equipped  with  three  hundred  40- watt 
tantalum  lamps  and  E-5  Holophane  shades  by  the  General 
Electric   Company. 

The  Compressed  Air  Machinery  Company,  39  Stevenson 
street,  San  Francisco,  have  been  apointed  selling  agents  for 
the  Peerless  Rubber  Mf.g.  Company  of  New  York,  manufac- 
turers of  packings,  hose  and  belting. 

The  Kellogg  Switchboard  &  Supply  Co.,  has  closed  a 
contract  with  the  San  Gabriel  Valley  Telephone  Company  for 
an  extension  of  their  plant,  which  covers  the  entire  San 
Gabriel  Valley  with  headquarters  at  Alhambra. 

The  National  India  Rubber  Company  of  Bristol,  R.  I., 
announce  that  they  have  made  a  change  in  their  agency  ar- 
1  angement  for  the  Pacific  Coast  and  in  future  a  complete  line 
of  their  rubber  covered  lamp  cords,  wires  and  cables  will  be 
carried  at  their  branch  office,  155  New  Montgomery  street, 
San  Francisco,  in  charge  of  Otis  &  Squires. 

The  firm  of  McMeen  &  Miller,  during  the  past  four  years, 
has  been  engaged  upon  a  specific  design,  construction  and 
development  of  independent  telephone  properties  in  San 
Fiancisco  and  neighboring  California  cities.  This  work  has 
been  conducted  by  Mr.  S.  G.  McMeen,  member  of  the  firm.  He 
has  devoted  almost  his  entire  time  to  it,  largely  to  the  ex 
elusion  of  attention,  on  his  part,  to  the  service  of  other  of 
I  heir  clients.  Their  work  on  those  properties  is  finished.  On 
A|iril  1,  1911,  Mr.  McMeen  will  re-engage  in  general  practice 
for  their  clients  wherever  located.  As  heretofore,  they  wll. 
Practice  general  electrical  engineering  with  special  attention 
to  telephony,  continuing  to  serve  municipalities  and  govern- 
ing bodies  generally  in  making  appraisements  and  other  in- 
vestigations of  public  service. 
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986,495.  Process  of  Making  Gas.  Joshua  John  Nix,  Al- 
hanibra,  Cal.  The  method  herein  described,  of  mailing  a  com- 
bustible gas,  which  consists  in  reducing  carbonaceous  fuel  to 
gaseous  form,  providing  a  supply  of  jjowdered  carbon,  draw- 


ing the  same  by  aid  of  a  partial  vacuum  into  contact  with 
said  carbonaceous  fuel  in  said  gaseous  form,  and  supplying 
steam  to  the  mixture  of  said  powdered  carbon  and  said  car- 
bonaceous material  in  gaseous  form. 

986,552.  Internal-Combustion  Engine.  Nelson  Edwar.l 
Davies,  San  Francisco,  Cal.  In  an  explosive  engine,  the  com- 
bination with  a  working  cylinder  and  piston,  the  crank  shaft 
connected  with  the  piston,  an  oil  holding  casing  that  Incloses 
the  crank  shaft,  and  the  intake  and  exhaust  valves  for  the 
working  cylinder,  each  of  said  valves  having  a  pendent  mem- 
ber  that   extends    into    the   crank   chamber;    of   independent 


shafts  in  the  casing,  each  having  cams  for  co-operating  with 
the  said  pendent  members  at  their  respective  sides,  another 
shaft  in  the  casing  geared  with  both  cam  carrying  shafts,  and 
direct  gear  connections  that  connect  the  said  other  shaft  with 
the  crank  shaft,  and  shifting  clutch  mechanism  on  the  crank 
shaft,  operable  from  outside  the  casing  for  bringing  said  gea" 
connections  into  and  out  of  operative  connection  with  said 
crank  shaft. 

986,827.  Centrifugal  Pump.  Franklin  H.  Jackson,  West 
Berkeley,  Cal.,  assignor  to  Byron  Jackson  Iron  Works,  West 
Berkeley,  Cal.  In  an  apparatus  of  the  character  described,  a 
series  of  superposed  shells  or  casings,  said  shells  being  of 
spheroidal  form  having  inner  and  outer  walls  with  a  spher- 
oidal space  therebetween,  said  space  being  open  at  both  ends, 
curved  guide  vanes  in  said  spheroidal  space,  the  upper  one 
of    said    openings    having    a   radially    outwardly    projecting 


flange,  concentric  upwardly  extending  pipes  forming  a  dis- 
charge pasage  between  them  above  the  uppermost  shell,  a 
revoluble  shaft  journaled  axially   within  the  inner  pipe,  and 
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extending  through  the  shells,  upwardly  divergent  conical  run- 
ners fixed  to  the  shaft  having  their  larger  portions  revoluble  in 
the  lower  portions  of  the  shells,  said  runners  having  annular 
<  hannels  between  their  outer  and  inner  portions  with  curved 
arms  within  the  channels,  through  which  channels  the  liquid 
is  lifted  by  a  combined  propelling  and  centrifugal  force,  the 
liquid  being  delivered  successively  from  the  runner  through 
each  shell  and  thence  through  a  succeeding  runner  and  pres- 
;  ure  retaining  ribs  fixed  exteriorly  of  the  runner. 

986  718.  Dam  Construction.  Lars  Jorgensen,  Berkeley, 
Cal.,  assignor  of  one-half  to  Frank  G.  Baum,  San  FVancisco, 
Cal.  An  arch  dam  comprising  superposed  arch  shaped  ele- 
ments cf  varying  radii  and  thickness,  the  radii  and  thickness 


of  such  elements  varying  with  the  widths  of  the  canyon  at  tha 
corresponding  levels  of  such  elements  and  bearing  a  definite 
relation  to  such  widths  and  to  the  pressure  to  which  they  are 
subjected. 

986,791.  LIquid-Puel  Governor.  George  E.  Witt,  San  F^-an- 
cisco,  Cal.  An  oil-burning  system  having  in  combination  a 
boiler,  an  oil  pump,  a  burner  having  a  steam  pipe  connected 
with  the  boiler  and  also  having  an  oil  pipe  connected  with  the 
jjump,  governors  in  the  oil  and  steam  pipes  controlled  by  the 
variations  of  steam  pressure  in  the  boiler,  said  governors  reg- 


ulating the  steam  and  oil  feeds  independently  by  the  boiler 
Ijressure,  and  means  for  operating  the  oil  pump,  a  governor 
regulating  the  oil  pump  adapted  to  respond  to  a  decrease  of 
boiler  pressure  and  to  admit  an  increased  feed  of  steam  to 
the  oil  pump,  for  causing  an  accelerated  boost  to  the  oil  pump 
to  cause  it  to  raise  the  oil  i)ressure  in  the  oil  pipe. 
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NEW    LINE   OF   WESTINGHOUSE    ROTARY   CONVERTERS. 

The  Hmitations  of  economic  transmission  of  direct  cur- 
rent necessitate  either  c  ore  jjroximity  of  tlie  generator  and 
the  point  of  power  application,  or  introduction  of  alternating 
current  for  generation  and  transmission.  Today  the  two 
distinct  systems  for  electiica!  distribution  are  often  combined 
to  great  advantage  by  means  of  apparatus  for  transforming 
alternating  into  direct  current.  For  such  service  the  West- 
inghouse  Electric  &  Manufacturing  Company,  has,  during 
the  past  few  years,  developed  a  complete  line  of  rotary  con- 
verters. The  Westinghouse  rotarles  of  the  new  standard 
line  are   all   self-starting. 


'  New     Type     of    Westingliouse     Con\'ei"ter. 

The  combined  efficiency  of  a  rotary  converter  and  trans- 
formers will  usually  be  somewhat  higher  at  all  loads  than 
the  efficiency  of  a  motor-generator  set  of  equal  capacity 
and  voltage.  Practically  all  large  systems  requiring  change 
from  alternating  to  direct  current  for  railway  or  power  serv- 
ice have  adopted  conversion  by  rotarles  on  account  of 
their  simplicity   and   compactness. 

They  are  built  in  all  sizes,  from  small  machines  used 
in  the  laboratory  for  demonstration  purposes,  up  to  units 
of  3000  Kilowatt  capacity.  They  are  arranged  for  standard 
frequencies  and  voltages.  The  total  capacity  of  Westing- 
house  rotarles  now  in  satisfactory  operation  in  all  parts  of 
the  world  amounts  to  more  than  1,000,000  kilowatts.  The 
new  line  of  rotarles  is  completely  described  in  Circular  1028, 
just  issued  by  the  Westinghouse  Company. 


TRADE   NOTES. 

The  Portland  Water  Power  &  Electric  Transmission  Com- 
pany has  recently  ordered  from  the  General  Electric  Company, 
a  complete  electrical  equipment  for  their  new  power  station 
on  the  Clackamas  River  at  River  Mill  Station,  near  Estacada, 
Oregon.  Three  3.300  kw.  .9  P.  F.-60-cycle,  3-phase,  11000  Tolt 
generators  will  be  direct  connected  to  three  600  h.p.  hydraulic 
turbines,  operating  at  240  r.p.m.,  each  generator  being  excited 
from  a  60  kw.  direct  connected  exciter.    An  additional  exciter 


unit,  consisting  of  a  hydraulic  turbine  driven  set  of  Sj  kw. 
capacity,  is  provided  as  a  reserve  in  case  of  accident  to  the 
direct  driven  units.  Each  alternator  wlh  be  connected  to  a 
3-phase  step-up  transformer  of  the  same  capacity  as  the 
alternator  through  disconnecting  and  oil  switches.  Each 
transformer  will  feed  Into  the  bus  bars  or  directly  Into  the 
transmission  line  through  oil  and  disconnecting  switches  at 
normally  57,100  volts  "Y"  for  transmission  of  the  power  de- 
\elo|)ed  to  Portland,  Oregon.  A  complete  switchboard  with 
lightning   airester   equipment   is   also   included   in    the   order. 

The  Geo.  E.  Dow  Pumping  Engine  Co.,  of  San  Francisco, 
report  the  following  recent  sales:  Plumas  Amalgamate.1 
Mines  Co.,  San  Francisco,  one  12x20x12  horizontal  Simplex 
steam  driven  air  compressor,  capacity  500  cubic  ft.  against 
15  lb.  pressure;  National  Ice  &  Cold  Storage  Co.,  San  Fran 
csco,  one  6  &  lOxS^AxlO  horizontal  compound  duplex  piston 
pump;  Associated  Supply  Co.,  San  Francisco,  one  14x7x12 
Underwriters  fire  pump,  500  gal.;  Cia  de  Aguas  de  Santa  Ana, 
Santa  Ana,  Salvador,  C.  A.,  two  11x12  in.  horizontal  duplex 
piston  pumps,  direct  connected  to  two  40  h.p.  motors;  D.  D. 
Demarest  &  Co.,  San  Francisco,  one  13x14x18  horizontal  du- 
plex air  compressor,  capacity  700  cu.  ft.,  against  100  lb.  pres- 
sure: Union  Hollywood  Water  Co.,  Los  Angeles,  one  12  &  22x 
12  cfe  20x18  hoilzontal  two-stage  air  compressor,  cross  com- 
pound, capacity  650  cu.  ft.  against  100  lb.  pressure;  Califor- 
nia Oilfields,  Ltd.,  San  Francisco,  one  complete  fuel  oil  burn- 
ing set,  one  500  sq.  ft.  suction  surface  condenser,  one  6i^x9xl0 
horizontal  air  pump,  two  140  h.p.  Parker  water  tube  boilers, 
150  lb.  working  pressure,  one  12  &  22x10  &  ISVaXlO  two-stage 
cross  compound  steam  driven  air  compressor  with  Meyei 
cut-off  engine,  capacity  650  cu.  ft.  against  100  lb.  pressure; 
one  16x24x5%xl8  horizontal  compound  duplex  d.p.  crank  and 
fly  wheel  pump  and  two  5>4x3>^x5  boiler  feed  pumps. 

The  White  River  plant  of  the  Pacific  Coast  Power  Com- 
pany at  Sumner,  Washington,  under  the  direction  of  Stone  & 
Webster,  is  being  equipped  with  two  high  head  Francis  tur- 
bines of  18,000  h.p.,  under  normal  head  of  440  feet,  with  a 
guarantee  of  20,400  h.p.  under  a  480  foot  head,  supplied  by 
the  Allis-Chalmers  Company.  These  units  are  direct  con- 
nected to  two  10,000  kw.  360  r.p.m.  General  Electric  alter- 
nators. The  plant  has  been  designed  for  an  ultimate  capa- 
city of  six  such  units.  The  turbines  are  of  a  double  dis- 
charge Francis  type  with  a  spiral  case  and  equipped  with 
Allis-Chalmers  latest  type  oil  pressure  governors,  there  being 
two  pressure  regulators  for  each  unit,  each  capable  of  dis- 
charging 100  per  cent  of  the  capacity  of  the  turbine,  one 
being  operated  directly  from  the  pipe  line  pressure  and  the 
other  from  the  gate  of  the  turbine,  so  as  to  be  used  either 
as  a  water  saving  device  or  as  a  synchronous  bypass.  Both 
regulators  are  connected  with  the  bottom  of  a  cast  steel 
spiral  casing  by  a  Y  pipe  whose  mechanism  is  connected  to 
a  break  plate  bursting  at  60  per  cent  pressure  above  normal. 
Each  turbine  is  fed  by  a  separate  steel  pipe  line  and  the  sup- 
ply can  be  shut  off  entirely  by  means  of  7  ft.  butterfly  valves. 
These  valves  are  the  largest  of  this  type  ever  designed  and 
are  arranged  for  both  electric  and  hand  operation.  All  parts 
under  pressure  are  to  be  tested  to  a  pressure  corresponding 
to  8X0  foot  head  (385  lbs.)  resulting  in  a  pressure  on  the  but- 
terfly valves  of  2.200,000  lbs.  The  shaft  of  the  turbine  has  a 
16  ill.  diameter  in  the  bearings  and  is  22  feet  from  bearing 
center  to  bearing  center.  The  exciters  are  driven  by  Allls- 
Chalmers  impulse  over-hung  wheels  with  an  adjustable  needle 
goveinoi-  and  regulator.  These  units  are  expected  on  the 
ground  early  in  .Tune,  1911,  and  it  is  hoped  that  the  plant 
will  be  delivering  power  to  Seattle  this  fall. 


March  25,  1911.] 
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NEWS  NOTES 


INCORPORATIONS. 
LOS  ANGELES,  CAL.— The  Gas  Securities  Company  has 
been  incorporated  by  F.  R.  Bain,  C.  S.  S.  Forney,  and  R.  B. 
Wheeler,  with  a  capital  stock  of  $30,000. 

RED  BLUFF,  CAL.— The  Gerber  Water  &  Light  Com- 
pany has  been  incorporated  with  its  principal  place  of  business 
at  Sacramento.  It  plans  to  consiruct  water  and  light  planis 
for  the  proposed  town  of  Gerber,  nine  miles  south  of  Red 
Bluff.  The  capital  stock  is  $50,000.  Edward  H.  Gerber,  F.  W. 
Kiesel  and  George  W.  Peltier  are  the  directors. 


ILLUMINATION. 
EVERETT,  WASH.— The  Everett  Railway,  Light  &  Power 
Company  will  install  a  system  of  cluster  lights  on  Wetmorc 
avenue. 

ESCONDIDO,  CAL.— The  Escondido  Utilities  Company  will 
install  a  complete  new  system  of  lighting  and  all  lamps  will 
be  on  the  same  circuit. 

YUMA,  ARIZ. — A  franchise  permitting  the  sale  of  elec- 
tric light  and  power  has  been  applied  for  by  H.  W.  Blaisdell 
and  will  be  submitted  by  the  City  Council  to  a  vote  of  electors. 

SAN  FRANCISCO,  CAL.— The  Municipal  Light  &  Power 
Company  has  reduced  the  minimum  price  for  electric  power 
to  2"™  cents  per  kw.  as  compared  with  the  .3-cent  rate  of  the 
San  Francisco  Gas  &  Electric  Company. 

REDDING,  CAL.— The  Board  of  Supervisors  has  granted 
a  franchise  to  the  Siskiyou  Electric  Light  &  Power  Company, 
of  Yreka,  authorizing  that  corporation  under  the  customary 
restrictions,  to  erect  poles  and  lines  on  the  public  highway  in 
Shasta  County,  outside  of  incorporated  towns. 

BAKER,  ORE. — The  city  engineer  has  been  instructed 
to  prepare  estimates  for  the  installation  of  a  city  lighting 
plant.  The  plans  propose  the  construction  of  a  pipe  line 
from  Ely  Creek  to  Salmon  Creek  to  replace  an  old  flume.  The 
construction  of  a  new  reservoir  of  3,000,000  gallons  capacity 
is  also  proposed  in  the  plans. 

MORGAN  HILL,  CAL.— The  Board  of  Trustees  has  passed 
an  ordinance  granting  to  the  Coast  Counties  Light  &  Power 
Company,  the  right  to  erect,  maintain  and  operate  alon? 
and  across  the  highway  of  the  town  of  Morgan  Hill,  poles 
from  which  to  suspend  wires  and  other  appliances  for  trans- 
mitting electric  current  in  the  town  of  Morgan  Hill. 

VANCOUVER,  WASH.— The  City  Council  has  granted  :o 
the  Oregon-Washington  Corporation  recently  formed  to  take 
over  the  gas,  water  and  traction  systems,  three  50-year  fran- 
chises for  those  utilities  and  to  the  Mount  Hood,  Light  & 
Power  Company,  supplying  the  city  with  electric  light  and 
power,  a  50-year  franchise.  The  Oregon-Washington  Corpor- 
ation agrees  to  spend  $500,000  in  improvements  in  the  near 
future.  A  gravity  water  system  will  offer  fire  protection  and 
the  city  will  install  100  new  hydrants. 

YREKA,  CAL.— Construction  of  a  dam  at  the  head  of 
Ward's  Canyon,  16  miles  above  Hornbrook,  on  the  Klamath 
River,  has  been  commenced  by  the  Siskiyou  Electric  Light  & 
Power  Company.  The  dam  will  be  250  feet  long  and  90  feet 
high,  and  when  completed  will  furnish  sufficient  water  for 
the  development  of  20,000  h.p.  of  electricity.  The  company 
has  patent  rights  sufficient  for  the  development  of  30,000  h.p. 
Work  will  soon  be  commenced  on  power  lines  to  Klamath 
Falls  and  to  Butte  Creek  Valley.  It  is  expected  to  complete 
the  work  this  summer. 


REDDING,  CAL. — The  Supervisors,  on  application  of  the 
Siskiyou  Electric  Light  &  Power  Company,  have  passed  a  res- 
olution to  advertise  for  sale  a  franchise  to  erect  power  and 
light  lines  on  the  highways  of  Shasta  County.  The  franchise 
will  be  ordered  for  sale  May  8.  The  franchise  was  asked  by 
.1.  W.  Churchill  and  Alex  Posborough,  capitalists  of  Yreka, 
who  are  heavily  interested  in  the  Siskiyou  Electric  Light  & 
Power  Company.  The  company  is  one  of  the  large  power 
companies  of  California,  with  offices  in  Yreka  and  furnishes 
light  and  power  in  Oregon  north  of  Ashland  and  in  Siskiyou 
County  as  far  south  as  Dunsmuir,  which  is  near  the  Shasta 
County   line. 


TRANSMISSION. 
KENNETT,   CAL.— The   power   lines   of   the   Sacramento 
Valley  Power  Company  will  be  extended  into  Kennett  within 
the  next  few  months. 

MELROSE,  CAL.— The  Coast  Mfg.  &  Supply  Company  has 
contracted  with  the  Great  Western  Power  Company  for  150 
h.p.,  and  will  shut  down  their  steam  plant. 

SAN  BERNARDINO,  CAL.— A  formal  proposition  of  the 
Lytle  Creek  Power  Company  tor  the  sale  of  its  power  plant 
and  distributing  system  to  the  city  has  been  made. 

CHICO,  CAL.— It  is  reported  that  J.  L.  Gillenwater  has 
sold  his  water  rights  on  Deer  Creek  to  the  Sacramento  Valley 
Power  Company  with  which  the  Fleishhackers  recently  be- 
came affiliated  and  that  they  propose  to  install  power  equip- 
ment. 

CANANEA,  MEX. — The  Sunset  Development  Company, 
operating  in  Barranca  district,  developing  coal  land,  is  contem- 
plating the  installation  of  a  power  house  which  will  be  suffi- 
cient to  supply  electricity  to  all  the  companies  operating  in 
that  district. 

VALDEZ,  ALASKA.— T.  G.  Quinn,  superintendent  of  the 
Alaska  Water,  Light  &  Telephone  Company,  announces  that 
improvements  will  be  made  to  the  local  plant.  A  new  and 
improved  switchboard  will  be  installed,  numerous  Improve- 
ments to  the  light  and  power  plant  will  be  made  increasing 
the  voltage  from  2300  as  at  present  to  13,000. 

SAN  BERNARDINO,  CAL.— For  the  purpose  of  supplying 
pumping  power  to  settlers  in  the  fertile  Chuckawalla  Valley 
on  the  eastern  border  of  San  Bernardino  County,  the  Chuck- 
awalla Development  Company  has  been  sounding  the  Colo- 
rado River  bottom  for  the  purpose  of  locating  a  power  dam 
site.  R.  M.  Teague,  president  of  the  company,  is  in  active 
charge  of  the  work. 

SAN  FRANCISCO,  CAL.— The  City  Electric  Company  of 
San  Francisco  has  been  bought  by  the  Great  Western  Power 
Company,  of  which  Edwin  Hawley  is  the  head.  The  con- 
sideration is  $4,000,000  or  $80  a  share  for  the  50,000  shares 
of  the  City  Electric  Company.  The  deposit  of  $150,000, 
which  had  been  put  up  while  negotiations  were  pending,  has 
been  paid  to  Herbert  Fleishhacker,  and  the  agreement  of  the 
sale  and  transfer  of  the  shares  signed. 

SACRAMENTO,  CAL.— John  and  Russell  Fairbairn,  have 
filed  an  action  against  the  American  River  Electric  Company 
to  recover  $175,000  damages  for  injuries  sustained  by  them  in 
an  accident  that  occurred  on  the  Middle  Jackson  road  last 
June.  They  were  moving  a  derrick  when  it  struck  one  of 
the  power  lines,  transmitting  the  electricity  to  the  two  boys. 
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John  was  so  badly  injured  that  he  had  to  have  his  left  arm 
amputated,  whi  e  Russell  had  to  have  his  left  arm  and  right 
foot  cut  off.  The  former  asks  for  $100,000  damages  and  his 
brother  for  $75,1100.  The  accident,  they  claim  was  due  to  poor 
insulation. 


TRANSPORTATION. 
TURLOCK,  CAL.— S.  X.  Griffith  has  applied  for  a  50-year 
franchise  for  an  electric  road  through  this  city. 

LOS  ANGELES,  CAL.-  A  petition  signed  by  forty  Ver- 
non avenue  property  owners  has  been  sent  in  to  the  City 
Council  favoring  a  cross  town  car  line  on  Vernon  avenue 
from  Fourth  to  south  of  Jefferson  street. 

FERNDALE,  CAL. — Preliminary  steps  looking  to  the  con- 
struction of  an  electric  line  to  connect  Ferndale  and  vicinity 
with  other  parts  of  the  county  have  been  taken,  and  the  re- 
sults obtained  have  been  most  satisfactory.  D.  A.  Francis  of 
Ferndale  has  been  locating  the  route. 

SANTA  ROSA,  CAL. — The  Pelaluma  &  Santa  Rosa  Rail- 
road made  its  first  move  in  regard  to  the  proposed  extension 
to  McNear's  Point  by  entering  into  a  traffic  agreement  with 
the  Western  Pacific  Railroad,  whereby  the  electric  is  author- 
ized to  make  through  freight  rates  to  and  from  eastern  points. 

ANTIOCH,  CAL.— That  the  promoters  of  the  Oakland 
Antioch  Electric  Railway  intend  building  the  line  through 
to  Stockton,  and  that  at  an  early  date,  is  demonstrated  by  th  '. 
lact  that  their  representatives  are  now  at  work  between  An- 
tioch and  the  Slough  City,  securing  rights  of  way  for  the  road. 

SAN  FRANCISCO,  CAL.— Sealed  bids  will  be  received  by 
the  Board  of  Public  Works,  at  their  office,  tenth  floor,  David 
Hewes  Building,  995  Market  street,  between  2  and  3  p.  m  , 
April  5th,  1911,  for  furnishing  and  delivering  to  the  city  and 
county  a  quantity  of  tubular  steel  trolley  poles  for  the  Geary 
street   municipal  railway. 

TUCSON,  ARIZ.— With  a  visit  of  the  officials  of  the 
Tucson  Rapid  Transit  Company  to  this  city,  work  on  the 
proposed  extension  of  the  street  car  line  from  the  university 
gate  to  Speedway  and  then  down  Speedway  for  about  a  mile, 
has  been  revived.  Property  owners  along  Speedway  who  are 
backing  the  project  now  feel  sure  that  they  will  succeed  in 
their  efforts. 

OREGON  CITY,  ORE.— The  Mt.  Hood  Electric  Railway 
Company  is  preparing  to  enter  Oregon  City  and  at  a  meeting 
of  the  City  Council,  application  was  made  for  a  franchise  to 
furnish  heat.  The  company's  representative  was  accompanied 
by  G.  O.  Fields,  who  has  been  promoting  the  construction  of 
an  electric  railway  from  Oregon  City  through  the  Molalla 
Valley  to  Silverton. 

OAKLAND,  CAL.— The  City  Council  favors  a  50-year 
franchise  to  be  given  to  the  Southern  Pacific  Company  from 
the  Sixteenth  street  depot  to  the  mole  for  the  proposed  elini- 
iiiation  of  what  is  known  as  "death  curve."  The  question  of 
a  subway  or  overhead  crossing  at  Seventh  street,  where 
the  company  will  maintain  four  tracks,  has,  been  discussed, 
but  no  action  taken.  The  railroad  company  has  offered  to 
pay  one-half  of  the  cost  in  either  event. 

OAKLAND,  CAL.— The  Oakland  Traction  Company  is 
planning  to  inaugurate  a  new  service  on  the  Hayward  lines 
within  a  short  time.  The  Hayward  cars,  instead  of  stopping 
at  Cay  and  Twelfth  streets  in  Oakland,  as  now,  will  proceed 
down  Twelfth  street  and  out  Poplar  street  to  Poplar  Junction, 
taking  the  place  of  the  regular  Key  Route  cars,  which  have 
caused  congestion  on  Twelfth  street  at  Broadway.  The  Hay- 
ward cars  will  be  equipped  with  trailers,  to  handle  the  in- 
creased San  Francisco  travel.  Upon  the  assurance  of  Presi- 
dent E.  A.  Heron,  given  through  Stuart  S.  Hawley,  that  with 


the  relieving  of  the  congestion  on  the  East  Fourteenth  street 
ines  in  East  Oakland,  Fruitvale  and  Melrose,  the  company 
would  put  on  an  express  service  to  Hayward,  the  combined 
oiganizations  of  the  Hayward  Chamber  of  Commerce  and  the 
Hayward  Real  Estate  Exchange  adopted  resolutions  last  night 
petitioning  the  Oakland  City  Council  to  grant  the  Oakland 
Traction  Company  its  desired  franchise  on  East  Sixteenth 
street,  known  as  the  old  county  road,  between  Thirteenth 
avenue  and   High  street. 


TELEPHONE  AND  TELEGRAPH. 

NOME,  ALASKA. — Fire  recently  destroyed  the  telephone 
exchange. 

UKIAH,  CAL. — H.  Olsen  has  been  granted  a  franchise  for 
a  te'ephone  system  in  Fiist  Read  District,  Mendocino  County. 

r'APA,  CAL. — John  A.  Carbone  has  applied  for  a  fifty- 
year  franchise  for  a  telephone  system  to  be  erected  in  Napa 
County. 

MERCED,  CAL. — Arthur  L.  Bruce  filed  an  application  for 
pel  mission  to  erect  a  public  telephone  line  in  Supervisor 
District  No.  4. 

BISHOP.  CAL. — G.  A.  Hanson,  who  had  presented  a  bid 
lor  telephone  franchises  has  been  granted  permission  to 
withdraw  same  on  his  request. 

LIVINGSTON,  CAL.— E.  D.  Thomas,  president  of  the 
Livingston  Realty  Company,  is  arranging  plans  and  purchas 
ing  material  for  Livingston's  telephone  system,  of  which  Mr. 
Thomas   is    projector. 

OROFINO,  IDAHO.— Sampson  Snider,  manager  of  the 
Clearwater  Telephone  Company,  announces  that  he  will  im- 
mediately begin  the  construction  of  a  telephone  line  to  serve 
the  Elk  river  district. 

McMINNVILLE,  ORE.— The  McMinnville  Mutual  Tele- 
phone Association  has  asked  for  a  25-year  franchise  for  the 
purpose  of  installing  a  local  telephone  system.  This  will  also 
be  connected  with  long  distance  telephones. 

BUTTE  FALLS,  ORE.— The  office  of  the  United  States 
Forest  Service  has  forwarded  recommendations  to  the  district 
forester  for  the  installation  of  a  telephone  line  from  this 
place  through  the  Prospect  country,  to  cost  approximately 
$2200. 

ELKO,  NEV.— F.  H.  Winter,  A.  Z.  McCloy,  C.  S.  Andrews 
and  E.  C.  Murray,  all  of  Jarbridge,  Elko  County,  Nevada,  have 
made  application  to  the  Board  of  County  Commissioners  for 
a  franchise  to  install  a  telephone  line  and  operate  the  same 
for  25  years  from  Jarbridge  to  Deeth. 

PALOUSE,  WASH.— The  Interstate  Consolidated  Tele- 
))hone  Company  will  erect  a  building  here  and  establish  a 
modern  phone  service  in  this  vicinity  this  summer.  It  is 
understood  that  the  company  will  string  wires  to  the  principal 
cities  and  towns  in  the  Palouse  district. 

SAN  FRANCISCO,  CAL.— A  meeting  of  the  telephone 
rates  committee  of  the  Supervisors  was  held  last  week.  A 
delegation  of  hotel  men,  headed  by  Kirk  Harris,  was  present 
to  present  their  contention  of  last  year  that  the  charge  of 
25  cents  per  month  being  paid  by  the  hotel  men  for  room  tele- 
phones should  be  eliminated. 

SAN  FRANCISCO,  CAL— The  officials  of  the  Pacific  Tel- 
ephone &  Telegi-aph  Company  request  that  they  be  allowed 
to  abolish  the  present  four-party  residence  line,  with  30  fre^i 
switches  at  $1-50  a  month,  and  substitute  a  two-party  line  with 
60  free  switches  at  $2.25  per  month,  maintaining  that  a  better 
service  can  be  given  on  a  two-party  line. 
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WIRELESS  TELEGRAPHY  FROM  AN  AEROPLANE 


BY  E.   E.  ENNIS. 


Wireless  telegraphy  as  a  factor  in  the  aerial  evo- 
lutions of  the  future  in  naval  and  military  warfare  was 
thoroughly  exploited  in  a  series  of  experiments  con- 
ducted for  the  War  Department  at  the  recent  aviation 
meet  at  San  I'rancisco.  At  that  time  it  was  conclu- 
sively  pro\en    for  "the   first   time   that   communication 


its  most  important  place  in  reporting  the  position  of 
hostile  bodies  of  troops,  making  maps  of  fortifications, 
locating  guns,  supply  trains,  etc.  The  facility  with 
which  such  information  can  be  "wirelessed"  to  head- 
quarters from  an  aeroplane  circling  thousands  of  feet 
overhead  and  practically  out  of  range  of  hostile  gun 


Wrif^iit  Aeroplane  Equipped  for  Wireless  Tests. 


can  be  established  between  an  aeroplane,  hundreds  of 
feet  in  the  air,  and  a  ground  station,  and  that  messages 
can  be  transmitted  with  absolute  accuracy  from  almost 
any  distance  or  altitude  with  practically  no  interfer- 
ences from  other  wireless  stations  in  the  vicinity. 

From  a  military  standpoint,  the  results  obtained 
are  invaluable.  The  chief  function  of  the  aeroplane  in 
warfare  is  along  the  line  of  scouting  duty,  and  finds 


fire,  and  the  value  of  such  information  in  governing 
the  arrangement  and  advance  of  troops,  artillery  and 
fortification  construction,  makes  the  wireless  the  most 
valuable  contribution  of  the  century  to  the  highly 
advanced  science  of  modern  warfare. 

The  tests  were  conducted  at  Selfridge  Field  and 
were  under  the  direct  charge  of  Lieutenant  Paul  W. 
Beck  and  representatives    of    the   Western  Wireless 
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Equipment  Company,  who  designed  and  built  the 
apparatus  for  the  experiments.  The  maximum  dis- 
tance covered  was  40  miles  and  the  greatest  aUitudc 
attained  during  the  tests  was  500  feet,  at  which  time 
Lieutenant  Beck,  carried  as  a  passenger  in  a  Wright 
machine,  transmitted  two  complete  messages  in  the 
Morse  code  to  the  wireless  station  on  the  aviation  field 
while  traveling  at  an  approximate  speed  of  55  miles 
per  hour.  Both  messages  were  received  at  the  field 
station  as  well  as  by  other  stations,  one  of  which  was 
over  40  miles  distant,  with  absolute  clearness  and 
accuracy. 

The  apparatus  used  in  the  experiments  was  a 
radical  departure  from  the  generally  accepted  design 
and  embodied  many  unique  ideas  in  construction  and 
operation.  The  entire  sending  instrument,  which  Lieu- 
tenant Beck  carried  in  his  lap,  weighed  but  20  pounds 
and  was  enclosed  in  a  small  mahogany  case  with  send- 
ing key  fastened  on  the  top.  In  constructing  the 
apparatus,  cognizance  was  taken  of  certain  physio- 
logical phenomena  originally  discovered  by  Professor 
Fessenden,  i.e.,  when  a  spark  is  used  which  gives  a 
high-pitched  musical  note,  the  ear  becomes  more 
acutely  sensitive  to  its  presence  and  it  can  be  distin- 
guished at  much  greater  distances  than  sparks  of  a 
lower  frequency.  The  transmitting  end  was  therefore 
tuned  to  the  highest  possible  frequency,  which  gave  the 
set  a  certain  degree  of  selectivity  and  eliminated  to  a 
great  extent  the  disturbing  impulses  of  extraneous 
interferences. 

The  integral  instruments  consisted  in  the  main  of 
a  small  storage  cell,  a  high-frequency  coil-transformer, 
an  inductive  transformer  for  syntonizing,  variable  con- 
densers for  varying  the  capacity  of  the  oscillation 
circuit,  a  noiseless  discharge  chamber  for  the  spark 
and  an  ordinary  telegraph  key.  The  antenna  consisted 
of  95  feet  of  phosphor-bronze  wire.  1/16  of  an  inch  in 
diameter,  formed  of  seven  fine  strands  inter-twisted 
and  weighing  lyi  ounces.  When  the  aeroplane  left 
the  ground  this  was  wound  around  a  small  drum  which 
unwound  at  the  will  of  the  operator  and  swung  out 
behind,  clear  of  the  propeller.  The  wire  was  fastened 
to  the  machine  by  a  simple  clip  attachment,  that  wa-^ 
easily  opened  when  the  aeroplane  ncared  the  ground, 
releasing  the  antenna  and  allowing  it  to  drop  to  the 
ground,  and  permitting  the  machine  to  land  free  from 
possibility  of  entanglement  with  tree  tops  or  other 
objects.  The  transmitting  instruments  were  properly 
balanced  with  the  antenna  both  as  to  capacity  and 
inductance,  before  the  aeroplane  left  the  ground. 

For  a  ground  connection  a  capacity  ground  was 
substituted  in  the  form  of  the  wire  stays  of  the  aero- 
plane. This  was  found  to  have  ample  capacity  to  act 
as  a  counterpoise  to  the  antenna.  The  strange  feature 
of  the  demonstration  was  that  at  all  times  the  ground 
was  actually  higher  than  the  antenna,  which  is  the 
direct  reverse  of  all  other  wireless  work,  where  a  cer- 
tain height  of  the  antenna  above  that  of  the  ground  is 
desired,  and  which  under  ordinary  conditions  is  almost 
imperative.  Another  point  that  was  noticed  was  that 
the  higher  the  aeroplane  went  the  clearer  the  signals 
became,  which  seems  to  bear  out  Tesla's  theories  that 
stationary  waves  exist  in  the  earth,  the  disturbance  of 
which  by  even  minute  currents  produces  extended 
eflfects,  and  that  at  the  altitude  of  a  mile  or  more  above 


the  actual  surface  of  the  earth,  the  globe  could  be 
practically  belted  by  wireless  waves  with  compara- 
tively little  power. 

The  steady  decrease  in  the  loudness  of  the  signals 
as  the  aeroplane  traveled  away  from  the  field  station 
and  the  correspondingly  steady  increase  as  it  returned 
indicates  that  with  a  receiving  instrument  on  the 
ground  properly  calibrated  and  used  in  conjunction 
with  a  sensitive  galvanometer  and  a  Wheatstone 
bridge,  it  would  be  quite  possible  to  determine  the 
approximate  distance  of  an  aeroplane  from  a  ground 
station.  This  would  be  specially  valuable  in  locating 
hostile  machines  communicating  with  their  own  troops, 
especially  if  used  in  connection  with  a  directive  system 
like  the  Belli-Tosini,  which  is  able  by  the  use  of  an 
instrument  called  a  radio-goniometer  to  determine  the 
compass  direction  of  a  station  in  operation. 

Merely  tentative  eflForts  were  made  to  receive  a 
message  aboard  an  aeroplane  during  the  tests  at  Sel- 
fridge  Field,  owing  to  the  practical  impossibility  of 
hearing  any  of  the  signals  through  the  terrific  exhaust 
of  the  engine.  The  aeroplane  is  in  its  crude  state  yet, 
and  until  the  noise  is  eliminated  it  is  impossible  to 
receive  signals  from  the  ground  and  have  them  audible 
in  telephone  receivers  even  though  as  sensitive  a  de- 
tector as  the  perikon  is  used.  Until  such  time  as  a 
desree  of  quiet  can  be  obtained  in  aeroplane  motors  it 
will  be  necessary  to  use  some  form  of  mechanical 
receiver  of  the  tape  or  galvanometer  type,  tuned  to  the 
same  group  frequencv  as  the  radiating  circuits  of  the 
sending  station.  This  could  probablv  be  developed  to 
a  successful  point  with  the  proper  experimentation. 

Wireless  work  as-  applied  to  aeroplanes  is  capable 
of  much  greater  development  than  as  applied  to  anv 
other  field  of  research.  The  abilitv  to  obtain  an  almost 
unlimited  wave  length,  and  absolute  freedom  from 
interference,  added  to  the  small  amount  of  power  nec- 
essary to  reach  unbelievable  distances,  all  open  up  a 
vista  to  aeroplane  wireless  that  is  as  free  from  limits 
a<;  the  medium  throueh  which  it  works,  and  will  tm- 
doubtedlv  lead  to  the  clearine  up  of  manv  of  th'' 
contradictions  that  hamper  the  progress  of  the  experts 


PHANTOM    TELEPHONE   CIRCUITS. 

BY   W.   R.   PATTOX. 

Probablv  one  of  the  most  valuable  develonments 
of  the  telephone  art  as  annlied  to  Inne  distance  service 
i=  the  svstem  of  providinp'  a  third  circuit  known  as  the 
phantom  circuit,  front  two  existino'  metalbV  circuits, 
without  stringing"  additional  lin*^  wire.  Fvtravae'ant 
claims  are  sometimes  heard,  both  for  and  afain'^t  th^ 
nractical  efficiency  of  this  class  of  circuit,  and  it  is 
nossible  that  a  number  of  employes  do  not  tmderstand 
its  true  characteristics. 

The  so-called  phantom  circuit  is  a  real  metalhV 
'"ircuit  in  which  each  of  its  two  conductor<;  is  formed 
by  the  two  wires  of  a  physical  circuit  connected  in 
narallel.  Tt  requires  definite  line  construction  in  pair 
iu'^  and  transposing  the  physical  circuits,  and  the  two 
^vires  of  the  side  circuit  must  be  considered  both  as  +0 
ibeir  fitness  for  service  in  the  sinele  metallic  circuit 
nnd  for  service  a';  one  side  of  the  phantom  circuit.  The 
effect  of  poor  line  conditions  is  much  more  serious 
I'pon  a  phantom  circuit  than  upon   a  side  circuit,  on 
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account  of  the  double  leakage  of  the  four  wires  and 
the  greater  chance  for  unbalanced  insulation.  Also, 
the  efifect  of  line  trouble  is  much  more  serious  in  this 
double  use  of  the  line  wires.  However,  any  improve- 
ment in  line  conditions  or  maintenance  efficiency  nec- 
essary to  make  the  phantom  circuit  reliable,  would 
probably  not  increase  the  maintenance  cost  per  talking 
circuit  because  of  the  increased  number  of  circuits. 

Any  noise  experienced  on  phantom  circuits  is  sub- 
ject to  practically  the  same  kind  of  treatment  as  that 
employed  for  noises  on  the  side  circuits.  A  wire  chief's 
careful  test  of  the  phantom  circuit  will  discover  any 
defects  or  unbalanced  conditions,  and  the  remedy. 
Probably  the  most  frequent  cause  of  noisy  phantoms, 
and  the  most  difficult  to  handle,  is  inductive  disturb- 
ance from  paralleling  lines  of  the  various  power  com- 
panies. This  disturbance  is  often  serious  on  thc- 
phantom  circuits  when  it  is  scarcely  noticeable  on  the 
side  circuits.  In  some  cases  it  can  only  be  eliminated 
by  increasing  the  distance  between  the  telephone  lines 
and  the  power  lines,  but  obviously  this  most  expensive 
remedy  should  not  be  applied  until  after  all  other 
means  have  been  exhausted.  Unbalanced  condition? 
either  in  the  power  company's  circuit  or  in  the  two 
side  circuits  of  the  phantom  are  usually  easily  dis- 
covered and  remedied.  The  effect  of  the  induction 
may  be  sufficiently  reduced  by  this  means,  or  possibly 
by  a  rearrangement  of  the  circuit  layout.  In  one  case 
a  phantom  circuit  about  lOO  miles  in  length  was  cut  in 
two,  making  one  of  seventy  miles  and  one  of  thirty 
miles.  This  confined  the  disturbance  to  the  thirty-mile 
section,  and  its  effect  upon  this  short  phantom  was 
found  to  be  very  slight  and  the  phantom  was  put  into 
regular  service.  The  seventy-mile  phantom  was  con- 
nected to  the  physical  circuit  which  was  released  by 
the  installation  of  the  thirty-mile  phantom,  thus  com- 
pleting the  original  lOO-mile  circuit  and  avoiding  the 
inductive  disturbance. 

In  emergencies  it  is  sometimes  possible  to  provide 
a  temporary  phantom  circuit  under  conditions  which 
theoretically  would  appear  prohibitive.  When  an  ad- 
ditional circuit  is  needed  on  short  notice,  it  is  usually 
advisable  to  make  practical  experiments  to  ascertain 
whether  a  phantom  can  be  obtained.  Often  a  slightly 
noisy  circuit  which  could  only  be  used  by  operators 
for  passing  calls  would  be  of  benefit.  Such  a  circuit 
can  be  provided  very  quickly  in  certain  cases,  by  using 
the  telegraph  leg  of  a  simplex  circuit  as  a  grounded 
phantom  circuit. 

With  the  type  of  loading  coil  heretofore  employed. 
It  has  not  been  possible  to  operate  the  phantom  svstem 
over  loaded  circuits.  To  overcome  this  limitation,  the 
American  Telephone  &  Telegraph  Company's  engi- 
neers have  recently  invented  a  new  type  of  loading  coil 
which  permits  not  only  of  the  operation  of  the  phan- 
tom system  over  the  loaded  circuits,  but  also  of  apply- 
ing the  loading  coil  system  to  the  phantom  circuit. 
Thus  by  a  combination  of  the  phantom  system  and  the 
loadmg  coil  system,  a  circuit  can  be  provided  at  very 
low  cost  which  will  furnish  a  range  of  transmission 
.greater  than  that  of  the  loaded  physical  circuits.  Eotli 
of  these  systems  are  now  applicable  to  the  largest  cir- 
cuits in  commercial  use  TNo.  8  copper,  4,^=;  pound)  and 
the  range  of  commercial  transmission  will  therefore  be 
appreciably  extended.— Pacific  Telephone  Magazine. 


RADIANT  ENERGY  AND   MATTER.' 

BY  SIR  J.   J.  THOMSON. 

To  every  inhabitant  of  the  solar  system,  whether 
resident  on  the  earth  or  on  Mars,  the  subject  of  radiant 
energy  is  one  of  vital  importance.  The  planets  are  not 
living  on  their  own  resources.  They  are  dependent 
for  their  energy  from  day  to  day,  almost  from  minute 
to  minute  on  the  supplies  they  receive  from  the  sun 
The  solar  system  is  really  a  power  distribution  scheme 
on  an  enormous  scale,  and  the  sun  is  the  power  station. 
The  method  by  which  the  power  is  transmitted  is 
practically  wireless  telegraphy,  because  there  is  every 
reason  to  believe  that  radiant  energy  travels  from  the 
sun  in  the  form  of  something  mechanically  equivalent 
to  electric  waves.  Practically  all  the  power  used  for 
the  purposes  of  the  world's  work  has  come  from  the 
sun. 

The  magnitude  of  the  energy  sent  out  from  the 
sun  is  larger  than  many  people  realize.  Measurements 
have  shown  that  on  a  clear  sunny  day  the  sun  trans- 
mits to  the  earth  energy  which  corresponds  to  about 
7000  h.p.  per  acre.  At  present  all  that  is  practically 
wasted,  or  rather  it  is  spent  in  making  the  earth  1 
little  warmer,  generally  in  localities  where  any  addi- 
tion to  the  temperature  could  well  be  dispensed  uith. 
Attempts  have  from  time  to  time  been  made  to  utilize 
this  enormous  supply  of  energy,  but  not  with  any  great 
measure  of  success. 

At  the  last  meeting  of  the  British  Association  an 
account  was  given  of  an  experiment  in  this  direction, 
which  was  being  made  in  one  of  the  hot  districts  in 
the  United  States,  to  transform  the  heat  of  the  sun  into 
work  b}'  means  of  low-pressure  turbines.  That  ex- 
periment has  shown  that  it  is  possible  to  obtain  from 
the  sun  energy  at  less  than  half  the  cost  of  the  cheapest 
power  hitherto  available.  There  is  no  doubt  that  in 
the  sun  there. is  a  supply  of  energy  to  fall  back  upon 
when  coal  gets  dear  and  water-power  is  all  used  up. 
Only  about  three-fifths  of  the  energy  sent  to  the  earth 
from  the  sun  is  appreciable  to  the  eye  as  light.  If  the 
sun  were  twice  as  hot  as  it  is,  four-fifths  would  be 
appreciable  in  that  way,  and  if  it  was  still  hotter  the 
whole  of  the  energy  would  affect  the  eye  as  light. 
Radiant  energy  is  not  heat ;  that  is,  the  energy  of  the 
sun  does  not  reach  the  earth  in  the  form  of  heat.  It  is 
not  heat  at  all  until  it  falls  on  bodies  whose  tempera- 
ture can  be  raised.  It  might  rather  be  called  elec- 
tricity ;  in  fact,  I  believe  it  is  a  form  of  electricity,  for 
all  the  methods  used  to  detect  and  measure  radiant 
energy  depend  upon  absorbing  it  and  transforming  it 
into  heat. 

Professor  Boys  has  produced  an  instrument  for 
measuring  the  heat  radiated  from  various  bodies,  which 
is  ,so  sensitive  that  he  can  detect  the  radiation  of  heat 
from  a  candle  at  the  distance  of  a  mile. 

.\pplying  to  the  sun  the  law  that  the  energy  radi- 
ated from  any  physical  body  is  proportional  to  the 
fourth  power  of  the  absolute  temperature,  we  find  that 
the  heat  of  the  sun  is  about  6000  degrees.  At  that 
temperature  the  amount  of  energy  radiated  is  some- 
thing like  15,000  h.p.  for  every  square  centimetre  of  the 
sun's  surface,  an  appalling  amount  in  the  aggregate 
when  the  area  of  the  sun's  surface  is  taken  into  account. 


1911. 
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OIL  BURNING. 

BY  E.   N.   PERCY. 

The  world's  fuel  production  in  1909  vva.s  1,084,000.- 
000  tons  of  coal  and  40,000,000  tons  of  petroleum,  tlie 
calorific  equivalent  of  the  petroleum  being  60,000,000 
tons  of  coal.  In  other  words,  exclusive  of  wood,  it 
consisted  of  108  parts  of  coal  and  6  parts  of  petroleum 
in  calorific  equivalent  value.  Of  this  the  United  States 
produced  444,000,000  tons  of  coal  and  24,000,000  tons 
of  petroleum,  the  calorific  equivalent  of  the  petroleum 
being  36,000,000  tons  of  coal.  California  produced 
practically  no  coal.  The  average  value  of  the  coal  in 
the  United  States  was  $i-3i,  the  average  value  on  the 
Pacific  Coast  was  $4  and  for  California  $6.  In  1910 
California  produced  13,000,000  tons  of  petroleum,  the 
calorific  equivalent  being  19,500,000  tons  of  coal. 
Practically  all  of  this  oil  has  been  sold  and  the  rate  of 
increase  in  consumption  is  greater  than  the  average 
rate  of  increase  in  production,  the  latter  being  erratic 
because  of  the  development  and  subsequent  decline  of 
gushers. 

At  the  present  time  petroleum  is  being  developed 
in  almost  all  parts  of  the  earth  and  the  general  con- 
clusion is  that  oil  fuel  is  a  permanent  and  .growing 
factor  in  mechanical  engineering.  It  is  hard  to  ap- 
proach the  subject  of  oil  burning  without  considering 
it  in  the  broadest  sense  to  incllide  all  departments  from 
gasoline  carbureters  to  the  Russian   .\statki   burners. 

At  the  writing  of  this  article  there  lies  before  the 
writer  a  pile  of  patent  records  five  inches  high.  They 
include  al^  patents  issued  in  the  United  States  for  oil 
l)urners.  The  individual  inventor  usuallv  repeats  the 
history  of  oil  burners  in  the  process  of  his  education 
by  experience.  The  first  efforts  and  ideas  are  usually 
along  the  line  of  vaporizing  burner,  i.e.,  a  Inirner  which 
is  heated  by  its  own  flame  or  otherwise,  with  a  view 
to  vaporizing  or  gasifying  the  oil,  a  system  that  has 
long  since  been  discarded  for  two  reasons,  one  chem- 
ical, the  other  practical :  First — .\ny  fixed  gas  con- 
tains a  less  percentage  of  carbon  than  liquid  hvdro- 
carbons,  further  in  gas  formation  it  is  necessary  that 
free  carbon  be  deposited.  Second — This  free  carbon 
clogs  the  burner  to  an  objectionable  degree. 

The  next  step  is  usually  along  the  lines  of  atomiza- 
tion,  and  the  inventor  goes  into  the  construction  of 
immensely  complicated  apparatus  to  accomplish  it. 
This  work  is  frequently  characterized  by  an  amazing 
ignorance  of  the  fundamental  properties  of  oil.  also  of 
the  wide  difference  between  various  kinds  of  oil.  We 
will  give  here  a  chemical  definition  of  the  principal  oil 
classifications,  the  details  of  which  may  be  easily  found 
in  any  text  book  on  chemistry. 

Paraffine  oils  may  be  classified,  first  as  those  con- 
taining CnHsn  4-  2  up  to  C28H68  (Pennsylvania,  West 
Virginia,  Kentucky,  Kansas,  Colorado,  etc.),  and  sec- 
ond, those  containing  CnH2n  4-  2  up  to  CUH24  and  above 
that  CnHsn — 2    (polymethylenes,    Ohio  and  Canada). 

Cyclic  oils  contain,  first,  stable  polymethylenes 
consisting  largely  of  napthenes  Cnll2n  (Russia),  and 
second,  less  stable  polymethylenes  with  unsettled 
hydrocarbons  with  nitrogen  and  sulphur  compounds 
leaving  an  asphaltic  residue  on  distillation  (California). 

Asphalt  is  a  compound  of  cyclic  hydrocarbons 
which  are  attacked  by  sulphuric  acid.  Parafifine  is  not 
readily  attacked  by  sulphuric  acid. 


It  is  difificult  to  obtain  unbiased  data  from  recog- 
nized authorities  on  oil  burning  because  each  author- 
ity, as  a  rule,  has  some  private  system  or  apparatus 
to  exploit. 

The  vaporizing  system  of  burning  oil  has  been 
quite  generally  abandoned,  not  only  in  oil  burners,  but 
in  gas  making  apparatus  and  gasoline  engine  car- 
bureters, for  the  same  reason  in  each  case,  that  the  oil 
is  not  completely  burned,  an  objectionable  residue 
being  left.  The  easiest  oils  to  burn,  mechanically 
speaking,  are  the  thinnest,  as  they  are  more  easily 
atomized.  Oil  in  bulk  has  a  cohesiveness  which  resists 
any  atomizing  action.  Furthermore,  as  the  oil  is 
broken  up  into  large  drops,  each  drop  develops  a  sur- 
face tension  which  is  much  greater  even  than  cohesive- 
ness. Surface  tension  is  a  force  seldom  considered  by 
those  who  have  studied  the  subject  of  atomization. 

The  writer  has  seen  drops  of  water  floating  in  oil 
which  was  boiling  at  a  temperature  of  300  degrees 
Fahrenheit.  As  the  corresponding  pressure  of  steam 
at  this  temperature  is  100  pounds  and  as  it  is  obvious 
that  nothing  but  surface  tension  would  have  held  these 
drops  intact,  the  work  necessary  to  overcome  this 
tension  can  be  appreciated.  It  is  the  writer's  firm 
belief  that  any  system  of  atomization  should  proceed 
as  nearly  as  possible  from  the  bulk  condition  to  the 
ultimate  atomization  without  allowing  the  formation 
of  intermediate  spherical  drops  and  their  attendant 
surface  tension  which  has  to  be  broken  up.  He  is  also 
inclined  to  believe  that  this  explains  the  reason  for  the 
superior  economy  of  burners  having  a  single  stage  of 
atomization  as  compared  to  multistage  types. 


0/L 


Fig.    1. 

During  the  development  of  the  Priestman  oil 
engine  many  types  of  atomizers  were  tried  and  the  one 
finallj-  adopted  was  that  shown  in  Fig.  i.  This  is 
clearly  a  single  stage  atomizer  and  has  been  found 
most  satisfactory,  although,  to  the  writer's  knowledge, 
the  principle  of  a  jet  of  air  impinging  directly  opposite 
the  stream  of  oil  has  never  been  utilized  in  oil  burnin,g. 

Various  principles  are  used  to  efTect  atomization, 
including  mechanical  methods,  centrifugal   force  and 
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direct   battering  by   means   of   steam   or   air.   the   last 
beino-  in  most  general  use. 
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Fig.   4. 


Fig. 


Referring  again  to  the  earlier  types  of  burners  and 
furnace  arrangement  we  have  in  Fig.  2  a  burner  de- 
signed to  go  inside  the  furnace  and  vaporize  the  oil  to 
a  gas  before  burning;  it  has  never  come  into  general 
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Fig.   5. 
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Fig.   3. 


use.  Fig.  3,  of  inconvenient  size  and  complication,  has 
never  come  into  general  use.  Fig.  4  shows  another 
of  which  the  same  might  be  said.  These  are  given 
simply  as  illustrations  of  the  impracticable  form  of 
some  of  the  early  types  of  oil  burners. 

Probably  the  earliest  and  most  complete  experi- 
ments in  the  oil-burning  line  were  made  in  Russia  in 
the  attempt  to  apply  the  Russian  Astatki  to  power  and 
industrial  purposes.  Fig.  5  shows  one  of  the  earliest 
and  simplest  burners  used  for  that  purpose  and  said 


Fig.   G. 

to  be  highly  successful.     Fig. 
tration  of  the  Holden  burner, 


6  is  an  excellent  illus- 
which  was  applied  for 
many  years,  with  great  success,  to  locomotive  work. 
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Fig.  7  shows  one  of  our  earlier  California  burners  and 
has  been  used  to  quite  an  extent. 


I'ig.  ID  shows  a  siphon  burner  which  has  been 
more  or  less  developed  by  several  inventors,  the  object 
of  which  is  to  comply  in  the  first  place  with  the  Under- 
writers' disapproval  of  gravity  oil  systems  and  in  the 
second  place  to  eliminate  the  oil  pump. 


Fig.  8  is  an  illustration  of  the  centrifugal  method 
of  atomization  which  has  been  quite  successfully  ex- 
ploited  by  several   firms.     The    atomization    usuall)' 
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Fig.   8. 


takes  place  in  the  central  chamber,  from  which  pipes 
lead  to  the  various  burners.    Fig.  9  illustrates  a  method 


Fig.  10. 

As  said  before,  a  certain  amount  of  work  is  neces- 
sary in  order  to  atomize  oil  properly.  This  work  may 
be  partly  done  by  the  mere  application  of  heat,  which 
reduces  cohesiveness  and  surface  tension,  namely,  in 
reducing  the  viscosity.  But  this  viscosity  consists  of 
two  factors  in  no  wise  dependent  on  each  other.  They 
are,  in  the  first  place,  cohesiveness,  and  in  the  second 
place,  surface  tension  or  adhesiveness.  There  are  no 
experiments  which  have  supplied  data  as  to  the  theo- 
retical amount  of  work  necessary  for  the  atomization. 
The  indications  are  that  it  is  less  than  i  per  cent  of 
the  thermal  power  in  the  oil,  but  must  in  any  case  be 
a  variable  quantity. 


Fig.  9. 


of  superheating  the  steam,  a  method  which  is  used  by 
many  engineers,  a  patent  for  which  has  evidently  been 
granted  to  someone. 


Fig.  11. 

Fig,  1 1  shows  an  ordinary  round  flame  outside 
mix  burner,  in  which  the  oil  going  into  the  smaller 
)ipe  passes  through  the  central  pipe  and  the  air  enter- 
ing the  larger  passes  around  the  orifice.  The  oil  is 
regulated  with  a  hand  wheel.  This  particular  burner 
is  designed  for  low  pressure  and  is  of  2,  4,  8  lb.  pres- 
sure. Such  a  burner  is  trimmed  first  by  increasing  or 
decreasing  the  diameter  of  the  inside  pipes  to  suit  the 
air  pressure,  second  by  increasing  or  decreasing  the  oil 
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Fig.  12. 


Fig.  16. 
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Fig.  14. 


Fig.  15. 


hole  to  suit  the  oil  pressure,  third  by  extending  the 
inside  pipes  outwards  to  increase  the  length  of  the 
flame  or  inwards  to  decrease  the  length  of  the  flame 
and  widen  it. 

Fig.  12  shows  a  burner  of  the  same  type  but 
equipped  with  a  hand  wheel  whereby  the  inside  pipes 
may  be  moved  and  the  length  of  the  flame  controlled  at 
will.  Fig.  13  shows  a  similar  type  of  inside  mix  burner 
made  from  pieces  of  pipe  and  iron  washers ;  such  a 
burner  wnll  atomize  splendidly,  making  a  broad  flame 
close  to  the  burner,  but  will  soon  clog  and  has  no 
possible  means  of  cleansing  except  complete  taking 
down.  Therefore  such  a  burner  makes  a  flame  so 
broad  and  close  that  it  burns  off  the  corners  of  the 
square  head. 

Fig.  14  shows  a  pipe  burner  of  popular  type  that 
always  gives  fair  satisfaction  if  carefully  made.  Fig. 
15  shows  another  type  of  pipe  burner.  Fig.  16  is  an 
inside  mix  with  special  curve  giving  a  rotary  flame; 
it  is  intended  primarily  for  Scotch  boilers.  Fig.  17  is 
another  type  of  round  flame  burner  made  to  fit  into  a 
gas  shell,   iron   smelting  furnace   or  other   iron   shell. 


Fig.  17. 
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Fig.  19. 


Fig.  20. 

Fig.  18  is  a  multistage  burner  often  used.  Fig.  19 
is  another  type  of  the  Holden  burner;  its  best  use  is  to 
illustrate  the  complications  that  are  sometimes  intro- 
duced to  accomplish  results  equalled  by  much  simpler 
apparatus. 

Fig.  20  is  a  round  flame  of  the  combined  type 
using  both  steam  and  air  from  a  blower.  The  idea  of 
this  type  of  burner  is  that  the  amount  of  air  necessary 
for  the  combustion  issues  from  the  burner  with  the 
oil.     The  result  is  an  intense  combustion  close  to  the 
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burner  and  there  are  many  cases  where  this  is  desir-      engineers  is  said  to  be  highly  satisfactory.     Fig.  23  il- 
able.     Fig.  21   shows  a  well  known  flat  flame  burner      lustrates  still  another  form  of  flat  flame  burner. 
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Fig.  21. 

which  is  nuich  used  in  back-shot  furnaces  to  be  de- 
scribed later  and  is  held  in  high  regard  by  some  en- 
gineers. 


Fig.  22. 


Fig.  22  is  what  is  popularlj-  known  as  the  South- 
ern Pacific  burner,  a  flat  flame  type,  and  while  lack- 
ing some  points  of  refinement   in   the   eyes  of   many 


^^ 


Fig.  23. 

Several  authorities  have  gone  deeply,  both  practi- 
cally and  theoretically,  into  the  subject  of  furnace  ar- 
rangement and  construction.  The  concensus  of  opin- 
ion seems  to  be  that  while  it  is  desirable  to  have  white 
hot  brick  all  around  the  flame,  it  is  impracticable  in 
many  cases  to  do  so,  and  a  compromise  is  eflfected  by 
using  a  flat  flame,  burning  close  to  a  white  hot  brick 
floor  through  which  the  air  rises  steadily  through  the 
flame.  It  may  be  taken  as  a  first  principle  of  oil  com- 
bustion that  the  air  must  pass  through  the  flame. 

Fig.  24  shows  nine  ways  of  trimming  a  flat  flame 
oil  fire.  In  i  the  burner  is  not  wide  enough  and  the 
bricks  have  entirely  too  many  spaces  for  draft.  In  2 
the  flame  shown  will  burn  fairly  well  with  the  draft 
holes  as  shown,  but  the  capacity  of  the  burners  can 
never  be  completely  realized  until  the  draft  holes  are 
made  longer  and  the  shell  in  the  burner  lengthened. 
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Fig.  24. 
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Fig.  iS. 


Fig.  2; 


Fig.  30. 


Fig.  2«. 


Fi&31. 
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Fig.  28. 

Xo5.  3  and  4  show  the  probable  action  of  a  flat  flame  if 
the  air  was  admitted  in  the  manner  indicated.  The 
same  comments  that  apph"  to  i  would  govern  Xos. 
5  and  8  excepting  that  No.  8  is  trimmed  broad  enough 
but  has  too  many  draft  spaces.  In  6  the  draft  spacing 
is  too  far  from  the  burner  and  the  carbon  would  be 
deposited  between  the  b'::rner  and  draft  holes.  No.  7 
illustrates  that  lor.  _  draft  holes  are  not  as  good 

as  cross-v.i  =  '      ^'  rates  the  correctly  trinimed 

burner  wi  d  draft  holes.     Most  engi- 

neers ■  ,Tn  in  Xo.  2,  namely  having 

the   t.'c  -\   admitting   air   round   the 

shoulders  wher  ;  et  through  the  flame.    Such 

a  fire  shows  an  excess  01  air  no  matter  hov.  the  ashpit 
doors  are  regulated,  even  when  the  fire  is  smoking. 


Fig.; 


Fig.  25  shows  a  burner  to  which  any  desired  ti]) 
can  be  attached.  Figs.  26  and  27  show  well  knowTi 
t^-pes  of  flat  tip  burners  which  are  widely  used.  Fig. 
28  illustrates  a  low  pressure  round  flame  burner  of  the 
same  type  as  Fig.  11  i\nth  a  regulating  valve. 

Fig.  29  shows  a  popular  t^pe  of  regulating  valve 
used  for  such  a  burner  having  in  the  first  place  a  re- 
movable strainer,  in  the  second  place  a  part  for  regu- 
lation set  lower  down  for  actual  closure.  The  patent 
for  this  valve  is  owned  locally  by  the  manufacturers. 

Fig.  30  is  an  inside  mix.  with  cleaning  wire,  in- 
tended for  ver>-  hea\-y  fires.  Fig.  31  is  a  flat  flame,  in- 
side mix.  low  pressure  burner,  patented  by  a  local  en- 
gineer. The  tip  is  removable  and  easily  changed,  in 
case  of  incorrect  slotting.  This  burner  is  also  made  for 
outside  mix.  It  is  one  of  the  best  burners  in  use.  espe- 
cially for  low  pressure  air.  Fig.  ;^2  is  a  successful  ex- 
ample of  the  conical  t>'pe  with  adjustable  flam.e  and  oil 
regulating  valve.  This  burner  is  said  to  be  cleanly  in 
operation  and  well  adapted  to  work  in  conjunction  with 
automatic  furnace  regulators. 

Oil  burners  are  frequently  made  of  the  self-regu- 
lating or  automatic  type  in  which  any  variation  of  the 
steam  pressure  regulates  the  oil  accordingly  and  such 
burners  are  said  to  be  quite  successful.  In  each  ca.se 
there  are  two  methods  of  control,  one  involving  the 
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entire  ciutiiig  out  of  one  or  more  boilers  when  the  load 
is  low  and  vice  versa  when  the  load  is  high.  The  other 
method  consists  of  what  is  known  as  central  control, 
whereby  the  oil  pressure  in  controlled  from  one  point 
for  all  fires.  This  control  may  be  either  by  hand  or  au- 
tomatic and  there  are  patented  systems  covering  each 
method. 

Considerable  automatic  apparatus  is  necessary 
in  oil  firing.  If  siphon  burners  are  not  used  a  pump 
must  be  furnished,  usualh'  of  the  simple  duplex  type. 
It  has  often  been  necessary  to  equip  it  with  an  auto- 
matic governor  for  maintaining  constant  oil  pressure. 
The  heater  is  made  in  many  forms,  either  the  casting 
throughout  or  a  coil  of  iron  pipe  with  return  ells,  or 
a  piece  of  copper  pipe  especially  coiled  for  the  heater. 

The  specific  heat  of  petroleum  varies  from  .4  to  .5 
and  according  to  various  authorities  20  to  40  lb.  of 
petroleum  per  hour  can  be  heated  i  degree  F.  for  each 
degree  of  difference  between  the  temperature  of  the 
steam  and  the  average  temperature  of  the  oil  per 
square  foot  of  heating  surface. 

Two  systems  of  oil'  piping  are  in  general  use,  one 
in  which  the  oil  is  pumped  directly  to  the  burner 
and  into  the  fire,  the  other  in  which  the  oil  is  pumped 
constanth'  through  a  circuit  of  pipe  and  returned  to  the 
pump  suction,  the  burners  being  inserted  anywhere  in 
this  circuit ;  the  heater  being  cut  into  the  circuit  next 
to  the  pump  on  the  discharge.  The  discharge  from 
such  a  circulating  system  should  never  lead  into  the 
fuel  tank  but  to  the  pump  suction  only,  because  it  is 
possible  for  the  main  body  of  oil  to  gradually  become 
so  heated  that  there  will  be  dangerous  evolution  of 
explosive  gases,  especially  with  crude  or  unstandard- 
ized  oils  carr^nng  light  fractions. 

(To   he   contiiuiecl) 


An  electric  copper  smelter  is  in  successful  opera- 
tion at  Delamar,  L'alifurnia. 


The  Board  of  Public  Utilities  at  Los  Angeles  has 
])o\\cr  to  investigate  public  service  commissions  and 
e;-tablish  rates  subject  to  the  approval  of  the  Council. 
1'.}"  the  recently  adopted  amendments  to  the  charter 
the  citv  may  operate  quarries,  railroads,  elevators,  tun- 
nels or  viaducts  and  may  supply  citizens  with  any 
means  of  heat,  illuminating  power  or  refrigeration, 
selling  the  surplus  to  other  mtmicipalities. 


The  Bell  report  fnr  n^io  shows  that  the  American 
Telephone  &  Telegraph  Cri.  has  nearly  six  million  sta- 
tions and  twelve  million  miles  of  wire  in  use,  and  gave 
a  total  of  o\'er  seven  billion  connection!;  for  the  year. 
The  gross  earnings  for  the  year  were  $165,600,000, 
an  increase  of  nearly  $16,000,000  over  those  of  1909. 
Of  this,  operation  consumed  $54,000,000.  taxes  $8,000,- 
000.  current  maintenance  $25,700,000,  and  provision 
fi)r  depreciation  $26,200,000.  The  surplus  available 
f'>r  charges,  etc.,  was  $51,000,000,  of  which  $11,500,000 
was  paid  in  interest  and  $25,000,000  in  dividends  to 
the  public.  The  total  capitalization  is  $1,114,310,979, 
of  -.vhich  $502,306,910  is  owned  and  is  in  the  treas- 
uries of  the  Bell  system  and  $612,000,000  in  the  hands 
of  the  public. 


DISCUSSION  ON  CONSERVATION. 

Conser\'ation  was  the  subject  under  discussion  at 
.'i  meeting  of  the  Commonwealth  Club  of  San  I'rancisco 
on  March  ij .  the  principal  speakers  being  l-"rank  Short 
and  Theodore   Roosevelt. 

Mr,    Short's    Speech. 

"L'pon  this  (jccasion.  with  ten  minutes  at  mv  dis- 
posal for  the  purpose  of  the  supposed  discussion  of 
a  very  serious  question  of  constitutional  law  and  civic 
])olic_\-,  I  feel,  in  the  first  place,  as  though  I  were  a  part 
of  the  debris  that  is  always  assumed  necessary  to  be 
removed  ])efore  the  real  thing  is  reached  upon  an  occa- 
sion (if  this  kind.  In  referring  to  the  illustrious  guest 
of  the  evening  even  indirectly  as  the  'real  thing,"  I 
am  not  guilty  of  any  originality  but  am  purloining 
the  picturesf|ue  language  of  Governor  Stubbs  of 
Kansas. 

"I  am  not.  therefore,  assuming  the  position  of  at- 
tempting to  speak  in  contravention  of  the  supposed 
views  of  the  guest  of  the  evening,  but  as  a  country 
lawyer,  as  a  humble  citizen  am  merely  accepting  an 
in\itation  to  indulge  in  that  honored  and  remaining 
right  of  every  American  citizen,  no  matter  how  ob- 
>cure,  to  exjjress  his  views  u])on  any  public  question. 
()b\iously,  I  can  no  more  than  attempt  to  hit  a  few 
I'f  the  \ery  high  places  in  connection  with  this  much 
discussed  and  \'itally  im])ortant  question.  The  real 
(|ucstion  is  whether  or  not  as  a  matter  of  law  and  of 
right  and  of  policy  the  conservation,  disposition,  regu- 
latidu  ami  control  of  the  remaining  resources  oi  the 
country  should  be  undertaken  and  carried  on  by  the 
.\ational  (iovernment  or  h}'  the  rcspecti\-e  States 
within  which  such  resources  are  situated.  It  has  been 
assumed  and  most  earnestly  urged,  and  in  many  in- 
stances with  great  sincerit_\-  I  think,  that  this  function 
i>(  conservation  carrying  with  it  upon  the  part  of  the 
.\ational  Government  large  and  additional  duties  and 
])owers  of  regulation  and  go\ernment  in  connection 
w  ith  the  resources  (if  the  se\'eral  States  and  the  people 
<  1'  such  States  can  be  carried  out  efficiently  and  to  ad- 
\antage  cmly  !)}■  the  Xational  Government.  And  it 
being  assumed  that  the  Xational  Government  can  most 
;i(l\antageously  and  efficiently  carry  out  these  func- 
tHins  it  is  assumed  rather  than  attempted  to  be  estab- 
lished that  it  has  the  legal  pfuver  and  authority  so  to 
i]ii.  What  I  now  hold  to  he  true  for  all  time,  and 
yuu  will  agree  with  me  some  day,  is  that  that  branch 
I'f  the  Government  that  under  our  constitutional  sys- 
leiii  is  designated  as  the  one  having  authority  is  the 
iiiil}'  branch  of  the  Government  that  can  conserve  the 
resciurces  or  advance  and  protect  the  rights  of  the 
]iciip]e  or  do  real  and  permanent  justice  in  any  way. 
It  has  been  asserted  and  reiterated,  and  the  assertion 
certainly  sounds  good,  that  'the  remaining  resources 
'■:\  the  Nation  belong  to  all  of  the  people  of  the  Nation' 
and  are  td  lie  held,  operated  and  used  for  their  benefit. 

"Assuming  the  best  of  faith  in  this  assumption,  I 
\Miuld  not  recommend  anv  one  to  become  really  ex- 
cited about  it. 

"If.  howe\'er.  we  could  indulge  in  the  assumption 
that  sufficient  income  and  re\'enue  can  and  will  be  de- 
rived from  the  remaining  resources  of  the  Nation  that 
after  paying  for  official  control,  regulation  and  manage- 
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nienl,  and  leave  a  substantial  balance  for  the  benefit 
of  the  treasury  of  the  Nation  and  of  sufficient  extent 
to  reduce  the  burdens  of  taxation  of  one  hundred  mil- 
lions of  people,  allow  me  to  suggest,  and  ask  your 
candid  consideration  of  the  same,  that  if  sufficient 
income  could  be  realized  to  meet  such  expense  and 
leave  a  balance  sufficiently  great  to  reduce  the  burdens 
of  taxation  for  the  benefit  of  one  hundred  millions  of 
people  that  the  ten  millions  of  people  from  whose  in- 
dustries and  resources  this  income  must  be  obtained 
would  l)ecome  a  trifle  stoop-shouldered  packing  the 
load. 

"As  to  the  observation  that  'the  remaining  re- 
sources of  the  Xation  belong  to  all  of  the  people  of  the 
Nation,'  the  same  is  subject  to  two  objections.  First, 
the  same  ne\'er  was  true  as  a  matter  of  fact  or  of  law, 
and  if  the  remaining  resources  of  the  Nation  belong 
to  all  of  the  people  of  the  Nation,  there  was  a  time 
when  no  one  can  deny  that  all  of  the  resources  of  the 
Nation  belonged  to  all  of  the  people  of  the  Nation. 
It  was  held  and  decided  by  the  Sujireme  Court  of  the 
L'nited  States  some  seventy-five  or  eighty  3-ears  ago 
that  the  pulilic  lands  and  the  resources  connected  there- 
with were  held  by  the  Federal  Government  in  trust 
for  the  several  States  and  for  the  inhal)itants  thereof, 
to  be  passed  to  private  ownershij)  and  at  nominal  jirices 
as  rapidly  as  could  reasonably  Ije  done,  to  the  end  that 
the  United  States  Government  might  retire  from  each 
of  the  States  as  a  land  owner  therein  as  soon  as  was 
reasonal)ly  possible.  These  decisions  have  been  re- 
affirmed, and  the  relation  of  the  Federal  Government 
to  the  several  States  and  the  puldic  lands  therein  has 
been  held  to  be  identical,  and  continues,  in  accord- 
ance with  the  original  decisions,  to  apply  to  the  later- 
admitted  States  and  the  lands  and  resources  therein. 

"It  has  been  repeatedly  held  that  the  Federal  Gav- 
ernment  can  exercise  no  governmental  powers  upon  or 
in  connection  with  the  public  lands,  but  that  its 
powers  and  functions  of  government  were  identically 
the  same  in  each  and  every  one  of  the  States,  'no 
greater  and  no  less.'  That  the  people  of  the  several 
States  and  the  localities  within  which  these  resources 
are  situated  are  alwa3's  better  advised  as  to  the  value 
of  these  resources  and  better  able  to  provide  for  their 
protection,  continuaticfn  and  utilization  than  any  other 
people,  can  no  more  be  doubted  than  the  undeniable 
fact,  that  they,  the  people  residing  in  the  \'icinity, 
will  sufl:'er  in  a  much  greater  degree  than  any  others 
by  the  waste  and  destruction  of  these  resources. 
However,  I  have  observed  that,  having  been  for  a 
long  time  engaged  in  the  practice  of  the  law,  I  speak 
too  much  from  a  lawyer's  point  of  view,  and  that  the 
majority  of  the  people,  whether  they  should  or  not. 
flo  not  enjoy  or  encourage  discussion  of  questions 
from  a  legal  point  of  view.  But  fortunately  we  Ameri- 
cans can  understand  the  equities  and  the  moral  right 
and  justice  of  a  question. 

"The  situation  can  be  correctly  illustrated  by  the 
loUowing  statement :  Uncle  Sam  may  be  assumed  to 
l)e  the  father  of  four  sons,  and,  for  the  purpose  of  keep- 
ing our  history  and  geography  straight,  we  will  name 
them  Fast.  North,  South  and  West.  Uncle  Sam,  being 
liberal  to  a  fault  and  mindful  of  a  trust,  transferred  to 
his  three  eldest  sons — East,  North  and  South — all  of 


their  share  in  his  estate.  That  all  of  Uncle  Sam's  estate 
pertaining  to  East,  North  and  South  was  transferred 
either  to  the  States  or  to  the  people  of  those  States 
nobody  can  deny.  More  es])ecially  after  their  indus- 
t''ir>us  younger  brother  began  to  show  the  real  value 
<!t  his.  the  left-o\-er,  portion  of  their  father's  estate. 
Fast,  North  and  South  began  to  look  with  covetous 
eyes  upon  the  younger  brother's  inheritance.  Finally 
lieep  sense  of  justice  and  great  moral  uplift  began  to 
jH-rvadc  the  minds  of  East,  North  and  South  (other 
families  have  been  affected  that  way),  and  finally  they 
apjjeared  before  Uncle  Samuel  and  said:  'Father,  you 
ha^■e  been  \ery  profligate  in  the  management  of  your 
great  estate.  'N'ou  ha\e  turned  over  to  us  and  to  our 
children  withdut  needful  i  ir  any  restriction  the  whole  of. 
the  portion  of  your  e^tate  we  can  rightfully  claim.  In 
the  dding  oi  this  you  have  shown  great  incompetence 
and  have  been  guilty,  we  regret  to  say,  of  many  in- 
e(|ualities,  and  e\-en  frauds,  and  behold  you  have 
sinned  against  1  leaven  and  in  the  sight  of  all  men.  A\'e 
can  see  no  way  nf  atoning  for  this  awful  oflfense  ex- 
cejJt  that  you  shall  seize,  take  and  hold  that  portion 
of  the  estate  that  should  descend  to  our  younger 
brother  fur  the  benefit  of  all  of  your  children.  And 
as  a  lurther  atonement,  having  shown  in  the  dis- 
tribution of  the  family  estate  to  us  that  you  are  in- 
competent and,  sad  to  relate,  dishonest,  in  considera- 
tion thereof  we  will  nominate  and  appoint  you  the 
landlord  and  guardian,  without  bonds  and  forever,  of 
all  that  portion  of  the  family  estate  that  except  for  this 
atonement  would  ha\e  belonged  to  our  younger 
brother,  re(|uiring  _\-on.  howcN'er,  to  sec  to  it  with  scrup- 
ulous care  that  your  elder  sons  shall  receive  from  the 
rents,  leases  and  profits  of  his  estate  our  equal  share 
of  tlie  annual  income  of  our  beloved  younger  brother's 
estate.'  I'ainful  as  it  ma}'  seem,  these  elder  brothers 
seem  well  nigh  unanimous  as  to  this  scheme  of  atone- 
ment, and  L'ncle  Sam  seems  weak  and  subject  to  the 
iiifluences  of  the  majorit}-.  History  will  record,  how- 
e\'er,  that  the  ( 'onstilution  broke  the  will  and  the  elder 
brothers  were  charged  with  the  costs  and  counsel  fees. 
"Except  as  all  of  the  people  and  all  of  the  resources 
of  the  country  shall  be  equally  taxed  for  the  main- 
tenance of  the  National  Government,  the  soil  and  the 
beneficial  resources  of  each  State  of  the  Union  are 
e<pially  dedicated  to  the  use  and  enjoyment  of  its  peo- 
ple, to  its  powers  and  rights  of  taxation  and  revenue 
for  the  purpose  of  maintaining  State  and  local  gov- 
ernment, schools,  universities,  roads,  highways  and 
all  of  the  accompanying  necessities  of  enlightened  and 
progressive  people.  I  am  inclined  to  think  with  all 
possible  respect  that  the  condition  is  not  one  of  great 
difficulty.  All  that  pertains  to  the  common  defense 
and  general  welfare  in  an  actual  sense  is  for  federal 
control  and  regulation.  .\11  iliat  pertains  to  the  right  of 
local  self-government  and  the  local  rights,  industries 
and  necessities  of  the  jjeoplc  belongs  to  the  several 
.States.  If  we  shall  proceed  with  the  design  and  S[)irit 
to  recognize  these  fundamental  conditions,  neither  to 
retard,  but  each  to  accelerate  the  other,  I  imagine  we 
shall  have  little  difficulty,  but  if  each  is  jealous  of  the 
other  and  if  each  shall  reach  for  more  power  and  trv 
til  encroach  upon  the  powers  of  the  other,  we  shall 
liaxe    no    eml  of    discord,  but  if  all  of  us  could  accept 
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the  wise  counsel  of  that  groat  American  whose  capa- 
bilities of  statinq-  things  in  true  and  simple  words 
h.av.e  made  him  immortal,  we  could  acce])t  the  advice 
of  Abraham  Lincoln  and  avoid  all  trouble  and  con- 
flicts by  each  struggling  toward  the  light  and  striv- 
ing to  do  the  right  as  God  gives  us  to  see  the  light 
and   the   right." 

Mr.  Roosevelt's  Speech. 

"Mr.  Chairman — I  want  to  make  one  or  two  notes 
on  the  brilliant  speech  of  Judge  Short.  .\nd  at  the 
c)utset,  Juilge.  when  we  note  the  wisdom  of  the  fathers 
as  binding  upon  conditions  which  the  fathers  could 
by  no^  possibility  have  foreseen,  I  want  to  recall  the 
statement  of  that  wise  and  witty  philosopher,  Mr. 
Dooley,  when  Thomas  Jetterson  was  quoted  on  some 
policy  essential  to  our  well-being:  'Thomas  Jefferson 
was  a  great  man,  but  he  li\ed  before  the  days  of  open 
plumbing."  In  speaking  of  the  proper  attitude  which 
we  ought  to  take  in  reference  to  a  conservation  of  our 
forests  and  other  natural  resources,  and  irrigation,  and 
to  the  use  of  electricity  in  connection  with  water- 
power,  you  spoke  of  a  decision  of  the  Supreme  Court 
rendered  eighty  vears  ago,  at  a  time  before  any  human 
being  knew  that  electricity  could  be  used  in  connec- 
tion with  water-power  or  that  irrigation  was  thought 
of  or  could  have  been  applied  to  a  single  acre  under 
cultivation  in  the  United  States,  at  a  time  before 
it  had  entered  the  head  of  any  American  or  almost 
any  man  in  the  ci\ilized  world  that  it  was  necessary 
to  conserve  the  forests  of  the  country. 

"No  man,  no  member  of  the  bar,  or  Judge,  can 
have  a  more  profound  respect  than  I  ha\e  for  a  de- 
cision of  the  Supreme  Court.  (Applause.)  I  respect 
it  as  Lincoln  respected  it — as  Lincoln  whom  you 
quoted  respected  it.  I  do  not,  however,  include  in 
the  functions  which  I  attribute  to  the  members  of 
that  august  tribunal  the  function  of  prophecy.  If  we 
treated  the  Constitution  as  a  strait-jacket  instead  of 
what  the  great  Chief  Justice  Marshall  declared  it  to 
be.  an  instrument  to  aid  in  our  growth,  we  utterly 
misunderstand  the  function  of  the  instrument.  It 
would  be  impossible  for  this  countr\'  to  grow  if  it 
declined  to  go  into  any  policy  rendered  necessary  by 
the  creation  of  conditions  not  merely  new  but  condi- 
tions which  could  not  possibly  have  been  foreseen 
when  the  Supreme  Court  decided  on  some  totally  dif- 
ferent question.  The  dictum  that  you  quoted,  if  it 
was  rendered  eighty  years  ago,  was  rendered  even 
before  the  homestead  act  was  passed.  It  was  rendered 
at  a  time  when  men  like  Webster,  men  like  Choate 
and  Everett,  still  believed  that  the  wise  course  for 
the  Nation  to  follow  was  to  sell  all  its  public  land  in 
great  masses  to  the  highest  bidder,  take  the  proceeds 
and  turn  everything  over  to  the  States  in  which  the 
public  lands  were  situate.  It  was  rendered  before 
our  people  had  grasped  the  truth  that  it  was  to  our 
interests  not  to  treat  those  lands  merely  from  the 
standpoint  of  rc\-cnue,  but  in  the  interests  of  all  the 
people.  And  when  I  say  all  the  people  I  do  not  mean 
that  each  man  got  50  cents'  worth  out  of  it:  I  mean  in 
the  interests  of  the  people,  because  it  is  to  the  inter- 
est of  all  our  people  that  we  shall  have  a  free,  self- 
supporting  democracy  on  the  largest  scale  throughout 
this  Union. 


"I'hat  decision  was  rendered  before  our  people, 
grasping  the  wisdom  of  the  proper  policy  to  pursue, 
had  decreed  that  the  land  should  be  sold  to  actual 
settlers  in  160-acre  quarter  sections  on  condition  that 
they  should  be  actual  residents  on  that  soil. 

"if  the  .\ation  had  power  to  sell  its  lands  in  small 
parcels  on  condition  that  those  who  bought  it  should 
actually  reside  ihereon  anil  till  the  land,  then  the 
Nati<in  has  power  to  sell  the  land  on  the  condition  that 
the  waters  running  over  that  land  shall  be  so  used 
that  the  use  shall  be  in  the  interest  of  the  whole  people 
and  not  in  the  interest  of  any  small  monopoly  com- 
p(.)scd  <if  a  few  peo])le  only. 

'Tf  the  .\ation  had  the  right  to  pass  the  homestead 
law  and  to  protect  the  actual  settler  against  the  land 
specidator.  the  land  monopolist,  then  the  Nation  has 
tile  right  to  dispose  of  the  remaining  lands  in  such 
fashion  as  to  guarantee  our  people  in  the  future 
against  seeing  the  most  valua!)le  power  lying  in  any 
]K)rtion  of  these  lands  from  becoming  the  property  in 
jicrpetuity  of  some  monopoly.      ( Applause j. 

"I  listened  with  very  great  interest  to  the  parable 
o!"  Uncle  Sam  and  his  four  sons,  and  how  brothers 
East,  .Xortli  and  Soutli  united  to  do  wrong  to  the 
jioor  West.  I  was  the  instrument  of  that  wrongdoing 
ir.  the  case  of  the  reclamation  service,  and  as  you 
listen  to  the  ])oe*.ry  of  it  I  will  tell  you  the  facts. 

"We  passed  the  reclamatiini  ser\icc  providing 
that  the  waters  of  the  West  should  be  used  not  for 
a  few  speculators,  but  for  tiie  men  of  the  West.  We 
Ijassed  that  law  providing  that  the  Nation  should 
n:ake  the  initial  expenditures — L'ncle  Sam,  out  of  the 
I'ortions  of  the  four  brothers  liy  the  three  who  were 
robbers — and  then  should  be  reimbursed  as  far  as 
possible  l)y  the  jiroceeds  of  sale  to  the  men  who  bene- 
fited from  it.  Not  one  dollar  comes  to  the  Easterner,  the 
.Northerner  or  the  Southerner ;  every  dollar  is  spent 
in  tiie  ^^'est.  e\cr}^  dollar  is  spent  to  build  up  the  small 
man  of  the  W  est  aiul  to  prevent  the  big  man,  East  or 
West,  coming  in  and  monopolizing  the  water  and  the 
land. 

"The  appeal  is  made  that  in  the  name  of  State's 
rights,  the  National  (;o\ernment  shall  not  do  the  duty 
it  is  bidden  to  do  under  the  Constitution.  I  believe 
in  the  fact  and  not  the  word  :  I  care  for  the  fact  and 
i!iit  for  the  word.  I  am  for  the  people's  rights.  WHiere 
the  jicople's  rights  mean  the  rights  of  the  Nation, 
I  am  for  the  rights  of  the  Nation:  where  the  people's 
lights  mean  State's  rights.  I  am  for  the  State's  rights. 

"I  do  not  agree  in  all  points  with  Arizona's  Con- 
stitution, but  I  am  against  the  Eastern  men  who 
seek  to  keep  Arizona  out  of  Statehood,  because  I  be- 
lieve that  Arizona  has  the  absolute  right,  so  long  as 
her  Constitution  is  in  accord  with  the  Constitution  of 
the  United  State,  to  make  that  Constitution  in  any 
way  she  chooses.  .\nd  I  am  championing  the  admis- 
sion of  Arizona  against  the  majority  of  the  Senators, 
and  I  suppose  the  members  from  the  East.  On  that 
point  the  East  is  wrong,  and  I  am  with  Arizona 
against  the  East. 

"We  are  asked  in  the  interests  of  State's  rights 
to  have  the  National  Government  surrender  its  control 
n\er  the  lands.  Surrender  it  to  whom?  To  the  peo- 
ple of  the  States?    Not  at  all.     Surrender  the  Alaska 


April   1,   1911.1 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


291 


lands  to  whom?  To  those  magnificent  Alaskans,  the 
Gnggenheim  syndicate  of  Colorado  and  the  Morgan 
syndicate  of  Xew  York?  (Laughter  and  applause). 
And  in  the  name  of  State's  rights,  of  local  self-govern- 
ment, I  am  asked  to  agree  to  turn  oxer  the  greatest 
asset  that  Arizona  has  to  capitalists  in  Denver  and 
in  Xexv  York. 

"T  will  give  you  another  instance  and  I  could 
muliipl}'  them  indefinitely.  Out  in  Denver  last  year 
I  struck  this  same  question  as  to  whether  the  United 
States  had  any  moral  or  legal  right  to  interfere  with 
the  use  of  great  private  corporations,  the  acquirement 
in  perpetuity  by  great  private  corporations  of  the  right 
to  use  the  power  generated  by  streams  flowing  across 
the  national  domain.  And  I  heard  precisely  the  argu- 
ment. Judge,  that  I  have  heard  tonight,  the  argument 
that  we  must  not  interfere  with  the  local  self-govern- 
ment of  Colorado ;  that  we  must  leave  Colorado  cit- 
izens alone.  But  who  do  you  think  the  Colorado  cit- 
izens were?  One  man  was  from  Ohio  and  two  from 
New  York. 

"Great  organized  capital  nowadays  never  has  a 
merely  State  function.  Organized  capital  goes  into 
all  the  diff^erent  States.  Where  the  State  can  deal 
with  it  best  I  want  the  State  to  do  it ;  where  in  the 
interests  of  the  people  of  the  State  the  Nation  can  deal 
with  it  best  I  want  the  Nation  to  do  it.  And  where, 
as  in  California,  I  lielieve  that  the  situation  can  be 
satisfactorily  dealt  with  only  by  the  heartiest  and  full- 
est co-operation  between  Nation  and  State  I  wish  to 
see  that  co-operation  secured  and  I  wish  to  see  them 
act  in  unison. 

"lUit  I  have  not  yet  quite  finished  with  the  three 
bad  brothers.  I  have  expected  to  enjoy  this  dinner,  but 
not  so  much  as  I  am  enjoying  it  (laughter).  As  I 
tmderstand  the  chief  point  of  iniquity  in  the  act  of 
the  aforesaid  brothers  was  that  in  their  entire  cor- 
porate capacity  they  had  asked  Uncle  Sam  to  help 
preserve  his  heritage  for  the  fourth  brother — not  for 
the  other  three,  but  for  the  poor  fourth  brother. 

"In  the  irrigation  service  we  were  making  a' 
totall}-  new  departure.  I  was  trying  to  get  that 
scheme  of  irrigation  service  put  through.  No  Western 
Congressman  or  Senator  dreamed  for  a  moment  that 
i'.  would  be  possible  to  get  it  put  through  on  the  idea 
of  making  the  National  Government  pay  for  it  all. 

"No  State  government  was  taking  any  efi^ective 
steps  because  it  could  not  take  any  effective  steps 
to  develop  the  irrigable  land.  Just  as  with  the  for- 
ests. New  Hampshire  wants  its  forests  preserved, 
but  the  State  has  never  preserved  them.  The  Nation 
can  step  in  and  do  it  because  the  Nation  can  act  not 
only  for  New  Hampshire,  but  for  the  States  in  the 
watershed  of  the  rivers  in  New  Hampshire.  The  Mis- 
sissippi basin  drains  half  the  States  of  this  country. 

"Not  only  does  the  National  Government  have 
to  step  in  as  between  the  States,  but  during  my  admin- 
istration it  twice  had  to  step  in  and  deal  with  foreign 
powers,  once  with  Canada  in  connection  with  the  St. 
Mary's  and  Milk  River  irrigation  projects  and  once 
with  Mexico  in  connection  with  the  irrigation  projects 
of  the  Rio  Grande  in  New  Mexico. 

"Here  in  California  that  is  onlv  true  of  the  south- 


ern part  of  the  State,  the  part  affected  by  the  Colorado 
River.     Most  of  your  rivers  are  intrastate  rivers. 

"And  let  me  point  out  this  fact,  that  I  have  never 
heard  the  most  rigid  defender  of  State  rights  insist 
that  the  Federal  Government  should  not  improve  the 
Sacramento  because  it  was  an  intrastate  stream. 

"You  spoke  of  the  question  of  the  control  by  the 
Federal  Government  of  the  electrical  power  in  the 
waters  running  over  the  national  domain.  As  regards 
that  I  can  do  nothing  more  than  to  refer  you  to  the 
legal  argument  advanced  b}'  Judge  Lindley,  an  argu- 
ment which  I  regard  as  absolutely  unanswerable,  and 
to  the  legal  and  ethical  argument  advanced  by  Mr. 
\\'heeler.  .And  it  seems  to  me,  Judge  Short,  that  I 
have  already  answered  that  question  when  I  quoted 
to  you  the  provisions  of  the  homestead  law.  If  we 
had  a  right  to  dispose  of  the  land — not  absolute  but 
on  condition  that  certain  requisites  are  complied  with, 
diiing  that  in  the  interest  of  the  democracy  as  a  whole, 
we  have  a  right  to  dispose  of  the  land  with  a  proviso 
as  to  the  use  of  the  water  running  over  it,  designed 
to  secure  that  use  for  the  people  as  a  whole  and  to 
prevent  it  from  ever  being  absorbed  by  a  small  mo- 
nopoly. 

"I  regard  as  the  vital  principle  the  principle  of 
not  ])arting  with  the  propert}- ;  the  principle  of  keep- 
ing it  in  tlie  public  hands  so  that  at  the  end  of  the 
next  forty  or  fifty  years  of  national  development  the 
pe()])]e  shall  have  it  in  their  possession  and  shall  not 
find  that  they  have  developed  a  small  number  of 
wealthy  men  who  own  something  that  the  public  can 
no  longer  get  except  by  revolution. 

".\ow  I  have  struck  the  crux  of  my  appeal.  I 
wish  to  sa\e  the  very  wealthy  men  of  this  country  and 
their  advocates  and  upholders  from  the  ruin  that 
they  would  luring  upon  themselves  if  they  were  per- 
mitted to  ha\e  their  way.  It  is  because  I  am  against 
rcMihilidii;  it  is  because  I  am  against  the  doctrines 
of  the  extremists,  of  the  Socialists:  it  is  because  I 
wish  to  see  this  country  of  ours  continued  as  a  genu- 
ine democracy:  it  is  because  I  distrust  violence  and 
tlisljelieve  in  it:  it  is  because  I  wish  to  secure  this 
country  against  ever  seeing  a  tiiue  when  the  'have- 
nots'  shall  rise  against  the  'haves':  it  is  because  I 
wish  to  secure  for  our  children  and  our  grandchildren 
and  for  their  children's  children  the  same  freedom  of 
o]5portunity.  the  same  peace  and  order  and  justice  that 
we  have  had  in  the  past." 


Manufacture  of  gasoline  from  natural  gas  has 
been  so  successful  on  a  small  scale  that  eight  large 
gas  compressors  have  been  ordered  by  an  oil  com- 
pany in  the  Midway  district  near  Bakersfield,  Cali- 
fornia. 


A  wireless  pipe  locator  has  been  devised  to  show 
the  e.xact  situation  of  underground  iron  pipes,  with- 
out unnecessary  digging.  The  apparatus,  consisting 
of  a  special  head  telephone  receiver  and  detector  coil, 
is  said  to  pick  up  the  electric  waves  produced  by 
passing  an  electric  current  through  the  pipe  and  thus 
show  its  position. 
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With  tlie  date  of  thi.s  issue,  it  has  been  given  out 
thai  the  Southern  Pacific  will  inaugurate  the  electric 
service  on  its  Alameda  local  lines. 
Alameda  This   does    not    mean    that   regular 

Electrification  service  will  be  started,  as  it  is  not 

c-xpected  that  the  train  crews  will 
be  stitticiently  expert  in  handling  the  new  equipment 
for  at  least  two  months.  Test  cars  will  be  run  over 
the  lines  of  the  .Alameda  section,  operated  by  experts, 
who  will  give  instruction  to  the  regular  men. 

The  thousands  of  people  who  daily  depend  upon 
the  local  lines  for  transportation  to  and  from  San 
Francisco,  have  waited  long  and  patiently  for  the  inno- 
vation, endtiring  the  antiquated  steam  service,  while 
occa.sionally  there  has  been  bitter  complaint  at  the 
great  length  of  time  consumed  in  inaking  the  change. 

People  do  not  appreciate  the  enormous  detail' in 
a  change  of  this  sort,  where  the  entire  system  must 
be  practically  rebuilt  and  re-equipped,  together  with 
the  solution  of  the  economic  question  of  power  supply. 

The  system  might  have  been  completed  in  less 
time  but  at  the  sacrifice  of  thoroughness.  This  all 
important  matter,  on  which  depends  not  only  the  safety 
of  human  life,  but  class  of  service  eventuallv  given, 
has  undoubtedly  received  the  consideration  it  deserves, 
and  we  may  soon  point  with  pride  to  the  new  system 
with  the  same  gusto  that  our  friends  in  Los  Angeles 
do  to  the  splendid  intenirban  service  centering  in  that 
citv. 


Much  interest  has  been  created  by  the  multiplex 
.Mslem  of  telephony  which  Major  Squier  of  the  Signal 
Corps    patented    and    presented    to 
Multiplex  the   public.     The   theory   is   so   in- 

Teiephony  teresting  and  the  inventor's  action 

so  unselfish  as  to  excite  the  great- 
est admiration  for  this  man,  who  has  earned  an  undy- 
ing place  in  the  halls  of  fame.  ^  But  as  to  the  commer- 
cial feasibility  of  thus  superimposing  fluctuations  of 
^•oice  frequency  on  high  frequency  wave  carriers,  there 
seem  to  be  several  practical  obstacles.  These  high 
frequency  carriers,  which  must  necessarily  be  above 
tl^e  range  of  audition,  are  attenuated  with  extreme  rap- 
idity, so  that  for  a  given  \olume  of  sound  at  the  re- 
ceiving end  much  more  energy  has  to  be  put  into  the 
line  at  the  sending  end  at  high  frequency  than  when 
under  normal  operation.  Furthermore,  the  difficulties 
fiom  cross-talk  with  high  frequency  are  much  greater 
ihan  with  a  low  frequency  system.  Lastly,  even  with 
;i  big  difference  in  the  frequencies  employed  it  is  next 
ti  impossible,  even  v\ith  efficient  tuning  circuits,  to 
]irevent  interference  lietween  the  outgoing  current  at 
one  frecpiency  and  the  receiving  circuit  at  the  same  end 
I'f  the  line  tuned  for  another  freqtiency.  This  follows 
irom  the  fact  that  on  a  long  line  the  receiving  appara- 
lus,  e-^-en  though  sharply  tuned,  must  be  very  sensi- 
ti\e;  also,  as  a  very  considerable  amount  of  energy 
•  it  the  sending  end  would  be  required  to  produce  com- 
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niercial  volume  at  the  distant  end,  the  outgoing  current 
would  produce  forced  effects  in  the  tuned  circuit  at  the 
same  end  of  the  line.  This  is  the  same  trouble  which 
has  so  seriously  limited  attempts  to  tune  wireless  tele- 
phone systems  so  as  to  send  and  receive  a  large  num- 
ber of  messages  simultaneouslv  within  a  limited  area. 


very  strong  tliat  the  merger  plans  would  succeed,  a  block  of 
$1,500,000  of  these  bonds,  anticipating  a  lively  and  more  attract- 
ive market  for  them  liecause  of  the  improved  position  due  to 
the  many  economies  the  merger  would  permit  to  he  made.  Now 
that  the  merger  scheme  is  off.  there  is  some  curiosity  expressed 
as  to  where  the  liouse  is  to  tind  a  market  for  these  securities." 

During  constructioti  the  bonds  were  at  par.  proving 

at   least  public  cunfidence  in  the  project.      E\'en  after 

A  measure  which  will  be  of  great  interest  to  lo-     regular  operation  was  commenced,  when  the  earnings 

cators  of  water  rights  and  have  important  bearing  on     were  necessarilx-  small,  bond  prices  were  high.     They 

the    future   of   hydroelectric   devel-     gradually  decreased  in  value  until  the  announcement 

Water  Power  opment  in  California,  is  embraced      of  the  proposed  merger,  which  was  in  effect  a  long  time 

Locations  in    Assembly    bills    Xos.    735    and      lease  in  which  the  lessor  guaranteed  the  bond  interest. 

788,  which  are  now  in  the  hands  of     The  failtn-e  of  this  deal  was  sure  to  have  a  certain  de- 

the  Governor.     These  bills  limit  water  appropriations     pressing  influence  no't  caused  by  any  lack  of  value  in 

for   the   use    in   generating   electricity    for   power   and     the  company's  physical  security.    Even  the  recent  ac- 

other  purposes,  to  a  period  of  twenty-five  years,  re-     quisition   of  the  property   of  the   City   Electric   Com- 

newable   upon   application.     While   this   law   will   not      pany  in  San   Francisco  has  not  sufficed  to  neuirali.-'.e 

aft'ect  existing  water  rights,  it  obstructs  the  future  de-     this  depression. 

velopment  of  water  power  and  menaces  the  principles  There  can  be  no  question  as  to  the  value  of  the 

of  conservation  which  the  measure  is  sui)posed  to  properties  which  stand  behind  these  bonds;  the  plant 
serve.  and  equipment  arc  thoroughly  modern,  embracing  the 

Water  locations  are  usually  made  by  men  who  can  best  class  of  engineering  and  construction,  the  future 
spend  enough  mcmey  to  build  roads,  make  the  pre-  possiliilities  of  development  on  the  company's  other 
liminary  surveys  and  commence  canal  construction,  water  rights  are  large  and  a  better  physical  security 
but  who  can  seldom  finance  the  building  of  a  modern  of  this  nature  is  seldoni  fotind.  Yet  the  bonds  are  not 
power  plant,  necessarily  interesting  outside  capital.  in  pdpidar  demand  at  ])resent.     It  is  evident  that  the 

This  measure  would  deter  capital  from  investing     public  ajmlhy  is  due  to  some  deeper  cause. 
in  water  power  projects  even  more  than  has  the  former  The  real  reason  rests  in  the  manner  of  promotion 

uncertain  tenure  of  Forest  Reserve  lands,  as  it  governs  and  its  consequent  eft'ect  upon  the  public  mind.  Pro- 
all  water  rights  whether  located  in  Forest  Reserves  motion  stock,  tendered  as  a  bonus  with  bonds  pur- 
or  not.  chased  at  an  earl\-  date,  has  been  sold,  thus  making  the 

h\irther  than  this,  the  period  is  of  shorter  duration  actual  cost  of  the  bond  to  the  purchaser  very  low. 
than  that  required  to  mature  bonds  which  would  be  These  bonds,  in  some  cases,  have  been  oft'ered  lielow 
considered  safe  and  acceptable.  pre\ailing  rates  and  have  eft'ected  the  market  to  some 

The  tendency  of  these  bills  will  be  then  to  dis-  extent.  But  the  public's  bias  is  due  to  statements, 
courage  tlie  de\-elopment  of  water  power  by  the  peo-  in\ariably  o\erdrawn  and  misleading,  causing  them  to 
pie  and  provide  a  practical  immunity  from  interference  expect  results  far  be}'ond  the  scope  of  the  project  and 
or  competition  for  the  existing  power  companies,  and  which  ha\e  eventually  caused  a  popular  doubt  as  to 
with  this  immunity  will  tend  to  throw  undeveloped  the  sincerity  of  the  promoters  and  real  value  of  the 
water  appropriations  into  the  hands  of  these  same  property.  Furthermore,  this  idea  has  been  driven  home 
companies  where  they  desire  further  extensions  for  l\-  the  continued  depression  following  the  wholesale 
their  own  uses.     This  is  entirely  at  variance  with  the     dumping  of  promoters'   stock  on  a  market  too  weak  to 


iresent  national  policy  of  conser\'ation. 


The  following  paragraph  reflecting  upon  the  credit 
and  good  name  of  one  of  California's  greatest  and  most 

modern    hydroelectric    enterprises, 
Promoters'  which    is    at    once    unfair    both    to 

Responsibility  the   cmiipan}-   and   the   bond   house 

handling    the    securities 
in  a  New  York  financial  paper  last  week : 

"Since  the  failure  of  the  negotiations  to  merge  the  Great 
Western  Power  Company  and  the  Pacific  Gas  &  Electric  Com- 
pany, the  5  per  cent  bonds  of  the  Great  Western  Power  Company 
have  been  dull  and  inactive  around  85.  A  year  or  more  ago  they 
sold  ten  points  higher.    Ainoiig  bankers  it  has  been  known  that  a 


quickly  absorb  it. 

The  careful  in\-estor  scrutinizes  the  moral  risk 
nf  a  ])ri)position  e\'en  more  thoroughly  than  its  physical 
\;ilue.  The  manner  in  which  their  money  is  to  he 
handled  is  more  \  ital  tiian  the  tnere  chattel  it  may  ')uy. 
Several  bonding  houses,  through  years  of  fair  and  hon- 
est dealings,  have  established  a  public  confidence  which 
appeared  raid<s  their  stamp  of  approval  with  that  cf  the  Fed-?ral 
go\ernment.  They  do  not  indorse  the  v-sionary  pros- 
pectus of  a  promoter.  Paper  profits  -.'vc  theoretical  and 
rutst  be  made  real  before  dividends  can  be  declared. 
This  is  the  work  of  an  able  management,  made  up  of 
ciinservative  and  well-ba'.anced  engineers  and  br.sines.s 
men,    known    to   the   world    in   a   broader   sens"    than 


certain  house  which  had  been  a  large  operator  in  western  rail-      through  cunning  schemes  of  promotion  or  petty  poli- 
road  and  power  bonds  took  over,  at  the  time  the  indications  were      tics.     Time  is  here  the  essenc-;  of  the  matter. 
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PERSONALS. 

A.  M.  Hunt  has  returned  to  bis  San  Francisco  office  after 
malving  a  Xortlieru  California  trip. 

D.  S.  Kramer,  sales  engineer  with  the  Century  Electric 
Company  of  St.  Louis,  Mo.,  is  at  San  Francisco. 

C.  L.  Cory,  has  returned  to  his  office  at  San  Fi-ancisco 
after  a  trip  to  Los  Angeles  on  electrical  engineering  business. 
Leon  Bly,  secretary  of  the  Tehama  Light  &  Power  Com- 
pany, of  Red  Bluff,  was  a   San   Francisco  visitor  during  the 
past  week. 

M.  F.  Skeel,  salesman  for  the  Benjamin  Electric  Mfg. 
Co.,  is  making  a  trip  through  Oregon.  Washington  and  Brit- 
ish Columbia. 

S.  Wyman  Rolph  is  now  connected  with  the  sales  de- 
partment of  the  Aylsworth  Agencies,  at  143  Second  street. 
San  Francisco. 

Wynn  Meredith,  manager  of  Sanderson  &  Porter's  Pacific 
Coast  branch  office,  visited  Eureka  last  week,  accompanied 
by  H.  W.   Crozier. 

Fi-ank  H.  Short,  of  Fresno,  who  is  interested  in  electric 
power  enterprises  in  Southern  California,  spent  a  few  days 
ai  San  Francisco  during  the  past  week. 

J.  W.  White,  of  the  San  Francisco  branch  of  the  Fort 
Wayne  Electric  Works,  has  returned  to  San  Francisco  after 
a  trip  through  the  interior  of  California. 

Geo.  L.  Hoxie  of  Xew  York  has  been  retained  by  the 
Board  of  Public  Utilities  of  Los  Angeles  to  act  on  a  board  of 
engineers  to  advise  on  rates  for  electric  light  and  power. 

Carl  D.  Heise,  of  the  sales  department  of  the  Westing- 
house  Electric  &  Manufacturing  Company's  San  Francisco 
office,  recently  returned  from  a  vacation  trip  to  Honolulu, 
accompanied  by  Jlrs.  Heise. 

F.  H.  Poss,  manager  of  the  Pacific  Coast  Department  of 
the  Holophane  Company,  also  Pacific  Coast  Sales  Agent  of 
the  Benjamin  Electric  Mfg.  Co.,  is  on  a  short  trip  through 
the  southern  part  of  California. 

F.  W.  Hild,  formerly  chief  engineer  and  assistant  general 
man.nger  of  the  Havana  Electric  Railway  Company,  has  been 
appointed  general  manager  of  the  Portland  Railway.  Light  & 
Power  Company  at  Portland,  Ore. 

H.  H.  Noble,  president  of  the  Noble  Electric  Steel  Com- 
pany, returned  last  Monday  from  Heroult,  where  he  spent  sev- 
eral" days  in  connection  with  the  blowing  in  of  the  electric 
furnace  at  the  company's  iron  smelting  plant. 

F.  E.  Cronise,  manager  of  the  new  business  department 
of  the  Pacific  Gas  &  Electric  Company,  has  returned  to  his 
San  Francisco  office  after  spending  a  month  in  eastern  cities 
acquiring  information  for  the  benefit  of  the  service. 

H.  B.  Therber,  of  the  engineering  staff  of  Sanderson  & 
Porter,  w^ho  has  been  in  Arizona  and  New  Mexico  for  some 
time,  arrived  last  Tuesday  at  San  Francisco,  where  he  will 
spend  a  week,  before  returning  to  the  New  york  office. 

A.  S.  Kalenborn  has  resigned  from  the  engineering  staff 
of  Stone  &  Webster  at  Reno,  Nevada,  and  will  start  a  motor- 
renting  business  at  San  Fi-ancisco  in  conjimction  with  A.  J. 
Paul,  formerly  with  the  City  Electric  Company  of  San  Fran- 
cisco. 

S.  T.  Wellman,  of  the  Wellman-Seaver-Morgau  Company, 
manufacturing  engineers  of  Cleveland,  who  is  acting  as  con- 
sulting engineer  for  the  Noble  Electric  Steel  Company,  went 
to  Heroult  last  week.  He  was  present  at  the  successful  re- 
sumption of  iron  ore  smelting  at  the  plant,  and  will  rei.,ain 
there  for  some  time  in  connection  with  the  installation  of 
three  improved  electric  furnaces. 


C.  H.  Weldon  of  San  Francisco  has  been  promoted  to  the 
position  of  division  auditior  of  the  Pacific  Telephone  &  Tele- 
graph Company's  Northern  Division,  with  headquarters  at 
Portland,  Ore.  He  will  have  charge  of  revenue  and  general 
accounts. 


TRADE    NOTES. 

The  General  Electric  Company  has  sold  to  the  San  Jose 
Railroads,  of  San  Jose,  Cal..  12  two-motor  car  equipments, 
with  G.  E.  216  motors,  and  the  K  36  controllers  for  same. 

The  San  Joaquin  Light  &  Power  Corporation  has  pur- 
chased from  the  General  Electric  Company  a  Curtis  turbine 
exciter  set  rated  as  follows:  C.  C-4-75-kw.-3300  r.p.m.-  125/125 
v.-direct  current. 

Otis  &  Squires,  155  New  Montgomery  street,  San  Fran- 
cisco, have  been  appointed  agents  for  the  American  Trans- 
former Company  of  Newark,  N.  J.,  and  will  carry  a  complete 
Pacific  Coast  stock. 

The  Caldwell  Machinery  Company  of  Seattle  has  Suc- 
ceeded to  the  business  carried  on  for  the  past  sixteen  years 
under  the  firm  name  of  the  Caldwell  Brothers  Co.  The  offi- 
cers of  the  new  company  are:  George  H.  Tinker,  president 
and  general  manager;  Robert  C.  Polk,  secretary;  Alexander 
Hamilton,  treasurer.  In  addition  to  the  foregoing  Louis  Wal- 
ter and  George  F.  Kuentzel  form  the  directorate. 

J  W  Swaren  has  opened  offices  as  a  consultant  on  tech- 
nical advertising  in  the  Shawmut  Building.  San  Francisco. 
Mr  Swaren  was  formerly  complaint  engineer  with  the  Gen- 
eral Electric  Company  at  Chicago,  later  taking  charge  of  the 
experimental  laboratory  of  the  Pacific  Gas  &  Electric  Com- 
pany at  San  Francisco  for  three  years  and  a  half.  He  has 
made  a  special  study  of  developing  new  business  methods 
for  central  stations  and  has  been  advertising  manager  for  a 
number  of  San  Francisco  machinery  manufacturers. 


REANIMATION    OF   SAN    FRANCISCO    JOVIANS. 

Soon  after  the  Ides  of  March  an  energetic  bunch  of  live 
wires  at  San  Francisco  formed  a  cable  (a  Jovian  cabal)  of 
sufficient  carrying  capacity  to  electrify  and  revivify  those 
Rejuvenated  Sons  of  Jove  who  are  not  dead,  but  sleepmg. 
Mythology  tells  us  that  immortality  was  granted  to  but  few 
descendants  of  the  almighty  Jupiter  and  that  all  others  must 
bt  rejuvenated.  Those  of  San  Francisco  are  also  to  be  re- 
generated by  a  dy-no-mo(re)  machine  which  will  give  eternal 
life  to  the  local  organization. 

The  I.  W.  W.  (Industrious  Willing  Workers),  otherwise 
known  as  the  welfare  committee,  consisting  of  Statesman  W. 
W  Briggs  (ex-officio).  C.  C.  Hillis  (National  Vulcan).  H.  E. 
Sanderson.  F.  B.  Gleason,  F.  H.  Poss,  S.  H.  Taylor,  S.  B. 
Gregory  are  to  recommend  the  formation  of  a  local  Jovian 
Club  to  foster  the  true  spirit  of  Jovianism.  Nominal  quarterly 
dues  are  to  be  put  Into  effect.  Jupiter  A.  E.  Drendell  guaran- 
tees a  drill  team  that  will  deliver  the  ritual  letter-perfect 
in  an  impressive  manner  and  every  preparation  is  being  made 
to  pull  off  a  record-breaking  rejuvenation  in  the  near  future. 
Other  plans  include  an  electrical  picnic  and  a  dinner-dance, 
both  of  which  functions  the  Jovian  wives  can  attend.  Last. 
1mt  not  least,  it  is  planned  to  start  an  energetic  campaign 
ir.  bring  the  national  meeting  to  San  Francisco  in  1915.  when 
the  Panama-Pacific  Exposition  will  set  apart  a  day  for  Jo- 
vianism. 


The  March  21st  meeting  of  the  Portland  Section,  A.  I.  E. 
«:.  was  somewhat  of  a  New  Business  Session.  A-  C.  McMicken 
;.]  esenting  a  paper  on  "Methods  of  Obtaining  Business  for  the 
Central  Station."  and  A.  S.  Moody  speaking  on  "Methods  of 
S.  lling  Electric  Appliances."  Supplemental  talks  were  given 
'•:}-  C.  L.  Wernicke  and  L.  Quimby. 
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987,117.  Separating  and  Collecting  Particles  of  One 
Liquid  Suspended  in  Another  Liquid.  Frederick  Gard- 
ner Cottrell  and  Allen  Cheever  Wright,  Berkeley, 
California,  assignors,  b.v  mesne  assignments,  to  Petroleum 
Rectifying  Company,  San  Francisco,  Cal.  The  improvement 
in  the  art  of  separating  and  collecting  particles  of  one  liquid 
suspended  in  another  liquid  which  latter  is  essentially  a  non- 
conductor  of   electricity,   consisting   in   passing   the    material 


to  be  treated  through  the  field  of  electrodes  connected  to  a 
source  of  electricity  of  sufficient  voltage  to  produce  coales- 
cence of  the  suspended  particles  in  such  wise  as  to  cause  the 
separation  of  the  two  liquids  throughout  the  body  of  the  mix- 
ture; and  rotating  at  least  one  of  the  electrodes  whereby  said 
mixture  during  and  throughout  its  course  through  the  electric 
field  is  agitated  with  the  effect  of  preventing  the  coalescing 
globules  from  forming  complete  chains  short  circuiting  the 
electrodes. 

987,562.  Electric-Lamp  Changer.  .Mark  Ferguson,  Pasa- 
dena, Cal.  A  device  of  the  class  described  comprising  a  head, 
a  tubular  handle  rod  connected  therewith  and  provided  with 
longitudinal  slots,  a  wedge  movable  on  the  rod  and  having 
a  portion  extending  through  the  slot  and  disposed  within  the 


handle  rod,  a  screw  rotatably  mounted  in  the  handle  rod  and 
engaged  with  the  wedge  for  shifting  the  same,  a  connection 
between  the  head  and  screw  for  preventing  the  screw  from 
moving  longitudinally,  jaws  mounted  on  the  head  and  having 
portions  engaged  with  the  wedge,  and  yielding  means  co- 
acting  with  the  wedge  to  move  the  jaws. 


987,536.  iVIethod  of  and  Apparatus  for  Cooling  Electrical 
Generators  and  Motors.  Prank  George  Baum,  San  Francisco, 
Cal.  A  method  of  cooling  electric  generators  which  consists 
in  directing  a  current  of  air  in  a  predetermined  direction,  sat- 
urating such  current  of  air  with  moisture,  injecting  a  pre- 
determined   amount   of   water   in   the   form   of   particles    into 


said  air  current  whereby  such  water  may  be  entrained  therein, 
supplying  said  air  under  pressure  to  a  conduit  disposed  ad- 
jacent to  and  heated  by  the  parts  to  be  cooled,  completely 
evaporating  the  said  entrained  particles  of  water  before  said 
particles  emerge  from  said  conduit  by  the  heat  of  the  parts 
to  be  cooled  and  thereafter  conducting  the  air  so  freed  from 
entrained   moisture   past    the   said   parts. 

987.617.  Black-Oil  Burner.  .James  Warren  Elder,  Visalia, 
Cal.  In  a  duplex  oil  burner,  the  combination  of  a  tray,  vapor- 
izing pans  carried  thereby,  an  oil-distributer  composed  of 
troughs   disposed   in   steiiped   arrangement   adapted   to   direct 


the  flow  toward  both  of  the  pans,  said  tray  having  air  inlets, 
and  movable  deflectors  disposed  over  the  respective  air  Inlets 
and  over  the  respective  pans  which  direct  all  of  the  air  from 
the  inlets  to  the  pans  and  distributer  and  prevent  it  from 
taking  any  other  course. 

987,493.  Electric  Water-Heater.  Herbert  N.  Roche  and 
William  Ruth  Ray,  San  Francisco,  Cal.,  assignors  to  Thomas 
B.  Gray,  San  Francisco,  Cal.  The  combination  in  an  electric 
water  heater,  of  a  rotary  electric  switch  and  its  stem,  a  water 
controlling  valve,  and  means  connecting  said  valve  and  said 
switch,  said  means  including  a  pair  of  oppositely  oscillating 


plates  loosely  mounted  on  the  switch  stem,  pawls  carried  by 
the  plates  and  engageable  with  the  ratchets  fast  on  the  stem 
when  the  plates  move  the  pawls  in  the  same  direction,  and 
pairs  of  links  connecting  the  plates  and  the  valve,  whereby 
the  switch  may  be  actuated,  one  pair  of  said  links  effective 
to  push  on  opposite  ends  of  the  plates  and  the  other  pair 
effective  to  pull  on  oi)i)osite  ends  of  the  links  simultaneously. 


296 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


rVol.  XXVI— No.   l?. 


DIRECT   CURRENT    PORTABLE    METERS. 

For  commercial  testing  ot  direct-current  apparatus  under 
all  conditions,  the  Westinghouse  Electric  &  Manufacturing 
Company,  of  Pittsburg,  have  recently  placed  on  the  market  a 
new  line  of  portable  meters  and  shunts,  known  as  the  type  R. 
In  the  design  of  these  meters  the  aim  was  to  produce  an  in- 
strument of  high  accuracy  at  a  reasonable  cost. 

With  all  indicating  meters  two  kinds  of  errors  affect  the 
accuracy  of  readings.  The  first  kind  are  due  to  errors  in  read- 
ing caused  by  traces  of  friction,  parallax,  coarseness  of  dial 
markings  and  similar  factors;  these  errors  are  independent 
of  the  load.  The  second  kind  are  due  to  inaccuracies  of  the 
meter  itself,  inaccuracies  in  calibration,  errors  In  standards 
used  and  causes  that  vary  the  constants  of  the  instruments. 
The  possible  error  in  reading  due  to  errors  of  the  first  kind 
will  be  a  fixed  percentage  a  of  the  full  scale,  and  due  to  errors 
of  the  second  kind  a  fixed  percentage  b  of  the  actual  reading. 
The  probable  accuracy  at  any  point  of  the  scale  will  then  be 
expressed   in   the   form 

aC  —  be 

Percent    possible    errors 

c 

in  which  C  =  full  scale,  and  c  =  actual  reading. 


Type   R   Portable   Meters. 

The  Type  R  meters  are  standardized  by  direct  compari- 
son with  absolute  standards,  and  therefore  have  high  Initial 
accuracy,  while  in  their  construction  every  endeavor  is  made 
to  make  the  accuracy  permanent.  The  factor  b  in  the  above 
formula  is  guaranteed  not  to  exceed  0.2  per  cent.  The  factor 
a  depends  on  personal  skill  in  reading.  The  clearness  of  the 
scale  divisions  and  the  mirror  running  the  entire  length  of 
the  scale  to  prevent  parallax  make  it  safe  to  assume  0.1  per 
cent  for  the  factor  a  with  type  R  meters. 

The  general  appearance  of  the  meters  is  shown  in  the 
accompanying  illustration.  They  operate  on  the  D'Arsonval 
principle,  a  moving  coil  and  permanent  magnet,  which  in- 
sures freedom  from  residual  error.  They  differ  from  most 
meters  operating  on  this  principle  in  having  only  a  single 
air  gap  in  which  the  moving  coil,  pivoted  at  one  side,  swings. 
This  construction  permits  the  entire  moving  element  to  be 
removed  and  replaced  without  disturbing  the  magnetic  cir- 
cuit and  allows  the  entire  magnetic  circuit  to  be  magnetized, 
"aged"  and  tested  as  a  unit,  insuring  permanence  of  its 
strength. 

The  moving  coil  is  of  silk  covered  wire  wound  on  a  light 
metal  frame.  This  frame  acts  as  an  effective  damper,  result- 
ing in  inherently  dead-beat  readings.  The  control  spring  is 
so  supported  that  its  weight  is  supported  by  the  stationary 
frame  and  not  by  the  moving  element.  This  makes  the  mov- 
ing part  lighter  and  increases  the  life  of  the  jewel  pivot  bear- 
ings. 

The  scales  of  the  meters  are  6  inches  in  length,  and  hand 
calibrated  to  correct  for  any  slight  inequalities  in  the  mag- 
net faces.  Each  scale  is  provided  with  a  mirror  running  its 
entire  length,  to  prevent  pai'allax. 


Each  meter  is  mounted  in  a  black  walnut  carrying  case 
with  flexible  leather  handle.  The  cover  is  attached  with  butt 
hinges,  so  that  it  can  be  quickly  removed  when  in  the  way 
and  easily  replaced.  All  metal  parts,  mounted  on  a  black 
insulating  face  plate,  are  finished  in  bright  nickel. 

Instruments  of  this  type  are  furnished  as  ammeters,  volt- 
meters, millivolt-meters  and  volt-ameters.  The  millivolt-meters 
aie  intended  for  use  in  connection  with  portable  interchange- 
able shunts  for  the  measurement  of  large  currents  or  where  a 
single  meter  is  to  be  used  for  a  large  rauge  of  measurements. 
Interchangeable  portable  shunts  are  furnished  in  capacities  of 
5  to  1000  amperes  and  for  either  50  or  lUU  millivolts  drop  at 
full  load.  Each  shunt  is  mounted  in  a  polished  walnut  box, 
or  a  combination  box  is  finished  to  accommodate  several 
shunts. 

The  shunts  included  in  the  Type  R  ammeters  and  the 
portable  shunts  for  use  with  the  millivolt-meters  are  made  of 
manganin,  a  special  resistor  material  having  negligible  tem- 
perature coefficient  and  thermo-electromotive  force.  The  ter- 
minals of  the  portable  shunts  are  generously  proportioned. 


WESTERN    ELECTRIC    BLACK    ENAMEL    WIRE. 

Before  the  Western  Electric  Company  offered  its  black 
enameled  wire  to  the  open  market  it  gave  its  product  a  four 
year's  trial  in  the  manufacture  of  its  own  apparatus.  Black 
enameled  wire  is  now  used  extensively  in  the  magnetic  coils 
of  Western  Electric  telephone  apparatus  and  is  being  used 
with  great  success  as  well  by  many  other  large  manufacturers 
of  electrical  apparatus. 

The  demands  of  the  larger  manufacturers  of  electrical 
apparatus,  particularly  apparatus  of  the  types  in  which  small 
magnetic  coils  are  used,  for  an  insulated  wire  which  would 
enable  them  to  increase  the  efficiency  of  their  product  while 
decreasing  its  cost,  have  led  to  the  development  of  a  black 
enameled  insulation  for  magnet  wire.  Efforts  in  this  direction 
have  been  rewarded  with  even  gi'eater  success  than  had  been 
hoped  for. 

Prior  to  the  development  of  black  enameled  magnet  wire 
attempts  had  been  made  to  produce  a  satisfactory  substitute 
lor  silk  insulation.  These  were  not  successful,  as  the  product 
either  did  not  possess  many  of  the  essential  features  of  sat- 
isfactory insulation,  or  it  was  not  such  that  it  could  be  manu- 
factured commercially.  Black  enameled  wire  is  now  offered 
lo  the  market  by  the  Western  Electric  Company  and  has  been 
tested  under  the  severest  conditions.  This  wire  is  no  longer  an 
experiment  or  a  theory,  but  a  commercial  success. 

It  is  claimed  for  this  wire  that  while  the  black  enameled 
insulation  is  only  .0002  inches  to  .0004  inches  in  thickness,  it  is 
so  elastic  that  when  the  wire  is  stretched  to  the  breaking 
lioint,  the  enameled  insulation  does  not  break  until  the  wire 
i.self  gives  way.  It  will  withstand  the  ordinary  atmospheric 
corrosives  and  the  severe  atmospheric  conditions  of  shops, 
factories,  tropical  climates  and  the  seacoast  indefinitely.  It 
is  not  injured  by  indefinite  exposure  to  temperatures  of  250 
degrees  Fahrenheit,  a  temperature  which  will  destroy  the 
tensile  strength  of  cotton  or  silk  in  a  few  hours.  It  cannot 
1»'  removed  from  the  wire  by  the  ordinary  solvents,  and  the 
wire  can  be  handled  as  easily  and  successfully  as  a  silk  insu- 
lated wire. 

One  of  the  great  advantages  possessed  by  black  enameled 
vire  is  its  small  diameter  as  compared  with  that  of  single 
silk  or  cotton  insulated  wire.  The  winding  space  (for  a  speci- 
led  number  of  turns)  saved  by  black  enameled  wire  over 
single  silk  No.  34  B.  &  S.  wire  is  25  per  cent. 
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D.C.  MOTOR  STARTING  PANELS  FOR  HEAVY  SERVICE. 

An  increasing  demand  has  arisen,  especially  in  the  steel 
and  cement  industries,  for  electrical  apparatus  of  rugged 
construction  and  liberal  proportions,  owing  to  the  fact  that 
apparatus  as  ordinarily  designed  does  not  always  stand   up 


^^ 


i. 


Fig.    1.     D.C.     Motor     Starting     Panel     for     Heavy 
Service    (front  vie"w). 

under  the  heavy  service  imposed.  There  is  also  a  demand 
for  safety  attachments  for  controlling  apparatus  to  prevent 
unskilled  operators  from  endangering  life  or  apparatus. 


Fis 


B.C. 


Motor     Starting     Panel      for     Heavy 
Service    Miack   view). 


The  accompanying  cuts  illustrate  clearly  the  rugged  char- 
acter of  these  panels.  The  equipment  consists  of  a  slate 
panel  mounted  on  H4  in.  pipe  supports  and  braced  to  the 
floor  or  wall  by  means  of  pipe  braces.  The  panel  carries 
1  double  pole  carbon  brealv  circuit  breaker,  1  single  pole 
4  or  9  throw  starting  switch,  and  1  double  pole  field  switch 
(optional  but  not  recommended  by  the  General  ETlectric  Com- 
pany). Necessary  interlocks,  connections  and  small  resist- 
ances. 

The  starting  resistances  are  usually  set  on  the  floor 
and  connected  to  the  switch  by  means  of  leads.  When  the 
equipment  is  for  a  small  motor,  suitable  arrangements  can 
be  made  for  mounting  the  starting  resistance  on  the  panel 
pipe  supports.  In  the  design  of  starting  switch  used  the 
results  of  years  of  experience  has  been  incorporated,  and 
it  is  difficult  to  see  where  any  material  improvement  could  be 
made.  It  is  impossible,  with  this  switch,  to  operate  otherwise 
than  step  by  step.  A  pawl  on  the  handle  lever  engages  in  teeth 
on  a  ratchet  wheel  rigidly  attached  to  the  contact  blade. 
As  the  handle  is  operated  back  and  forth  with  a  sort  of 
pump  handle  motion,  the  ratchet  wheel  is  turned  and  thus 
the  blade  is  moved  from  one  contact  to  another. 

The  circuit  breaker  and  starting  switch  are  interlocked 
in  such  a  manner  that  the  circuit  breaker  cannot  be  closed 
until  the  starting  switch  is  in  the  "off"  position.  Also  if,  after 
the  circuit  breaker  is  closed  and  the  starting  switch  is  in 
an  intermediate  position,  the  operator  removes  his  hand 
from  the  starting  switch  handle  the  circuit  breaker  will  im- 
mediately open.  Where  a  field  switch  is  supplied  it  is  also 
interlocked  with  the  circuit  breaker  so  that  the  latter  can- 
not be  closed  unless  the  field  switch  is  closed.  The  open- 
ing of  the  field  switch  causes  the  circuit  breaker  to  trip. 

All  the  parts  are  strong  and  will  stand  considerable  rough 
usage. 


The  General  Electric  Company  has  recently  designed 
and  built  a  number  of  d.c.  motor  conti'ol  panels  which  meet 
the  requirements  of  heavy  service  and  safety  in  every  way. 


NEW  CATALOGUES. 

The  Sprague  Electric  Company  in  Bulletin  No.  Ill  gives 
a  partial  list  of  installations  of  their  engine  type  generators, 
illustrating  a  number  of  noteworthy  plants. 

The  Century  Electric  Company,  in  Bulletin  No.  15  have 
issued  an  attractive  catalogue  of  Century  Alternating  Current 
Fan  Motors,  employing  the  split  phase  induction  principle. 

Circular  No.  1190,  just  issued  by  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  describes  type  "E"  engine 
driven  alternating  current  generators  from  50  to  1100  k.v.a. 
for  operating  on  60  cycle,  240-2400  volt  circuits. 

Bulletin  No.  1042  from  the  Allis-Chalmers  Company  de- 
scribes their  generators  and  ABC  engines.  This  covers 
the  small  direct  connected  units  which  find  service  in  light- 
ing plants  as  exciters  and  in  office  buildings,  etc.,  for  light 
and  power. 

The  discussion  of  induction  motor  design  presented  in 
Bulletin  126  recently  issued  by  the  Crocker-Wheeler  Com- 
pany of  Ampere,  N.  J.,  is  handsomely  illustrated  throughout 
v;ith  half-tone  engravings  which  show  many  interesting  appli- 
cations as  well  as  presenting  the  details  of  construction  of 
the  machines. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
Pittsburg,  Pa.,  has  recently  issued  several  new  catalogue 
sections  including  the  following:  No.  228,  Enclosed  Fuse 
Blocks;  No.  229,  Subway  Fuse  Boxes;  No.  553,  Automatic  Volt- 
age Regulators;  No.  731,  Instrument  Transformers:  and  No. 
735,  type  S  and  SA  Distributing  Transformers. 

Recent  additions  to  the  Westinghouse  Electric  &  Manu- 
facturing Company's  Perpetual  Catalogue  No.  3001  incKide: 
Section  317,  Type  D  Indicating  Meters  for  Direct  Current; 
Section  319,  Types  H,  HA  and  HB  Edgewise  Switchboard 
Meters  for  Direct  Current,  Section  333,  Electrostatic  Volt- 
meter for  Voltages  up  to  200,000  volts;  and  Section  578,  Type 
A  Overvoltage  Relays  for  Direct  Current  Circuits. 
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NEWS  NOTES 


INCORPORATIONS. 
SAN  FRANCISCO,  CAL.— The  Municipal  Light  &   Power 
Company  has  been  incorporated  by  P.  S.  Scales,  J.  H.  Sand- 
ford,  Rudolph  Spreckels,  Frank  Harrold  and  Clans  Spreckels, 
with  a  capital  stock  of  $1,000,000. 


TRANSMISSION. 
SUMAS,  VASH.— The  Western   Canada  Power  Company 
will   establish   a   $100,000    power    plant   and    substation    here, 
construction  work  to  begin  this  year. 

OLYMPIA,  WASH.— J.  W.  BuUard,  architect,  of  Tacoma, 
will  have  charge  of  the  construction  of  the  $35,000  power 
house  and  the  $65,000  hospital  building  at  the  Veterans' 
Home  In  this  city. 

WALLA  WALLA,  WASH.— A  new  1250  k.v.a.  generator 
for  the  Pacific  Power  &  Light  Company  is  being  installed  at 
the  Walla  Walla  river  plant.  The  company  has  just  com- 
pleted a  new  substation  here 

RENO,  NEV. — When  the  new  power  plant  of  the  Truckee 
River  General  Electric  Company  Is  completed  that  plant 
will  be  able  to  develop  4000  h.p.  and  will  be  the  largest  plant 
owned  by  the  company  on  the  Truckee  River.  When  com- 
pleted the  plant  will  cost  about  $500,000. 

PROSPECT,  ORE.— Contracts  to  the  extent  of  $890,000 
have  been  let  for  the  construction  of  the  new  power  plant  of 
the  Rogue  River  Electrical  Company  at  Prospect,  on  the 
Rogue  River.  The  machinery  contract  includes  a  power 
wheel  and  three  generators,  capable  of  generating  80,000 
horsepower. 

SACRAMENTO,  CAL. — Hereafter  corporations  may  ac- 
quire water-power  privileges  for  but  25  years,  if  two  bills 
passed  by  the  Senate  receive  the  Governor's  signature.  When 
the  25  years  have  run  the  corporation  using  the  water,  for 
developing  electricity  or  other  power  may  renew  the  lease, 
and  the  title  to  tlie  water  will  always  remain  in  the  State. 

"""white  salmon,  WASH.— All  the  property  of  the 
Husuni  Power  Company  has  been  purchased  by  the  Pacific 
Power  &  Light  Company  of  Portland,  and  will  be  operated  as 
part  of  its  system  hereafter.  The  plant  consists  of  a  water- 
power  station  at  Husum  on  the  White  Salmon  River,  about 
eight  miles  of  transmission  line,  and  distributing  systems  in 
Husum,  White  Salmon  and  Bingen. 

PORTERVILLB,  CAL.— C.  H.  Holley,  manager  of  the  Tu- 
lare County  Power  Company,  is  making  contracts  with  the 
farmers  to  supply  electricity  to  them.  Mr.  Holley  states 
that  as  soon  as  the  required  number  of  contracts  have  been 
signed  up  to  use  the  surplus  power,  he  is  to  get  the  deeds  for 
the  rights  of  way  for  the  line  to  connect  this  city  with  Visalia, 
Exeter,  Lindsay,  Strathmore  and  Tulare. 

KENNEWICK,  WASH.— The  new  66,000  volt  line  between 
Kennewick  and  Walla  Walla,  a  distance  of  50  miles,  has  been 
put  into  operation  by  the  Pacific  Power  &  Light  Company,  thus 
making  a  continuous  line  210  miles  long  from  Naches,  Wash- 
ington, to  Pendleton,  Oregon.  From  Kennewick,  workmen 
are  now  building  a  66,000  volt  line  northward  into  Central 
Washington,  and  already  have  about  80  miles  of  line  com- 
pleted. They  will  build  about  50  miles  further,  and  the  new- 
line  will  connect  the  Priest  Rapids  power  plant  with  the 
other  plants  of  the  Pacific  Company.  A  line  is  being  built 
west   from   Priest   Rapids   about   30   miles   to   North   Yakima, 


thus  making  two  separate  lines  between  Naches  and  Kenne- 
wick. 

HUSUM,  WASH.— The  Northwest  Electric  Power  Com- 
pany, with  headquarters  at  Portland,  has  completed  two 
water-power  surveys  and  water-power  rights  filed,  along  the 
White  Salmon  River.  A  dam  50  ft.  in  height  Is  to  be  erected 
and  water  conveyed  for  power  and  irrigation  purposes  for  a 
distance  of  three  miles  along  the  west  side  of  the  river,  where 
a  power  plant  will  be  installed.  Charles  M.  Huff  filed  the 
water  rights. 

PHOENIX,  ARIZ.— The  Water  Users'  Association  has 
awarded  contracts  for  all  machinery  for  the  south  side  power 
house  of  the  South  and  Consolidated  canals  east  of  Mesa,  to 
tbe  following  contractors:  The  S.  Morgan  Smith  Company 
of  York,  Penn.,  for  hydraulic  turbines  at  $16,590,  which  In- 
cludes 48  turbine  wheels  and  all  the  governors,  pumps  and 
auxiliary  that  goes  with  them;  General  Electric  Company, 
contract  for  the  electric  part  of  the  plant  which  includes  two 
generators  and  corresponding  transformers  and  switchboard 
apparatus  at  $30,000.  About  four  months  will  be  taken  to 
complete  and  deliver  machinery,  meantime  the  building  will 
be  made  ready  and  a  necessary  short  piece  of  connecting 
canal  completed. 

QUINCY,  CAL. — A  power  company  has  been  formed  to 
develop  the  hydroelectric  resources  of  the  middle  fork  of 
the  Feather  River.  A  corporation,  to  be  financed  by  New 
York  capitalists,  is  now  being  formed,  it  being  planned  to 
build  a  series  of  power  houses  with  a  total  capacity  of  85,000 
h.p.  It  is  also  planned  to  build  storage  reservoirs  and  canals. 
Among  the  promoters  are  George  H.  Tully,  M.  P.  Barnes 
and  H.  R.  Lind,  the  latter  being  a  Nevada  mining  man. 
Transmission  lines  will  be  extended  in  all  directions  in  the 
valley,  in  order  to  compete  with  the  Great  Western  Power 
Company  and  the  Pacific  Gas  &  Electric  Company  in  supply- 
ing electricity  to  the  towns  in  the  valley  and  furnishing 
power  for  irrigation  pumps  and  other  purposes. 

OGDEN,  UTAH.— Within  the  next  60  days,  the  time  re- 
quired for  the  preparation  and  delivery  of  the  $500,000  worth 
of  bonds  which  have  been  sold  by  the  Davis  &  Weber  Coun- 
ties' Canal  Company,  active  construction  work  will  be  started 
on  the  power  plant  which  is  to  produce  5454  h.p.  The  dou- 
l)ling  of  the  capacity  of  the  reservoir  on  East  Canyon  Creek, 
which  will  require  the  enlarging  of  the  present  dam,  will  also 
be  completed  during  the  present  year,  but  the  work  will  not 
be  started  until  the  construction  of  the  power  house  is  under 
way.  The  power  house,  which  will  be  built  near  Riverdale 
and  about  eight  miles  from  the  head  gate  of  the  canal,  will 
cost  in  the  neighborhood  of  $300,000.  The  building  of  this 
Iicwer  house  Is  made  possible  through  the  issue  of  the  $500,- 
000  worth  of  bonds,  which  were  sold  to  Denver  capitalists  and 
to  the  Commercial  National  Bank  of  this  city. 

PORTLAND,  ORE.— It  was  announced  by  Guy  W^.  Talbot, 
president  of  the  Pacific  Power  &  Light  Company,  that  a  new 
('6,000  volt  line  will  be  built  between  the  company's  plants 
at  Hood  River  and  The  Dalles,  Oregon,  a  distance  of  22  miles. 
This  work  is  already  under  way,  and  estimates  are  being 
jirepared  for  an  additional  130  miles  of  line  which  will  ex- 
tend from  The  Dalles  eastward  along  the  Columbia  River  to 
Kennewick,  and  there  connecting  with  the  company's  main 
line  between  Naches  and  Pendleton.  These  lines,  in  addi- 
lion  to  furnishing  reserve  power,  are  for  the  purpose  of  dis- 
tributing   current    to    the    many    irrigating    plants    along   the 
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Columbia  River.  Mr.  Talbot  also  announced  that  just  as 
soon  as  possible  a  3000  kw.  plant  would  be  built. on  Hood 
River,  and  the  White  Salmon  River  plant  at  Husum  will  be 
greatly  enlarged.  A  submarine  cable  will  be  laid  to  connect 
the  White  Salmon  plant  with  the  Hood  River  plant,  and  the 
two  will  be  connected  to  The  Dalles  by  the  new  line.  The 
company  is  just  finishing  installing  1800  h.p.  of  new  water 
wheels  at  the  White  River  plant  which  furnishes  The  Dalles, 
and  a  complete  new  1250  k.v.a.  generating  unit  is  on  order, 
which  is  expected  in  June.  The  White  River  plant  is  con- 
nected to  The  Dalles  by  30  miles  of  22,500  volt  line,  and  just 
as  soon  as  the  new  line  is  completed  to  Hood  River  so  the 
load  can  be  taken  care  of  from  that  plant,  the  line  between 
The  Dalles  and  White  River  will  be  rebuilt  to  66,000  volt 
capacity. 


ILLUMINATION. 

LOS  ANGELES,  CAL. — Eleven  miles  of  gas  pipe  has  ar- 
rived from  the  East  and  will  be  installed  at  Beverly  Hills. 

WILLOWS,  CAL. — Van  E.  Hritton  of  San  Francisco,  engi- 
neer of  the  Northern  California  Power  Company,  was  here 
last  week  making  the  survey  for  Willows'  new  gas  plant. 

LOS  ANGELES,  CAL. — The  City  Council  has  passed  an 
ordinance  to  order  the  necessary  appliances  to  be  installed 
and  electric  current  to  be  furnished  for  one  year  for  lighting 
Third  street  from  Main  to  Hill  street. 

SPRINGFIELD,  ORE.— The  Springfield  Council  has 
granted  to  the  Oregon  Power  Company  a  gas  franchise  in 
Springfield.  A  four-inch  main,  tour  miles  long,  will  run  from 
the  Eugene  gas  plant.  A  reducing  plant  will  be  established 
here. 

SUSANVILLE,  CAL.— The  Lassen  Electric  Company  has 
made  application  to  the  Board  of  Trustees  for  a  franchise,  for 
a  period  of  50  years,  to  erect,  construct  and  maintain  poles 
and  wires  for  the  transmitting  of  electricity  for  heat,  power, 
and  light  in  the  town  of  Susanville. 

SACRAMENTO,  CAL.— Assembly  Bill  No.  466,  introduced 
by  Assemblyman  Schnitt  of  San  Francisco,  was  passed  by 
the  Senate  and  goes  to  the  Governor.  It  amends  Section 
629  of  the  Civil  Code,  which  now  requires  corporations  to  fur- 
nish gas  and  electricity  on  demand,  so  as  to  include  steam 
and  heat,  which  must  be  supplied  to  householders  residing 
not  more  than  100  feet  from  the  mains  on  application  and 
payment. 

EUGENE,  ORE. — The  formal  beginning  of  operations  at 
the  Eugene  municipal  electric  plant  at  Walterville,  on  the 
McKenzie  River,  took  place  last  week,  and  the  members  of 
the  City  Cuncil,  and  a  large  number  of  citizens  inspected  the 
plant.  The  plant  has  been  built  at  a  cost  of  $300,000  and  has 
been  in  course  of  erection  for  two  years  or  more.  It  will 
supply  power  tor  the  oper?tion  of  the  pumps  at  the  municipal 
water  plant  and  will  furnish  light  for  the  streets.  Later  the 
Council  plans  to  do  a  commercial  business. 

ANAHEIM,  CAL.— Mr.  C.  S.  S.  Forney  of  Los  Angeles, 
has  filed  a  petition  with  the  Board  of  Supervisors  asking  them 
to  advertise  for  sale  a  franchise  for  gas  mains  on  roads, 
streets  and  alleys  in  large  portions  of  the  county.  It  has 
been  rumored  that  the  Los  Angeles  Gas  &  Construction  Com- 
pany expects  to  build  a  central  plant  to  supply  Orange,  Ana- 
heim and  Fullerton,  also  that  the  Los  Angeles  Light  &  Power 
Company  intends  to  supply  Orange  County  towns  from  Los 
Angeles. 

BAKERSFIELD,  CAL.— A.  G.  Wishon,  geneial  manager 
o:  the  San  Joaquin  Light  &  Power  Corporation,  following  a 
conference  held  in  this  city  with  W.  C.  Balch  of  Los  Angeles, 
vice-president  of  the  corporation,  and  A.  E.  Wishon  of  this 
city,  manager   of  the   southern  division,   announces   plans  of 


the  company  to  add  at  a  cost  of  $250,000,  6667  horsepower  to 
the  present  capacity  of  the  new  steam  generating  plant  re- 
cently completed  in  this  city,  which  will  make  the  local 
plant  the  largest  steam  generating  electric  plant  in  the  val- 
ley. Orders  have  already  been  placed  for  the  boilers  and  tube 
generator,  which  is  to  be  a  duplicate  of  the  one  now  in  use. 
When  installed,  the  new  generator  will  give  the  plant  11,600 
horsepower.  The  improvements,  to  cost  $250,000,  will  make 
the  company's  investment  in  the  new  steam  plant  $450,000. 

PORTLAND,  ORE. — Formal  announcement  is  made  by 
President  Jcsselyn,  of  the  Port'and  Railway,  Light  &  Power 
Company,  that  in  the  next  two  years  the  company  will  expend 
$4,000,000  in  the  development  of  electrical  energy  plants,  so 
as  to  place  the  company  by  1914  in  a  position  to  furnish  elec- 
trical power  in  a  large  district  in  Oregon  and  Washington. 
With  construction  work  now  under  way,  coupled  with  the 
work  laid  out  for  1911  and  1912,  the  company  will  be  able 
to  produce  100,000  horsepower  by  water  generation.  This 
amount  includes  the  15,000  horsepower  plant  at  Oregon  City, 
the  25,000  plant  at  Cazadero,  25,000  horsepower  at  Estacada, 
which  will  be  completed  in  September  this  year,  and  40,000 
additional  horsepower  on  the  Upper  Clackamas.  With  the 
project  on  the  Upper  Clackamas,  which  will  be  finished  in 
1914,  the  company  will  be  able  to  utilize  the  fall  of  the  water 
i-i  this  one  stream  at  three  different  locations.  With  all 
these  plants  completed  and  with  the  necessary  high  tension 
wire  built  the  company  will  have  expended  $7,000,000,  the 
construction  already  completed  representing  an  outlay  of 
$3,000,000, 

BAKERSFIELD,  CAL.— A.  E.  Wishon,  assistant  manager 
of  the  San  Joaquin  Light  &  Power  Corporation  announces  a 
reduction  in  electric  and  gas  rates  for  Bakersfield  to  be  effect- 
ive -April  1.  The  new  rates  will  be  of  greatest  advantage 
to  quantity  consumers,  but  all  users  will  be  benefited  by  the 
new  schedule.  The  present  electric  rates  are  on  the  basis 
of  20c  per  kilowatt  hour  with  a  discount  allowed  on  the 
amount  of  the  bill,  while  the  new  rates  are  to  be  based  upon 
the  hours  which  the  installed  capacity  of  electrical  equip- 
ment is  used,  and  are  graduated  in  this  classification  from  12c 
per  kilowatt  hour  down  to  4c  per  kilowatt  hour.  To  the 
smallest  consumer  on  the  line  this  will  mean  a  reduction 
of  le  per  kilowatt  hour  over  the  existing  rate,  but  the  re- 
duction to  larger  consumers  will  be  much  more.  The  rate 
on  commercial  motors,  which  at  ijresent  is  from  Sc  down  to 
2c  per  kw.  hour,  will  be  reduced  to  6c  down  to  IVic  per  kw. 
hour.  The  gas  rate  now  effective  is  as  follows:  First  5000 
cubic  feet,  $1  per  1000;  next  10,000  cubic  feet,  7oc  per  1000; 
all  over  10,000  cubic  feet,  50c  per  1000.  The  50c  rate  is  the 
new  one.  A  special  rate  of  50c  per  1000  cubic  feet  is  also 
offered  for  heating  purposes,  providing  a  separate  meter  is 
installed  to  measure  gas  used  solely  for  this  purpose. 


TRANSPORTATION. 
MODESTO,  CAL. — The  Tidewater  &  Southern  Railway 
has  succeeded  to  a  large  degree  in  overcoming  objections 
to  its  proposed  route  over  Ninth  street  in  this  city,  to  the 
extent  of  getting  the  ordinance  granting  the  permit  intro- 
duced by  the  Board. 

MODESTO,  CAL.— The  Board  of  Trustees  has  passed  an 
ordinance  granting  to  the  San  Joaquin  'Valley  Electric  Rail- 
way a  25-year  franchise  for  a  single  or  double  track,  standard 
gauge  street  railroad  tracks,  to  be  constructed  between  the 
city  of  Stockton  and  the  city  of  Modesto. 

NAPA,  CAL.— Theo.  A.  Bell,  attorney  for  the  Napa  & 
Lakeport  Railroad,  has  asked  that  the  franchise  for  the  road 
for  operating  on  Union  and  other  streets  of  this  city  be  ex- 
tended for  one  year.  He  said  that  W.  Rankin  is  now  in  the 
East  completing  the  financing  of  the  new  line. 
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EASTON,  CAL. — Ansel  Easton  lias  applied  to  the  Bur- 
lingame  Trustees  for  a  franchise  for  a  street  railway  in  this 
city. 

SEATTLE,  WASH.— The  Seattle-Electric  Railway  Com- 
pany has  been  granted  a  permit  to  erect  car  barns  at  1005 
East  Madison  street,  this  city. 

SACRAMENTO,  CAL.— The  franchise  applied  for  by  the 
Sacramento  Electric,  Gas  &  Railway  Company  to  run  a  cross- 
town  line  from  Fifteenth  and  I  streets  to  the  Western  Pacific 
depot  at  Nineteenth  and  K,  and  on  to  Twenty-first  and  P 
streets,  has  been  referred  to  the  judiciary  committee,  after 
being  vetoed  by  Mayor  Beard  for  the  reason  that  it  lacked 
proper  restrictions  and  safeguards  to  the  city. 

OAKLANiJ,  CAL. — The  Oakland  Traction  Company  has 
been  granted  a  franchise  on  Hopkins  street  from  Fruitvale 
avenue  to  Redwood  road.  The  bid  is  $1000,  the  company 
agreeing  to  maintain  lights  along  the  line.  The  same  com- 
pany withdrew  an  application  for  a  franchise  in  East  Six- 
teenth street,  and  the  Scenic  boulevard,  filing  a  new  one, 
which  substitutes  Ignacio  avenue  for  the  boulevard. 

SAN  FRANCISCO,  CAL. — The  Northern  Electric  Com- 
pany, with  offices  in  the  Alaska  Commercial  Building,  has 
the  preliminary  plans  out  for  extensive  improvements  which 
are  to  be  made  to  the  system  of  Marysville.  The  company 
has  acquired  valuable  property  in  that  city  which  will  be  im- 
proved by  the  construction  of  a  modern  passenger  depot, 
freight  sheds  and  additional  trackage.  The  work  will  prob- 
ably not  be  undertaken  until  late  in  the  year. 

RED  BLUFF,  CAL. — An  electric  railway  to  connect  Wil- 
lows, Woodland,  Colusa,  Orland,  Corning,  Red  Bluff  and  Red- 
ding is  proposed  as  a  result  of  a  meeting  held  here  last 
week  between  Charles  L.  Donohue,  an  attorney  of  Willows; 
a  civil  engineer  from  Los  Angeles,  and  local  capitalists.  A 
meeting  of  capitalists  interested  will  be  held  at  Willows  and 
the  company  organized.  Attorney  Donohue  submitted  esti- 
mates of  cost  at  the  meeting  here  Sunday  to  show  that  the 
line  can  be  built  and  equipped  for  $2,200,000. 

LOS  ANGELES,  CAL.— Following  the  consolidation  of  the 
Pacific  Electric,  Los  Angeles  Pacific  and  Los  Angeles  and 
Redondo  electric  lines  under  the  ownership  and  management 
of  the  Southern  Pacific  and  as  a  result  of  the  recent  visit  to 
this  city  of  Judge  R.  S.  Lovett,  president  of  the  Southern 
Pacific,  there  has  been  sent  to  him  in  New  York  a  complete 
report  as  to  needed  improvements  for  the  electric  lines. 
These  include  the  widening  of  the  gauge  of  the  Los  Angeles 
and  Redondo  and  of  the  narrow-gauge  line  between  Los 
Angeles  and  San  Pedro  and  the  completion  of  the  equipment 
of  the  Sentous  line.  From  Clement  Junction  cars  will  be 
run  over  an  S.  P.  track  to  the  Arcade  station,  where  passen- 
gers and  baggage  for  beach  points  will  be  received  from  S.  P. 
trains,  elminating  the  present  necessity  of  transporting  them 
across  the  city  to  the  depots  of  the  electric  lines. 


WATERWORKS. 

SILVERTON,  ORE.— The  Marshon  Construction  Company 
of  Seattle  has  been  awarded  the  contract  for  the  construction 
of  the  water  and  sewer  system  for  Silverton,  Ore.  The  bid  is 
$63,940. 

OAKLAND,  CAL.— The  Bay  Cities  Water  Company  is 
serving  water  in  the  San  Leandro  district,  having  completed 
that  section  of  its  construction  work,  and  is  now  rushing 
the  construction  of  the  second  section  of  its  system,  the  lay- 
ing of  pipe  in  the  Elmhurst  and  Fitchburg  district.  As  soon 
as  carloads  of  pipe,  now  delayed  in  transit  on  account  of 
storms,  arrive  from  the  East,  the  task  of  building  the  Alameda 
system  will  commence. 


WILSON  CREEK,  WASH.— The  Northwestern  Improve- 
ment Company,  a  corporation,  has  petitioned  the  county  com- 
missioners of  Grant  County,  Wash.,  for  a  franchise  giving 
them  the  right  to  operate  water  pipes  for  conducting  water 
in   the   city. 

WENATCHEE,  WASH.— Plans  are  now  under  considera- 
tion by  Mayor  A.  C.  Dallach  and  members  of  the  municipal 
council  to  improve  and  to  increase  the  city's  water  supply. 
They  contemplate  the  purchase  of  a  new  pump  to  cost  about 
$5000  and  to  be  installed  in  the  station  on  the  bank  of  the 
Columbia  River  at  the  foot  of  Fifth  Street  North. 

BELLINGHAM,  WASH.— City  Engineer  H.  A.  Whitney 
has  been  instructed  by  the  water  board  to  make  surveys 
and  prepare  estimates  on  the  cost  of  extending  the  Larsen 
pumping  system  by  running  an  8-in.  main  or  6-in.  main  or 
the  two  sizes  in  alternation,  down  Electric  avenue,  Spruce 
street  and  the  Geneva  road  from  the  city  intake  to  a 
point  near  Forest  Landing. 

SAN  FRANCISCO,  CAL.— The  city  has  closed  its  option 
on  the  Cherry  Creek  section  of  the  Hetch-Hetchy  and  Lake 
Eleanor  water  system  for  $600,000.  The  Supervisors  unani- 
mously instructed  the  public  utilities  committee  to  execute 
a  contract  of  sale.  The  money  to  pay  Ham  Hall  and  his 
associates  will  be  taken  from  the  proceeds  of  the  $1,250,000 
bond  sale  on  April  20.  With  the  balance  City  Engineer  Man- 
son  will  begin  construction  of  the  dam  at  Lake  Eleanor,  doing 
the  work  of  stripping  down  to  the  foundation  this  season,  con- 
structing a  wagon  road  to  the  site  and  digging  canals  to  unite 
the  Cherry  Creek  watershed  with  Lake  Eleanor. 

OAKLAND,  CAL.— Under  a  decision  of  the  U.  S.  Circuit 
Court  of  Appeals  at  Seattle,  in  what  is  considered  an  analo- 
gous case,  it  is  the  opinion  of  the  city  attorney  and  special 
attorneys  engaged  in  the  water-rate  cases,  that  Oakland  will 
soon  be  relieved  of  the  burden  of  its  water-rate  injunction 
suits  pending  for  years,  and  now  costing  the  city  fully  $40,000 
a  year  to  defend.  The  opinion  was  presented  to  the  city 
council  and  it  was  announced  that  in  the  near  future  the 
U.  S.  Circuit  Court  would  be  moved  for  a  dismissal,  follow- 
ing the  decision  in  the  Seattle  case,  upon  the  ground  that  the 
United  States  Courts  have  no  jurisdiction  in  matters  where 
the  State  constitution  embodies  the  provision  of  the  United 
States  Constitution,  that  no  one  shall  be  deprived  of  life,  lib- 
erty or  property  without  due  process  of  law. 

SAN  FRANCISCO,  CAL.— To  bring  the  city  and  the 
Spring  Valley  Water  Company  together  upon  some  amicable 
ground  to  arrive  at  some  solution  of  the  municipality's  water 
problem  during  the  next  five  years,  Supervisor  Murdock 
has  introduced  a  resolution  in  the  board  which  sets  forth 
that  the  city  vitally  needs  more  water;  that  the  delays  of 
court  procedure  made  uncertain  when  the  Federal  adjudica- 
tion as  to  values  might  he  expected;  that  virtually  everybody 
wanted  the  city  to  acquire  the  Spring  Valley  plant  upon 
fair  terms  and  that  the  interests  of  the  city  demanded  miited 
action.  The  resolution  itself  invited  the  organization  re- 
ferred to  to  co-operate  and  the  Spring  Valley  Company  to 
enter  into  negotiation  in  a  friendly  spirit  and  asked  the  vari- 
ous city  departments  to  lend  their  aid  in  an  early  general 
conference.  Following  are  the  organizations  referred  to, 
each  of  which  is  to  be  requested  to  authorize  its  president 
or  a  properly  accredited  delegate  "to  act  in  conjunction  with 
the  public  utilities  committee  in  a  determined  effort  to  arrive 
at  a  settlement  of  the  matters  at  issue";  Merchants'  Associa- 
tion, Chamber  of  Commerce,  Labor  Council,  Building  Trades 
Council,  Real  Estate  Association,  Press  Association,  Civic 
League,  Bar  Association,  California  Development  Board,  Com- 
monwealth Club  and  board  of  directors  of  the  Panama-Pacific 
Exposition. 
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ELECTRIC  EQUIPMENT  OF  COLUMBIA  STEEL  PLANT 


BY    W.    W.    HANSCOM. 


The  plant  of  the  Columbia  Steel  Company,  de- 
voted exclusively  to  the  making  of  steel  castings,  is 
situated  on  the  banks  of  the  New  York  Slough  about 
thirty  miles  from  San  Francisco  and  about  one  mile 
from  the  town  of  Black  Diamond,  since  renamed 
Pittsburg. 

The  location  is  ideal  from  a  manufacturing  stand- 
point, having  direct  communication  by  rail  and  water 


The  first  of  the  buildings  above  mentioned  is  of  struc- 
tural steel,  the  next  four  of  pressed  brick  and  the  bal- 
ance of  wood. 

The  product  covers  mild  and  high  carbon  steel, 
manganese  and  alloyed  steel  castings. 

The  main  foundry  Iniilding  is  260x130  ft.  and  is 
of  structural  steel  covered  with  corrugated  iron.  The 
main  crane  runway  is  supported  upon  heavy  steel  col- 


Plant  of  tin-  Columbia  Steel  Company. 


with  the  surrounding  territor_\".  The  main  lines  of 
the  Southern  Pacific  and  Santa  Fe  Railroads  connect 
with  the  spur  tracks  running  through  the  works  and 
the  river  steamers  land  at  the  company's  private 
wharf. 

The  grounds  cover  an  area  of  twenty  acres  and 
I'-ave  a  water  frontage  of  800  ft.  The  surface  is  nat- 
urally level  and  the  soil  such  as  to  form  a  good  foun- 
dation for  the  storage  bins  and  buildings.  Part  of 
the  ground  area  is  covered  by  the  foundry,  office, 
chemical  laboratory,  pattern  loft,  pattern  shop,  stor- 
age bins,  living  quarters  for  the  men  and  oil  storage 
tanks,  leaving  considerable  room  for  future  extensions. 


umns  resting  upon  a  continuous  reinforced  concrete 
foundation.  The  runway  extends  to  a  distance  of  40 
ft.  past  the  rear  of  the  foundry  building  and  over  the 
flask  storage  yard. 

Oil  is  used  entirely  for  fuel  and  is  stored  in  two 
large  wooden  tanks  near  tide  water.  From  the  tanks 
lead  pipes  run  to  the  dock  for  filling  and  to  the  works 
for  distribution.  The  supply  is  obtained  from  barges 
or  tank  steamers  which  can  tie  up  to  the  wharf  while 
discharging.  .An  auxiliary  steam  boiler  is  used  for 
supplying  steam  to  the  burners  and  for  heating  the 
living  quarters  when  necessary. 

The  operating  portion  of  the  grounds  is  well  coy- 
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Gent-ral  Layout  of  Columbia  Steol  Company's  Plant 


ered  by  an  industrial  track  which  facilitates  the 
handling  of  material  too  light  to  he  transported  by 
the  traveling  crane  or  locomotive. 

Electricity  is  used  entirely  for  the  operation  of 
the  various  machines  and  lighting,  current  being  ob- 
tained from  the  nearby  sub-station  of  the  Pacific  Gas 
&  Electric  Company,  through  a  separate,  three-phase 
feeder,  at  4400  volts. 

i\t  the  property  boundary  line  the  feeders  pass 
through  a  triple  pole,  pole-top  switch,  operated  from 
the  ground  and  arranged  to  entirely  disconnect  the 
works  in  case  of  necessity. 

From  the  pole  the  feeders  run  to  a  frame  struc- 
ture above  the  roof  and  thence  through  lead  covered 
cable  to  the  switchboard  in  the  power  house  which  is 
situated  about  the  center  of  the  length  and  to  one 
side  of  the   main  building. 

After  passing  through  the  current  transformers 
and  air  break  switches,  immediately  over  the  main 
board,  the  service  is  connected  to  the  oil  primary 
switches  and  thence  to  the  transformers. 

The  air  break  switches  are  arranged  to  entirely 
disconnect  any  one  of  the  transformers  and  its  oil 
switch  from  the  high  tension  side,  for  examination 
and  repair. 

There  are  three  transformers,  made  by  the  Gen- 
eral Electric  Company,  each  of  250  k.v.a.  capacity, 
with  4400  volt  primary  and  440  volt  secondary  wind- 
ings. Percentage  taps  are  brought  out  from  the  pri- 
mar)-  winding  permitting  of  connection  for  a  primary 
voltage  ranging  from  3950  to  4400.  Each  transformer 
has  its  own  control  panel  upon  which  is  mounted  a 
primary  and  a  secondary  automatic  release,  oil  switch, 
loth  automatic  release  coils  being  connected  in  series 
with  an  inverse  time  element  relay.  Connections  be- 
tween the  transformers  and  the  lioard  are  so  arranged 
as  to  permit  of  operating  with  two  transformers  con- 
nected open  delta  when  the  load  does  not  require  the 
use  of  all  three. 

The  main  switchboard  consists  of  five  Vermont 
blue  marble  panels,  three  of  which  are  devoted  to 
the  control  of  the  transformers,  the  others  having 
moimted  thereon  the  volt  and  ammeters,  -volt-meter 
receptacle  and  the  distribution  switches. 


From  the  switchl:)oard  the  various  circuits  lead 
to  the  dififerent  distribution  boards  near  the  groups 
of  motors.  The  distribution  boards  are  of  the  panel 
type  mounted  in  steel  cabinets,  with  vertical  busbars, 
feeding  the  branch  circuits  to  the  motors  through 
enclosed  fuses.  From  the  cabinets,  the  various  cir- 
cuits are  lead  in  conduit  underground,  to  the  local 
switches  and  controlling  devices  and  from  these  to 
'the  motors. 

Wiring  System. 

Except  for  horizontal  stretches  immediately  above 
the  roof  trusses  and  on  poles,  the  wiring  system  is  in 
rigid  iron  conduit.  All  of  the  motors,  with  the  ex- 
ception of  a  few  small  ones,  are  wound  for  440  volts, 
three-phase.  The  small  motors  used  on  the  portable 
mold  dryers  and  sand  riddles  are  single-phase,  no 
volts,  and  are  supplied  from  the  lighting  transform- 
ers. 

Outlets  for  the  portable  motors  and  lights  are  pro- 
vided on  alternate  columns  supporting  the  crane  run- 
way and  are  so  distributed  as  to  make  it  possible  to 
use  portable  lighting  over  the  entire  moulding  floor. 

Three-phase,  440  volt  power  outlets  are  also  pro- 
vided for  temporary  motors  and  consist  of  fused 
switches  mounted  in  steel  cabinets  with  doors  and 
located  conveniently  on  each  side  of  the  main  foundry 
floor. 

Motor  Operated  Machinery. 


The  following  machines  are  in  use  at  present : 


11x12    duplex    air   compressor   witli. 
2    lb.    centrifugal    air   compressor... 

Sand     grinder     

Electric    welding    motor    generator. 

Scrap    brealter    hoist     

Tumbling    barrel     

Cut   oft   saw,    26    in.    blade 

Swing    grinder    counter    

Pattern    sliop    drive 


75 
30 
30 
50 
20 
40 
10 
10 
10 

Draw    sliaper    10 

Machine    shop    drive    TA 

Test    machine 

Higley   saw    . 

Core    machine 

Portable    centrifugal    pump 


5 
5 
1 
2 

I>rv   grinders    (2)    each    TVz 

10 

1 

% 


Carpenter    shop     

Restaurant    oil    burning    system 

Portable    mold    dryer    

Portable    riddles,    (2)    each    Vt 

Lifting   magnet    motor    generator...    7i4 


h.p.. 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p.. 
h.p.. 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 
h.p., 


900 
3400 
ISOO 

900 
1200 
1200 

900 
1800 
1800 
1800 
1800 
1800 
1800 
1800 
1800 

900 
1800 

900 
1800 
1200 
1800 


r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m, 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 
r.p.m. 


motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
motor 
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Cranes. 

The  two  cranes  are  each  of  60  ft.  span,  one  beinq 
of  30  tons  capacity,  the  other  10  tons.  The  larger 
crane  is  used  for  the  heavy  work,  pouring,  etc..  and 
it  fitted  with  a  30  h.p.,  1200  r.p.m.  motor  on  the  main 
hoist  giving  a  hook  speed  of  12  ft.  per  miiiute.  Tlie 
auxihary  hoist  is  fitted  with  a  22  h.p.,  1200  r.p.m. 
motor,  giving  a  hook  speed  of  56  ft.  per  min. 

The  trolley  is  operated  at  a  speed  of  166  ft.  per 
minute  by  a  •jy'i  li.p.  motor,  1800  r.p.m.  and  the  bridge. 
200  ft.  per  minute  I)y  a  30  h.p.  motor,  1200  r.p.m. 

The  smaller^  crane  is  used  for  the  lighter  work, 
including  castings,  flasks  and  molds,  and  is  fitted 
with  a  22  h.p.,  650  r.p.m.  motor  for  the  hoist  giving 
a  hook  speed  of  20  ft.  per  min.,  a  22  h.p.,  1200  r.p.m. 
motor  on  the  Ijridge  giving  a  speed  of  325  ft.  per 
min.  and  a  4  h.p.,  1200  r.p.m.  motor  giving  a  trolley 
speed  of  100  ft.  per  min.  All  the  above  motors  are 
variable  speed,  440  volt,  three-phase  and  are  con- 
trolled by  drum  type  controllers  in  the  operator's 
cage.  All  of  the  hoists  are  fitted  with  safety  limit 
switches,  mechanical  and  electrical  brakes. 

In  addition  to  the  above  cranes  there  are  two  trol- 
ley hoists  each  of  two  tons  capacity,  with  a  lifting 
speed  of  10  ft.  per  min.  and  fitted  with  a  single  3  h.p. 
motor,  operated  from  the  floor  by  ro])es. 

Charging  Machine. 

The  charging  machine  is  of  the  ^^'elIman  type, 
consisting  of  a  heavy  structural  steel  frame  work 
carrving  a  reversible  trolley  upon  which  is  mounted 
the  charging  head.  The  machine  is  used  for  placing 
the  charges  of  raw  material  in  the  open  hearth  furnace 
and  is  operated  by  four  variable  speed,  three-phase 
motors  with  drum  controllers.  The  structure  travels 
on  a  track  paralleling  the  front  of  the  furnace  and  on 
a  level  slightly  below  the  charging  doors. 

The  raw  material,  stacked  in  specially  constructed 
steel  hoppers,  is  hauled  up  to  the  charging  platform 
on  cars.  The  hoppers  are  then  picked  up,  one  by  one, 
by  the  charging  head  which  can  l)e  racked  in  or  out 
and  revolved.  After  the  charging  door  is  opened,  the 
head  is  run  in  and  tilted,  distributing  the  raw  ma- 
terial over  the  bed  of  the  furnace.  By  the  use  of  this 
machine  a  large  amount  of  material  can  be  charged 
in  a  short  time,  by  one  man  and  a  helper,  without 
allowing  an  excess  of  cold  air  to  enter  the  furnace. 
Three  of  the  motors  are  of  22  h.p.  at  (•<~^  r.p.m.  and 
the  other  "J  2  h.p.  at  loSo  r.p.m. 

Peel  Machine. 

This  machine  is  used  for  transferring  special  steel 
castings  from  the  annealing  furnace  to  the  quenching 
pit  and  consists  of  a  car  carrying  a  special  form  of 
scoop  or  shovel  so  arranged  as  to  be  run  in  under  the 
castings,  raised,  withdrawn,  run  over  the  quenching 
pit  and  the  castings  then  dropped  into  the  pit.  The 
peel  machine  is  operated  by  two  7><  h.p.  variable 
speed  motors  with  drum  controllers. 

Electric  Welding   Outfit. 

The  electric  welding  outfit  consists  of  a  special 
direct  current  generator  coupled  to  a  three-phase  in- 
duction motor,  automatic  controlling  device  and  car- 
bon electrode.  The  generator  has  a  rated  capacity 
of  500  amperes  at  60  volts  but  in  practice  it  is  fre- 
quently operated  at  80  volts  and  up  to  600  amperes. 


Views  in  Columbi,T  Stool  Company's  Plant  showing  Chareing  Maciiine. 
Furnacos.  .Melting  Pot.  Foundry.  .Air  Compressor  and  Switchboard. 

A  bank  of  low  \alue  cast  grii.1  resistances  con- 
trolled by  two  switches  makes  it  possible  to  obtain 
current  \alues  from  170  to  600  amperes,  in  four  steps 
which    cover   all   practical    requirements.      As   an    ex- 
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ample  of  what  can  be  accomplished  by  the  use  of  the 
welder  it  might  be  interesting  to  note  that  large  gates 
or  risers  having  a  cross  section  of  about  5x7  in.  can 
be  burned  off  and  the  casting  smoothed  in  one  sixth 
the  time  required  to  set  the  casting  and  cut  the  gate 
off  in  a  cold  saw  or  draw  shaper. 

Lifting  Magnet  Outfit. 
This  consists  of  a  43  in.  magnet  operated  by  a 
motor  generator  set  in  the  power  house.  The  magnet 
has  a  maxinmm  capacity  of  10  tons  and  is  used  for 
lifting  the  scrap  breaker  ball,  unloading  and  loading 
cars,  castings  and  scrap.  It  is  used  either  on  the  trav- 
eling locomotive  crane,  the  foundry  cranes  or  at  the 
scrap  breaker  hoist.  Current  is  supplied  through  a 
flexible  cable,  plugged  in  at  any  one  of  the  various 
waterproof  outlet  boxes,  conveniently  located  around 
the  works  and  supplied  from  an  underground  feeder. 

Lighting  System. 

Current  for  lighting  the  buildings  and  supplying 
the  small  motors  is  supplied  from  three  single-phase, 
5  kvv.  transformers,  one  across  each  phase.  The  trans- 
formers are  placed  at  the  centers  of  distribution  and 
are  fed  from  the  440  volt  power  mains.  The  second- 
aries connect  to  distributing  panels,  from  which  the 
various  circuits  are  lead  to  the  lamps.  For  lighting 
the  foundry,  generally,  flaming  arcs,  500  watt  and  100 
watt  tungstens  are  used,  while  over  the  core  benches 
and  for  portable  lights  carbon  filament  lamps  fitted 
with  guards  or  Holophane  steel  reflectors  are  installed. 

The  offices,  club  rooms,  dining  rooms  and  lava- 
tories are  lighted  by  tungsten  lamp  units  of  100  watts 
each  while  the  pattern  loft,  pattern  shop  and  sleeping 
rooms  are  lighted  by  carbon  filament  lamps. 

The  entire  lighting  system  is  installed  in  conduit 
and  has  passed  through  the  breaking  in  stage  with- 
out any  trouble  whatsoever. 

Telephone  System. 
An  intercommunicating  telephone  system  with 
II  stations  has  been  installed,  using  lead  covered  cable 
throughout.  Communication  is  established  between 
the  offices,  pattern  loft,  pattern  shop,  foundry,  charg- 
ing floor,  engine  room,  chemical  laboratory,  shipping 
department,  store  room  and  living  quarters.  Tele- 
phones are  of  either  the  desk  or  wall  type,  the  latter 
being  incased  in  enameled  steel  boxes.  Both  the 
ringing  and  talking  circuits  are  operated  from  a  cen- 
tral battery  and  conversation  can  be  carried  on  be- 
tween five  pairs  of  stations  simultaneously.  The  en- 
tire installation  has  been  carried  out  by  the  Columbia 
Steel  Company's  own  force  under  the  supervision  of 
the  writer. 


FUEL  OIL  FOR  THE  NAVY. 

The  California  State  ^Mineralogist,  L.  E.  Anbury, 
in  conjunction  with  a  large  number  of  producers,  is 
conducting  an  energetic  campaign  to  have  oil  fuel 
adopted  by  the  United  States  Navy  instead  of  coal. 
On  April  5th  a  strong  memorial  was  sent  to  the  Sec- 
retary of  the  Navy  in  which  the  permanency  of  supply 
i^  assured  and  its  economical  advantages  detailed. 
California  oil  can  be  laid  down  at  Puget  Sound  at  a 
cost  of  90  cents  per  barrel,  at  Alare  Island  for  80  cents, 
and  at  Honolulu  for  $1.20.  under  large  contracts, 


OIL  BURNING. 

BY   E.    N.   PERCY. 
(Concluded.) 

It  has  not  been  possible  to  use  a  refined  type  of 
burner  in  the  ordinary  apparatus  for  the  generation  of 
illuminating  gas  from  oil,  because  the  tips  burn  oft'. 
Hence  fires  are  maintained  with  the  crudest  possible 
type  of  pipe  burner,  yet  giving  excellent  results.  Crem- 
atories and  glass  furnaces  requiring  high  temperatures 
are  operated  on  the  regenerative  system,  whereby  the 
waste  products  heat  a  stove  during  one  cycle  foot  and 
during  the  other  the  draft  is  returned  through  this 
stove  and  reaches  the  furnace  in  intensely  superheated. 

There  have  been  many  eft'orts  to  solidify  oil  or  to 
use  it  as  the  principal  constituent  of  a  briquette  for 
domestic  purposes  and  several  such  enterprises  have 
failed.  Supposing  that  in  some  manner  the  oil  itself 
could  be  used  in  the  home,  it  is  hardly  conceivable 
that  a  briquetting  company  operating  on  any  scale 
could  reach  the  consumer  except  through  the  dealer. 
The  basic  price  is  approximately  $1.00  a  bbl.  and  it 
takes  four  bbl.  to  equal  a  ton  of  coal.  Dealers  are  not 
paying  much  more  than  $4.00  to  $6.00  for  coal  which  is 
delivered  to  the  consumer  for  $15.00  to  $20,00.  Since 
crude  oil  in  retail  quantities,  with  the  expense  of  de- 
livering, storage,  etc.,  costs  almost  as  much  as  the  coal, 
it  can  be  seen  that  there  is  little  or  no  margin  for  profit 
in  this  business.  Furthermore  large  bodies  of  peat, 
lignite  and  coal  lie  undeveloped  at  several  points  in  the 
West,  not  because  of  any  deficiency  within  themselves, 
but  because  the  Western  market  is  so  small  and  covers 
so  large  a  territory. 

Furnaces. 

There  arc  many  ways  of  preparing  any  common 
boiler  to  burn  oil  but  a  comparatively  few  principles 
to  be  observed  in  accomplishing  it  successfully.     Fig. 

30  shows  a  tunnel  fired  boiler  with  fire  in  front.     Fig. 

31  shows  a  tunnel  fired  boiler  with  fire  in  back.  Either 
one  works  fairly  well  under  heavy  load,  especially  if 
a  conical  flame  be  used,  but  under  light  load  when  the 
flame  is  cut  to  minimum  proportion  there  will  always 
be  an  excess  of  air  coming  in  from  the  top  of  the 
flame  and  most  tunnel  fire  boilers  show  an  excess  of 
air  under  any  conditions.  It  has  been  found  that  tun- 
nel boilers  equipped  as  in  Fig.  31  make  trouble  through 
the  frequent  failure  of  the  arches. 

Fig.  32  shows  an  old  style  method  of  firing  a  boiler 
with  a  target  which  was  considered  necessary  to  prop- 
erly ignite  the  oil  and  in  point  of  fact  was  necessary 
in  the  days  when  atomization  had  not  been  reduced  to 
the  science  that  it  is  now.  At  the  present  stage  of 
development  any  oil  burning  expert  would  not  accept 
a  burner  which  would  fail  to  maintain  a  suspended 
flame  clear  and  smokeless  in  a  cold  furnace.  Fig.  33 
shows  another  method  of  firing  a  return  tubular  boiler. 
This  method  is  now  little  used,  it  being  merely  another 
form  of  the  target. 

Fig.  34  and  35  show  still  other  methods,  the 
objection  to  either  of  them  is  that  a  heavy  fire  would 
lie  very  apt  to  strike  the  middle  of  the  boiler.  Fig. 
36  shows  a  return  tubular  boiler  equipped  for  oil  burn- 
ing according  to  the  best  current  practice.  Fig.  37 
shows  one  method  of  firing  water  tube  boilers.  Figs. 
38,  39  and  40  illustrates  still  other  methods  for  various 
boilers. 
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Fig.  36. 


Fig.  40. 
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Fig.  44. 
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Fig.  43. 


Fig.  45. 


Fig.  41  shows  the  arraiigemt-nt  and  S:,r(.'neral  draft 
lines  of  a  forward  sliot  i!.  &  W.  Ixiiler.  Im<j.  42  shows 
a  back-shot  B.  &  W.  Ijoiler  with  bricked  up  grates. 
Fig.  43  ilhistrates  a  back-shot  B.  &  ^\'.  boiler  espec- 
ialh'  bricked  up  for  oil  firing.  There  has  been  much 
discussion  about  these  arrangements  because  the  B. 
&  W.  boiler  is  so  widely  and  generally  used  and  the 
writer  refrains  from  comment. 

Fig.  44  is  a  frequent  arrangement  for  locomotive 
boilers  which  has  been  quite  successful,  after  many 
e.xperimenls  in  which  much  damage  has  been  dijue,  but 
there  is  at  the  present  time  no  representative  or  ac- 
cepted method  recognized  as  the  best  arrangement  for 
locomotives. 

Fig.  45  shows  another  arrangement  of  locomotive 


boiler  that  has  been  found  (juite  successful  by  a  well 
known  smelting  company  who  operate  their  own  loco- 
motives. Fig.  46  shows  three  views  of  another  ar- 
rangement in  successful  actual  use.  Fig.  47  and  48 
show  still  others. 

Fig.  49  is  an  internal  fire  boiler  with  a  round 
burner  which  is  shown  here  with  the  end  bricked  up 
and  a  conical  flame.  IN  lost  Scotch  boilers  were  ar- 
ranged in  this  manner  in  the  early  days  of  oil  burning. 
Xow  many  of  them  are  arranged  with  the  flat  flame 
and  long  draft  as  shown  in  h"ig.  50. 

As  a  matter  of  fact,  in  practice,  a  conical  burner 
ne\er  throws  a  true  conical  flame,  the  lower  side  is  al- 
ways distorted  and  the  upper  side  driven  against  the 
1)oiler  by  the  up-rush  of  the   heat   against   the  air  or 
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if  the  burner  is  so  adjusted  that  this  is  not  the  case 
then  cold  air  passes  round  the  burner  up  over  the  fire 
as  it  becomes  heated  and  escapes  without  being- 
burned,  unless  the  fire  is  heavy  enough  to  fill  the 
burner.  Still  with  proper  arrangement  there  are  many 
places  where  the  conical  fire  is  more  suitable  than  the 
flat  flame.  The  greatest  trouble  with  the  flat  flame  is 
that  engineers  will  not  trim  their  burners  so  as  to 
bring  the  shoulders  of  the  flame  well  forward  in  the 
corners  of  the  burner  at  right  angles  to  it.  The  steam 
burner  is  fairly  well  understood  but  the  air  burner  has 
many  possibilities  which  have  not  as  yet  been  thor- 
oughly investigated. 

Low  pressure  air  of  from  2  to  lo  lb.  has  many 
possibilities  heretofore  unrecognized.  Burners  for 
cooking  stoves  and  ranges  were  never  satisfactory 
until  low  pressure  air  was  used,  since  which  time 
they  have  been  made  to  operate  most  successfully  in 
many  places.  Low  pressure  air  furnished  by  a  rotary 
blower  is  used  for  most  industrial  work,  for  cement 
burners,  procelain,  reverbatory  copper  burners  and 
other.  In  some  industries  it  is  quite  common  for  an 
oil  burner  to  throw  a  flame  ten  or  more  feet  in  dia- 
meter and  120  ft.  long,  low  pressure  air  only  being 
used  for  atomization. 

Every  color  of  the  rainbow  can  be  found  in  an  oil 
flame,  each  of  which  has  its  own  meaning.  In  a  gen- 
eral way  an  oil  flame  is  supposed  by  practical  men  to 
be  doing  its  best  work  when  it  is  of  a  beautiful  pink 
color,  if  it  be  duller  than  this  it  will  smoke  and  if  it  be 
brighter  it  will  burn  the  brick  and  is  generally  indica- 
tive of  an  intense  combustion  arising  partly  from  an 
excess  of  air.  When  the  oil  is  highly  heated  and  the 
steam  and  air  are  likewise  the  flame  is  apt  to  star, 
that  is  to  have  the  appearance  of  being  filled  with 
small  sparks  as  though  iron  filings  were  present.  Va- 
rious explanations  are  given  for  this  but  the  result  is 
a  decrease  in  economy  and  a  deposit  of  carbon. 

When  an  oil  flame  of  this  fish-tail  variety  is  working 
close  to  an  incandescent  brick  floor  it  will  tend  to 
drop  towards  ihe  brick  as  though  heated  uj).  and 
should  it  touch  the  brick,  instead  of  obeying  the  law 
for  angle  of  incidence  and  reflection  it  will  strike  up- 
wards at  a  sharp  angle  directly  into  the  boiler.  Tear- 
ing of  the  flame  is  due  entirely  to  too  much  draft  cut- 
ting in  at  one  point,  as  pointed  out  in  a  previous  figure. 
Pufl^ing  or  vibrations  of  the  fire  is  due  invariably 
to  the  form  of  the  burner  near  the  tip.  it  being  such 
that  small  quantities  of  oil  gather  in  the  spoon  shaped 
cavity  just  back  of  the  tip  and  when  the  oil  is  at  low 
pressure  these  particles  are  ejected  in  varying  quanti- 
ties. With  lime  kilns  and  some  forms  of  metal- 
lurgical furnaces  in  which  it  is  desirable  to  have  a 
large  flame  plume  without  too  intense 'combustion  it 
is  customary  to  vxx  part  of  the  stack  gases  with  the 
draft,  whereupon  the  fire  will  immediately  soften  and 
decrease  in  intensity. 

Some  brick  yards  make  use  of  a  long  thin  fire 
known  as  a  rat-tail,  the  burner  being  on  a  hose  so  that 
it  can  be  moved  from  point  to  point.  In  fact,  there  are 
at  times  several  burners.  The  ordinary  bake  oven  as 
used  in  our  large  bakeries  would  make  some  mechani- 
cal engineers  sit  up  and  take  notice.  It  consists  of  a 
combustion  chamber  and  a  bake  chamber ;  between  the 
two  is  a  fire  wall  perforated  by  pieces  of  four  inch 
hydraulic  pipe.     This  pipe  has  each  end  hermetically 


sealed  and  the  fire  is  applied  to  one  end  and  the  baking 
done  at  the  other.  Circulating  water,  quite  possibly, 
at  enormous  pressure  carries  the  heat  from  one  end 
to  the  other,  never  escaping  and  never  bursting  the 
pipe. 

Tiie  approximate  cost  of  the  equipment  for  a  600 


h.p.  oil  burning  plant  may 
lowing  table : 

41^  X 


pumps. 


2  duplex 

2%  X  4     In 

1  relief  valve  .... 
1   air   chamber    .... 

1    oil    heater    

4   oil    burners    

Firebrick  per  M.  . 
Piping,  valves,  etc 
Labor,    etc 


.$140 
.  10 
6 
.  60 
.  SO 
.  30 
.  100 
.    200 

$620 


be  srathered  from  the  fc 


1    240-bbl.     oil     tank,     f.o.b. 

San     Francisco     $390 

Foundation  for  same  ....  125 
1   3S0-bbl.    oil    tank,    f.o.b. 

San     Francisco     480 

Foundation    tor   same    ....  150 

1   500-bbl.  oil   tank    900 

Foundation   for   same    ....  250 


A  loo  h.'p.  plant  should  be  installed  by  a  clever 
engineer  at  a  cost  not  greatly  exceeding  $200  if  he 
makes  an  oil  heater  from  pipes. 


A  NEW  FUEL  FOR  EGYPT. 

Experiments  for  the  manufacture  of  the  new  fuel 
produced  from  the  sudd  of  the  Nile  have  been  taking 
place  at  !\Ieresburg,  in  Germany,  in  which  British  capi- 
tal (chiefly)  is  aided  by  German  science.  These  ex- 
periments are  the  direct  outcome  of  the  foresight  of 
Lord  Cromer,  and  of  his  equally  far-seeing  colleague, 
the  Governor  General  of  the  Sudan,  Sir  Reginald  Win- 
gate.  One  of  the  greatest  difficulties  with  which  the 
pioneers  of  the  Sudan  have  had  to  contend  has  been 
the  constant  blocking  of  its  natural  highway,  the  Nile, 
by  masses  of  weedy  growth,  commonly  spoken  of  as 
sudd.  For  a  distance  of  300  miles  the  Nile  runs 
thrtnigh  a  huge  morass,  estimated  to  cover  35,000 
square  miles,  which  is  known  as  the  sudd  district. 
Throughout  the  length  of  this  reach  it  is  impossible  to 
secure  fuel  of  any  kind,  as  the  river  channel  has  no 
banks,  in  addition  to  which,  during  the  rainy  season, 
when  gales  are  frequent,  large  masses  of  sudd  break 
away  and  block  up  the  channel,  rendering  it  unfit  for 
and  even  dangerous  to  navigation.  Lord  Cromer  real- 
ized what  a  serious  factor  this  was  in  the  retardation 
of  the  development  of  the  Sudan,  and  it  was  a  sugges- 
tion of  his  contained  in  one  of  his  reports  that  led  a 
(lerman  diplomatist,  Herr  vom  Rath,  to  conceive  the 
idea  of  utilizing  this  material  in  the  form  of  a  cheap 
local  fuel.  The  price  of  coal  being  as  high  as  66s. 
($16)  per  ton,  and  wood  very  little  cheaper,  encouraged 
the  suggestion. 

Negotiations  were  entered  into  with  Sir  Reginald 
Wingate.  and  small  consignments  of  sudd  were  dis- 
];atched  by  the  Sudan  Government  to  Berlin  for  ex- 
I)erimental  purposes.  The  results  of  these  experiments 
were  so  far  satisfactory  that  further  negotiations  were 
undertaken  with  the  Sudan  Government.  A  consid- 
erable quantity  of  sudd  was  cut  and  brought  back  to 
Europe,  and  it  was  with  the  object  of  seeing  this 
material  converted  into  fuel  that  the  experiments  at 
^ilerseburg  liave  been  arranged.  The  process  is  very 
■simple.  The  sudd  is  first  dried  and  then  put  through 
a  disintegrator,  from  which  it  emerges  in  an  almost 
powdery  form,  when  it  is  converted  into  briquets.  The 
time  occupied  from  the  moment  the  sudd  enters  the 
disintegrator  to  the  time  it  emerges  as  a  briquet  is 
only  a  few  minutes.  The  heating  value  of  the  new  fuel 
is  nearly  two-thirds  that  of  coal,  while  the  briquets 
themselves  have  a  density  of  four-fifths  that  of  coal. 
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NEW    STEAM    PLANT    OF    SOUTHERN    CALI- 
FORNIA  EDISON   COMPANY. 

BY   H.   W.   DENNIS. 

The  Southern  California  Edison  Company  is  now 
engaged  upon  the  construction  of  a  power  station  at 
Long  Beach,  Los  Angeles  County,  California,  wherein 
there  will  be  installed  a  12,000  kw.  steam  turbine  unit. 
The  new  station  will  operate  in  conjunction  with  the 
company's  other  plants  of  which  there  are  six  hydraulic 
developments  and  one  other  major  steam  auxiliary 
supplying  power  in  the  counties  of  Los  Angeles,  San 
Bernardino,  Riverside  and  Orange.  It  is  not  known 
at  this  time  what  will  be  the  ultimate  capacity  of  the 
station,  although  the  present  buildings  and  founda- 
tions are  designed  to  provide  for  a  duplicate  of  the 
equipment  which  the  company  is  about  to  install.  It 
may  be  said,  however,  that  the  general  layout  is  on 
the  "unit"  sj'stem,  so  that  the  plant  may  be  extended 


at  225  lb.  pressure,  and  125  degrees  super-heat.  For 
ihe  entire  present  installation  this  evaporation  is  at  the 
rate  of  2880  tons  of  water  per  day,  an  amount  equal 
to  that  contained  in  an  8  in.  water  main  50  miles  long. 

After  doing  its  work  in  the  main  turbine,  the 
steam  passes  into  the  condenser,  where  it  is  converted 
again  into  water,  a  process  which  not  only  provides 
better  economy  in  operation,  i.  e.,  more  power  per 
pound  of  steam  used,  but  saves  most  of  the  water, 
which  is  then  returned  to  the  boilers  to  be  again 
evaporated. 

The  circulating  water  for  cooling  the  surfaces  with 
V.  hich  the  steam  comes  into  contact  is  to  be  salt  water 
pumped  from  and  returned  to  the  Inner  Harbor.  The 
condenser  itself  is  an  immense  cast  iron  shell  contain- 
ing over  nineteen  miles  of  brass  tubing  through  which 
the  salt  water  "circulates."'  The  entire  circulating 
system  makes  use  of  the  principal  of  the  syphon  so 
that  the  pumps  have  to  overcome  only  the  friction  in 


Nl'w  Steam  Plant  of  Southern  California  Edison  Company 


indefinitely  as  such  extension  becomes  justifiable,  and 
with  this  in  view  the  company  purchased  a  parcel  of 
land  comprising  about  10  acres.  The  site  is  considered 
to  be  a  most  advantageous  one  for  many  reasons,  prin- 
cipally, however,  on  account  of  its  location  which  bor- 
ders on  the  entrance  to  what  is  known  as  the  Long 
Beach  Inner  Harljor.  This  channel  will  therefore  pro- 
vide water  for  condensing  purposes,  supplying  all  of 
the  ocean  water  which  will  be  required,  and  the  con- 
trolling works  will  not  be  subjected  to  the  violence 
which  would  be  invited  if  they  were  located  on  the 
open  beach. 

The  present  construction  for  this  steam  station  will 
comprise  two  buildings  having  a  combined  floor  space 
of  nearly  an  acre.  The  generator  and  boiler  house  will 
have  a  fioor  area  of  30.000  square  feet  and  will  be  60 
feet  high,  while  the  building  which  will  contain  the 
electrical  switches  and  transformers  will  cover  7600 
square  feet  and  will  be  four  stories  in  height.  Both 
structures  are  to  be  of  reinforced  concrete  with  arti- 
ficial stone  base,  ornamental  copper  cornice  and  mis- 
sion tile  roof.  The  generator  room  will  have  a  floor 
of  imported  Welsh  quarry  tile,  with  a  glazed  tile  wain- 
scot. Everything  considered  this  will  be  the  hand- 
somest and  best  equipped  steam  plant  west  of  Chicago. 

For  supplying  the  steam  for  this  turbine  and  its 
accessories,  there  are  8  Stirling  boilers,  each  of  which 
will  deliver  continuously  30,000  lb.  of  steam  per  hour 


the  condenser,  and  in  the  pipes  between  the  intake 
conduit  and  the  outfall  conduit. 

Crude  oil  will  be  used  for  fuel,  and  a  large  storage 
tank  of  concrete  will  be  provided.  Auxiliary  tanks 
will  be  located  adjacent  to  the  boiler  room  so  that  the 
oil  pumps  for  each  unit  may  be  relatively  near  their 
source  of  supply.  The  oil  will  be  received  either  in 
tank  cars  or  through  an  oil  main  which  passes  the 
company's  property. 

The  switchboard  from  which  all  of  the  machinery 
and  switches  will  be  controlled,  is  to  be  situated  in 
the  generator  building,  although  the  transformers  and 
switches  are  to  be  installed  in  the  transformer  house. 
Electricity  will  be  generated  at  11,000  volts  and  a 
part  of  the  current  will  be  distributed  at  this  voltage, 
although  the  transformers  will  provide  for  transforma- 
tion to  30,000  volts  and  60,000  volts,  and  the  long  dis- 
tance transmission  will  be  accomplished  at  the  latter 
\'oltage.  Double  bus  bar  systems  are  provided 
throughout  for  11,000,  30,000  and  60,000  volt  circuits. 

Mr.  Frederick  Sargent  of  Chicago  has  been  re- 
tained as  consulting  mechanical  engineer.  The  South- 
ern California  Edison  Company's  engineering  depart- 
ment is  supervising  the  construction  work  and  has 
made  all  of  the  designs  and  plans  except  the  purely 
architectural  details  which  were  designed  by  Parkin- 
son and  Bergstrom  of  Los  Angeles,  who  have  been  re- 
tained as  consultingf  architects. 
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CORPORATE  ORGANIZATION  AND  COMBINA- 
TION. 

There  is  nolliing  uf  greater  common  interest, 
nothing  which  is  exciting  more  comment  and  discus- 
sion at  the  present  moment,  than  the  questions  of  state 
control  of  corporate  organizations  and  of  combinations, 
especially  of  those  controlling  public  utilities.  These 
are  discussed  by  a  writer  in  the  annual  report  of  the 
American  -Telephone  and  Telegraph  Company  as  fol- 
lows : 

Corporate  organization  and  combination  are  the 
necessary  and  logical  solution  of  the  problem  of  caring 
lor  the  wonderful  development  which  has  been  going 
on  all  over  the  world,  and  particularly  in  this  country, 
in  the  recent  past. 

Combination  only  can  cope  with  vhat  industrial 
development  of  the  present  time  which  is  far  beyond 
the  scope  of  individual  efifort  or  capital.  In  those 
good  old  times,  one  man,  with  his  own  capital,  could 
carry  on  even  the  largest  operations.  The  margin  of 
profits  due  to  low  wages  and  large  selling  prices 
enabled  the  owners  of  such  individual  establishments 
to  live  and  enjoy  the  best  to  be  had  in  those  times, 
and  amass  fortunes — fortunes  relatively  as  large  as 
any  of  the  present — from  an  amount  of  gross  busi- 
ness, the  profits  from  which  today  would  not  be  suf- 
ficient to  pay  the  wages  of  a  shop  superintendent. 

The  development  of  the  arts,  the  necessity  of  ex- 
tensive laboratories  and  experimenta  1  departments, 
v/ith  technical  staffs  competent  to  keep  abreast  of 
modern  progress  and  find  out  how  to  utilize  all  of 
everA^thing,  the  large  gross  production  at  small 
margin  of  profit,  the  large  capital  requirements  neces- 
sary to  conduct  business  on  these  lines ;  all  these 
place  modern  industrial  enterprises  either  beyond  the 
financial  ability  of  any  one  individual,  or  far  beyond 
the  amount  that  any  one  individual  wishes  to  have  in 
any  one  venture. 

Without  attempting  to  discuss  the  history  or  evolu- 
tion of  "Company,"  "Corporation."  or  "Monopoly," 
and  similar  organizations  or  combinations  of  trade,  it 
can  be  said  that  the  first  and  oldest  step  towards  cor- 
porate organization  was  partnership.  Corporate  com- 
bination is  but  a  partnership  wherein  the  partners  are 
represented  by  shares  held  in  various  amounts  by  the 
various  investors. 

These  corporate  organizations  and  combinations 
have  become  a  permanent  part  of  our  business  ma- 
chinery; the  public  would  not,  if  it  could,  abolish 
them. 

Who  would  ever  consent,  or  would  the  require- 
ments of  business  allow,  that  the  railroads  between 
the  great  sections  of  our  country  revert  to  the  inde- 
pendent lines  that  once  existed,  with  ^11  the  conse- 
quential dela}'s.  irconveniences  and  disadvantages  to 
traffic  and  travel?  AVho  would  be  content  if  the  tele- 
graph business  should  be  carried  on  by  the  transfer 
of  messages  from  one  to  another  of  the  numerous 
companies,  formerly  independent,  but  now  combined 
and  giving  direct  transit  over  the  whole  countrv' 

That  there  has  been  in  large  measure  reason  or 
cause  for  the  existing  unfavorable  public  o])inion  as  to 
corporations,  trusts  and  combinations,  is  beyond  ques- 
tion, but  it  does  not  follow  that  there  is  reason  or 
cause  for  the  wholesale  denunciation   and   condemna- 


tion of  all  corporations,  trusts  and  combinations.  Nor 
does  it  follow  that  all  that  is  bad  is  centered  in  or  con- 
fined to  those  prominent  in  the  public  eye. 

Many  of  the  practices  most  severely  condemned 
are  but  the  amplification  or  continuance  of  practices 
or  customs  common  in  the  current  affairs  of  business, 
practices  or  customs  which  were  not  wrong  in  them- 
selves, but  wrong  in  the  abuse  of  them. 

Public  utility  corporations  and  other  condjinations 
have  too  frequently  assumed  that  new  laws  and  regu- 
lations were  disastrous  and  ruinous  without  first  giv- 
ing them  a  fair  trial,  and  legislators  too  often  have 
displayed  an  ignorance  or  disregard  of  existing  laws, 
spreading  the  idea  that  new  legislation  was  a  cure- 
all  for  any  undesirable  condition,  while  it  was  often 
only  a  political  play,  and  the  enforcement  of  the  exist- 
ing laws  was  utterly  neglected.  The  results  have 
been  bad.  While  business  will  adjust  itself  to  any 
condition  if  given  time  and  opportunity,  sudden 
change  of  conditions  will  result  in  disaster  to  some  in- 
terests, but  not  as  a  rule  to  those  at  which  the  change 
was  aimed. 

There  is  too  little  consideration  given  to  the  fact, 
based  on  all  experience,  that  no  one  interest  can  per- 
manently prosper  uidess  all  other  interests  are  in  a 
prosperous  condition,  and  to  the  fact  that  any  sudden 
change  in  existing  conditions  will  always  be  taken 
advantage  of  by  some  one  interest  to  the  detriment 
of  other  interests  in  general. 

The  proper  use  of  corporate  organization  or  com- 
l)ination  under  proper  regulation  or  control  cannot  be 
c;l)jected  to. 

What  is  and  should  be  condemned,  prevented  and 
punished,  is  the  abuse  made  of  corporate  machinery  to 
the  detriment  of  public  welfare  and  such  al^use  as  has 
been  and  is  being  practiced  so  extensively  for  purely 
speculative  and  oftentimes  swindling  enterprises. 

It  is  largely  this  abuse  by  professional  speculative 
])romoters  and  swindling  security  vendors,  mostly  on 
a  comparatively  small  scale,  not  in  any  way  associated 
or  connected  with  the  general  business  organizations 
or  systems,  that  has  been  the  cause  of  most  of  the 
popular  odium  surrounding  this  necessary  machinery 
of  business.  It  does  not  seem  possible  that  the  only 
way  of  reaching  such  offenders  is  through  penalties 
for  "misuse  of  the  mails,"  but  however  or  by  whom- 
ever the  remedy  is  applied,  he  who  does  it  should  re- 
ceive the  heartiest  thanks  and  appreciation  of  the  com- 
munity. 

The  large  corporate  combinations  which  often  in 
popular  opinion  are  supposed  to  be  owned  or  wholly 
controlled  by  some  one  man  or  some  few  men,  are, 
in  fact,  made  up  of  thousands  and  tens  of  thousands 
of  silent  partners,  the  shareholders,  who  are  the  real 
owners.  The  existence  of  these  real  owners,  these 
sliareholders,  is  often  obscured  in  the  shadow  of  some 
one  or  more  individuals  who  dominate  these  com- 
panies, not  by  large  ownership,  as  popularly  believed, 
but  by  administrative  and  operating  aggressiveness 
and  successful  management.  The  shareholding 
owners  are  in  the  aggregate  very  numerous  and,  in 
any  other  country  than  America,  would  be  frequently 
in.  evidence  and  heard  from,  would  always  take  an 
active  participation  in  all  meetings,  annual  or  special, 
and   would   in   that   way  protect  themselves  and  their 
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holdings  by  associating  the  corporation  or  combina- 
tion in  the  minds  of  the  pubhc  with  the  particular 
and  separate  individual  ownerships,  or  interests  in 
them.  In  this  way  that  same  protection,  recognition 
or  consideration,  to  which  all  interests,  whether  in- 
dividual or  corporate,  are  alike  entitled,  would  be 
assured. 

Public  Utilities — The  "Served"  and  the  "Servers." 

Under  the  existing  conditions  the  corporations  or 
combinations  represent  the  "servers."  To  the  share- 
holders, dividends  represent  good  management  and 
desirable  investment,  but  to  many  of  the  community, 
the  community  that  is  "served,"  profits  which  in  in- 
dividual enterprise  would  be  considered  reasonable  are 
unreasonable  and  forced  out  of  their  pockets  by  un- 
scrupulous management  or  illegal  or  dishonest  prac- 
tices. 

The  contest  between  the  "served""  and  the  "serv- 
ers," the  "producer""  and  the  "consumer,""  between  "he- 
v.ho-has"'  and  "he-who-has-not,"  has  been  going  on 
from  the  dawn  of  civilization,  from  the  time  when  some 
one  had  more  of  some  one  thing  than  he  wanted,  while 
another  had  none,  or  less  than  he  wanted. 

From  time  immemori.il  efforts  have  been  made  in 
some  way  to  control  or  restrict  any  accumulation,  in 
the  hands  or  in  the  uncontrolled  possession  of  anv 
individual  or  set  of  individuals,  of  those  things  which 
had  become  necessary  to  public  wants,  and  to  prevent 
necessities  from  in  any  way  getting  outside  that  con- 
trol which  natural  competition,  or  the  law  of  supply 
and  demand  under  normal  conditions  exercises. 

There  has  always  been  and  will  always  be  the  laud- 
able desire  of  the  "server,"'  or  the  producer,  to  get 
and  as  cheaply  as  possible,  which  sometimes  selfishly 
degenerates  into  a  lack  of  consideration  for  the  rights 
of  those  who  are  serving. 

On  the  other  hand  there  has  always  been  the  laud- 
able desire  of  the  "service,"  or  the  producer,  to  get 
a  profit  for  his  service  or  production,  which  some- 
times degenerates  into  a  selfish  disregard  or  lack  of 
consideration  for  those  who  are  served. 

This  conflict,  which  originated  with  the  first  com- 
mercial transaction  or  exchange,  has  continued  ever 
since  and  will  continue  to  the  end  of  time. 

Until  the  state,  or  conditions  under  which  society 
was  organized,  began  to  be  complex  there  were  very 
few  things  which  were  not  and  could  not  be  regulated 
by  the  law  of  supply  and  demand,  the  law  of  sub- 
stitution of  one  article  for  another  in  case  of  scarcity, 
or  by  the  laws  of  competition.  In  the  simple  life, 
which  was  with  the  masses  of  the  people  until  very 
recent  years  enforced,  and  is  with  all  laudable,  there 
were  few  articles  which  w^ere  in  themselves  neces- 
sities, and  of  these  very  few  which  did  not  have  alter- 
native articles  of  use,  or  substitutes,  and,  in  fact,  there 
was  little  that  was  not  produced  by  the  local  com- 
munity or  by  the  family.  Those  few  things  which, 
in  the  growth  of  civilization,  and  particularly  by  the 
increase  of  urban  population,  were  of  general  use  and 
necessity  for  all,  those  few  things  in  which  the  masses 
of  the  public  had  an  interest  in  receiving  regularly 
and  reasonabh^  soon  became  the  object  of  control  or 
regulation,  and  here  was  the  beginning  of  and  reason 
for  State  control  and  regulation  or  State  ownership. 


Public  Control. 

Public  control  or  regulation  of  Public  Service  Cor- 
porations by  permanent  commissions,  has  come  and 
come  to  stay.  Control  or  regulation  exercised  through 
such  a  body  has  many  advantages  over  that  exercised 
through  regular  legislative  bodies  or  committees.  The 
permanent  commission  will  be  a  quasi-judicial  body. 
It  should  be  made  up  of  members  whose  duty  it  will  be, 
and  who  will  have  the  desire,  the  time  and  the  oppor- 
tunity, to  familiarize  themselves  with  the  questions 
coming  before  them.  It  should  act  only  after  thor- 
ough investigation  and  be  governed  by  the  equities 
of  each  case.  It  would  in  time  establish  a  course  of 
practice  and  precedent  for  the  guidance  of  all  con- 
cerned. 

Experience  also  has  demonstrated  that  this  "su- 
pervision"' should  stop  at  "control"  and  "regulation"' 
and  not  "manage,"'  "operate"  nor  dictate  what  the 
management  or  operation  should  be  beyond  the  re- 
quirements of  the  greatest  efficiency  and  economy. 

iManagement  or  operation  requires  intimate  knowl- 
edge and  experience  which  can  only  be  gained  by  con- 
tinuous, active  and  practical  participation  in  actual 
working,  while  control  or  regulation  can  be  intelli- 
gently exercised,  after  judicial  hearing,  by  those  who 
have  not  the  knowledge  or  experience  to  operate. 

State  control  or  regulation  should  be  of  such  char- 
acter as  to  encourage  the  highest  possible  standard 
in  plant,  the  utmost  extension  of  facilities,  the  highest 
efficiency  in  service,  rigid  economy  in  operation,  and 
to  that  end  should  allow  rates  that  will  warrant  the 
highest  wages  for  the  best  service,  some  reward  for 
high  efficiency  in  administration,  and  such  certainty 
of  return  on  investment  as  will  induce  investors  not 
only  to  retain  their  securities,  but  to  supply  at  all 
times  all  the  capital  needed  to  meet  the  demands  of 
the  public. 

Such  "control"  and  "regulation"  can  and  should 
stop  all  abuses  of  capitalization,  of  extortion  or  of  over- 
charges, of  unreasonable  division  of  profits. 

If  there  is  to  be  State  control  and  regulation,  there 
should  also  be  State  protection — protection  to  a  cor- 
poration striving  to  serve  the  whole  community  (some 
part  of  whose  service  must  necessarily  be  unprofitable), 
from  aggressive  competition  which  covers  only  that 
I)art  which  is  profitable. 

Governmental  control  should  protect  the  investor 
as  well  as  the  public.  It  should  ensure  to  the  public 
good  service  and  fair  rates.  It  should  also  ensure  fair 
returns  to  the  investor. 

A  public  utility  giving  good  service  at  fair  rates 
should  not  be  subject  to  competition  at  unfair  rates. 

It  is  not  that  all  competition  should  be  suppressed, 
but  that  all  competition  should  be  regulated  and  con- 
trolled. That  competition  should  be  suppressed 
which  arises  out  of  the  promotion  of  unnecessary  du- 
plication, which  gives  no  additional  facilities  or  service, 
which  is  in  no  sense  either  extension  or  improvement, 
which  without  initiative  or  enterprise  tries  to  take  ad- 
vantage of  the  initiative  and  enterprise  of  others  by 
sharing  the  profitable  without  assuming  any  of  the  bur- 
den of  the  unprofitable  parts  or  which  has  only  the  sel- 
fishly speculative  object  of  forcing  a  consolidation  or 
purchase. 
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State  contiol  and  regulation,  to  be  effective  at  all, 
should  be  of  such  a  character,  that  the  results  from  the 
operation  of  any  one  enterprise  would  not  warrant 
the  expenditure  or  investment  necessary  for  mere 
duplication  and  straight  competition.  In  other  words, 
the  profits  should  not  be  so  large  as  to  warrant  dupli- 
cation of  capitalization  in  the  competition  for  the  same 
business. 

When  thoroughly  understood  it  will  be  found  that 
"control"  will  give  more  of  the  benefits  and  public 
advantages,  which  are  expected  to  be  obtained  by 
State  ownership,  than  could  be  obtained  through  such 
ownership,  and  will  obtain  them  without  the  public 
burden  of  either  the  public  office-holder  or  public  debt 
or  operating  deficit.  It  is  conceded  that  as  a  rule  pri- 
vate management  is  better,  more  economical  and  more 
efficient  than  public  management,  and  much  more  ad- 
vanced and  enterprising.  The  economical  margin  be- 
tween public  and  private  management  has  been  shown 
by  experience  to  be  more  than  sufficient  to  secure  the 
best  private  administration. 

When  through  a  wise  and  judicious  State  control 
and  regulation  all  the  advantages  without  any  of  the 
disadvantages  of  State  ownership  are  secured,  State 
ownership    is   doomed. 

State  control  of  public  utilities  should  not  prevent 
progress,  should  be  sufficiently  unrestricting  to  en- 
courage the  introduction  and  demonstration  of  the 
value  of  any  new  or  novel  enterprise,  and  should 
allow  sufficient  reward  for  the  initiative,  enterprise, 
risk  and  imagination  of  the  adventurers  behind  such 
enterprises.  It  should  discriminate  between  the  useful 
adventurers  or  promoters,  pioneers  in  fact,  and  those 
jnrates  or  sharks  who,  on  the  strength  of  other  suc- 
cesses, extravagantly  capitalize  undeveloped  ideas,  and 
exchange  the  worthless  securities  for  the  savings  of 
deluded  and  credulous  investors.  Corporate  control 
and  restriction  should  always  exist  to  a  sufficient  de- 
gree to  prevent  such  speculative  promoting,  and  such 
stock-jobbing  schemes. 

The  regulation  or  control  of  any  new  or  novel  thing 
which  is  a  mere  convenience  and  nr]t  a  necessity  can 
be  left  largely  to  the  laws  of  trade ;  such  a  thing,  if 
offered,  much  be  offered  at  a  price  acceptable  to  the 
public,  who  are  the  customers,  at  a  price  which  in  the 
opinion  of  the  purchaser  leaves  him  a  margin  of  profit 
either  in  convenience  or  enjoyment.  Under  such  con- 
trol private  initiative  can  be  depended  upon  for  the 
introduction  of  everything  believed  to  have  possibili- 
ties. 

The  combination  of  the  promoter,  investor  and 
capitalist,  with  their  imagination,  personality,  optim- 
ism and  desire,  has  Iieen  at  the  bottom  of  every  de- 
velopment of  every  kind  or  nature  wHch  has  bene- 
fitted the  human  race  in  the  way  of  utilities,  and  still 
is  the  only  way  in  which  new  utilities  can  be  devel- 
oped. ^^'henever  any  great  works  have  been  under- 
taken by  governments  they  have  been  on  lines  of  old 
development,  based  on  experience  of  that  which  has 
been  developed  by  the  persistent  genius  and  applica- 
tion of  some  individual  or  group  of  individuals. 

State  control  or  regulation,  to  be  effective,  should 
when  exercised,  be  accepted  and  acquiesced  in  by  the 
public.  If  all  the  decisions  not  in  exact  accord  with 
the  desire  or  contention  of  the  public  are  condemned, 


if  it  is  expected  and  required  that  all  decisions  be 
against  the  utilities  controlled,  if  politics  and  political 
effect  are  to  govern  decisions,  if  decisions  go  for  noth- 
ing with,  and  are  not  respected  by  the  public,  failure 
and  disappointment  are  bound  to  follow,  self-respecting 
men  will  refuse  to  act,  the  standard  of  appointments 
will  fall  and  State  control  and  regulation  will  become 
a  disgrace,  and  the  evils  which  it  was  intended  to  cor- 
rect will  multiply. 

If  any  company  gives  good  service,  meets  all  the 
reasonable  demands  of  the  public,  does  not  earn  more 
than  sufficient  to  provide  for  the  maintenance  of  its 
plant  up  to  the  latest  standard  and  for  reconstruction 
of  plant  when  worn  out  or  obsolete,  pays  only  fair  div- 
idends to  its  shareholders — if  a  company  is  only  doing 
this  its  rates  and  charges  to  the  public  cannot  be  un- 
reasonable. 

Competition  vs.  Conrrol  or  Regulation. 

Effective,  aggressive  competition,  and  regulation 
and  control  are  inconsistent  with  each  other,  and  can- 
not be  had  at  the  same  time. 

Control  or  regulation,  to  be  effective,  means  pub- 
licity ;  it  means  semi-public  discussion  and  considera- 
tion before  action ;  it  means  deliberation,  non-discrimi- 
nation ;  it  means  everything  which  is  the  op])osite  of 
and  inconsistent  with  effective  competition. 

Competition — aggressive,  effective  competition — 
means  strife,  industrial  warfare ;  it  means  contention ; 
it  oftentimes  means  taking  advantage  of  or  resort- 
ing to  any  means  that  the  conscience  of  the  contest- 
ants or  the  degree  of  the  enforcement  of  the  laws  will 
permit.  To  make  competition  effective  great  and  un- 
controlled latitude  of  action  is  necessary;  action  must 
be  prompt  and  secret. 

Aggressive  competition  means  duplication  of  plant 
and  investment.  The  ultimate  object  of  such  competi- 
tion is  the  possession  of  the  field  wholly  or  partially; 
therefore  it  means  either  ultimate  combination  on  such 
basis  and  with  such  prices  as  will  cover  past  losses, 
or  it  means  loss  of  return  on  investment,  and  eventual 
loss  of  capital.  However  it  results,  all  costs  of  ag- 
gressive, uncontrolled  competition  are  eventually 
borne,  directly  or  indirectly,  by  the  public. 

Competition  which  is  not  aggressive,  presupposes 
co-operative  action,  understandings,  agreements,  which 
result  in  general  uniformity  or  harmony  of  action, 
which,  in  fact,  is  not  competition  but  is  combination, 
unstable  but  for  the  time  effective. 


Fluorescence  and  phosphorescence,  according  to 
Professor  W.  D.  Bancroft,  are  due  to  light  emissions 
caused  by  chemical  changes  produced  by  ether  waves. 
Fluorescent  materials  have  been  generally  accepted 
as  frequency  changes  of  ether  waves,  and  Prof.  Ban- 
croft's theory,  which  is  amply  confirmed  by  experi- 
ment, has  aroused  much  interest  among  scientists. 


Wireless  telegraphy  in  mines  has  been  the  subject 
of  investigation  by  German  electrical  engineers,  who 
have  succeeded  in  communicating  through  250  yards  of 
solid  rock  at  the  Hercynia  salt  works  at  Vienenburg 
and  through  rioo  yards  between  adjoining  mines  with 
the  receiver  at  the  bottom  of  a  250  ft.  shaft.  This  indi- 
cates that  wireless  communication  through  the  earth's 
crust  will  be  an  event  of  the  not  far-distant  future. 
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LOCOMOTIVE   PRACTICE   IN    USE   OF    FUEL 

OIL.' 

BY  HOWARD  STILI.MAN. 

About  the  first  practical  use  to  which  fuel  oil  was 
applied  as  a  means  of  generating  steam  in  California 
was  by  the  Central  Pacific  on  a  locomotive  between 
Sacramento  and  Davisville.  It  was  a  comparatively 
thin  oil  of  a  reddish  color  and  I  think  was  a  foreign 
product.  The  experiments  were  made  to  see  if  it  were 
possible  to  make  a  locomotive  steam  with  oil  fuel. 
Results  were  quite  satisfactory,  but  as  the  price  was 
considerable  the  matter  was  dropped.  The  first  regu- 
lar conversion  of  a  locomotive  to  oil  burning  in  regu- 
lar service  was  in  November,  1900,  and  a  number  of 
tests  were  made  in  comparison  with  coal  fuel  that 
proved  so  satisfactory  that  in  February,  1901,  we  were 
authorized  to  equip  other  engines.  This  was  gradu- 
ally done,  and  in  about  five  years  all  locomotives  were 
converted  to  oil  burners.  The  approximate  number 
of  locomotives  the  Southern  Pacific  Company  now 
have  burning  oil  is  as  follows  :  Passenger,  396  ;  freight, 
455  :  switch,  140;  total,  991. 

On  the  above  basis  the  monthly  consumption  is 
677,875  barrels  per  month,  or  8,134,500  barrels  per 
year.  These  figures  were  for  about  six  months  ago 
and  are  slightly  exceeded  at  this  time.  I  am  referring 
only  to  the  Southern  Pacific  Railroad  in  California 
and  extending  to  El  Paso,  Texas,  embracing  what  are 
known  as  the  Calvin  lines. 

The  characteristics  of  the  oil  we  burn  have  been 
fully  covered  in  papers  before  you  at  the  last  meeting. 
There  is  of  course  a  slight  variation  in  gravity  ranging 
from  14  to  15  Beaume.  Its  calorific  value  is  taken  at 
18,500  B.t.u.,  which  we  consider  as  expressing  its  heat 
value.  In  various  determinations  that  have  been 
made,  a  slight  variation  in  B.t.u.  is  found  in  the  same 
sample  by  different  observers.  I  think  that  Professor 
Le  Conte's  Fig.  i  well  expresses  a  range  of  results 
that  can  be  obtained  with  oils  of  the  same  gravity. 

The  following  specifications  for  fuel  oil  has  been 
adoptefl  by  the  Southern  Pacific  System : 

General    Requirements. 

This  oil  or  "liquid  fuel,"  is  crude  petroleum  as  received 
from  the  wells,  or  the  product  of  crude  petroleum,  distilled 
or  reduced.  It  must  contain  no  sand  or  foreign  matter  in 
shape  of  sticks,  waste,  stones,  etc.,  and  must  be  sufficiently 
liquid  to  flow  readily  in  4-inch  pipes  at  a  temperature  of  TO 
degrees  Fahrenheit.  It  must  contain  as  little  water  as  possi- 
ble, and  oil  containing  more  than  2  per  cent  of  water  and 
other  impurities  will  not  be  accepted.  Fuel  oil  will  be  paid 
for  on  basis  of  volume  at  60  degrees  Fahrenheit,  also  de- 
ducting all  water  contained,  according  to  method  outlined  as 
follows: 

Tests. 
One  sarnple  will  be  taken  from  each  carload  or  fraction 
thereof.  The  sampling  of  cars  is  to  be  made  with  car  thief 
having  valve  at  lower  end.  The  thief  with  open  valve  will  be 
lowered  gradually  into  car  and  valve  closed  at  instant  of 
touching  bottom.  The  thief  thus  filled  will  contain  oil  sample 
to  be  tested  for  water,  sand  and  B.  S.  Oil  received  in  settling 
or  storage  tanks  will  be  sampled  with  Robinson  or  other 
standard  thief,  a  sufficient  number  of  samples  being  taken 
to  secure  an  average  of  its  contents. 

'Paper  presented  at  .San  Francisco  meeting  American  Sor 
ciety  of  Mechanical   Engineers'   March    10,    1911. 


1.  Fuel  oil  will  not  be  accepted  for  general  use  whose 
flr.sh-point  is  less  than  110  degrees  Fahrenheit  when  tested 
by  the  open  cup,  Tagliabue  method.  The  oil  to  be  heated  at 
rate  of  5  degrees  per  minute,  and  test-flame  applied  every  .5 
degrees,  beginning  at  90  degrees.  The  above  flash-point  be- 
ing the  danger  point  at  which  the  oil  begins  to  give  off  in- 
flammable gas,  the  fire  or  burning  point  is  not  required. 

2.  The  test  for  water,  sand  and  B.  S.  will  be  made  as 
follows:  100  citbic  centimeters  cf  the  sample  will  be  placed 
in  a  250  cubic  centimeter  graduated  glass  cylinder  provided 
with  stopper,  and  thoroughly  shaken  up  with  not  less  than 
150  cubic  centimeters  of  gasoline.  The  mixture  will  be 
heated  to  120  degrees  Fahrenheit  for  from  3  to  6  hours  to 
facilitate  the  separation  of  impurities,  the  amount  of  which 
can  then  be  read  from  the  graduations  of  cylinder.  All  pro- 
portion of  water  and  other  impurities  contained  in  the  sam- 
ple will  be  deducted  from  the  volume  contained  in  the  car 
and  not  paid  for. 

3.  The  temperature  of  shipment  will  be  tested  directly 
as  sample  is  removed  from  sampling  tube,  or  by  immersion 
of  thermometer  in  the  receptacle  itself  for  not  less  than  one 
minute.  A  deduction  in  volume  for  expansion  at  temperature 
of  over  60  degrees  Fahrenheit  will  be  made  at  rate  of  one- 
twenty-fifth  of  one  per  cent  for  each  degree.  At  90  degrees 
the  deduction  would  be  one  and  one-fifth  per  cent,  etc., 
Kansas  and  Oklahoma  fuel  oil  furnished  from  Sugar  Creek 
or  Kansas  City,  Missouri,  at  90  degrees,  should  have  a  de- 
duction of  one  and  one-fourth  per  cent. 

4.  Gravity  of  fuel  oil  should  range  between  13  and  29 
degrees  Beaume  at  60  degrees  Fahrenheit. 

Conditions. 

If  any  portion  of  an  accepted  shipment  is  subsequently 
found  to  be  damaged,  or  otherwise  inferior  to  the  original 
sample,  that  portion  will  be  returned  to  the  shipper  at  his 
expense. 

Any  sample  failing  to  meet  all  the  requirements  of  this 
specification  will  be  condemned,  and  the  shipment  represented 
bj  it  will  be  returned  to  the  manufacturers,  they  paying 
freight  both  ways. 

Unfortunately  for  us  in  evolution  of  the  principles 
of  oil  burning  in  locomotives,  the  matter  resolves 
itself  to  one  of  local  conditions.  The  modern  locomo- 
tive boiler  is  not  an  ideal  form  of  oil  furnace.  Rail- 
roads must  burn  whatever  fuel  is  cheapest  and  most 
available,  and  the  matter  continues  largely  to  be  one 
of  expediency.  Locomotive  boilers  are  designed  for 
coal  fuel.  As  above  referred  to,  the  application  of  oil 
fuel  at  the  start  was  experimental.  How  long  the  oil 
would  last  or  its  market  value  render  its  use  profitable 
was  an  unknown  factor.  It  was  formerly  our  boast 
that  should  emergency  arise  the  oil  burners  could  be 
converted  over  night  in  the  roundhouse  back  to  coal 
again.  From  the  figures  given  us  by  Mr.  Bell  it  does 
not  seem  at  all  likely  that  the  contingency  wjll  soon 
arise. 

Locomotive  fuel  oil  is  carried  in  tanks  built  to  fit 
the  coal  space  in  tender.  Additional  flat  tanks  when 
required  are  placed  over  the  coal  space  or  back  of  it. 
Gravity  supply  is  depended  upon  through  flexible  pipes 
to  the  locomotive.  Each  system  of  locomotive  oil 
tanks  on  tender  is  provided  with  a  gauge  board  or 
scale  from  which  the  fuel  records  are  kept. 

The  style  burner  used  is  the  flat  jet  type  consist- 
ing of  a  flat  casting  divided  longitudinally  by  ?  parti- 
tion or  table  over  which  the  oil  flows  as  it  is  admitted 
to  the  upper  cavity  or  box.  The  lower  cavity  receives 
the  steam  for  the  jet  which  strikes  the  oil  flowing  over 
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the  partition,  spraying  or  injecting  it  in  the  furnace. 
We  aim  to  completely  atomize  the  oil  near  the  burner 
tip  in  order  that  it  may  be  immediately  vaporized.  I 
would  state  here  that  we  have  experimented  with  and 
tested  many  kinds  of  burners  in  the  past,  but  find 
that  the  simple  form  is  the  best.  The  form  of  burner 
is  of  little  importance  provided  it  is  simple,  easy  to 
clean,  and  without  complication  from  carbonizing. 
This  is  especially  true  of  the  heavy  asphaltic  Califor- 
nia petroleum.  It  has  in  truth  been  said  that  those 
who  try  to  improve  the  efficiency  of  oil  fuel  by  altera- 
tion of  the  burner  are  on  a  plane  with  those  who  try 
to  improve  the  steaming  quality  of  a  boiler  by  altering 
the  injector.  Provided  a  simple  burner  is  properly  set 
to  deliver  a  thoroughly  vaporized  spray,  each  pound  of 
oil  will  yield  its  quota  of  heat  units  if  completely 
burned.  By  far  the  greater  efficiency  from  oil  fuel 
is  in  the  arrangement  of  the  furnace.  The  steam  for 
atomizing  is  obtained  from  the  dome  and  is  available 
at  full  boiler  pressure  of  200  lbs.  through  a  suitable 
regulating  valve.  We  have  used  compressed  air  ex- 
perimentally and  for  some  time  used  a  form  of  burner 
that  delivered  air  inductively  to  the  burner  itself. 
Other  than  a  localization  of  heat  at  point  of  the  burner, 
no  benefit  could  be  found  by  tests  with  air  mingled 
with  the  steam  in  this  way.  Atomization  with  com- 
pressed air  is  undoubtedl}^  of  value  under  certain  con- 
ditions, but  is  liable  to  produce  locally  in  the  furnace 
a  more  intense  heat  than  is  desirable.  With  the  steam 
jet  the  oil  is  sprayed  and  broken  up  so  as  to  allow  the 
air  admitted  through  proper  dampers  to  mix  and  con- 
sume completely  without  damage  to  the  sheets.  Tests 
on  our  locomotives  by  Professor  Grey,  formerly  of 
the  University  of  California,  showed  that  tempera- 
tures ranging  from  2500  to  2750  degrees  Fahrenheit 
were  obtained,  the  latter  being  the  highest  tempera- 
ture observed.  Firebrick,  the  most  refractory  obtain- 
able, are  placed  at  the  lower  side  of  the  firebox  plates 
to  prevent  impinging  of  the  oil  blajst  against  the 
sheets.  No  more  brick  than  necessary  for  the  purpose 
are  used.  The  most  refractory  brick  melt  out  in  a 
comparatively  short  time — not  from  an  intense  degree 
of  heat,  but  from  the  fluxing  agents  introduced  w-ith 
the  oil,  especially  salt  or  other  alkalies  with  which  our 
California  petroleums  are  associated. 

(To   be  continued.) 


POLES  PURCHASED   IN    1909. 

The  total  number  of  wooden  poles  purchased  by 
pole  consumers  in  the  United  States  in  1909,  according 
to  the -Bureau  of  the  Census,  was  3,738,740,  which  is 
the  largest  total  ever  reported.  The  gain  over  the 
number  reported  for  1908  was  489,586,  op  15. i  per  cent; 
and  over  that  for  1907,  455472,  or  13.9  per  cent.  For 
the  poles  purchased  in  1909  the  sum  of  $7,073,826  was 
paid,  which,  although  greater  by  $1,145,002  than  the 
expenditure  reported  in  1908,  was  less  by  $1,007,942 
than  that  in  1907,  when  the  average  cost  of  poles  was 
greater  than  in  other  years.  In  1909  the  leading  kinds 
of  wood  were  cedar,  chestnut,  oak  and  pine,  and  poles 
made  of  these  species  formed  92.7  per  cent  of  the  total 
number  purchased,  and  represented  95  per  cent  of  the 
total  cost.  As  in  previous  years,  cedar  and  chestnut 
were  most  important,  supplying,  respectively,  65.3  per 


cent  and  16.3  per  cent  of  all  poles  purchased  in  1909. 

For  cedar  poles  a  steady  increase  is  shown,  but 
the  number  of  chestnut  poles  purchased  in  1909,  though 
greater  than  the  number  in  1908,  was  less  than  that 
in  1907. 

The  growing  use  of  oak  is  notable.  In  1907  only 
76,450  oak  poles  were  reported,  while  the  number  was 
160,702  in  1908  and  236,842  in  1909.  Other  kinds  of 
wood  for  which  stead)^  gains  are  shown  since  1907  are 
juniper,  tamarack,  Douglas  fir  and  osage  orange.  For 
cypress,  on  the  other  hand,  annual  decreases  were  re- 
ported. More  redwood  poles  were  purchased  in  1909 
than  in  1908,  but  considerably  fewer  than  in  1907. 

In  1909,  as  in  previous  years,  by  far  the  most 
important  consumers  were  the  telephone  and  telegraph 
companies,  which  purchased  2,916,005  poles,  or  78  per 
cent  of  the  total  number  reported.  The  electric  rail- 
road and  electric  light  and  power  companies  bought 
627,414  poles,  or  16.8  per  cent  of  all  poles  purchased 
in  1909,  and  the  steam  railroad  companies,  195,321 
poles,  or  a  little  more  than  5  per  cent. 

Since  1908  there  has  been  an  increase  of  13.8  per 
cent  in  the  number  of  poles  purchased  by  the  telephone 
and  telegraph  companies  and  an  increase  of  18  per  cent 
in  the  number  purchased  by  the  electric  railroad  and 
electric  light  and  power  companies,  while  the  largest 
gain,  25.7  per  cent,  is  shown  for  the  steam  railroads. 
In  comparison  with  1907,  however,  only  the  purchases 
of  the  telephone  and  telegraph  companies  show  an 
increase.  The  large  gain  in  the  returns  for  these  com- 
panies is  due  partly  to  the  omission  in  1907  of  data  for 
many  companies  using  only  short  poles. 

Cedar  and  chestnut  poles  were  bought  extensively 
by  each  class  of  consumers.  The  telephone  and  tele- 
graph companies  used  a  wide  variety  of  woods,  report- 
ing relatively  large  numbers  of  oak  poles,  nearly  all  the 
poles  made  of  osage  orange,  and  most  of  those  made 
of  tamarack. 

The  average  cost  of  all  poles  purchased  was  $1.89 
in  1909,  as  compared  with  $1.82  in  1908  and  $2.46  in 
1907.  The  somewhat  high  cost  in  1907  is  accounted  for 
in  part  by  the  lack  of  complete  statistics  for  that  year 
as  to  the  purchases  of  short  poles,  which,  of  course, 
have  a  low  average  value. 

For  the  telephone  and  telegraph  companies  the 
average  cost  of  poles  purchased  in  1909  was  $1.40  per 
pole;  for  steam  railroad  companies,  $2.83;  and  for  the 
electric  railroad  and  electric  light  and  power  com- 
])anies,  $3.89.  The  variations  in  these  figures  indicate 
in  a  general  way  the  differences  in  the  size  or  grade  of 
the  average  pole  suitable  for  the  purposes  of  the  dif- 
ferent classes  of  companies. 

Of  the  total  number  of  poles  purchased  in  1909, 
nearly  one-third  were  from  20  to  25  feet  in  length,  and 
more  than  one-fourth  were  from  25  to  30  feet  in  length. 
Poles  under  30  feet  in  length  constituted  nearly  three- 
fourths  of  all  poles  purchased,  while  less  than  one- 
fortieth  of  the  total  number  had  a  length  of  45  feet 
or  over. 

Cedar  was  the  leading  kind  of  wood  in  all  lengtlis 
of  poles  purchased.  Of  the  oak  poles,  more  than  92 
per  cent  were  under  25  feet  in  length,  and  by  far  the 
largest  part  were  less  than  20  feet  in  length.  Osage- 
orange  poles  and  other  species  were  also  purchased, 
principally  in  the  short  lengths.     Many  of  the  oak  and 
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osage-orange  poles  were  used  by  rural  telephone  lines 
or  by  the  so-called  "farmers'  exchanges." 

An  increase  in  average  cost  since  1908  is  shown 
for  each  group  of  poles  having  a  length  of  30  feet  or 
over.  On  the  other  hand,  poles  under  20  feet  in  length 
cost  56  cents  per  pole  in  1909,  as  compared  with  62 
cents  in  1908,  and  poles  from  20  to  25  feet  in  length 
82  cents  in  1909,  as  compared  with  84  cents  in  1908, 
while  for  those  from  25  to  30  feet  in  length  the  average 
cost  was  the  same  in  both  years. 

Of  poles  having  a  length  of  45  feet  or  over,  Doug- 
las fir  poles  were  purchased  for  the  lowest  average 
cost,  while  among  the  shorter  lengths  the  lower-priced 
woods  were  tamarack,  locust,  oak  and  osage  orange. 
The  high  average  cost  of  pine  poles  was  due  to  the  fact 
that  large  numbers  of  these  were  treated  poles.  Red- 
wood poles  had  a  uniformly  high  average  cost.  These 
were  probably  mostly  sawed,  as  over  98  per  cent  of 
redwood  poles  were  so  reported  in  1906. 


COMPLIMENTARY    DINNER    TO    ELIHU    THOMSON. 

A  complimentary  dinner  was  given  by  the  San  Francisco 
office  of  the  General  Electric  Company  to  Professor  Elihu 
Thomson  of  Lynn,  Massachusetts,  at  the  Fairmont  Hotel, 
April  5,  1911.  The  guests  included  a  number  of  central  sta- 
tion managers  and  engineers  of  the  vicinity,  together  with 
members  of  the  local  staff  of  the  General  Electric  Company. 
Near  its  close  Dr.  Thomas  Addison,  after  extending  the  com- 
pany's greeting  and  welcome  to  those  present,  introduced  the 
honored  guest  of  the  evening,  Professor  Elihu  Thomson, 
whose  career  has  been  so  vitally  connected  with  electrical 
progress,  "much  of  which  he  saw,  and  part  of  which  he  was." 

Professor  Thomson's  epigrammatic  and  inspiring  address 
was  concerned  with  scientific  progress  and  its  limitations. 
Premising  his  argument  on  the  fact  that  "all  progress  is  based 
upon  discovery,"  he  traced  the  work  of  the  early  investiga- 
tors in  the  last  century  who  found  the  principles  upon  which 
many  of  our  great  industries  now  depend.  He  stated  that 
"the  science  of  yesterday  is  the  practice  of  today,"  and  is  due 
not  so  much  to  the  man  as  to  the  age.  In  this  manner,  the 
speaker  modestly  passed  over  his  own  great  accomplishments 
with  the  explanation  that  he  could  not  help  it. 

When  this  work  was  first  started,  telegraphy  and  electro- 
plating gold  and  silver  were  the  only  industrial  applications 
of  electricity,  though  soon  succeeded  by  the  telephone,  which 
"was  not  so  much  an  electrical  discovery  as  a  discovery  of 
the  exceeding  sensitiveness  of  the  human  ear."  The  electric 
light  was  occasionally  produced  from  batteries,  but  there 
were  no  dynamos  or  motors  until  the  early  seventies.  There 
was  no  consideration  of  such  things  as  power  factor  and  load 
factor,  nor  were  there  any  efficiency  engineers.  This  last 
profession,  by  the  way,  the  speaker  thought,  could  be  easily 
overdone,  particularly  in  the  extreme  case  of  evaluating  the 
cost  per  student  hour,  standardizing  students  like  motors,  or 
in  determining  the  power  factor  of  a  church. 

Looking  upon  the  application  of  science  from  the  purely 
physical  side,  the  speaker  sees  a  vast  amount  of  work  yet  to 
be  done.  The  present  age,  though  one  of  wonderful  develop- 
ment, will  go  down  in  history  as  one  of  fearful  waste.  The 
wastes  of  civilization  are  so  striking  and  terrible  as  to  re- 
quire a  book  for  their  enumeration ;  food  is  sold  in  packages 
whose  labels  cost  most  than  the  article  they  contain;  the 
iron  and  tin  in  a  can  is  more  valuable  than  the  soup  it  holds, 
and  many  other  such  inconsistencies  are  yet  to  be  corrected. 

Though  electrical  machinery  has  high  efficiency,  often 
reaching  98  per  cent,  its  prime  movers,  the  heat  engines,  are 
lamentably  inefficient.  The  speaker  believes  that  the  gas 
engine   will   eventually   give   the   highest    possible   efficiency. 


more  effectually  utilizing  the  high  grade  fuel,  such  as  oil, 
which  Is  now  being  wasted  in  locomotive  and  other  boilers. 
The  public  must  be  educated  to  understand  the  absurdity  of 
selling  oil  for  two  or  three  cents  a  gallon  and  paying  many 
times  this  price  for  carbonated  and  lithiated  water,  and  it  is 
to  this  end  that  the  technical  man  of  the  future  must  exert 
his  influence. 

Thousands  of  cubic  feet  of  natural  gas  are  wasted  in  or- 
der that  a  little  gasoline  may  be  obtained  by  compression, 
v.'hereas  the  constituent  marsh  gas  might  be  liquified  and 
shipped  in  properly  insulated  containers  to  even  distant  mar- 
kets. Though  the  cellulose  in  sawdust  can  be  converted  to 
sugar  and  thence  cheaply  fermented  to  ethal  alcohol,  gov- 
ernment restrictions  and  red  tape  bring  the  price  up  to  fifty 
cents  a  gallon,  which  is  prohibitive  for  power  purposes. 

The  chemistry  of  the  future,  so  Professor  Thomson  be- 
lieves, is  to  play  the  most  important  role  in  man's  advance- 
ment. In  the  electric  furnace  he  will  make  diamonds  for 
abrasive  purposes,  from  the  nitrogen  of  the  atmosphere  he 
will  derive  the  fertilizers  for  enriching  an  impoverished  soil, 
and  by  imitating  many  plant  processes  he  will  supply  the 
needs  of  man.  Particular  emphasis  was  laid  upon  the  possi- 
bilities of  direct  synthesis  of  ammonia  from  nitrogen  and 
hydrogen,  therefrom  to  extract  the  needed  nitrates  by  oxi- 
dation. 

The  limits  to  which  scientific  progress  may  be  advanced, 
this  distinguished  scientist  believes,  have  been  set  by  Nature 
ir.  the  countless  ages  during  which  the  present  perfection  of 
I'lant  and  animal  life  has  been  evolved.  He  asked  the  ques- 
tion as  to  what  heat  engine  can  reach  the  80  per  cent  effi- 
ciency of  a  man's  muscles  in  converting  food  to  work.  He 
showed  how  man  could  also  direct  Nature  forces,  hyperbol- 
izing a  race  of  cannibal  rats  as  a  means  of  self-extermination, 
a  selected  bi'eed  of  cattle  to  eat  the  spineless  cactus  and  a 
method  of  sex  segregation  to  solve  the  thriftless  negro 
problem. 

As  examples  of  Nature's  evolution  that  could  well  be 
emulated  by  man  he  compared  the  cold  light  of  the  firefly 
to  the  heat  waste  in  our  electric  lights,  or  the  sensitiveness 
o.'  the  human  eye  to  that  of  a  photographic  plate,  and  he 
further  cited  the  efficiency  of  the  human  ear  in  measuring  and 
recording  minute  energy  manifestations,  and  the  delicacy  of 
the  sense  of  smell  as  developed  in  some  of  the  lower  animals. 

"Civilization  originated  in  curiosity,"  which  has  ever 
spurred  the  faculty  of  investigating  matters,  practical  and  im- 
practical. In  concluding,  the  speaker  briefly  summarized  re- 
cent discoveries  in  the  latter  field,  the  electric  theory  of  mat- 
ter, the  properties  of  the  ether,  star  formation,  and  finally  the 
])roblems  as  to  how  life  originates   in  the  universe. 

Brief  speeches  were  also  made  by  H.  H.  Sinclair,  John 
A.  Britton  and  C.  O.  Mailloux  of  New  York  City,  Mr.  Britton 
in  particular  delivering  a  remarkable  enconium  of  Professor 
Thomson's  achievements  in  the  world  of  science. 

The  guests  present  were:  C.  F.  Adams,  Dr.  Thomas  Ad- 
dison, Wyatt  H.  Allen,  R.  H.  Alton,  R.  M.  Alvord,  F.  F.  Bar- 
bour, Ralph  Bennett,  T.  E.  Bibbins,  W.  T.  Bivens,  Chas.  N. 
Black,  A.  J.  Bowie,  John  A.  Britton,  J.  Q.  Brown,  W.  W.  S. 
Butler,  W.  C.  Campbell,  Prof.  S.  B.  Charters,  C.  F.  Conn,  C.  L. 
Cory,  Dr.  Cottrell,  W.  J.  Davis  Jr.,  P.  M.  Downing,  Prof.  W.  F. 
Durand,  C.  F.  Elwell,  Geo.  R.  Field,  S.  L.  Foster,  Arthur  H. 
Halloran,  W.  W.  Hanscom,  Geo.  J.  Henry  Jr.,  Lewis  H.  Hicks, 
A.  S.  Heyward,  Geo.  C.  Holberton,  J.  Hood,  E.  A.  Hunt,  H.  P. 
Jackson,  L.  R.  Jorgensen,  S.  E.  Kearney,  G.  I.  Kinney,  W.  F. 
Kelly,  Henry  A.  Lardner,  Prof.  Joseph  N.  LeConte,  S.  J.  Lis- 
berger,  C.  A.  Loring,  S.  G.  McMeen,  C.  O.  Mailloux,  Geo.  R. 
Murphy,  S.  L.  Napthaly,  Prof.  C.  G.  Noble,  F.  W.  Paterson, 
R.  C.  Peck,  T.  W.  Ransom,  M.  Rhine,  H.  A.  Russell,  Prof.  Har- 
ris J.  Ryan,  H.  E.  Shedd,  W.  M.  Shepard,  E.  O.  Shreve,  H.  H. 
Sinclair,  H.  C.  Stanley,  Frank  Stone,  A.  Strauch,  Prof.  Elihu 
Thomson,  A.  V.  Thompson,  F.  T.  Vauatta,  R.  W.  Van  Norden, 
F.  H.  Varney,  F.  E.  Vickers,  W.  G.  Vincent,  J.  E.  Woodbridge. 
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\\  hen  the  lonij  (Hstance  transmission  of  power 
troni  liyih-oelcctrie  ])lants  was  successfully  established 

many  small  steam-driven  isolated 
Steam  Turbine  plants  were  eliminated,  as  their  op- 
Auxiharies  erators    could    not    compete    with 

such  cheap  power  and  were  glad 
to  go  out  of  business  in  a  dignified  manner  while  the 
opportunity  olTered.  Many  industries  which  fonnerly 
relied  upon  a  prime  mover  thus  became  dependent 
upon  a  transmission  system  whose  weak  points  as  re- 
gards continuity  of  service  soon  showed  that  a  steam- 
driven  auxiliary  was  occasionally  necessary  at  the 
point  of  maximum  distribution.  When  idle,  this  neces- 
sary in\'estnient  added  a  financial  burden  so  great  as  to 
5.00     seriously  impair  the  low  power  cost  advantages  of  the 


25  transmission  system,  and  it  was  not  until  the  advent 
of  the  steam  turl^ine  that  the  hydroelectric  plant  was 
relieved  of  this  financial  load. 

The  steam  turbine  has  a  large  overload  capacity 
and  can  be  operated  in  synchronism  with  the  trans- 
mission line  when  not  supplying  power.  While  thus 
"lloating"  on  tlie  line  it  takes  only  enough  power  to 
iivercome  mechanical  friction  and  windage  and  requires 
little  attention.  Generally  speaking,  power  from  the 
steam  turljine  plant  cannot  be  sold  as  cheaply  as  from 
a  lran^■mission  system.  To  get  the  highest  commercial 
efficiency,  presupposing  a  regular  water  flow,  a  trans- 
mission system  must  operate  with  unity  load  factor; 
tliis  is  manifestly  impossible  without  a  diversified 
<listril)uling  system,  in  fact,  the  load  factor  might  be 
so  low  as  to  make  the  power  cost  higher  than  that 
from  an  auxiliary  steam  plant,  which  then  becomes  a 
desirable  investment.  By  making  the  steam  plant's  ca- 
j-acity  greater  than  tlie  requirement  for  handling  all  of 
the  load  peaks,  the  transmission  system  is  given  the 
higher  load  factor  essential  to  economy.  Furthermore 
tlic  auxiliary  plant  is  ready  in  emergency  to  take  over 
a  large  part  of  the  load.  The  combined  plant  can  thus 
be  rated  at  a  greater  capacity  than  that  of  the  original 
2J4  hydraulic  installation  and  a  part  of  the  gross  earnings 
may  be  credited  to  the  auxiliary  plant. 

In  large  cities  there  is  always  an  opportunity  to 
supply  power  at  a  low  load  factor.  As  the  isolated 
steam  turbine  plant  is  able  to  compete,  in  a  small  way 
at  least,  with  the  transmitted  supply,  the  field  of  the 


•  317  small  plant  is  again  opened  and  the  rapidly  growing 
additions  of  not  only  central  station  plants  but  isolated 
plants  in  industrial  and  public  buildings  is  again  no- 
ticeable. The  growth  of  the  application  and  use  of 
power  is  far  greater  than  is  generally  thought  and  the 
transmission   systems   are   loading  with   that   class   of 
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Turliine    Pump. 

Rotary   Pump. 

Rectifying  System. 

Beading  Tool. 

Electrical    Signal    Recording   System. 

Industrial    319      business  which  ofTers  steady  loads.     Beyond  this  some 

An  Electrically  operated  Gas  Meter.  .  ,^,g^,^g     ^  ,         provided     for     taking     much     businCSS 

Portable   Telephone   Sets.  '  '^^ 

Large  Westinghouse  Motor  Order.  v.liich  they  do  iiot  reach  and  this  is  the  sphere  of  the 
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PERSONALS. 

C.  R.  Collins,  of  the  Seattle  Electric  Company,  is  at  San 
Francisco. 

Robert  Sibley,  consulting  engineer,  Missoula,  Mont.,  was  at 
San  Francisco  this   week. 

Thomas  Mirk,  of  the  engineering  firm  of  Hunt,  Mirk  & 
Co.,  is  at  San  Diego  on  business. 

George  B.  Murch,  an  electrical  supply  man  of  Los  Angeles, 
was  a  recent  San  Francisco  visitor. 

J.  H.  Harisberger,  superintendent  of  the  Seattle-Tacoma 
Power  Company,  spent  the  past  week  at  San  Francisco. 

C.  C.  Laphahi.  of  Los  Angeles,  who  is  interested  in  wire- 
less telegraphy  and  telephony,  is  a  San  Francisco  visitor. 

Van  E.  Britton,  gas  engineer.  Is  supervising  the  high 
pressure  gas  installation  at  Willows  and  Red  Bluff,  California. 

W.  G.  Kerckhoff,  president  of  the  San  Joaquin  Light  & 
Power  Corporation,  has  returned  to  Los  Angeles  from  New 
York  City. 

A.  G.  Wlshon,  genera!  manager  of  the  San  Joaquin  Light 
&  Power  Corporation  of  Fresno,  was  a  San  Francisco  visitor 
during  the  past  week. 

F.  G.  Baum,  of  F.  G.  Baum  &  Co.,  electrical  engineers,  left 
last  Tuesday  on  a  business  trip  to  Xew  York,  which  will 
occupy  several  weeks. 

Robert  M.  Frick,  cf  San  Francisco,  has  been  elected  vice- 
president  of  the  Bay  Cities  Home  Telei)hone  Company,  as 
successor  to  S.  G.  McMeen,  resigned. 

S.  F.  B.  Morse,  Jr.,  a  son  of  Professor  S.  F.  B.  Morse, 
the  inventor  of  telegraphy,  was  at  San  Francisco  last  Mon- 
day from  Merced,  where  he  has  mining  interests. 

J.  P.  Bradner  has  resigned  as  sales  engineer  with  Pierson, 
Roeding  &  Co.  of  San  Francisco  and  will  look  after  his  pri- 
vate interests  for  a  time  before  deciding  upon  future  affilla- 
tlcn. 

Leon  M.  Hall,  electrical  engineer,  left  for  the  San  Joaquin 
Valley  last  Wednesday  on  business  connected  with  the  con- 
struction of  an  impounding  dam  on  Quintos  Creek,  for  a  large 
irrigation  project. 

John  Coffee  Hayes,  general  manager  of  the  Mt.  Whitney 
Power  Company  of  Visalia,  and  also  connected  with  the 
management  of  the  La  Grange  Power  Company,  has  returned 
from  a  business  trip  to  New  York. 

P.  M.  Hansen,  managing  director  of  the  Auckland  Elec- 
tric Transit  Company  of  Auckland,  New  Zealand,  passed 
through  San  Francisco  last  week  en  route  to  London  to  at- 
tend the  coronation  of  King  George. 

A.  B.  Cass,  president  of  the  Bay  Cities  Home  Telephone 
Company,  and  also  of  the  Los  Angeles  Home.  Telephone  & 
Telegraph  Company,  spent  the  past  fortnight  at  the  San  Fran- 
cisco office  of  the  former  corporation. 

J.  B.  Lukes,  who  has  charge  of  the  Stone  &  Webster  Com- 
pany's work  at  Reno,  Nev.,  has  been  spending  a  few  days 
at  San  Francisco.  His  company  handle  the  Sierra  Nevada 
Power  Company's  system  for  the  W.  P.  Hammon  interests. 


LOS  ANGELES  SECTION  A.  L  E.  E. 

The  regular  meeting  of  the  Los  Angeles  section  of  the 
American  Institute  of  Electrical  Engineers  was  held  at 
Blanchard  Hall,  March  2S,  1911,  with  an  attendance  of  96 
members  and  visitors.  Mr.  A.  H.  Babcock  gave  a  discussion 
from  the  standpoint  of  the  Southern  Pacific  Company  on  the 
specifications  for  overhead  crossings  of  electric  light  and 
power  lines.  The  specifications  were  also  touched  upon  by 
some  of  the  other  speakers.  The  meeting  was  honored  by 
the  presence  of  two  past  presidents.  Prof.  Elihu  Thomson  and 
Mr.  Bion  J.  Arnold,  both  of  whom  addressed  the  meeting. 
Addresses  were  also  made  by  O.  H.  Ensign  and  J.  A.  Lightipe 
and  by  the  following  visiting  engineers:  Prof.  W.  F.  Durand, 
G  L.  Hoxie  of  New  York,  Kempster  B.  Miller  and  S.  G.  Mc- 
Meen of  Chicago,  and  Prof.  C.  L.  Cory. 

The  1911  Pacific  Coast  Convention  was  discussed  and 
regret  was  expressed  that  some  of  the  distinguished  vis- 
itors would  not  be  able  to  be  with  us  at  that  time.  A  letter 
from  President  Jackson  with  reference  to  the  constitutional 
amendment  was  read  and  discussed.  The  meeting  then 
adjourned. 

Previous  to  the  meeting  the  local  executive  committee 
entertained  at  dinner  at  the  University  Club  the  speakers 
mentioned,  as  well  as  Theo.  B.  Comstock,  engineer  Los 
Angeles  Board  of  Public  Utilities;  W.  G.  Vincent  of  San  Fi-an- 
cisco,  Geo.  A.  Damon  of  Chicago,  R.  J.  Cash,  Los  Angeles 
manager  General  Electric  Company;  M.  M.  Corbin  and  G. 
H.  Hill  of  the  General  Electric  Company,  Schenectady,  New 
York;  E.  F.  Scattergood,  electrical  engineer  of  the  Los 
Angeles  Aqueduct;  Horatio  A.  Foster,  associated  with  Mr. 
Arnold;  S.  H.  Anderson,  electrical  engineer  Pacific  Electric 
Railway,  and  C.  G.  Watson,  superintendent  Ontario  &  San 
Antonio    Heights    Railway. 

The  local  executive  committee  consists  of  J.  E.  Mac- 
Donald,  chairman;  secretary  of  Joint  Pole  Committee;  E.  R. 
Davis,  electrical  engineer  Pacific  Light  &  Power  Company; 
I.  T.  Dyer,  superintendent  telegraph.  Salt  Lake  Road;  J.  A. 
Lighthipe,  electrical  engineer  Southern  California  Edison 
Company;  R.  H.  Manahan,  city  electrician;  E.  R.  Northmore, 
superintendent  Los  Angeles  Gas  &  Electric  Corporation,  and 
V.  L.  Benedict,  manager  Los  Angeles   Fire  Alarm  Company. 

After  the  meeting  A.  L.  Havens,  the  Los  Angeles  man- 
ager of  Pierson,  Roeding  &  Co.,  entertained  the  visitors  at 
the  Jonathon  Club. 


TRADE  NOTES. 
The  Grays  Harbor  Railway,  Light  &  Power  Company,  of 
Aberdeen,  Wash.,  has  purchased  from  the  General  Electric 
Company,  through  the  Seattle  office,  a  1000  kw.  Curtis  turbo- 
generator set  as  auxiliary  equipment.  It  will  be  installed 
in  the  Anderson-Middleton  Lumber  Company's  plant  at  Aber- 
deen. This  company  will  furnish  the  necessary  steam  for 
the  turbine. 


NEW  CATALOGUES. 

The  Duplex  Metals  Co.  of  Chester,  Pa.,  in  "The  Copper 
Clad  Handbook,"  give  valuable  facts  and  figures  about  the 
manufacture  and  characteristics  of  Copper  Clad  wire. 

Electrical  Engineers  Equipment  Co.  of  Chicago,  111.,  has 
issued  a  catalogue  of  electrical  fittings  for  power  plants  man- 
ufactured by  them.  Much  Interesting  tabular  data  is  in- 
cluded  in   the   booklet. 

In  Bulletin  No.  4815,  recently  Issued  by  the  General  Elec- 
tric Company,  are  illustrated  and  described  continuous  and 
alternating  current  motors,  and  apparatus  for  controlling 
them  when  applied  to  machine  tool  operation.  The  publi- 
cation contains  also  illustrations  of  the  motors  installed  on 
drills,  saw-s,  shapers,  milling  machines,  slotters,  planers, 
lathes,  etc. 

One  of  the  recently  issued  publications  of  the  Westing- 
house  Electric  &  Manufacturing  Company,  Pittsburg,  Pa.,  is 
Circular  No.  1191,  covering  multiple  and  multiple  series  me- 
tallic flame  arc  lamps,  which  are  used  for  lighting  plactes 
where  direct  current  is  available  and  where  high  irtensity 
illuminating  units  are  required,  such  as,  business  streets, 
parks,  freight  yards,  mills,  car-barns,  foundries,  machine 
shops  train  sheds,  etc. 
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987,976.  Turbine-Pump.  Walter  L.  Forward,  West  Berk- 
eley, Cal.,  assignor  to  Byron  Jackson  Iron  Works,  Berkeley, 
Cal.  An  automatic  balancing  means  for  a  turbine  pump,  such 
means  comprising  a  casing  having  inlet  and  discharge 
passages,  a  runner  or  impeller  mounted  upon  a  shaft  and 
revoluble   within   the   casing,   said   impeller  and   casing  form- 


ing chambers  within  which  liquid  pressure  may  accumulate, 
and  said  impeller  having  ports  near  its  circumference  and 
axis  forming  communication  between  said  chambers  and 
means  whereby  the  ports  are  automatically  controlled  by 
the  endwise  movement  of  the  runner. 

987,711.  Rotary  Pump.  Adelbert  Fournier,  Sprague, 
Wash.,  assignor  to  .Tames  F.  O'Brien,  Seattle,  Wash. 
A  rotary  pump,  comprising  a  cylinder  having  an  inlet 
and  an  outlet,  a  ring-shaped  piston  mounted  in  the  cylinder 
to  roll  on  the  inner  surface  of  the  cylinder,  an  abutment 
mounted  to  slide  in  the  said  cylinder  and  connected  with  the 


said  piston  to  move  in  unison  with  the  latter,  a  driving  shaft 
extending  eccentrically  through  the  said  piston  and  axially 
through  the  said  cylinder,  arms  on  the  said  driving  shaft, 
rollers  in  contact  with  the  inner  surface  of  the  said  piston, 
and  adjustable  connections  between  the  rollers  and  the  said 
arms. 

987,924.  Rectifying  System  for  Aluminum  Cell  Lightning- 
Arresters.  Charles  P.  Steinmetz,  Schenectady,  N.  Y.,  assignor 
to  General  Electric  Company.     The  combination  with  an  elec- 


trolytic lightning  arrester  for  an  alternating  current  system, 
of  a  mercury  arc  rectifier  connected  to  derive  a  unidirectional 
potential  from  said  system  and  to  impress  it  on  said  arrester. 


988,054.  Beading-Tool  for  Builer-Tubes.  Eugene  Witt, 
San  Francisco,  Cal.  A  multiple  beading  tool,  comprising  a 
tool  holder  and  a  suitable  support  therefor,  means  holding 
the    tool    holder    to    the    support    while    allowing    it    to    yield 


longitudinally  thereof,  a  series  of  radially  movable  headers 
mounted  in  said  yieldable  holder,  and  means  for  imparting 
a  series  of  blows  through  the  tool  holder  simultaneously  to 
all  the  said  headers. 

988,218.  Electrical  Signal-Recording  System.  Alfred  L. 
Sohm,  Whittier,  Cal.,  assignor  to  Sohm  Electric  Signal  &  Re- 
cording Company,  Los  Angeles,  Cal.  A  device  of  the  char- 
acter described,  comprising  a  plurality  of  numbered  signal 
sending  means,  means  to  record  any  selected  digit  from  0  to 
9  in  the  units  place  on  a  suitable  receiving  medium,  means  to 
record  any  selected  one  of  a  series  of  digits  in  the  tens  place 
on  said  receiving  medium,  a  series  of  coils  corresponding  in 
number  to  the  units  digits  and  adapted  upon  being  energized 
to  select  the  digit  to  be  recorded  in  the  units  place  by  the 
first  named  recording  means,  a  series  of  coils  corresponding 
in  number  to  the  tens  digits  and  adapted  upon  being  ener- 
gized,  to   select    the   digit   to   be   recorded   in   the   tens   place 


by  the  second  named  recording  means,  each  of  said  units 
digit-selecting  coils  being  in  electrical  communication  with  all 
signal  sending  means  whose  unit  digit  corresponds  to  the  units 
digit,  the  selection  of  which  is  controlled  thereby,  and  each  of 
said  tens  digit-selecting  coils  being  in  electrical  communica- 
tion with  all  signal  sending  means  whose  tens  digit  corres- 
ponds to  the  tens  digit,  the  selection  of  which  is  controlled 
thereby,  electrically  actuated  means  to  produce  forcible  con- 
tact between  said  recording  means  and  said  receiving  me- 
dium, said  contact  means  being  adapted  to  be  energized  by  a 
local  battery  circuit  and  means  to  automatically  close  said 
lociil  battery  circuit  through  said  contacting  means  when 
said  recording  means  is  in  operative  position,  substantially  as 
described. 
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AN  ELECTRICALLY  OPERATED  GAS  METER. 

A  useful  laboratory  method  for  measuring  the  passage  of 
a  quantity  of  gas  of  any  kind  is  to  insert  an  electric  heating 
coil  in  the  pipe,  measuring  the  temperatures  of  the  stream  of 
gas  before  and  after  passing  the  heater.  Knowing  the  specific 
heat  of  the  gas — that  is,  the  heat  necessary  to  raise  1  cu.  ft. 
of  it  1  deg.  in  temperature — and  having  measured  the  electri- 
cal energy  converted  into  heat  by  the  coil,  the  volume  of  gas 
passed  can  easily  be  computed.  Again,  if  with  the  same  ar- 
rangement we  vary  the  current  flowing  in  the  heater  so  that 
the  difference  in  temperature  shown  by  the  thermometers  re- 
mains constant,  the  electrical  energy  taken  by  the  heater 
and  measured  by  a  watt-hour  meter  will  be  exactly  propor- 
tional to  the  gas  whicli  has  passed. 

A  practical  meter  designed  for  measuring  the  flow  in 
large  gas  mains  which  accomplishes  automatically  the  regu- 
lation of  the  heating  current  to  keep  the  temperature  differ- 
ence of  the  two  thermometers  constant  at  2  deg.  Fahr.  is  the 
invention  of  Prof.  C.  G.  Thomas,  of  the  University  of  Wis- 
consin. The  stationary  measuring  element.  Fig.  1,  which  is 
inserted  in  the  main  pipe  carrying  the  gas  or  air  to  be  meas- 
ured contains  an  electrical  heating  coil  B,  and  on  each  side 
of  the  heater  are  two  screens  of  fine  resistance  wire  EE  hav- 
ing the  function  of  thermometers,  arranged  as  the  arms  of 
a  Wheatstone  bridge.  Variations  in  the  temperature  differ- 
ence between  these  two  screens  cause  deflections  in  a  galvan- 
ometer needle,  making  contacts  to  close  magnetic  clutches 
and  by  means  of  a  motor-driven  ratchet  wheel  and  rheostat 
increasing  or  diminishing  the  energy  flowing  into  the  heater. 
The  recording  watt-hour  meter  which  measures  this  energy 
input  into  the  heater  is  calibrated  to  read  directly  in  cubic 
feet  of  gas.  The  electrical  energy  to  operate  the  meter  is 
approximately  1  kw.  per  75,000  cu.  ft.  of  illuminating  gas, 
with  the  screens  set  for  2  deg.  Fahr.  difference  in  tempera- 
ture. This  figure  varies,  of  course,  for  different  gases  meas- 
ured. 

The  principle  of  the  meter  thus  enables  it  to  measure  gas 
or  air  at  any  temperature  and  at  any  pressure,  its  accuracy 
not  being  affected  by  fluctuations  of  either,  since  in  heating 
gas  or  air  the  temperature  rise  depends  upon  the  mass  of  the 
gas,  not  Its  volume.  Whether  1  lb.  of  air  occupies  10  cu.  ft.  or 
is  expanded  to  100  cu.  ft.  the  amount  of  electrical  energy 
taken  to  raise  its  temperature  2  deg.  is  identical,  and  whether 
the  gas  is  moving  rapidly  or  slowly  through  the  meter  ex- 
actly the  same  amount  of  energy  will  be  required.  If  the 
gas  enters  the  meter  at  60  deg.  its  temperature  will  be  raised 
to  62  deg.  If  it  enters  at  100  deg.  Fahr.  its  temperature  will 
be  raised  to  102  deg.,  so  that,  as  stated  above,  neither  tem- 


Fig.  2. 


Switchboard   and   Recording   Mectianism   of 
Thomas   Electric   Gas   Meter. 


I)erature  nor  pressure  has  any  eiTect  on  the  accuracy  of  the 
meter's  measurements. 

The  important  features  of  the  meter  are:  There  are  no 
moving  parts  inside  the  gas  main.  This  meter  measures 
weight  or  mass  of  gas  instead  of  volume  as  do  other  meters. 


Fig.     1.     Heater     and     Thermometer     Element     of    Tliomas  Gas  Meter. 


320 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.  14 


and  will  read  directly  in  standard  cubic  feet  regardless  of 
temperature  or  pressure,  its  operation  being  independent  of 
temperature  or  pressure  and  of  fluctuations  in  either.  Meters 
of  very  large  capacity  occupy  but  little  space,  and  since  the 
parts  are  connected  electrically  they  can  be  located  at  any 
distance  from  each  other.  The  recording  mechanism,  for 
instance,  may  be  placed  in  the  general  offices  of  a  gas  com- 
pany, which  may  be  a  mile  or  more  from  the  gas  works. 


a  telephone  at  hand,  and  the  conductor  or  someone  else 
able  to  give  headquarters  detailed  advice  in  regard  to  con- 
ditions on  the  spot,  hours  are  frequently  saved. 

Three  of  the  sets  in  general  use  among  the  railroads 
are  those  manufactured  by  the  Western  Electric  Company 
and  known  as  the  Nos.  1330,  1331  and  1332  types.  The 
first  named  is  declared  by  the  manufacturers  to  be  the  most 
efficient  set  on  the  market  today.  It  is  equipped  with  a 
powerful  5-bar  generator  and  finished  with  a  special  weath- 
erproofed  varnish.  The  construction  is  of  the  strongest 
throughout,  and  the  corners  are  reinforced  with  steel.  The 
hand  set  in  this  particular  case  is  attached  to  a  6-foot  cord 
so  that  the  user  may  stand  upright  when  the  set  is  on  the 
ground,  and  a  push-button  is  provided  in  this  hand  set  so 
that    the    transmitter    circuit    is    closed    only    when    desired. 


Fig.  3.     Thomas  Gas  Meter. 

The  principal  applications  of  the  Thomas  meter  are 
measuring  illuminating  gas,  natural  gas,  blast-furnace  gas, 
compressed  air,  air  flow  in  ventilating  or  forced-draft  systems, 
etc.  Since  in  the  operation  of  the  meter  about  1  kw.-hour 
is  consumed  for  the  passage  of  each  75,000  cu.  ft.  of  gas  the 
device  becomes  a  desirable  load  for  the  central  station  com- 
pany to  have  on  its  lines.  The  consumption  is  largely  long- 
hour  business,  while,  due  to  the  superior  inherent  charac- 
teristics of  this  meter,  it  is  applicable  to  a  large  number 
of  other  uses  besides  the  eminently  satisfactory  one  of  mak 
ing  a  central  station  customer  of  the  competing  gas  company. 

The  Thomas  meter  is  manufactured  by  the  Cutler-Ham- 
mer Company,  Milwaukee. 


PORTABLE  TELEPHONE  SETS. 

With  the  spread  of  telephone  train  dispatching  among 
the  railroads  in  this  country,  a  piece  of  apparatus  has  come 
into  extensive  use  on  such  lines,  and  every  day  sees  its 
adoption  to  a  greater  extent.  This  is  the  portable  telephone 
set. 

This  set  is  being  used  by  officials  in  their  private  cars, 
inspectors  who  have  to  cover  the  line,  train  crews  and  con- 
struction, bridge  and  wrecking  gangs. 


Fig.    1.      Xo.    1330 — Set    equippeil      Fig.     2.      No.     1331 — Set     witli 
with    powerful     5-bar    gen-  leather    case,    closed, 

erator. 

The  advantages  of  the  portable  telephone  set  are  strik- 
ing. Communication  can  be  established  immediately  be- 
tween a  distant  point  and  headquarters  by  means  of  such 
a  set  carried  on  trains,  and  connected  to  the  telephone  train 
wires  by  means  of  a  line  pole.  In  cases  of  emer- 
gency, this  one  feature  has  more  than  paid  for  the  total 
cost  of  the  installation  of  the  telephone  circuit.  Delays 
to  traffic  are  reckoned  in  dollars  and  cents,  and  on  impor- 
tant lines,   such  delays   are   tremendously  expensive.     With 
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No.    1332 — .-^    small    and    light    talking    set, 
in    leather    ca.se. 


The  No.  1331  set  is  of  similar  design,  but  equijiped  with  a 
3-bar  generator.  The  No.  1332  set  is  for  use  on  train  wires 
where  the  dispatcher  is  at  all  times  connected  with  the  cir- 
cuit, and  it  has  no  generator. 

Many  of  the  roads  are  equipping  every  train  on  their 
line  with  these  sets,  and  their  use  on  wreckers  is  very  gen- 
eral. In  some  cases,  the  portable  telephone  set  is  made 
part  of  the  standard  equipment  of  the  engine. 

On  the  Seaboard  Air  Line  some  of  the  conductors  re- 
cently petitioned  to  be  allowed  to  purchase  these  sets  for 
their  own  use,  out  of  their  own  pockets,  so  greatly  did  they 
appreciate  the  advantages  of  such  apparatus  in  times  of 
emergency. 


LARGE  WESTINGHOUSE  MOTOR  ORDER. 

The  Westinghouse  Electric  &  Manufacturing  Company  of 
Pittsburg,  Pa.,  has  recently  received  an  order  from  the 
Kern  River  Oilfields  of  California,  Ltd.,  calling  for  the  larg- 
est number  of  oil  well  motors  ever  placed  in  this  territory 
at  one  time.  The  order  is  for  early  delivery  and  calls  for 
one  hundred  motors,  which  will  be  used  in  the  Kern  River 
field  for  pumping  and  cleaning  the  great  number  of  oil 
wells  on  the  properties  of  the  above  company.  The  motor 
adopted  is  of  the  back-geared  type  and  a  pulley  on  the  coun- 
tershaft drives  the  main  belt.  The  motoi-s  are  of  the  alter- 
nating current,  varying  speed,  continuous  service,  induction 
tyije  and  will  operate  on  a  three-phase,  60  cycle,  440  volt 
circuit.  The  motor  windings  are  so  arranged  that  by  the 
simple  operation  of  the  switch  handles  two  economical  work- 
ing capacities  are  obtained.  The  motors  will  operate  con- 
tinuously at  10  h.p.  output  with  high  efficiency  on  pumping 
service;  for  cleaning  wells,  they  will  easily  develop  30  h.p. 
on  intermittent  service.  For  oil  well  service,  this  double 
feature  makes  this  type  of  motor  especially  suitable.  The 
results  obtained  in  the  way  of  economy  of  operation,  both 
as  to  consumption  of  power  and  to  cost  of  maintenance  and 
attendance,  as  compared  with  gas  and  steam  operation,  will 
prove  of  great  interest  to  operators  in  the  oil  fields. 
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INCORPORATIONS. 
REDLANDS,  CAL.— The  Coachella  Valley  Ice  &  Electric 
Company  has  been  incorporated  by  W.  F.  Holt,  Chole  Holt  and 
W.  G.  Driver,  with  a  capital  stock  of  $300,000. 

OAKLAND,  CAL.^The  American  Heat  &  Power  Com- 
pany has  been  incorporated  by  J.  H.  King,  J.  A.  Craig 
and  J.  H.  Becker,  with  a  capital  stock  of  $100,000. 

SAN  FRANCISCO,  CAL.— The  Oakland,  Antioch  &  East- 
ern Railway  Company  has  been  incorporated  by  A.  W.  Malt- 
by,  L.  Arnstein,  J.  R.  Selby  and  A.  J.  Kantmeyer,  with  a 
capital  stock  of  $80,000. 

SPOKANE,  WASH.— The  Mountain  Lake  Power  &  Irri- 
gation Company  has  been  incorporated  by  T.  Z.  and  L.  T. 
Gillett  and  C.  T.  Camplan.  The  company  will  take  over  the 
Carp  Lake  project,   in  Goldendale,  and  irrigate  10,000  acres. 

SALEM,  ORE.— The  Kingwood  Park  Light  &  Water 
Company  has  been  incorporated  by  Geo.  P.  Dekum,  Rollun  K. 
Page  and  Chas.  A.  Robertson  The  new  company  will  con- 
struct transmission  lines  across  the  river  at  Kingwood  Park 
and  power  will  be  procured  from  the  Portland  Railway, 
Light   &   Power   Company 


TRANSMISSION. 
ELGIN,    ORE.— E.    W.    Rumble    has    presented     to     the 
council  an  ordinance   for  a   franchise  for   50  years,   to  allow 
running  a  power  line  in  the  city.     The  power  is  to  be  har- 
nessed in  the  Wallowa  river. 

SAN  BERNARDINO,  CAL.— The  Union  Power  Company, 
preparing  to  develop  power  in  Bear  Creek  canyon,  has  filed 
claim  to  3000  inches  of  water  in  Bear  Creek.  The  ap- 
propriation is  made  under  the  name  of  D.  R.  Paramore,  who 
states  that  power  is  to  be  developed  for  the  use  of  San  Ber- 
nardino, Riverside,  Orange  and  Los  Angeles  counties. 

NEWPORT,  ORE.— The  franchise  and  plant  of  the  New- 
port Power  Company  has  been  sold  to  Henry  Hewitt,  J.  J. 
Hewitt  and  Seymour  H.  Bell,  Tacoma  and  Portland  capital- 
ists. The  new  owners  will  spend  $30,000  on  the  reconstruc- 
tion and  re-equipment  of  the  plant.  New  buildings  and 
rew  wiring  system  throughout  the  city  are  the  changes 
proposed.  The  new  company  will  be  known  as  the  Yaquina 
Electric  Company. 

SAN  FRANCISCO,  CAL.— At  a  meeting  of  the  finance 
committee  of  the  supervisors  last  week  the  site  for  the  pro- 
posed power  house  for  the  Geary  street  municipal  railroad 
was  announced.  The  committee  declared  in  favor  of  locat- 
ing the  plant  on  two  5p-vara  lots  on  the  west  side  of  Jones, 
between  Beach  and  Jefferson  streets.  One  of  the  lots  is 
owned  by  E.  A.  Norton  and  is  held  at  $30,000,  and  the  other, 
which  is  owned  by  Mary's  Help  Hospital,  is  held  at  $35,000. 
Options  have  been  obtained  on  the  property,  and  the  com- 
mittee requested  the  city  and  county  attorney  to  look  into 
the  titles  of  the  same. 


ILLUMINATION 
SPOKANE,    WASH.— Spokane    Falls    Gaslight    Co.     will 
add  8  new  benches  and  erect  a  retort  building  at  a  total  cost 
of  $100,000,  this  summer. 

GRANTS  PASS,  ORE.— A.  W.  Butler  of  the  Grants  Pass 
Gas  Company,  says  plans  are  now  being  drawn  for  necessary 
buildings  and  portion  of  the  machinery  ordered  for  the  gas 
plant. 


EAGLE  ROCK,  CAL.— A  franchise  for  building  an  electric 
lighting  system  in  Eagle  Rock  district  has  been  sold  to 
the  Eagle  Rock  Water  Company. 

ROSEBURG,  ORE.— W.  F.  Boardman  of  San  Francisco 
and  Thos.  D.  Fetch  of  Medford,  Ore.,  will  apply  for  a  fran- 
chise to  operate  a  gas  plant  here. 

LODl,  CAL.— The  Western  State  Gas  &  Electric  Com- 
pany has  purchased  a  lot  on  Cherokee  lane,  just  south  of 
Railroad  avenue,  for  the  site  of  a  new  sub-station  and  trans- 
former house. 

WINONA,  WASH.— M.  W.  Fockler  of  this  place  states 
that  he  has  purchased  S^^  acres  one  mile  west  of  this  place 
and  will  erect  a  power  house  for  supplying  light  to  Endi- 
cotte,  Lacrosse  and  this  place. 

SPOKANE,  WASH.— The  Spokane  Gas  Company  is  con- 
templating increasing  the  capacity  of  its  gas  plant,  located 
on  the  Northern  Pacific  tracks  at  Scott  street.  The  improve- 
ments contemplated  will  mean  the  expenditure  of  $100,000. 

ASHLAND,  ORE.— H.  G.  Butterfield,  foreman  of  the  con- 
struction for  the  completion  of  the  municipal  electric  light 
and  power  plant,  made  the  estimates  of  cost  of  completion 
for  street  lighting  and  house  lighting  service  system  for 
the  city  at  $17,657. 

PETALUMA,  CAL.— Manager  H.  H.  Weber  of  the  Pacific 
Gas  &  Electric  Company,  has  received  word  from  the  San 
Francisco  office  that  the  contract  for  the  erection  of  the 
gas-holder  on  the  corner  of  First  and  C  streets,  had  been 
awarded  to  an  Eastern  firm. 

SAN  FRANCISCO,  CAL.— The  Manila  Electric  Railroad 
a.  Lighting  Corporation  directors  have  declared  a  quarterly 
dividend  of  1%  per  cent  on  the  $5,000,000  stock,  payable  April 
1  to  shareholders  of  record  March  20,  thus  increasing  the 
annual  rate  from  4  per  cent  to  5  per  cent. 

MACDOEL,  CAL.— The  California  Butte  Valley  Land 
Company  has  contracted  with  the  Siskiyou  Lighting  Company 
to  bring  electricity  into  the  town  of  Macdoel  for  lighting 
and  power  purposes,  including  the  furnishing  of  8000  h.p.  to 
farmers  for  pumping.  The  power  is  to  be  ready  for  use  by 
July  1. 

BRAWLEY,  CAL.— The  City  Council  has  been  asked  to 
sign  a  contract  for  the  city  which  provides  for  furnishing 
electricity  for  a  period  of  two  years  at  a  minimum  rate  of  $40 
a  month  for  40  h.p.  Motor  Superintendent  McCormick  of 
the  Holton  Power  Company,  states  that  the  company  will 
furnish  poles  and  transformers.  The  rate  is  5  cents  a  kilo- 
watt. 

SEATTLE,  WASH.— The  Seattle  Electric  Company  has 
declared  an  extra  dividend  of  2  per  cent  on  the  common 
stock  along  with  the  regular  1%  per  cent  quarterly  distri- 
bution (the  rate  paid  since  October,  1909),  both  payable 
April  15,  to  holders  of  record  March  13.  The  usual  3  per 
cent  (semi-annual)  payment  on  the  $5,000,000  preferred  stock 
will  be  made  April  1  to  holders  of  record  March  13. 

SAN  FRANCISCO,  CAL.— U.  S.  District  Judge  Van  Fleet 
has  modified  the  restraining  orders  heretofore  granted  in 
what  are  known  as  the  gas  rate  cases,  in  which  the  Metro- 
politan Light  &  Power  Company  attacked  the  rate  fixed  by 
the  Supervisors  for  the  past  two  years  as  confiscatory  of  the 
company's  property.  The  order  is  modified  so  as  to  require 
the  company  to  put  all  moneys  received  in  excess  of  the 
rates  fixed  by  the   Supervisors  into  the  Mercantile  National 
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I!ank   of   San   Francisco,   to   lie   lield   by   the   bank   subject   to 
the  future  orders  of  the  Court. 

MODESTO,  CAU— To  supply  Turlock,  Denair,  Ceres  and 
farm  homes  on  the  route  between  Modesto  and  these  places, 
with  gas  from  its  Modesto  plant  is  the  plan  of  the  Modesto 
Gas  Company.  The  plans  as  thus  far  perfected  contemplate 
a  2%  inch  gas  main  connecting  the  cities  named  with  the 
enlarged  gas  manufacturing  plant  of  the  company  on  Ninth 
street  in  the  southern  part  of  town.  It  is  thought  that  this 
will  deliver  sufficient  gas  to  supply  the  demand  for  the  im- 
mediate future,  and  the  company  plans  to  enlarge  the  con- 
necting main  as  more  gas  is  needed. 

BAKERSFIELD,  CAL. — Eight  gas  compressors  have  been 
shipped  from  Pennsylvania  by  the  Bessemer  Gas  Engine 
Company  to  be  used  in  e.xtracting  gasoline  from  the  gas 
wells  of  the  Honolulu  Consolidated  Oil  Company  in  the  Buena 
Vista  hills.  On  their  arrival  work  will  begin  on  the  plant, 
which  will  be  the  first  attempt  on  a  large  scale  to  utilize 
the  Buena  Vista  natural  gas  for  this  purpose.  It  is  stated 
that  the  Bessemer  company,  which  has  established  a  perma- 
nent office  here  in  charge  of  W.  D.  Shira,  has  made  propo- 
sitions to  companies  owning  gushers  in  the  West  Side  fields 
to  erect  plants  and  extract  gasoline  on  a  royalty  basis  from 
the  gas  now  going  to  waste  from  these  flowing  wells. 


TRANSPORTATION. 
PORTLAND,  ORE.— The  Council  has  granted  to  the  Mt. 
Hood  Railway  &  Power  Company  a  25-year  franchise  to  op- 
erate an  electric  light  and  power  system  in  this  city. 

SAN  JOSE,  CAL. — The  San  Jcse  Railroads  Company  has 
asked  for  an  opportunity  to  bid  for  a  franchise  on  North 
Fifth  street,  between  St.  John  and  St.  James  streets,  and 
on  St.  James  street,  between  Fifth  and  Sixth  streets. 

WILLOWS,  CAL. — Two  hundred  prominent  residents  and 
business  men  of  Redding,  Red  Bluff,  Corning,  Williams, 
Woodland  and  Willows,  have  held  a  meeting  to  organize  a 
company  to  build  and  maintain  an  electric  railroad  from 
Woodland  to  Redding. 

FRESNO,  CAL.— The  Hanford  &  Summit  Lake  Railroad 
Company  will  extend  its  line  from  Hardwick,  in  Kings  Coun- 
ty, to  Jamison,  26  miles  west  of  this  city.  The  line  will  be 
36  miles  in  length,  and,  with  the  exceiition  of  four  miles, 
will  be  located  in  Fresno  County. 

OAKLAND,  CAL. -Damages  in  the  sum  of  $381,200  is 
demanded  of  the  San  Francisco,  Oakland  and  San  Jose  Con- 
solidated Railway  (Key  Route)  by  Henry  Dalton  &  Sons' 
Company  because  of  the  alleged  unlawful  cutting  off  of  the 
plaintiff  concern  from  deep  water  by  a  bulkhead  constructed 
by  the  railway  corporation. 

SPOKANE,  WASH.— The  Panhandle  Electric  Railway 
Company,  headed  by  Victor  M.  Smith  of  New  York,  will 
expend  $2,000,000  in  the  construction  of  a  plant  at  Priest 
River,  Idaho,  capable  of  developing  30,000  h.p.  It  is  an- 
nounced the  company  will  also  build  a  transmission  line 
from  Priest  Rapids  to  Spokane. 

SEATTLE,  WASH.— A  new  interurban  electric  line  is 
proposed  to  be  constructed  between  Seattle  and  Lake  Burien, 
four  miles  south  of  the  city  limits,  according  to  the  petition 
for  a  franchise  presented  to  the  Board  of  Commissioners 
by  Geo.  W.  H.  Write.  The  board  has  set  the  date  for  hear- 
ing on  the  petition  at  2  p.  m.,  Ai)ril  18. 

LAKEPORT,  CAL. — A  mass  meeting  last  week  started  a 
public  movement  to  build  a  railroad  from  Hopland  to  Lake- 
port.  W.  J.  Thomas,  superintendent  of  the  Mill  Valley  and 
Mount  Tamalpais  railroad,  spoke  at  length  on  the  possibil- 
ities  of   such    a   road.     The   president   of   the   businessmen's 


association,  of  Lakeport,  appointed  a  committee  of  five  to  con- 
fer with  the  officials  of  the  Northwestern  Pacific  Railroad. 
It  is  proposed  to  finance  the  road  entirely  by  private  stock 
subscriptions   from   citizens   of   Lake   County   and   Hopland. 

SAN  FRANCISCO,  CAL.— For  the  purpose  of  hauling  its 
freight  trains  between  Sacramento  and  Chico,  the  Northern 
Electric  Company  has  turned  out  what  is  probably  the  larg- 
est electric  locomotive  in  the  world.  It  is  mounted  on  a 
car  57  feet  long,  and  has  two  motors  aggregating  600  h.p. 
The  designer  is  J.  P.  Edwards,  head  of  the  company's  elec- 
trical  department. 

REDONDO  BEACH,  CAL.— It  has  been  ordered  that  a 
third  rail  be  laid  along  the  Los  Angeles  and  Redondo  rail- 
way right  of  way  over  a  portion  of  Pacific  avenue  and  Dia- 
mond street.  The  order  calls  for  immediate  compliance. 
It  is  understood  that  when  the  work  is  completed  passenger 
cars  over  the  Los  Angeles-Pacific  system  will  be  transferred 
from  the  Sherman  barns  to  this  ])oint. 

OAKLAND,  CAL. — Work  has  begun  upon  the  roadbed 
for  the  new  electric  line  of  the  Southern  Pacific  to  San 
Leandro,  which  is  an  extension  of  the  Seventh  streets  local 
line  from  Melrose,  the  present  terminus.  A  large  force 
of  men  have  commenced  operations  in  Dutton  avenue  and 
are  working  toward  the  northwest  to  meet  the  line  from 
Melrose.  From  Melrose  the  line  passes  through  Melrose 
Heights  and  Seminary  Park  districts,  after  which  it  closely 
parallels  the  Foothill  boulevard  to  Broadmoor.  A  private 
right  of  way  through  this  tract  has  been  secured  and  Ironi 
the  junction  of  this  right  of  way  with  Dutton  avenue  the 
railroad  will  extend  to  and  span  San  Leandro  Creek,  and 
continue  along  Santa  Clara  avenue,  to  Estudillo  avenue, 
where  the  new  terminus  is  to  be  located.  If  the  trustees 
of  San  Leandro  will  secure  a  right  of  way  for  the  company's 
double  tracks  from  Dutton  avenue  the  railroad  will  con- 
struct a  concrete  bridge  across  San  Leandro  Creek.  This 
would  provide  a  new  road  between  the  annexed  districts  and 
eastern  San  Leandro,  and  relieve  the  congestion  along  Hay- 
ward  avenue. 

OAKLAND,  CAL.— At  last  week's  meeting  of  the  City 
Council,  Attorney  Chapman  stated  that  the  Oakland  Traction 
Company  would  apply  for  no  more  franchises  after  the  new 
charter  goes  into  effect  on  July  1.  The  reason,  he  said,  is 
that  the  company  cannot  afford  to  pay  the  city  the  5  per 
cent  on  the  gross  earnings  as  demanded  by  the  charter,  and 
at  the  same  time  pay  6  per  cent  on  foreign  money  borrowed 
for  building  lines.  Among  the  traction  company  applica- 
tions was  one  on  East  Sixteenth  street,  recommended  for 
passage.  On  another.  Market  street,  from  San  Pablo  to 
Fifty-fifth  street,  no  action  was  taken.  In  the  application  for 
a  franchise  on  Thirteenth  street  from  Washington  to  Mar- 
ket, the  application  was  withdrawn  with  the  consent  of  the 
Council,  and  Chapman  announced  that  he  would  offer  as  a 
substitute  an  application  on  Thirteenth  street  from  Wash- 
ington to  Market,  and  south  on  Market  street  to  First.  As  a 
solution  of  the  congestion  in  Broadway,  caused  by  the  switch- 
back between  Seventh  and  Eighth  streets,  the  company 
asked  for  a  franchise  in  a  loop  around  the  block  bounded 
by  Broadway,  Fi-anklin,  Eighth  and  Ninth   streets. 


TELEPHONE    AND    TELEGRAPH. 
AUBURN,  CAL.— J.   B.   McCleary  has  applied  for  a  tele- 
phone franchise  in  this  city. 

WILLIAMS,  CAL. — Amiel  M.  Harris  has  purchased  the 
ti-iephonc  line  in  this  city  and  plans  enlarging  the  system. 

SUSANVILLE,  CAL.— The  California  &  Oregon  Tele- 
graph Company  has  applied  for  a  50-year  telephone  system 
in  this  town. 
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MOTOR  DRIVE  IN  COWELL  CEMENT  PLANT 


BY    RUDOLPH   W.    VAN    NORDEN 


The  plant  of  the  Cowell  Lime  &  Cement  Co.  is 
situated  about  three  miles  from  the  town  of  Concord, 
California,  and  is  served  liy  the  company's  railroad 
from  Bay  Point  on  the  main  line  of  the  Southern 
Pacific  and  the  Santa  Fe  railroads.  Cheaj)  power  and 
fuel,  together  with  large  deposits  of  raw  material  near 
tide-water,  have  made  tlie  development  and  operation 
of  this  industry  of  the  greatest  commercial  importance 
to  the  Pacific  Coast. 


The  manufacture  of  Portland  cement  requires  a 
limestone  high  in  calcium  and  low  in  magnesia,  iron 
oxides  and  other  impurities.  There  is  also  required 
silica  and  alumina  which  are  found  in  certain  clays  and 
shales.  These  raw  materials,  imc  a  rock  and  the  other  a 
finely  divided  plastic  material,  are  tiioroughly  dried  and 
then  reduced  to  a  coarse  powder,  when  they  are  mi.xed 
in  certain  proportions.  This  operation  is  perliaps  the 
most  delicate  throughout  the  process  and  requires  the 


Plant    of  the   Cowell   Lime   anil    Cement   Company. 


Froin  the  viewpoint  of  the  electric  power  com- 
pany, the  cement  plant  presents  an  almost  ideal  load 
and  for  this  reason  it  is  possible  to  quote  lower  relative 
rates  for  a  business  of  this  kind  than  for  other  loads 
having  a  lower  load-factor.  To  operate  economically, 
the  cement  plant  must  work  twenty-four  hours  per  day 
and  as  practically  every  operation  is  continuous  the 
total  load  is  unusually  steady. 

All  of  the  cement  plants  in  California,  and  there 
are  at  least  eight  of  importance,  receive  their  power 
over  long  distance  transmission  lines  from  hydraulic 
generating  plants,  and  this  power  is  used  for  every  pur- 
pose and  in  every  operation  of  cement  making,  except 
that  of  heating. 


constant  attention  of  the  chemist,  The  mixture  is  then 
pulverized  to  an  impalpable  powder.  The  next  pro- 
cess is  calcining  in  which  the  powder  is  fed  through 
rotating  furnaces  or  kilns  where  it  is  heated  to  the 
point  of  incipient  vitrification.  The  resulting  clinker 
is  first  cooled  and  piled  into  storage  bins,  where  by 
standing  it  undergoes  a  chemical  change  necessary  to 
the  permanence  and  quality  of  the  product.  The  clinker 
to  be  of  use  as  cement  must  be  ground  to  powder. 

The  second  grinding  process  is  similar  to  the  first, 
the  clinker  being  first  ground  to  coarse  grains  and  then 
to  an  impalpable  powder.  Before  reaching  the  grinders 
it  is  mixed  with  a  predetermined  proportion  of  gypsum, 
but  unlike  the  first  grinding,  there  is  no  mixing  neces- 
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sary  between  the  coarse  and  fine  g^rinding.  The  fine 
powder  obtained  is  the  finished  product,  Portland 
cement,  and  is  placed  in  storage  or  shipped  as  re- 
quired. 

The  method  as  thus  briefly  outlined,  though  ap- 
parently simple,  is  the  result  of  practice  and  experience 
extending  over  many  years,  and  requires  expensive 
and  highly  developed  machinery  and  apparatus,  takes 
a  large  amo.unt  of  fuel  and  power  and  calls  for  the 
most  constant  attention  and  skill  in  management  and 
operation. 

Quarries  and  Raw  Materials. 
The  plant  lies  on  a  practically  level  tract  at  the 
foot  of  a  gently  sloping  hill  containing  the  limestone 
and  clay  quarries,  the  former  at  some  elevation  above 
the  latter  which  is  close  to  the  plant.  There  are  several 
limestone  quarries  or  rather  there  have  been  several 
faces  opened,  the  highest  being  at  present  in  use.  The 
two  lower  faces  are  reached  with  easy  grade  by  a  con- 
tinuation of  the  company's  railroad.  The  main  quarry 
is  connected  by  an  incline  as  it  is  so  high  as  to  make 
the  extension  of  the  main  railroad  to  the  quarry  inad- 
visable. 


»A^.  "^ 


.         ^ 


.-^t.-am    Shovel    Working    in    Main    Quarry. 
Incline     From    Quarry    to    Crusher    House. 


In  the  main  (luarr)',  the  limestone  face  is  first 
drilled  with  air  drills  and  the  material  blasted  out.  A 
5-yd  steam  shovel  loads  the  rock  on  to  a  train  of  side- 
dump  cars.  The  track  here  is  42  in.  gauge  and  extends 
to  the  various  parts  of  the  quarry  and  to  the  top  of  the 
incline.  Up  to  this  point  the  cars  are  shunted  and 
moved  by  a  small  locomotive.  There  are  three  of  these 
trains  in  constant  use,  one  loading  while  the  other  is 
delivering  its  load  to  the  incline,  and  the  third  dumping 
into  the  crushers. 

The  incline  extends  a  distance  of  1700  ft.  to  and 
within  the  crusher  house.  There  are  two  tracks  and 
between  the  rails  of  each  is  operated  a  i  %  in.  steel 
cable.  Either  end  of  this  cable  is  permanently  fastened 
to  a  steel  car  and  at  the  top  of  the  incline  it  passes 
over  pulleys  and  around  a  drum  equipped  with  manu- 
ally operated  brakes  to  control  the  movement  of  the 
cars.  A  loaded  train  of  dump  cars  coupled  to  a  cable- 
car  pulls  up  a  train  of  empties  while  it  descends  to  the 
crusher  house. 

The  crusher  house  is  a  substantial  steel-frame 
building,  covered  with  corrugated  iron.  At  one  side  of 
the  track  which  runs  through  the  building,  is  a  bin 
into  which  the  cars  dump.  This  bin  delivers  the  rock 
into  a  No.  g  Gates  gyratory  crusher,  placed  on  a  lower 
level  than  that  of  the  track,  which  reduces  it  to  4  in. 
diaineter  or  smaller.  Rock  from  this  crusher  is  delivered 
into  a  revolving  screen  having  2  in.  mesh.  All  of  the 
rock  which  is  larger  than  2  in.,  and  which  therefore 
will  not  pass  through  the  screen  is  ])icked  up  by  an 
endless  belt  elevator  and  delivered  into  another  set  of 
bins.  These  bins  discharge  into  two  No.  6  crushers  of 
the  same  type  as  the  first.  From  these  the  rock  emerges 
at  a  size  of  2  in.  or  smaller  and  is  delivered  on  to  an 
endless  belt  conveyor,  to  be  taken  to  the  bunkers. 

Induction  motors  furnish  the  power  to  drive  the 
crushers  as  well  as  to  dunij)  the  cars.  The  No.  9 
crusher  is  belt  dri\en  by  a  150  h.]i.  motor,  while  the 
Xo.  6  crushers  are  each  driven  by  a  /^  h.\i.  motor.  The 
(lumping  device  consists  of  a  reel  drixen  by  one  of  the 
motors,  on  which  a  wire  rope  is  wound  while  dumping. 
This  rope  passes  up  o\er  a  pulley  and  is  hooked  to  one 
side  of  a  car,  raising  that  side  and  lowering  the  other, 
thereby  tipping  the  car-body  partly  ox'er  and  em])tying 
its  contents. 

The  conveyor  to  the  bunkers  passes  through  a 
long  covered  passageway  and  discharges  into  another 
conveyor  which  discharges  the  rock  through  a  movable 
dumping  device,  into  any  one  of  the  bins  at  the  will  of 
the  operator.  These  conveyors  are  operated  b}'  a  30 
li.p.  induction  motor. 

The  ten  storage  bins  or  bunkers  are  arranged  in 


Crusher  House,  Bins  and  Lime  Kiln. 
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two  rows,  and  have  a  total  capacity  of  about  8oo  tons. 
Under  them  are  two  tracks  connecting;  witli  tlie  main 
track  and  leading  to  the  plant. 

From  the  crusher  house  rock  may  lie  also  taken 
in  carts  to  supply  a  lime  kiln.  This  is  a  separate  in- 
dustry and  will  not  be  described  here. 

Between  the  lime  kiln  and  the  plant  is  the  clay  de- 
posit. This  is  operated  by  a  steam  shovel,  which  fills 
the  cars  delivering  the  material  directly  to  the  plant. 

From  the  quarry  an  average  of  1200  tons  of  lime- 
stone is  taken  daily.  The  chemical  composition  of  both 
the  limestone  and  clay  is  not  constant  within  certain 
limits,  but  a  fair  analysis  is  as  follows : 

Limestone. 

SiO,    1.36 

Fe„0,     0.24 

A1,0,    1.48 

MgO     0.35 

CaCO,    96.95 

CaO    

Loss  on  ignition 

Plant. 

All  of  the  buildings  are  structural  steel  frames  of 
ample  design.  The  sides  and  roofs  are  covered  with 
No.  24  galvanized  corrugated  iron,  fastened  to  channel 
purlin  sills  and  studding  with  patent  nail-head  wire 
fasteners.  .Ample  provision  is  made  for  windows  and 
monitor  roofs  and  a  liberal  use  is  made  of  ventilators 
to  care  for  the  clouds  of  impalpable  dust  from  the  tube 
mills. 

The  crushed  stone  and  clay  are  deli\  cred  in  stand- 
ard side-dump  cars  to  their  respective  bins,  under  the 
tracks,  the  storage  capacity  being  20,000  tons  of  stone 
and  800  tons  of  clay.  In  the  crushed  rock  section  there 
are  four  tracks  which  run  through  the  building,  being 
supported  on  steel  super-structure.  L'nder  each  track 
are  three  concrete  bins  of  rectangular  cross-section  and 
bottom  sloping  four  ways  to  the  center  to  a  hole  and  a 
gate  through  which  the  rock  is  drawn  as  needed  to  an 
endless  belt  conveyor  below.  These  conveyors  dump 
into  a  cross  convej'or  which  in  turn  delivers  to  an  ele- 
vator and  the  latter  finally  drops  the  rock  into  steel 
bins  in  the  drying  room.  These  bins  may  be  seen  in 
the  upper  part  and  rear  of  the  view  showing  the  rotarv 
driers.  The  clay  is  likewise  delivered  by  a  convevor  to 
the  disintegrating  rolls,  making  i  in.  lumjjs  for  the 
rotary  driers.  Storage  bins  for  the  dry  clay  have  a 
capacity  of  8000  tons. 

The  rotary  driers  are  plain  cylinders  of  sheet  steel. 
60  ft.  long  and  5  ft.  in  diameter.  On  the  inside  are  si.x 
sets  of  lifting  bars  to  expose  all  particles  to  the  drying 
action.  Around  the  outside  is  a  girth  gear  and  two 
tires  which  run  on  rolls.  The  tube  is  revolved  by  a 
spur  gear  operating  with  the  girth  gear  at  a  speed'  of 
3  r.p.m.  The  drier  is  mounted  on  an  incline  of  J-S  in. 
per  ft.  Its  upper  end  extends  into  a  chimnev,  through 
which  the  rock  or  clay  is  also  fed.  At  the  lower  end 
1?  a  stationary  cap  of  fire-brick  in  which  an  oil-burner 
is  inserted  to  dry  the  material.  Thorough  drying  is  a 
necessary  preliminary  to  pulverization.  The'material 
gradually  works  down  to  the  lower  end  and  is  dis- 
charged out  through  a  hole  in  the  bottom  of  the  sta- 
tionary cap  and  into  a  conveyor. 

The  rock  drying  room  has  three  driers  all  belted 
through  gearing  to  one  75  h.p.  motor  and  the  clay 
room  IS  equipped  with  two  driers  driven  bv  one  SO  h  n 
motor.  '  J        1  ■ 


h    -JK 


^ 


Rotary    Driers 


Conveyor    Motors, 
Tube    Mills. 


Ball    Mills    and 


The  conveyors  are  individually  operated  by  inductioxi 
iTiotors  of  50  and  75  h.p.  capacity,  conveniently  located 
for  accessibility. 

The  clay  from  the  drier  is  taken  by  a  conveyor 
to  the  next  building  where  it  is  elevated  into  bins  and 
from  these  delivered  into  one  of  two  Williams  mills, 
belt  driven  by  75  h.p.  induction  motors.  These  mills 
grind  the  clay  so  as  to  pass  a  20-mesh  screen.  The  ma- 
terial is  then  elevated  to  a  spiral  conveyor  which  takes 
it  to  three  storage  bins  built  of  concrete  and  steel. 

The  rock  from  the  driers  is  conveyed  to  steel  bins 
placed  above  and  behind  the  eight  No.  8  Krupp  ball 
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mills,  pulverizing  the  rock  so  that  it  will  pass  a  20- 
mesh  screen. 

Each  ball  mill  is  belt  driven  by  a  75  h.p.  induction 
motor.  This  service  is  exceedingly  severe  for  any  ma- 
chinery with  high  speed  bearings,  as  the  atmosphere 
ib  heavy  with  fine  dust  which  settles  like  snow  over 
everything  and  in  the  case  of  the  motors  can  be  seen 
trickling  down  over  the  coils  and  bearings  at  all  times. 
Further  than  this,  the  motors  are  required  to  deliver 
continuously  their  rated  load,  without  reference  to  tem- 
perature conditions  of  the  air,  for  24  hours  per  day  and 
possibly  for  months  at  a  stretch. 

After  leaving  the  ball  mills  the  coarsely  ground 
limestone  is  taken  by  conveyors,  to  elevators  and 
finally  through  spiral  conveyors  to  be  delivered  into 
the  storage  bins.  There  are  four  of  these  and  they  are 
similar  to  and  in  line  with  those  in  which  the  ground 
clay  is  placed.  The  capacity  of  the  limestone  bins  is 
2000  tons  while  that  of  the  clay  bins  is  one-half  the 
amount. 

The  coarsely  ground  raw  material  is  now  ready 
for  mixture.  The  clay  and  limestone  are  drawn  from 
the  bottom  of  their  respective  storage  bins  through  ro- 
tary conveyors  and  elevated  into  steel  bins,  under- 
neath each  of  which  is  a  Richardson  automatic  weigher 
and  into  which  the  materials  are  delivered  by  a  con- 
veyor. The  chemist  adjusts  these  machines  to  receive 
a  predetermined  quantity,  when  the  supply  is  auto- 
matically shut  off.  If  one  machine  is  loaded  before 
the  other,  it  waits  until  the  other  has  received  its 
charge  and  then  both  machines  automatically  dump 
into  a  steel  hopper  from  which  it  is  carried  to  a  mixing 
machine  which  thoroughly  mixes  the  ingredients  in  the 
proportion  of  about  one  of  clay  to  three  of  limestone. 
The  mixture  is  now  taken  by  conveyors  and  elevators 
to  the  steel  bins  from  which  it  is  fed  to  the  tube  mills 
for  further  grinding  to  an  impalpable  powder. 

There  are  twelve  of  these  tube  miJls.  ten  being  5 
ft.  in  diameter  and  two  7  ft.,  with  a  length  of  22  ft. 
They  are  of  riveted  sheet  steel  and  are  placed  hori- 
zontally. The  lining  is  of  silex  blocks  and  the  grinding 
is  done  with  imported  flint  pebbles  from  i^  to  3J/2  in. 
diameter.  The  tubes  are  surrounded  with  tires  running 
on  steel  rollers  and  at  the  forward  end  is  a  large  gear 
which  engages  with  a  pinion  mounted  on  a  shaft  at 
the  other  end  of  which  is  a  pulley.  Belted  to  this 
pulley  is  a  75  h.p.  induction  motor  which  drives  the 
mill.  The  two  large  mills  which  have  been  recently 
installed  are  each  driven  by  a  200  h.p.  induction  motor. 
The  small  and  large  mills  revolve,  respectively,  at  26 
and  22  r.p.m. 

Grinding  in  these  mills  is  all  done  at  the  bottom, 
and  is  accomplished  by  attrition  of  the  rolling  pebbles 
and  the  concussion  with  the  silex  lining.  ^  The  material 
passes  through  the  entire  length  of  the  mill.  At  the 
forward  end  the  material  is  discharged  into  spiral  con- 
veyors which  in  turn  discharge  it  into  elevators  which 
carry  it  to  the  bins  above  the  rotary  kilns. 
The  Rotary  Kilns. 

There  are  eight  rotary  kilns  placed  parallel  to 
each  other  and  lengthwise  of  the  mill.  These  kilns 
are  no  ft.  long  and  7)4  ft.  in  diameter  and  consist 
of  a  tube  of  heavy  riveted  sheet  steel  supported  by 
tires  around  the  tube,  which  run  on  rollers.  Near  the 
central  part  of  the  tube  is  a  girth  gear  driven  by  a 


spur  gear  in  turn  operated  by  a  50  h.p.  variable  speed 
reversible  induction  motor.  These  motors  are  oper- 
ated through  a  resistance  controller,  near  the  fire  or 
lower  end  of  the  tube,  so  that  the  attendant,  who  must 
at  all  times  maintain  a  close  observance  of  tempera- 
ture and  the  condition  of  the  furance  interior,  may 
regulate  the  speed  of  the  kiln  to  suit  these  conditions. 
The  speed  variation  permissible  is  in  ten  steps  between 
a  minimum  of  one-half  r.p.m.  to  a  maximum  of  one 
revolution  in  45  seconds. 


Uotar.\     Kiln- 

The  kiln  is  inclined  ><  in.  per  ft.  from  the  upper 
or  feed  end  to  the  fire  or  discharge  end,  to  assist  the 
movement  of  materials.  The  tube  has  a  double  lining 
of  fire  brick  at  the  lower  end  to  resist  the  great  heat 
applied  in  calcination.  The  upper  end  of  the  tube 
extends  into  a  massive  brick  chimney  base  on  top  of 
which  is  mounted  the  steel  stacks  which  give  the  nec- 
essary draught  and  carry  away  moisture  as  well  as 
the  products  of  combustion.  The  lower  end  of  the 
tube  extends  into  a  fire-brick  cap  or  header  with  an 
opening  for  the  oil  burner. 

The  problem  of  supplying  the  heat  for  the  kilns 
has  been  by  no  means  easy  of  solution  and  there  is 
yet  much  opportunity  for  improvement.  In  Cali- 
fornia, where  oil  is  the  only  available  fuel,  fairly  good 
results  have  been  obtained  after  experimenting  with 
various  types  of  oil  burners.  Unlike  the  furnace  under 
steam  boilers,  the  form  of  which  has  the  greatest  bear- 
ing on  the  efficiency,  all  improvement  must  be  made 
either  in  the  burner  itself  or  in  varying  the  length  or 
diameter  of  the  kiln.  It  is  impossible  to  change  its 
form  or  the  manner  in  which  the  natural  materia!  must 
receive  its  heat. 

The  kilns  in  this  plant  were  originally  equipped 
\^-ith  Reid  oil  burners,  consisting  of  a  nozzle  with  an 
inner  tube  through  which  the  oil  was  fed.  This  tube 
was  placed  within  another  tube  which  decreased  in 
diameter  towards  the  point  of  the  nozzle.  Through  the 
space  between  the  inner  and  outer  tubes,  air  under 
high  pressure  formed  a  hollow  stream  about  the 
oil  stream  and  was  sujiposed  to  act  as  an  atomizer  of 
the  oil.  This  arrangement  was  unsatisfactory,  as  it 
was  found  that  the  air  ring,  instead  of  atomizing  the 
oil,  drove  it  in  a  solid  stream  far  into  the  furnace, 
thus  signally  failing  to  accomplish  the  very  purpose 
for  which  the  burner  was  used. 

In  experimenting  for  better  results  the  novel  idea 
was  suggested  of  reversing  the  air  and  oil,  that  is,  of 
introducing  the  air  through  the  center  pipe  and  the  oil 
through   the   outer   chamber.      Superior   results   from 
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General    View    of    Kiln    Mill    Interior. 


this  change  were  immediately  noticeable  and  thi.s 
arrangement  has  been  used  ever  since. 

There  are  two  air  pressures  used  in  operating  the 
furnace,  the  high  pressure  at  8o  lb.  per  sq.  in.,  jusc 
mentioned  and  a  low  pressure  large  capacity  supply  at 
36  oz.,  this  is  introduced  from  under  the  burner  directl)' 
into  the  furnace  to  supply  the  air  for  combustion. 

Fuel  oil  is  delivered  in  tank  cars  to  the  plant  and 
is  stored  in  a  15,000  bbl.  sheet  steel  tank  to  the  north  of 
the  buildings,  from  which  steam  pumps  deliver  it  to 
the  burners  through  a  coil  of  pipe  in  the  chimney  base 
of  the  clinker  coolers,  where  steam  from  the  cooling 
clinker  pre-heats  the  oil. 

The  greatest  attention  has  been  paid  to  arrange 
the  feed  to  the  kiln  in  exact  proportion  to  the  speed 
of  rotation.  From  the  bottom  of  the  bins  which  feed 
the  kilns,  material  is  carried  by  a  spiral  conveyor  which 
closely  fits  the  tube  in  which  it  acts ;  thus  preventing 
irregularity  in  the  movement  of  the  material  due  to 
slippage  past  the  spiral.  This  conveyor  is  driven 
from  the  same  motor  which  operates  the  kiln,  so  that 
any  variation  in  the  speed  of  this  motor  will  affect  a 
proportional  variation  in  the  feed.  The  conveyor  dis- 
charges into  a  cast  iron  pipe,  inclined  to  45  deg.  with 
the  horizontal,  which  extends  into  the  upper  end 
of  the  kiln.  The  material  now  travels  slowly  as  the 
kiln  revolves  until  it  is  charged  in  the  form  of  clinker 
at  the  lower  end,  through  an  opening  in  the  floor 
directly  below  the  burner.  During  this  movement 
through  the  kiln,  the  material  is  in  constant  contact 
with  the  hot  gases  which  have  a  temperature  of  about 
2600  deg.  F.  The  first  action  is  the  driving  ofif  of 
all  moisture  and  carbon  dioxide,  all  organic  matter  is 
consumed,  and  is  followed  by  the  chemical  processes 
necessary  to  make  Portland  cement. 

Lime,  which  has  been  formed  by  the  decomposi- 
tion of  the  calcium  carbonate,  combines  with  the 
silica  and  alumina  and  probably  the  iron  present  and 
forms  the  clinker.  This  occurs  near  the  end  of  the 
kiln  at  the  point  of  greatest  heat.  The  clinker,  which 
is  the  objective  result  of  all  of  the  processes  so  far,  is 
a  dark  greenish  gray  substance  of  spongy  appearance ; 
it  is  very  hard  and  glitters  when  held  in  a  strong  light. 
The  true  chemical  composition  is  a  matter  of  much 
conjecture,  but  it  is  a  compound  of  complex  silicates 
of  lime  and  alumina  and  also  some  aluminates  of  lime, 
other  compounds  which  it  may  contain  are  of  minor 
importance. 


The  clinker  when  it  drops  from  the  kilns  is  red-hot, 
retaining  a  temperature  of  about  2000  degrees  F.  It 
is  picked  up  by  a  bucket  elevator  to  be  lifted  and  dis- 
charged into  the  rotary  coolers.  While  the  rotary  kiln 
method  of  calcining  is  not  as  efficient  in  the  use  of  fuel 
as  some  of  the  older  methods  employed  in  Europe, 
it  is  claimed  by  the  operators,  that  the  arrangement 
in  use  at  this  mill  is  producing  clinker  at  a  minimum 
cost  per  bbl.  in  comparison  with  other  oil  burning  in- 
stallations. 

Rotary  Coolers. 

These  serve  a  two-fold  purpose  in  that  they  not 
only  cool  the  hot  clinker  but  also  serve  to  disintegrate 
it  through  chemical  action.  The  coolers  are  riveted 
sheet  steel  tubes,  5  ft.  in  diameter  and  70  ft.  long. 
There  are  four  coolers  placed  in  a  row,  being  staggered 
line  with  the  kilns.  They  are  mounted  like  the  rotary 
kilns  and  each  is  driven  through  gearing  by  an 
induction  motor;  they  operate  at  4  r.  p.m.  The  interior 
is  lined  with  hard  cast  iron  sections  and  there  are 
cast  iron  lifting  plates  projecting  within  the  tube. 
The  upper  or  intake  end  of  the  tube  is  slightly  conical 
in  shape  and  extends  into  a  brick  housing  on  which  is 
mounted  a  steel  stack.  This  is  to  create  a  draft  through 
the  cooler,  and  carry  away  steam  and  heat  from  the 
cooling  clinker.  At  both  ends  of  the  tube  are  intro- 
duced water  pipes  which  furnish  a  spray  of  water 
over  the  hot  clinker.  The  lower  end  of  the  cooler  is 
open  and  allows  the  clinker  to  discharge  as  it  reaches 
that  end. 

The  hot  clinker  from  the  kilns,  which  is  in  chunks 
from  the  size  of  a  small  button  to  that  weighing  a 
pound  or  more,  is  first  sprayed  with  water;  it  is  then 
carried  up  into  the  brick  housing  at  the  end  of  the 
cooler.  The  spraying  forms  steam  and  serves  to  cool 
and  partly  disintegrate  the  clinker.  It  is  then  dis- 
charged into  a  cast  iron  pipe  which  delivers  it  within 
the  revolving  cooler,  where  it  receives  more  water. 

In  the  gradual  movement  through  the  cooler,  the 
clinker  loses  its  heat  and  the  water  decomposes  any 
free  lime  which  may  remain  in  the  clinker.  This  de- 
composition causes  a  swelling  of  the  lime  particles 
and  breaks  the  clinker  up,  greatly  assisting  in  giving 
to  the  resulting  cement  the  necessary  permanence. 
The  oil  heating  pipes  before  mentioned  are  contained 
in  the  brick  header  of  the  cooler  and  the  heat  which 
they  absorb  is  derived  from  steam  arising  from  the 
contact  of  water  with  hot  clinker. 
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Sketch   nt  Plant   Layout. 


It  can  i)c  readily  .seen  here  tliat  the  proportion  of 
free  Hme  in  the  clinker  must  be  as  low  as  possible. 
This  is  what  makes  the  process  of  calcining  in  tin; 
kilns  of  such  great  importance,  as  underburned  clinker 
will  necessarily  contain  large  quantities  of  free  lime. 

Under  the  floor  and  running  in  a  direction  at  right 
angles  with  the  coolers  below  their  lower  or  outlet 
end  is  a  belt  conveyor.  The  clinker  discharges  from 
the  coolers,  through  openings  in  the  floor,  on  this  con- 
veyor. It  is  then  carried  to  an  elevator  and  in  turn 
discharged  into  several  lines  of  conveyors  equipped 
with  automatic  dumping  machines  to  place  the  clinker 
in  the  storage  bins  where  desired. 

During  the  trip  from  the  coolers  to  the  storage 
bins  the  clinker  all  passes  through  a  Richardson  auto- 
matic recording  weigher,  which  indicates  the  amount 
of  cement  which  is  being  turned  out  by  the  mill  each 
day. 

Storage  Bins. 

The  storage  bins  have  a  capacity  of  100,000  bbl. 
Here  the  clinker  is  allowed  to  remain  for  several 
weeks.  The  process  of  lime  reduction  and  disintegra- 
tion which  occurs  in  the  coolers  is  continued  here, 
moisture  in  the  atmosphere  acting  on  any  free  lime 
that  may  have  remained.  This  seasoning  not  only 
assists  in  breaking  up  the  clinker  but  gives  assurance 
of  a  sound  product  in  the  finished  cement. 

Under  the  clinker  bins  are  four  lines  of  belt  con- 
veyors in  tunnels.  Openings  in  the  bottom  of  the 
bins  which  may  be  closed  or  opened  by  gates,  at  will, 
control  the  discharge  into  the  conveyors.  These  con- 
veyors discharge  into  a  main  conveyor  which  carries 
the  product  through  a  tunnel  into  the  next  building  for 
grinding  and  pulverizing. 

Before  delivering  the  clinker  to  the  ball  mills  it 
is  delivered  into  a  steel  liin.  .\djoining  this  bin  is  a 
smaller  bin  containing  gypsum.  Under  each  of  these 
bins  is  a  Richardson  automatic  weighing  machine, 
and  here  gypsum  is  added  to  the  clinker  to  the  amount 
of  about  3  per  cent  to  control  the  setting  and  liarden- 
ing  of  the  cement  when  tised. 

Gypsum  rock  is  brought  to  tlie  plant  in  cars  and 
unloaded  directly  into  a  chute  which  passes  it  into  a 
jaw  crusher.  Reduced  to  a  proper  size  for  mixing  with 
the  clinker,  the  gypsum  is  stored  in  a  bin  having  a 
capacity  for  300  tons.  From  this  bin  it  is  elevated  by 
conveyor  to  the  smaller  of  the  weighing  bins  as  needed. 


I"'rom  the  weighing  machines  the  clinker  and  gypsum 
are  dropped  into  a  hopper  and  then  mixed  and  the  mix- 
ture is  then  elevated  and  ci)nveyed  to  the  sheet  steel 
storage  bins  which  supply  the  ball  mills. 

Ball  and  Tube  Mills. 

The  process  of  grinding  the  gypsum  and  clinker 
mixture  is  similar  to  that  already  described  for  the 
raw  grinding.  The  arrangement  of  both  ball  and  tube 
mills  is  also  practically  the  same.  As  there  is  no  fur- 
ther mixture  to  be  made  however,  there  are  no  large 
storage  bins  between  the  two  varieties  of  mill  as  is 
the  case  in  the  department  where  the  raw  grinding  is 
done. 

There  are  here  10  ball  mills,  each  operated  through 
belt  drive,  by  a  75  h.p.  induction  motor.  The  product 
which  is  now  a  coarse  blackish,  somewhat  sparkling 
powder,  is  taken  from  the  ball  mills  on  belt  convey- 
ors and  then  elevated  and  distributed  into  steel  bins 
over  the  tube  mills.  It  is  discharged  through  chutes 
into  these  mills,  to  pass  through  as  in  the  first  instance, 
emerging  as  an  impalpable  powder,  which  must  pass 
through  a  100  mesh  screen. 

This  powder  is  the  finished  Portland  cement.  The 
cement  is  now  conveyed  to  the  next  building  which 
contains  the  cement  storage  bins  and  bag  filling  appa- 
ratus. 

Cement  Storage  Bins. 

There  are  40  of  these  bins,  each  having  a  capacity 
of  2700  bbl..  or  a  total  cai:)acity  of  108,000  bbl.  The 
cement  is  elevated  and  distributed  automatically  into 
any  Ijin  desired.  Before  the  work  of  filling  a  Imii  is 
commenced  a  sample  of  the  cement  is  taken  by  a 
Meade  automatic  sampler  and  this  sample  is  retained 
b\'  the  chemist  for  analysis.  Cement  remains  in  the 
bins  for  some  time  before  it  is  sacked,  to  cool  thor- 
oughly, as  the  process  of  grinding  imparts  a  tempera- 
ture of  about  200  (leg.  I".  The  storage  also  has  a  sea- 
soning effect. 

Openings  in  the  liottom  of  the  bins,  which  are 
controlled  by  sliding  gates,  are  provided  to  draw  the 
cement  from  the  bins  and  it  is  taken  on  a  belt  con- 
veyor, there  being  one  conveyor  under  each  row  of 
bins,  to  Richardson  automatic  weighing  machines. 
Under  these  is  the  sack  filling  apparatus  and  in  filling 
a  sack  the  weigher  delivers  94  lb.  of  cement  through 
s  lube  into  the  sack.    The  sacks  are  mounted  on  a  re- 
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volving  table  and  as  each  bag  is  filled,  the  table  is  re- 
volved so  as  to  place  the  next  bag  in  position.  After 
filling,  the  bag  is  tied  and  removed  to  the  warehouse, 
and  an  empty  bag  substituted.  The  operation  of  fill- 
ing is  continuous  and  each  machine  handles  from  eight 
to  ten  bags  per  minute.  The  product  is  now  finished 
and  ready  for  shipment. 

Compressor   Plant. 
OflFset  from  the  line  of  mill  buildings  and  opposite 
the  kiln  house,  is  a  separate  building  containing  the 
compressor  equipment,  a  pair  of  small  steam  boilers 
and  the  switchboard  controlling  all  power  circuits. 
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Cuinpiu>>in      House     Interior. 

The  boilers,  having  a  total  capacity  of  no  b.h.p. 
each,  are  for  the  purpose  of  supplying  steam  for  the 
Erie  City  oil  jnimps.  In  the  compressor  room  there 
are  twoIngersoll-Rand  compressors  supplying  the  high 
pressure  air  for  the  oil-burners  at  8o  lb.  pressure  and 
having  a  capacity  of  700  cu.  ft.  of  free  air  per  minute. 
They  are  each  belt  driven  by  a  150  h.p.  induction  moto''. 
The  high  pressure  connection  between  the  compressor 
house  and  the  kilns  is  through  a  6  in.  steel  pipe.  There 
are  also  two  No.  12  Sturtevant  blowers,  having  a  ca- 
pacity of  8500  cu.  ft.  <if  free  air  per  minute  and  su])- 
plying  low  pressure  air  to  the  kilns.  Each  blower  i.s 
belt  driven  at  220  r.p.m.,  by  a  150  h.p.  induction  motor. 
The  connection  between  these  blowers  and  the  kiln-; 
is  through  an  18  in.  cast  iron  pipe,  supported  on  col- 
umns and  carried  aI)ove  ground. 

Power  Supply. 

.\  short  distance  from  the  compressor  house  and 
still  further  from  the  mill  buildings  is  the  concrete 
substation  where  electricity  delivered  from  the  lines  of 
the  Great  W  estern  Power  Company  is  transformed  to 
the  operating  voltage  in  use  throughout  the  plan',. 
The  substation  is  a  substantial  and  compact  structure 
about  30  by  40  ft.  and  contains  three  single  pole,  piston 
type,  oil  switches  for  the  high  tension  current,  four 
1000  kw.  lowering  transformers  and  a  single  panel 
switchboard  with  measuring  instruments  and  oil 
switch.  There  is  also  a  small  operator's  room  and  tele- 
]ihone  booth. 

The  transmission  line  supplying  this  substation 
is  a  branch  from  the  main  line  of  the  supply  company 
which  passes  over  the  hill  three-quarters  of  a  mile 
south  of  the  plant.  The  branch  line  is  about  a  mile 
in  length  and  is  a  steel  tower  equipment  similar  in  all 
respects,  save  the  size  of  conductor,  to  the  main  line 
and  like  the  main  line  has  two  circuits. 


Immediately  in  the  rear  of  the  substation  is  an 
angle  steel  structure  on  which  are  mounted  two  sets 
of  Pacific  Electric  Switch  Company's  out-door  discon- 
necting switches.  The  transmission  circuits  are 
brought  to  these  switches  and  from  them  a  common 
line  is  taken  through  openings  into  the  building  and 
directly  connected  to  the  single  pole  oil  switches.  The 
wall  openings  are  5  ft.  square,  glazed  with  plate 
glass,  having  a  hole  in  the  center  through  which  the 
conductor  passes.  P)etween  each  pair  of  oil  switches 
is  a  concrete  barrier  and  in  front,  but  below  the  switch, 
is  placed  its  respective  transformer,  the  fourth  trans- 
former being  a  spare.  The  switches  and  transformers 
were  supplied  by  the  General  Electric  Company.  The 
transformers  are  star  connected  on  the  high  tension 
side  to  the  transmission  line  which  delivers  three-phase 
currents  at  a  potential  of  100,000  volts.  The  low- 
tension  side  of  the  transformers  are  delta  connected 
and  deliver  three-phase  currents  to  the  company's 
switchboard  at  a  potential  of  440  volts. 


Transformers    in    Sub-Station. 

Switchboard  and  Electrical  Equipment. 
Extending  the  width  of  the  compressor  house,  but 
divided  from  it  by  a  fireproof  concrete  wall,  is  the 
switchboard,  consisting  of  14  panels  of  blue  \'ermont 
marble.  The  first  panel  is  devoted  to  the  control 
and  measurement  of  the  incoming  circuit  from  the  sub- 
station, and  is  equipped  with  an  ampere  meter,  a  fre- 
quency meter,  one  polyphase  integrating  switchboard 
type  wattmeter,  3-pole  oil  switch  and  one  volt  meter 
mounted  on  a  swinging  arm.     The  remaining  thirteen 
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panels  are  alike  and  on  each  is  mounted  one  automatic 
overload  circuit-breaker,  one  ampere  meter  and  one 
3-pole  oil  switch.  On  the  wall  facing  the  switchboard 
is  mounted  one  recording  frequency  meter.  In  the 
rear  of  and  extending  throughout  its  length  are  three 
massive  bus-bars  of  laminated  copper.  This  installa- 
tion was  furnished  by  the  Westinghouse  Electric  & 
Manufacturing  Company  with  the  exception  of  the  fre- 
quency meter  which  was  supplied  by  the  General  Elec- 
tric Company.  At  another  point  mounted  on  the  con- 
crete wall  of  the  building,  but  convenient  to  the  master 
panel  of  the  switchboard  is  a  pair  of  General  Electric 
integrating  wattmeters  installed  by  the  power  supply 
company  which  serve  to  check  the  reading  of  the  panel 
meter.  The  kw.  hour  charge  is  taken  from  these 
meters. 


Switchboartl. 

Circuits  to  the  various  mills  are  invariably  rubber 
and  weatherproof  covered  copper  cable  and  are  sup- 
ported on  structural  brackets  and  insulators  fastened 
to  the  buildings  about  20  ft.  above  the  ground.  The 
various  circuits  are  carried  to  their  respective  motor.-: 
in  the  same  manner,  care  being  taken  to  place  the 
wiring  in  position  to  prevent  any  possible  injury.  The 
leads  in  most  cases  are  carried  through  tubing  below 
the  concrete  floors  and  run  thus  to  a  point  of  outlet 
at  the  motor  or  the  controller. 

All  of  the  motors  are  of  the  induction  type  and 
all  but  those  operating  the  rotary  kilns  are  constant 
speed  with  squirrel  cage  rotors.  The  kiln  motors  are 
variable  speed  and  reversible,  and  their  controllers 
are  of  the  grid  resistance  type  placed  at  the  lower 
end  of  the  kiln  and  about  100  ft.  from  the  motor.  The 
controllers  for  the  constant  speed  motors  are  in  some 
cases  mounted  adjacent  to  the  motor,  as  for  those 
operating  conveyors.  In  the  ball  mills  the  controllers 
are  all  mounted  on  the  passageway  side  of  the  con- 


crete piers  supporting  the  pulley  bearings.  In  the 
tube  and  drying  mills  the  controllers  for  all  of  the 
motors  are  mounted  on  a  platform  at  one  side  in  a 
group.  All  motors  have  two  bearings  with  the  pulley 
overhanging;  all  deliver  their  power  through  belt  drive. 
The  speeds  of  different  motors  vary  somewhat, 
although  the  predominating  speed  is  660  r.p.m.  The 
\oltage  is  440  in  all  cases. 

The  service  requirement  is  severe  as  all  motors 
may  be  called  upon  to  constantly  deliver  their  full 
load  for  an  indefinite  time ;  ventilation  in  many  places 
is  limited  and  at  times  the  surrounding  temperature  's 
high.  As  a  rule  the  actual  load  upon  the  motor  is 
somewhat  under  the  full  load  rating. 

The  total  power  load  will  average  about  3000  kw. 
or  4000  h.p.  As  the  daily  capacity  of  the  plant  is  4000 
barrels  of  cement,  it  is  seen  that  one  barrel  of  cement 
requires  i  h.p.  day  of  power,  or  in  other  words,  the 
jinwer  capacity  required  to  c)perate  a  cement  mill  is 
equal  in  horsepower  to  the  daily  barrel  capacity  of  the 
mill.  Reduced  to  figures  the  cost  of  electricity  to  pro- 
duce a  barrel  of  cement  is  about  12.6  cents.  The  total 
cost  of  producing  a  barrel  of  cement  under  conditions 
generally  met  with  in  California  is  under  $1.00. 

The  motor  equipment  was  all  manufactured  by 
the  Allis-Chalmers  Company,  who  also  built  nuich  of 
the  machinery  used  throughout  the  mill.  Following  is 
a  list  of  the  motor  sizes  and  their'  application. 


Apparatus  No.  of 

ilriven.  motors 

No.    9   crusher    1 

Nn,  (j  crushers 2 

['•Linker  conveyors    2 

i  >r-iers 5 

Wilson    miUs 2 

i;aU    mills 18 

Tube   mills    20 

Tube   mills    2 

Rotary    coolers     4 

Rotary    coolers     8 

Compressors 2 

Rotary    blowers    2 

Carpenter    shop    1 

Machine   shop    1 

Conveyors   1 

Conveyors    .    .    8 

Conveyors    2 

Conveyors 4 

Sewing    machine    (bag)     1 

Pump  house   1 

Pump    house    4 

Total 90 


Size  of 

motor. 

150 

h.p. 

75 

h.p. 

30 

h.p. 

75 

h.p. 

75 

h.p. 

50 

h.p. 

75 

h.p. 

200 

h.p. 

50 

h.p. 

50 

h.p. 

150 

h.p. 

150 

h.p. 

20 

h.p. 

30 

h.p. 

30 

h.p. 

50 

h.p. 

50 

h.p. 

15 

h.p. 

% 

h.p. 

50 

h.p. 

5 

h.p. 

5645.5 


Water  Supply. 

The  water  supply  for  all  purposes  is  drawn  from 
wells  about  one-half  mile  from  the  mill.  The  pump 
house  at  this  point  is  a  corrugated  iron  structure  and 
is  equipped  with  five  pumping  rigs.  There  are  four 
artesian  wells  and  the  water  is  lifted  from  each  by  a 
Gould  deep  well  pump  and  each  is  driven  by  a  5  h.p., 
3-phase  induction  motor.  There  is  in  addition  a  Gould 
5  by  8  triplex  pump  which  forces  the  water  through 
the  service  pipe  to  the  works.  This  pump  is  driven 
by  a  50  h.p.  induction  motor.  All  of  these  motors 
operate  at  440  volts. 

The  writer  is  indebted  to  Mr.  Anson  George,  of 
the  company,  and  to  Mr.  U.  I.  Leh,  the  general  super- 
intendent, for  every  assistance  and  courtesy,  and  mucli 
■  aluable  information  on  the  theory  and  methods  in 
Use   in   the   manufacture   of  Portland   cement. 


April  15.  1911.]                      JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS  331 

OIL  BURNING  LOCOMOTIVE  PRACTICE.'  In  oil  burning  we  meet  with  other  conditions  pe- 

BY  HOWARD  STiLLMAX.  culiar  to  this  fuel  and  distinct  from  coal.     The  factor 

(Concluded.)  ^^^  grate  surface  disappears.     The  grates  are  bricked 

Fire-box  repairs  to  oil  burning  locomotives  do  not  ^^.^^   ^^^   ^^j.   admission    regulated    through   openings 

exceed  that  of  coal   burning  engines.     From   records  ^^^^    proper    dampers.      We    have    no    function    corre- 

kept  of  cost  of  maintenance  of  coal  vs.  oil  burning  en-  5;ponding  to  grate  surface  that  conveys  meaning.    The 

gines,  we  know  that  if  a  furnace  is  properly  equipped  ^^^.^^^  qj  ^gating  surface  only  remains  on  which  to  base 

with  draft  adjustment  and  burner,  that  an  oil  burning  comparisons. 

fire-box  will  outlast  a  fire-box  burning  coal ;  that  is  to  -phe  rate  of  combustion  on  the  locomotive,  like 
say  on  the  same  class  of  engine  in  the  same  service,  ^^,^\■^g■|-  functions,  depends  on  the  service  and  size  of  the 
However  it  cost  a  good  many  fire-boxes  to  determine  machine.  While  the  principles  of  combustion  do  not 
the  best  arrangement.  In  this  connection  I  wish  to  ^.^^^  jj.,  locomotive  boilers  from  those  in  stationary 
dra^  emphasis  to  the  fact  that  the  oil  fireman  is  a  service,  there  is  a  wide  variation  in  the  rate  of  steam 
large  factor  in  successful  oil  burning  practice  on  loco-  production,  independent  of  the  kind  of  fuel  used.  With 
motives.  The  condition  is  a  very  dift'erent  proposition  ^i^^  modern  locomotive  in  main  line  service  the  de- 
from  that  of  oil  firing  on  stationary  boilers.  Conditions  n^and  for  steam  at  full  pressure  per  unit  of  heating  sur- 
are  constantly  varying  in  the  locomotive  engine,  de-  face  far  exceeds,  in  point  of  time,  the  product  of  a  sta- 
pending  on  load  and  speed,  regularity  of  service,  con-  tionary  boiler.  The  demand  on  the  locomotive  is  in- 
dition  of  track,  grade,  and  rules  of  the  road.  The  oil  lermittent  and  conditions  vary  from  an  enormous  rate 
fireman  must  necessarily  watch  the  operation  of  the  ^f  gteam  production  when  working  at  a  rate  of  maxi- 
locomotive  with  intelligence  and  every  movement  of  ^■^^^^^■y^  effort,  to  one  of  comparative  rest. 
the  engineer  demands  corresponding  regulation  of  the  \  large  number  of  locomotive  tests  have  been 
oil  fire  and  watchfulness  on  the  part  of  the  fireman,  made  by  us  covering  the  use  of  oil  fuel  as  well  as  in 
He  has  two  gauges  to  guide  him,  the  steam  gauge  and  comparison  with  coal.  A  full  record  of  these  tests 
top  of  the  stack  show  results,  the  desired  steam  would  occupy  too  much  space  and  time  here  but  I  have 
pressure  with  least  smoke  being  the  objective.  It  will  ^i^e  following  data  to  submit,  showing  evaporative  re- 
be  appreciated,  therefore,  when  I  say  that  the  personal  ^ults  on  most  recent  tests  covering  about  the  heaviest 
equation  enters  largely  into  successful  practice  with  ^jj  firing  which  we  have,  covering  the  crossing  of  the 
burning  oil  on  a  locomotive.     A  careless  fireman  can  Sierra  Nevadas. 

do  great  damage  to  the  fire-box  and  flues  if  he  neglects  ,,  ^.^.^  ^^^^^  evaporative  tests  covering  service  of 

attention  to  regulation  of  dampers  and  regulators  at  locomotives  crossing  the  sierra  nevadas, 

the  proper  time.     It  is  not  always  possible  to  meet  the  sacr.^siento  division,   s.   p.   co. 

^      ,    .                            .  ,                      1              J    •,    •                           1  Number  of  single  trips  in  test.            2                      2                      2 

demand  for  steam  without  smoke  and  it  is  a  general     .j,^^.^,  ^^^^  ^j  ^^^^  17  n.  39  m.    21 1,.  23  m.    29  h.   2  m. 

though    not    universal    condition    that    the    locomotive     Actual  running  time  13  h  55  m.    12  11.59  m.    is  h  11  m. 

^  Allies   run «5iD  ii*  x t -t 

should  give  a  thin  gray  smoke.  Average      steam      pressure 

°,      .  ,  ,  ^-  ...     1  (gauge)    lbs 196.0  196.1  194.5 

As  before   stated  our   locomotives   are   converted  smoke-bo.K    temperature,    de- 

...  -in        1  Krees  F 797       738.5      451.3 

coal  burners   with   long  two-inch   Hues  and   compara-  Total  gallons  water  evaporated      44147           4Sio3           910S7 

i;,-,=Kr  clnr^rf  fiit-mf-ec        TTrnm   tlnp  naturp  nf  nil    fiipl    and  Total  pounds  water   evaporated       367642            400S58            759058 

tnely  snort  lurnaces.    i-rom  tne  nature  01  on  luti  anu     ^Dtui  gallons  oil  burned 3951.6         4328.4         7692.1 

the  necessitv  of  proper  mingling  of  air   with   hydro-  Total  pounds  oil  burned — .. .      31613           34627           61537 

■^                    ,                                     ,          •            •       •  E<iuivalent     evaporation,     lbs. 

carbon  vapors    for    the    proper    combustion,    it    is    my         water  per  ib.  oil n.n  13.95  15.04 

,                                 ,     \,         .-    c        !_           •                    4.-    1    r  Ll>s.   water  evaporated  per   sq. 

opinion  that  greater  depth  ot  fire-box  is  essential  tor         ft.  heat  surf,  per  hr 8.698  8.S09  6.392 

economic  oirburning  than  for  coal.     The  purpose  of  ^'^stirfp'^e'l-Tr''.'^".  .^.''.- .":.'!':"      o.74S           o.76i           0.518 

the  flues  is  to  absorb  heat  from  gases  leaving  the  fire-  ^^^^^^^^  °i\'i!iZXnl'^^" "■'■'.'.'■        U2             \\i             io56 

box  space,  and  if  the  flues  are  fulfilling  their  purpose  in     Grosl  ton  mileage —     107730  83694  183744 

r .         ,              ,                                       r   ,1              •  11          T."  Gallons   water   evaporated   per 

absorbing  heat  the  temperature  falls  rapidly.     It  com-         1000  ton  miles  409.79         5.4.10         495.73 

,        ^.          .            ,                       ,  •                       ,    ,.              1      '     (.1        „„„  Pounds   water    evaporated    per 

bustion  IS  not  approaching  completion  when  the  gases         ^^oo  ton  miles 3413  4790  4i3i 

enter  flues,  the  vapors   in  process  of  combustion  fall  «=Vooo"'ton"miiei' .  .''."':"'^. .''""      34.90           4S.40           39.51 

in   temperature  below   that  required   for  oxidation  of  P°i"oof  ton"niiies' ..''."''."!'^.  .'?^'"     279.20         3S7.20         316.O8 

the  carbon   hence  it  is  precipitated   as  soot  or  black     poiier  efflciencj' 73.S4%        ''?-,^^%       ""^-.^^J^" 

,,., ,                                 r             I  Maximum  inilicated  horsepower         lil9                 14i0                 2486 

smoke.    While  this  is  a  common  phenomenon  ot  smoke  Mean  indicated  horsepower. . .       1368            1222            2051 

production  with  any  fuel,  it  is  more  in  evidence  with  '^'^^Xe"Lm^^?''"'!^.°.''^''!'~ .      2315            2564             400i^^ 

oil  than  solid  fuel  where  w^e  have  nothing  to  burn  but        g.^^  ^^  cylinders 22in.x2Sin.  22in.x30in.  4oVn°x30in. 

volatile   combustible.        Lack  of  oxygen    is   generally  Diameter  of  drivers... .... .       63  in.            57  in.          57  in. 

,          ,      ,        r  Total  weight  of   locomotive,                                                    .„,„„„ 

supposed  to  be  the  cause  of  smoke  but  lack  of  proper  ibs 203300         20S000         11^,^,11 

,^  -J     -  1-1  I  •       +■  •  Weight  of  drivers,   lbs 160000  IS, 000  394150 

temperature  required  tor  chemical  combination  is  as        weight  of  tender,  lbs i3S07o         134745         169765 

often   if  not   Oftener,   the   cause.      The   lack   of   suft-icient  Total  he^^Ung  surface,^sq..ft^         2994                 3403                 6394 

fire-box  volume  is  in  my  opinion  the  common  cause  of  surface,  sq.  ft None  None  1221 

smoke  in  oil  burning  locomotives  when  the  greater  de-  i^.^^^^dl^^e'tJciusUf  ol  ^^linT.nTtenSr'^e^ts'rnT^Tun- 

mands  are  made  on  the  boiler  for  rapid  evaporation.  ^^t-lpZTealnTon%u?nea'^e?- sa^^^^^^^^                     perTour!" 

The    deposit    of    soot    upon    locomotive    flues    is    a    com-  the    figures    are    for   actual    running    time,    the    allowance    of    15 

j.^.       ,,        .                 ^          .                 •           .        ..1  gals,  of  oil  and  its  equivalent  in  water  is  made  per  hour  while 

mon    dlfficultv    m    our    service    owing    to    the    non-con-  standing,     in  -Gals.  and  Ihs.  oil  per  1000  ton  miles,     a  deduction 

ducting  natur'e  of  this  deposit,  and  rapid   falling  ofT  of  i^rporat?ng 'stream  ^or  'rtomSng   o^'^"'Qi.lntify'of^''oif  burned 

steaming   quality    from    this    cause.      This    calls    for    fre-  corrected  to   normal    temperature   of   70'>    F.      All   measuring  in- 

o    T           -^  struments  calibrated. 

quent  and  regular  sanding  of  flues.  .          ,              •,    r 

^  Comparisons    of   coal    vs.    oil    from    an    economic 

>Paper   presented   at   San    Francisco   meeting   American    So-  ^^    ^^^jpoint    are    mOSt    interesting    where    the    tWO    fuels 

ciety  of  Mechanical  Engineers,  M.arch  10.  1911.  ^lchi^ij^iiil    a   v.                                        a 
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come  in  competition,  and  relative  values  must  largely  MAKING  PRODUCER  GAS  FROM   OIL  ' 

depend  on  conditions  and  form  of  boilers  under  which  by  w.  h.  frost 
either  fuel  is  burned.    We  find  some  engine  boilers  to 

be  better  adapted  for  coal  than  oil  or  vice  versa  de-  When   first  considering  the    subject    of    making 

pending  on  construction.     Comparisons  therefore  are  P''od"'^er  gas  from  oil,  the  matter  primarily  appealed 

to  some  degree  a  function  of  the  boiler  itself.  We  went  ^°  '"^  commercially,  as  it  meant  a  fuel  economy  two 

into  this  quite  thoroughly  when  our  locomotives  were  '^^°  ^^^^^  times  better  than  the  average  steam  plant, 

converted.     Of  late  years  we  have  used  no  coal  hence  "''  would  substitute  crude  oil  for  an  equal  volume  of 

the  following  are  not  recent.    The  figures  are  based  on  •'■^tillate  or  gasoline  in  the  distillate  engines. 

evaporative  tests  we  have  made  on  our  locomotives  be-  ^'^^  ^  ^^^  engine  builder  I  started  out,  not  so  much 

fore  and  after  conversion.      The  comparisons  are  made  ^''  design  merely  a  new  method  of  making  gas,  as  to 

with  ordinary  bituminous  coal  of  about  13.350  B.t.u.  produce  a  new  power  system  in  which  the  relation  of 

producer  to  engine,  and  vice  versa,  must  be  the  first 

^Tooo?bs°coII  consideration.     The   question    was  how    to    do    this. 

Type  of  Locomotive.                              ^sfrvfce'"    t'o^fief  ou" '  Certainly  not  with  any    of    the    so-called  "crude  oil 

Eight-wheel  18-24  50              144  gals,  generators"  at  that  time  in  the  market. 

MoguT^"^! .:::::;::::::::::::::::::: ??6         III  illi  ^''o'"  data  collected  in  the  field,  and  from  many 

c"ns'oTidItlrn^:::::::::::: :::::::::::::::  J^         lllit\l-  P'-^'^ticai  experiments,  it  was  evident  that  such  a 

-*-'-'^""= 19              144  gals,  process   was   simply   a   crude   method    of    distillation. 

The  total  number  of  locomotives  above  accounted  sending  over   indigestible   compounds   to   the    engine, 

for  is  745,  and  the  mean  equivalent  is  152  gallons  or  and  wasting  most  of  the  oil  as  a  by-product.     When 

3.62  barrels  of  42  gallons,  equivalent  in  heat  value  to  ^  refined  product  providing  a  suitable  vapor  was  used, 

2000  lb.  coal.     The  average  equivalent   figures  above  '"^  ^^^  found  cheaper  and  much  less  trouble  to  use  the 

stated  cover  much  careful  work  and  are  based  on  equiv-  properly    refined    and   cleaned    distillate   direct   in    the 

alent  evaporative  results  from  many  service  tests.     It  cylinder. 

should  be  borne  in  mind  that  the  above  figures  are  Illuminating  gas  had  proven  a  failure  in  any  but 
from  service  tests  and  represent  oil  burned  on  the  main  small  engines,  on  account  of  the  large  proportion  of 
line  between  terminals  only  and  do  not  represent  '^y^rogen  (30  to  60  per  cent)  causing  premature  ex- 
losses  in  transfer,  handling  or  firing  up,  etc.  Our  ac-  P'osions  on  compression,  while  the  involved  process 
counting  department  use  a  figure  af  168  gallons  or  4  ^""^  bulky  apparatus,  with  the  offensive  waste  gases 
barrels  of  oil  equivalent  to  one  ton  of  coaL  ^""^  tarry  products,  the  voluminous  scrubbers  and 
It  may  be  said  that  with  oil  fuel,  providing  en-  Alters  and  the  many  objections  to  a  gas  holder,  put  all 
gines  are  burning  it  with  a  fair  degree  of  efl^iciency,  ^^^^^  ^^'^  ^^^"^  accomplished  in  that  line  out  of  the 
that  the  quality  of  fuel  is  a  constant  factor.     Poor  or  question. 

bad  coal  as  accounting  for  engine  failures  drops  from  '^^^  S^^  giving  the  best  results  in  every  way  in 

the  delay  report— "cleaning  fires"  is  abolished.  8^^   engines    was   from    blast    furnaces,    its    principal 

Concerning  relative  values  of  coal  vs.  oil   fuel   I  combustible  being  carbon-monoxide.     The   most  suc- 

cannot  close  without  submitting  the  following  table  of  cessful  coal  gas  producers  made  a  gas  in  which  this 

results  with  either  fuel  on  the  Southern  Pacific  Com-  '"'"'^^   ^   principal    element.      No   successful    method   of 

pany's  bay  steamers,  the  figures  showing  the  last  six  producing  a   suitable   power   gas   from   crude   oil   was 

month   record   with   coal   in   the   year    1901    compared  ^^'nown. 

with  last  six  months  in  oil  of  year  1908.  -^^  ^  practical  gas  engine  builder  and  distributor, 

Rvcn-R-n  nv  nr,i.j    tjtttjtvttt-t^   t.t,t,x^x^   .  ^    knew   that   no   complicated   apparatus,   nor   any   re- 

Kl!.CORD    OF    COAL    BURNED    DURING    LAST    SIX    MONTHS  •    ■                   ,•       i            i    Ti     .                  '^^      .                   ,  ,           ^ 

USED,  1901,  AND  OIL  BURNED  DURING  LAST  SIX  quiring  particular  skill   to  operate  it,   would  prove  a 

MONTHS  OF  1908.  ON  STEAMERS  OF  s.  p.  CO.  commercial  success.     Certain  things  were  necessary 

pfe^^^t  ■:::::::::i^t    IIMI    til    ll-lll    Hill    lit    lit  ist.     To    produce    the   gas     continuously     in    the 

'^^ty  ::::::\:::IMI    llitl    M    lilll    Itilt    lit    ill  ^l^^ntity   required    by    the     engine,     dispensing    with 

Encinal    3,703      20,284      5.47      10;512      191678      ^87      2.9S  Storage. 

^ewark 1,860        9.372      5.04        6.559      10  631      1.62      3.11  j        a-i                   ,                    ■         ,                   •                    .           , 

^ransit    2.581    16,715    6.48      9.548    17,922    1.88    3.45  2nd.      I  he  gas  to  contain  the  maximum  of  carbon 

El  Capitan    1,019        7,238      7.10        3,431        6  072      1  77      4  01  -j               i    \^              ■     ■                    r    i       i                                ,        . 

Solano   4,516      5,480    121    17  151      7  143       40    288  Hionoxide   and   the   minimum   of   hydrogen,   to   obtain 

Modoc'.::;:::::;:  2,i65    2o:68l    lit      1:111    lliio    iil    ill  '''ghest    thermal    efficiency    and    best    regulation    of 

Totals   &   resultant  engine. 

"><^^T^s    31,000  176,790    5.70  114,651186,771    1.63     ....  3r(i.     Gas   to   be   practically   even     in    quality    to 

Mean  equivalent  of  one  ton  of  coal  in  barrels  of  oil.  3.495  prevent   shut-downs. 

These  figures  are  not  from  evaporative  tests  but  4th-     Gas  to  be  clean,  as  very  minute  particles  of 

cover  the  service  of  eleven  steam  boats,  a  total  of  176,-  carbon    accumulate    and    foul    engine    valves,    necessi- 

7QO   miles   as   coal   burners,   and    186,771    miles   as   oil  bating  shut-downs  and  cleaning. 

burners.     The  figures  are  from  the  official  accounting  5th.     Apparatus  to  occupy  relatively  small  space, 

record.  6th.     Operation  to  be  simple,  readily  understood 

The  above  service  of  these  bay    steamers    repre-  '^^    ordinary    attendant    and    requiring    minimum    of 

sents  a  consumption  per  year  of  229,302  barrels,  which,  =ittention. 

added  to  my  former  figure  per  year  for  locomotives  ^th.     Dispense     with     offensive     fumes    and    by- 
gives  a  total  of  8,363,802  barrels'  per  year  consumed  PJ^o^ucts. 
by  us.     In  addition  to  this  a  considerable  amount  is 

used  in   shops  and  rolling  mills  'Paper  presented  at  San  Francisco  meeting  American  Society 

''               '  ot  Mechanical   Engineers,  March   10,   1911. 
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8th.     Reduce  the  necessary  elements  to  the  mini- 
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mum. 

Oil  carries  carbon,  and  the  oxj^gen  of  the  atmos- 
phere is  free  for  the  taking  everywhere,  and  these  two 
elements  are  the  only  ones  necessary.  Many  forms 
cf  apparatus  may  be  used.  That  seeming  most  satis- 
factory is  a  simple  open  chamber  into  which  the  oil  is 
sprayed  by  compressed  air  and  open  to  the  atmosphere 
through  regulatable  means.  Suction  is  produced  by 
the  engine  or  any  form  of  suitable  exhauster.  This 
keeps  the  interior  of  the  producer  at  or  below  atmos- 
pheric pressure. 

The  oxygen  in  the  air  flowing  into  the  producer, 
and  used  in  spraying  the  oil,  unites  with  a  certain 
portion  of  the  oil  to  produce  combustion  and  a  high 
temperature.  In  this  high  temperature  zone  the  un- 
burnt  oil  is  decomposed  into  its  gaseous  elements  and 
free  carbon.  The  carbon  dioxide  formed  by  the  com- 
bustion evidently  selects  carbon  from  the  products  of 
the  oil's  decomposition  to  form  carbon  monoxide. 
An  average  analysis  of  the  gas  gives: 

Carbon   dioxide    fi  ■ 

Oxygen   1 . 

Illuminants   2.2 

Carbon  monoxide   13 .  B 

Hydrogen     6-2 

Metliane   3.3 

Nitrogen     S7 . 7 


100. 


141  B.t.u. 


Regulation  of  the  free  air  openings,  and  of  the  oil, 
controls  the  quality  and  also  the  volume  of  gas.  and 
can  be  automatically  governed  by  the  engine.  .\  test 
ilame  kept  burning  is  an  indication  to  the  attendant 
of  the  quality  of  the  gas.  Sight  holes  also  show  the 
internal  condition  of  the  producer.  Gas  can  be  made 
as  lean  as  wanted  and  up  to  consideral:)ly  over  200 
B.t.u.  It  is  evident  that  the  addition  of  steam  would 
raise  the  B.t.u.  value,  but  means  another  element  to 
generate  and  control,  and  increases  the  hydrogen. 
Personally,  I  do  not  favor  it  for  power  gas. 

During  the  experiments  and  tests  of  several  3'ears' 
duration,  it  was  found  that  engines  operated  most 
steadily  and  evenly,  and  the  apparatus  required  the 
least  attention,  when  the  temperature  of  the  producer 
was  sufficiently  high  to  completely  break  up  the  tarry 
vapors  into  gas  and  carbon.  This  carbon,  by  the  way, 
is  a  new  product,  and  has  many  valuable  applications. 

The  most  difficult  task  was  to  completely  separate 
the  fine,  almost  microscopic,  particles  of  carbon  from 
the  gas,  so  that  it  would  be  perfectly  clean  and  suited 
to  any  gas  engine,  as  it  is  well  known  that  most 
American  engine  valves  are  designed  for  use  with 
natural  gas,  which  is  perfectly  clean.  Eventually,  a 
centrifugal  scrubber  of  simple  design  was  devised. 
which  absolutely  cleans  the  gas,  so  much  so  that  fine 
white  muslin  held  for  one  or  two  minutes  over  a  i-in. 
outlet  with  gas  under  2  in.  water  pressure,  sufficient  to 
make  a  very  long  flame,  shows  no  stain  whatever,  and 
if  kept  there  for  two  hours,  shows  only  a  slight  dis- 
coloration. The  scrubber  doing  this  is  about  4  ft. 
diameter  by  5  ft.  long,  and  cleans  about  35,000  cu.  ft. 
of  gas  per  hour. 

The  fine  dry  carbon,  free  from  tar,  is  collected 
from  the  wash  water  by  any  convenient  means.  In  a 
plant  of  500  h.p.,  it  is  not  sufficient  in  quantity  to 
require  any  special  separating  device,  but  is  collected 


in  a  skimming  tank  in  the  usual  manner.  As  pre- 
viously stated,  this  fine  clean  carbon  has  many  valuable 
uses,  particularly  in  paint  for  metal  or  wood,  such 
paint  being  water  and  weather  proof,  very  elastic  and 
of  great  penetrative  power.  If  obtained  in  sufficient 
quantity,  it  may  be  used  as  fuel. 

The  economy,  of  course,  varies  with  the  engine, 
but  actual  runs  on  plants  of  100  to  500  h.p.  show  that 
I  lb.  of  oil,  or  a  trifle  over,  produces  a  brake  h.p.  in  a 
fairly  economical  engine,  charging  the  power  required 
to  operate  the  producer  auxiliaries  to  the  engine.  A 
guarantee  of  1%  lb.  is  perfectly  safe.  Undoubtedly 
the  experience  already  gained  can  be  utilized  in  de- 
signing engines  to  obtain  a  much  higher  efficiency,  as 
well  as  to  increase  the  efficiency  of  the  producer. 

As  to  sizes  of  producers ;  with  a  circular  chamber 
less  than  18  in.  diameter  by  4  ft.  long  or  about  7  cu.  ft. 
capacity,  I  have  made  the  gas  required  to  operate  a 
150  h.p.  engine  full  load,  but  prefer  larger  capacity,  at 
least  for  the  present. 

No  absolute  measurements  of  gas  volumes  have 
been  made,  owing  to  the  large  quantities  handled,  but 
reckoning  the  engine  to  require  12,000  B.t.u.  for  each 
b.h.p.,  actual  runs  .show  that  i  lb.  of  crude  oil  produces 
this  gas  and  more,  or  3,900,000  B.t.u.  to  one  325-lb.  bbl. 
r  understand  that  looo  cu.  ft.  of  600  B.t.u.  illuminating 
gas  requires  from  8  to  10  gallons  of  crude  oil,  utilizing  • 
from  2,520,000  to  3,150,000  B.t.u.  per  bbl.  of  oil,  show- 
ing this  producer  gas  process  to  have  a  thermal  effi- 
ciency 33  to  54  per  cent  greater  than  illuminating  gas 
process,  indicating,  with  its  further  advantage  of 
simple  apparatus,  that  it  has  a  wide  field  of  application 
as  a  fuel  gas. 

Practically  all  kinds  and  gravities  of  crude  oils 
have  been  used,  as  well  as  oil  from  which  the  light 
products  had  been  taken.  It  seems  that  the  only 
necessary  ingredient  is  carbon.  The  effect  of  a  general 
introduction  of  a  practical  oil-gas  power  sys.tcm  with 
its  economies  means  a  great  deal  to  the  manufacturing 
industries  of  the  Pacific  Coast,  and  I  feel  that  the 
system  which  I  have  described  has  already  been  dem- 
onstrated to  be  a  success,  both  from  an  operating  and 
ail  economic  standpoint. 

I  should  also  like  to  comment  on  the  paper  read 
by  Mr.  Jones  at  the  last  meeting.'  Speaking  of  the 
producer  gas  which  he  has  made,  he  states :  "The 
operation  is  continuous,  and  without  interruptions  for 
cleaning.  This  is  essential  in  the  manufacture  of 
producer  gas  for  power  purposes."  Quoting  again : 
"Any  accumulation  of  carbon  in  the  generator  may  be 
removed  by  adjusting  the  temperature  and  quantity  of 
air  supplied."  This  indicates  that  there  is  a  necessity 
for  cleaning,  but  that  a  change  in  proportion  of  air, 
with  consequent  change  in  temperature  (probably 
more  air  raises  the  temperature)  consumes  the  ac- 
cumulated deposits.  My  experience  has  been  that  any 
change  in  temperature,  or  proportion  of  elements, 
changes  the  quality  of  the  gas  and  causes  shut-down  of 
the  engine.  (The  change  mentioned  would  probably 
make  the  gas  leaner.) 

The  only  way  to  avoid  serious  engine  troubles 
would  be  to  build  storage  suft'icient  to  give  time  so 
that  the  changes  of  gas  values  would  be  very  slow  and 
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gradual,  and  even  then  the  load  must  never  be  greater 
than  the  leanest  gas  will  carry,  and  the  engine  would 
require  close  attention  and  skilful  handling.  Even  if 
the  leanest  gas  can  be  kept  up  to  i6o  B.t.u.,  it  would 
require  37,500  cu.  ft.  per  hour  for  a  500  h.p.  load 
(12,000  B.t.u.  per  b.h.p.),  making  an  enormous  storage 
necessary  to  even  approximately  average  the  gas. 

The  statement  of  the  necessity  of  changes  also 
shows  that  this  is  not  a  continuous  process  producing 
a  uniform  gas,  but  that  it  is  a  process  producing  a 
continuous  supply  of  gases  of  varying  values,  whereas 
a  continuous  supply  of  a  practically  uniform  gas  is 
absolutely  essential  to  any  engine  I  have  ever  operated. 

Quoting  again  from  Mr.  Jones'  paper :  "Making 
l)roducer  gas  from  oil  in  the  ordinary  gas  generator 
has  many  advantages  over  any  special  process."  What 
are  the  advantages?  What  power  plant  would  want 
such  an  equipment  as  is  required  for  illuminating  gas 
making?  Bulky  retorts,  large  scrubbers  and  fdters  for 
the  great  volume  of  gas  required  and  big  gas  holders, 
necessary  for  all  pressure  systems  and  also  to  average 
the  quality  of  gas. 

'■■^  naner  indicates  that  certain  results  have  been 
accomplished.  The  vital  lack  in  the  statement  is  that 
gas  engines  were  successfully  operating  with  this  gas. 
The  tendency  of  the  gas  engineer  is  to  concentrate 
upon  the  gas  process  without  taking  into  account  the 
requirements  and  limitations  of  the  gas  engine  and  the 
actual  demands  of  a  power  plant.  The  engine  and 
producer  are  so  intimately  related  that  it  is  quite  out 
of  the  question  to  divorce  them,  even  in  California. 

Illuminating  gas  apparatus  is  best  adapted  to  the 
making  of  illuminating  gas,  a  very  different  product 
from  producer  gas,  while  producer  gas  apparatus 
speciallv  designed  to  meet  power  plant  requirements 
is  best  for  that  service. 

Evidently  a  by-product  of  lamp  black  or  tar  or 
both  is  produced  and  must  be  separated  by  washing 
and  filtering  to  fit  it  for  the  engine.  Evidently  the 
process  does  not  produce  an  even  and  uniform  gas 
continuously.  Evidently  Mr.  Jones  relies  upon  the  gas 
holder  for  averaging  the  gas,  same  as  is  done  with 
illuminating  gas,  but  this  is  expensive,  and  imprac- 
ticable with  a  power  plant  of  average  size,  and  an 
impossibility  within  the  fire  limits  of  cities. 


A  GUN  IN  TEXAS. 

"Calculus  is  like  the  Texan's  gun,  which  he  may 
carry  for  three  or  four  years  without  ever  having 
occasion  for  its  use,  but  when  he  does  need  it  he  needs 
it  badly."  An  unfortunate  young  man  once  went  to 
Texas,  where,  in  accordance  with  time  honored  tra- 
dition, he  purchased  a  six-shooter,  with  trousers  to 
fit.  For  three  years  and  two  days  'he  carried  it 
wherever  he  went,  blest  with  that  serenity  of  mind 
which  springs  from  a  consciousness  of  security  and 
peace,  for  he  had  but  to  slap  his  thigh  to  know  that 
the  faithful  weapon  was  ever  ready  for  the  hour  of 
need.  On  the  second  day  of  the  fourth  year  the  crisis 
came.  Out  from  its  holster  leaped  the  rusty  gun. 
But,  alas  for  my  friend!  His  finger  fumbled  for  the 
trigger,  the  action  was  hard,  the  barrel  foul.  At  this 
season  of  the  year  when  the  seed  is  going  under 
ground,  sad  memories  arise,  because  they  alsn  planted 
him.     The  moral  is  obvious. 


DISCUSSIONS  SAN  FRANCISCO  MEETING, 
A.  S.  M.  E. 

Relative   Value   of   Light  Oil    As   Compared   With    Heavy   Oil.' 

C.  R.  Weymouth:  Professor  Le  Conte's  paper  gives  in- 
formation regarding  the  heating  vahie  of  oils  of  various  gravi- 
ties, of  utmost  value  to  mechanical  engineers  and  power  plant 
operators.  If  we  assume  that  the  range  of  fuel  oil  ordinarily 
varies  between  the  limits  of  12  deg.  and  18  deg.  Baume,  we 
find,  in  accordance  with  his  Table  1,  an  Increase  of  2.18  per 
cent  in  the  total  heat  units  per  barrel,  in  favor  of  the  heavier 
oil.  So  long  as  the  barrel  is  the  unit  in  the  purchase  of  oil. 
power  plant  operators  cannot  ignore  this  comparison. 

Since  the  reading  of  these  papers  the  writer  has  endeav- 
ored to  collect  data  in  an  attempt  to  establish  a  relation 
between  the  specific  gravity  of  California^  crude  oil,  Baume 
scale,  and  the  percentage  of  hydrogen  shown  by  its  ultimate 
analysis;  this,  in  order  to  compute  a  table  showing  the  "avail- 
able heat"  per  pound  and  per  barrel  of  crude  oil,  of  varying 
gravities,  correcting  for  loss  due  to  latent  heat  of  steam 
formed  by  the  combustion  cf  hydrogen,  as  pointed  out  in  the 
writer's  paper  presented  at  the  same  meeting. 

It  is  found  that  there  is  no  exact  relationship  between  the 
specific  gravity  of  crude  oil  and  its  hydrogen  content,  although 
there  is  a  general  tendency  for  an  increase  in  hydrogen  con- 
tent, with  the  lighter  oils. 

Examination  of  the  ultimate  analysis  and  calorimeter  tests 
of  a  number  of  California  crude  oils  indicates  the  rather  start- 
ling fact  that  it  is  possible  in  oils  having  practically  the  same 
total  quantity  of  inert  constituents,  to  have  a  variation  in  both 
hydrogen  and  carbon  contents  with  practically  no  variation 
in  the  calorific  value  of  the  oil. 

The  inevitable  conclusion.s  that  the  calorific  value  of  crude 
oil  does  not  correspond  to  the  heat  of  combustion  of  its  ele- 
mental constituents,  and  that  accepted  formulae  for  calcu- 
lating the  total  heat  of  fuels  are  not  applicable  to  California 
crude  oils,  are  borne  out  by  the  fact  that  the  calculated 
calorific  value  was,  in  one  instance,  S.7  per  cent  greater  than 
obtained  from  calorimeter  test. 

This  apparent  anomaly  is  no  doubt  explained  by  the  fact 
that  crude  oil  is  an  admixture  of  various  hydro-carbons,  and 
that  the  heat  required  in  the  formation  of  these  hydro-carbons 
is  not  available  in  the  further  combustion  as  crude  oil. 

From  Prof.  Le  Conte's  table,  the  writer  calculated  the 
variation  in  hydrogen  due  to  variation  in  heat  units,  according 
to  Favre  and  Silberman's  formulae,  the  result  being  an  in- 
crease of  1.263  per  cent  hydrogen  for  10  deg.  increase  Be. 
From  the  foregoing  it  is  evident  that  this  relationship  cannot 
be  regarded  as  more  than  an  approximation.  On  this  basis, 
and  correcting  for  latent  heat  of  steam  only,  the  "available 
heat"  per  barrel  of  oil  is  2.32  per  cent  greater  for  12  deg.  Be. 
oil  than  for  IS  deg.  Be.  oil. 

If  further  corrections  be  made  for  the  added  stack  losses 
at  a  temperature  of  400  deg.  F.  due  to  the  greater  air  required 
for  combustion,  then  12  deg.  Be.  oil  has  an  advantage  over  18 
deg.  Be.  oil  of  2.37  per  cent. 

It  should  be  evident  from  the  wide  scattering  of  the 
hydrogen  points  that  the  comparison  of  any  two  oils  under 
consideration  should  be  made  with  respect  to  their  individual 
analyses,  and  not  with  respect  to  the  average  line  mentioned. 
For  example,  from  the  plotted  points  a  hydrogen  variation  of 
1.8  per  cent  is  noticeable  with  practically  no  variation  on  the 
Baume  scale,  corresponding  to  which  the  stated  increase  of 
hydrogen  involves  a  commercial  loss,  due  to  its  lower  "avail- 
able heat,"  and  increased  chimney  losses,  of  approximately 
1  per  cent.  Taking  into  consideration  this  loss  and  the  greater 
beat  units  of  heavy  oils,  the  extreme  variation  in  the  com- 
mercial value  of  anhydrous  crude  oils,  between  the  limits  of 
12  deg.  Be.  and  18  deg.  Be.,  appears  to  be  not  greater  than 
3  per  cent. 
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As  a  result  of  all  the  tests  by  Chas.  C.  Moore  &  Co.,  engi- 
neers, and  the  Babcock  &  Wilcox  Co.,  with  California  crude 
oils,  it  is  not  apparent  that  the  above  conclusions  will  be 
materially  modified  by  a  consideration  of  the  atomizing  agent, 
when  oils  are  heated  to  the  proper  temperature  before  firing. 

It  should  be  noted  that  Prof.  Le  Conte's  table  is  intended 
to  represent  a  general  average,  the  line  being  drawn  through 
plotted  points  considerably  scattered.  Calorimeter  determina- 
tions will  still  be  necessary  as  the  specific  gravity  of  an  oil 
is  not  an  accurate  index  of  its  calorific  value. 

"Stacks  for  Oil  Burning  Boilers."' 
C.  R.  Weymouth:  Mr.  Dunn  has  fairly  represented  cur- 
rent practice  in  the  design  of  chimneys  for  oil  fired  boilers  at 
sea  level,  for  moderate  sized  plants.  About  eight  years  ago, 
the  writer  established,  for  Chas.  C.  Moore  &  Co.,  engineers,  a 
rule  for  oil  burning  chimneys,  as  set  forth  in  Mr.  Dunn's  paper, 
and  while  such  basis  for  the  selection  of  chimneys  has  kept 
them  out  of  difficulties,  recent  investigations  have  indicated 
the  desirability  for  a  radical  departure  from  this  rule  in 
certain  special  instances. 

During  the  last  four  years  the  writer  has  been  collecting 
data  as  to  the  performance  of  chimneys  in  connection  with 
oil  burning  plants,  and  about  two  years  ago  began  the  prepa- 
ration of  a  paper  setting  forth,  in  detail,  the  results  of  these 
investigations,  which  will  later  be  presented  to  the  Society. 

For  the  benefit  of  those  who  contemplate  using  Kent's 
table  as  a  basis  of  selection  of  chimneys  for  oil  burning  plants, 
the  writer  would  state  that  Mr.  Dunn's  explanation  of  the 
reasons  for  adducing  the  rule  stated,  is  hardly  correct.  The 
weight  of  chimney  gases  per  boiler  horsepower,  when  burning 
coal,  is  not  twice  that  when  burning  oil.  It  is  possible  to  use 
chimneys  of  smaller  area  for  oil  burning  than  for  coal  burning, 
by  reason  of  the  much  lower  draft  required  for  oil  burning, 
permitting  higher  velocities  in  the  chimney,  and  a  greater 
percentage  of  draft  loss  in  the  chimney  proper. 

Mr.  Kent  probably  never  intended  the  widespread  usage 
accorded  his  table  of  chimney  capacities,  and  before  adopting 
this  for  too  general  usage,  engineers  would  do  well  to  inquire 
the  basis  of  development  of  Kent's  table  of  chimney  capacities, 
and  the  significance  of  the  figures  given. 

According  to  Kent's  table,  a  chimney  4S  in.  in  diameter 
by  100  ft.  in  height,  is  rated  at  348  commercial  horsepower. 
According  to  Mr.  Dunn's  paper,  this  chimney  would  develop 
double  that  amount,  or  practically  700  boiler  horsepower. 
The  questions  arise:  Should  this  chimney  be  connected  to 
boilers  aggregating  700  h.p.  based  on  the  normal  rating? 
Will  it  merely  carry  boilers  when  operating  at  rating,  or  does 
it  provide  a  margin  for  overload,  and  if  so,  to  what  extent? 
Were  it  desirable,  in  such  a  plant,  to  operate  both  boilers 
temporarily  at  100  per  cent  overload,  developing  1400  boiler 
horsepower,  would  it  be  necessary  to  install  a  chimney  of 
double  the  sectional  area? 

The  writer  no  longer  uses  Kent's  table  for  selecting 
chimneys  for  oil  fired  boilers,  and  it  is  not  possible  to  obtain 
correct  ratings  tor  oil  chimneys  by  applying  a  fixed  ratio  to 
the  capacity  set  forth  in  it. 

With  economical  firing,  and  with  properly  designed  fur- 
naces, the  draft  in  the  third  pass,  required  to  hum  oil  in  a 
Babcock  &  Wilcox  boiler  of,  say,  250  h.p.  rating,  is  about  .1  in. 
If  this  boiler  be  connected  to  a  chimney  100  ft.  in  height, 
giving  a  working  draft  at  the  base  of  the  chimney  of,  say. 
•  5  in.,  it  is  evident  that  this  surplus  draft  is  capable  of  flood- 
ing the  boiler  with  an  excess  of  air,  if  the  draft  be  not  properly 
regulated.  Such  operation  could  easily  result  in  such  a  large 
excess  of  air  for  combustion  as  to  require  the  burning  of  10 
per  cent  excess  oil,  merely  to  heat  to  the  stack  temperature 
the  excess  air  so  admitted. 

If  for  the  given  single  boiler  the  chimney  height  be  r' 
duced  to  approximately  .35  ft.,  the  boiler  outlet  and  breeching 
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being  of  ample  area,  and  the  stack  being  directly  connected  to 
the  boiler,  the  chimney  would  then  produce  a  maximum  uraft 
practically  equivalent  to  that  required  for  the  operation  of  the 
boiler  at  rating;  and  with  boiler  damper  and  ash  pit  doors 
wide  open  it  would  be  impossible  for  the  most  careless  firemen 
to  flood  the  furnaces  with  any  material  excess  of  air.  The 
writer  does  not  recommend  that  all  chimney  heights  be  re- 
duced to  35  ft.,  but  this  illustration  serves  to  indicate  an 
extent  of  safeguarding  the  fuel  economy  of  the  boiler  room, 
not  possible  by  any  other  simple  means. 

In  a  San  Fi-anclsco  office  building  it  was  found  necessary, 
by  reason  of  the  height  of  the  building,  to  install,  a  chimney 
extending  more  than  200  ft.  above  the  boiler  room  floor  line. 
On  one  occasion  the  analysis  of  flue  gases,  in  connection  with 
this  chimney,  indicated  200  per  cent  air  over  actual  require- 
ments, and  a  certain  fuel  loss,  as  compared  with  economical 
firing,  of  at  least  20  per  cent.  While,  in  this  instance,  it  was 
impossible  to  reduce  the  heigt^t  of  the  chimney,  it  would  have 
been  possible  to  reduce  the  diameter  of  the  chimney  to  such 
an  extent,  that  the  chimney  friction  would  have  reduced  the 
available  draft  at  the  base  of  the  chimney,  to  an  amount  more 
nearly  in  keeping  with  the  boiler  requirements. 

As  illustrating  the  overloading  and  abuse  of  boilers  pos- 
sible with  excessive  drafts,  the  writer  has  in  mind  a  Stirling 
boiler  having  a  connected  chimney  of  generous  diameter,  80  ft. 
in  height.  The  damper  lever  had  been  disconnected,  and  the 
boiler  fired  with  both  rear  damper  and  ash  doors  wide  open. 
The  fireman  was  instructed  in  the  regulation  of  dampers  and 
ash  doors,  but  failed  to  observe  these  instructions.  Subse- 
quent tests  Indicated  overloads,  of  several  hours'  duration,  of 
85  per  cent,  and  momentary  overloads  of  even  greater  extent. 
There  were  other  boilers  in  service,  having  less  draft  power, 
which  were  not  overloaded  to  this  extent.  In  the  plant  in 
question,  all  boilers  should  have  been  operated  at  practically 
rating,  on  a  nearly  uniform  factory  load.  Obviously,  the  over- 
loading of  this  particular  boiler  led  to  a  considerable  fuel  loss. 
To  obviate  these  difficulties,  the  writer  has  recently  recom- 
mended a  40  ft.  reduction  in  the  height  of  this  chimney. 
A  greater  reduction  "would  be  possible,  from  the  boiler  stand- 
point, but  in  this  instance  limited  by  height  of  building. 

When  operating  boilers  under  variable  load,  a  careless 
fireman  is  liable  to  discover  that  the  steam  gauge  reads  five 
or  six  pounds  low,  and  rapidly  falling.  Through  habit,  he  has 
learned  that  this  loss  can  be  overcome  by  a  few  moments' 
heavy  firing.  During  such  periods,  the  boiler  is  frequently 
fired  at  from  200  to  300  per  cent  rating,  and  boiler  tube  re 
newals  are  many  times  chargeable  to  this  cause,  not  to  men- 
tion excessive  oil  consumption  resulting  from  such  practice. 

■^Tiile  a  certain  excess  draft  is  necessary  for  proper  regu- 
lation of  boiler  plants,  on  variable  load,  it  is  self-evident  that 
an  excessive  draft  can  only  lead  to  severe  abuse  of  boilers  in 
the  hands  of  ordinary  firemen. 

Prior  to  the  burning  of  oil  in  Pacific  Coast  plants,  chim- 
neys were  proportioned  for  coal  burning  practice,  and  in  many 
instances  the  subsequent  failure  to  obtain  favorable  economy 
with  oil  fuel,  in  everyday  work,  was  attributable  to  tall  chim- 
neys. In  a  number  of  these  stations  it  was  later  found  pos- 
sible to  largely  Increase  the  number  of  boilers  connected  to 
the  one  chimney:  the  station  economy  was  improved  without 
apparent  effort  of  the  firemen,  this  owing  to  the  fact  that  the 
increased  volume  of  gases  passing  through  the  flues  and 
chimney  reduced  the  draft  available  at  the  boiler  outlet,  and 
at  once  limited  the  extent  of  flooding  the  furnaces  with  excess 
air,  formerly  possible  with  an  excessive  draft. 

It  has  been  found  by  experiment  that  the  draft  necessary 
for  the  combustion  of  oil  varies  largely  with  the  economy  of 
firing,  and  in  one  series  of  tests,  operating  the  same  boiler  at 
approximately  rated  capacity,  the  draft  varied  from  less  than 
.1  in.  with  economical  firing,  to  nearly  .5  in.  with  a  large 
excess  of  air. 

It  has  also  been  found  by  experiment  that  the  draft  neces- 
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sary  to  burn  oil  increases  rapidly  with  the  rate  of  overload 
on  boiler.  It  therefore  becomes  necessary,  in  the  selection  of 
chimneys  for  a  given  plant,  to  decide  both  the  maximum 
capacity  to  which  it  is  desired  to  be  able  to  momentarily  force 
boilers,  and  the  excess  air  supply  over  the  most  favorable 
firing  conditions,  to  be  regarded  as  the  limit  of  safety,  In 
everyday  practice.  The  installation  of  fuel  economizers,  ex- 
cessive breeching  resistances,  etc.,  will  also  influence  the  final 
result.  These  considerations  determine  the  draft  necessary 
at  the  base  of  the  chimney.  There  is  a  minimum  height  of 
chimney  which  will  produce  the  desired  draft,  and  should  it 
become  necessary  to  increase  the  chimney  height  over  and 
above  the  necessary  minimum,  the  diameter  of  the  chimney, 
for  economical  firing,  should  be  modified  to  absorb,  by  chim- 
ney and  breechiug  friction,  the  excess  draft  thus  produced. 
The  provision  for  a  later  increase  of  boilers  on  a  given  chim- 
ney will,  of  course,  modify  these  conditions. 

There  are  many  factory,  pumping,  and  heating  plants, 
where  the  load  on  the  boilers  in  service  is  practically  uniform, 
and  rarely  exceeds  rating.  In  certain  of  these  plants,  not 
operated  by  skillful  firemen,  it  would  he  possible  (building 
conditions  permitting)  to  materially  reduce  the  chimney 
height,  with  an  increase  in  fuel  conomy. 

The  writer  promises  detailed  information  in  this  subject, 
at  a  later  date,  and  in  the  meantime  recommends  to  power 
plant  operators  a  careful  investigation  of  their  draft  condi- 
tions, and  possible  modifications,  to  secure  improved  fuel 
economy. 

The  Chairman:  In  the  remarks  which  Mr.  Weymouth  has 
made  it  has  brought  to  my  mind  one  thought  that  has  oc- 
curred to  me,  namely,  that  it  would  be  extremely  desirable  If 
in  all  power  plants  there  could  be  fitted  to  each  boiler  a 
simple,  inexpensive  instrument  which  would  enable  the  rate 
at  which  the  boiler  was  being  fired  at  any  given  instant  to  he 
determined  at  a  glance.  It  seems  to  me  that  it  would  lead  not 
only  to  economy  of  operation  but  also  to  a  cessation  of  abuses 
and  destructive  action. 

C.  R.  Weymouth :  Answering  Mr.  Hunt's  query,  it  is  pos- 
sible by  controlling  the  firing  of  boilers"  by  variation  of  oil 
pressure  from  a  central  point,  all  burners  being  connected  to 
a  common  oil  main,  to  indicate  approximately  the  rate  of  load 
on  the  individual  boilers  by  pressure  gauges  connected  to  the 
oil  to  burner  branch  line. 

At  the  Redondo  plant  we  controlled  the  firing  of  boilers 
from  a  central  point,  the  individual  oil  burner  regulating 
valves  being  wide  open  or  nearly  so.  The  pressure  gauge  read 
about  20  pounds  when  the  boilers  were  fired  at  rating;  about 
10  pounds  at  half  load;  and  about  30  pounds  when  at  .50  per 
cent  overload. 

When  used  in  this  manner  the  pressure  gauge  forms  a 
reliable  index  for  gauging  the  load  on  boilers — at  least  for  the 
purpose  of  the  firemen,  and  it  is  about  as  cheap  an  instrument 
as  could  be  secured  for  the  work. 

We  have  with  us  tonight  a  non-member — Mr.  Dyer— who 
is  engineer  of  Manufacturing  Department  of  the  Union  Oil 
Company.  He  has  intimate  knowledge  of  oil  fuel  that  we 
could  all  profit  by,  if  you  would  call  on  him  for  a  few  re- 
marks. 

The  Chairman:  We  will  be  very  glad  to, hear  from  Mr. 
Dyer. 

Mr.  Dyer:  I  do  Lot  know  that  I  have  anything  special  to 
communicate,  but  I  have  made  some  notes  here  of  a  gen- 
eral character  with  reference  to  this  subject. 

I'his  meeting  is  being  held  at  the  very  center  of  a  re- 
gion probably  more  dependent,  industrially,  on  the  eco- 
nomical combustion  of  fuel  oil  than  any  other  region  of  like 
extent  in  the  world.  Certainly  the  use  of  oil  for  fuel  pur- 
poses has  been  of  more  far-reaching  consequence  to  this 
coast  than  to  any  other  part  of  America.  Its  use  here  dates 
over  such  a  considerable  period  of  years,  fthe  speaker  hav- 
ing some  familiarity   with   a   plant  operating  some  time  in 


1S85  or  1886),  that  one  would  be  warranted  in  assuming  that 
here,  of  all  places,  oil  burning  problems  should  have  most 
nearly  reached  their  final  solution.  Many  able  minds  have 
contributed  to  the  attainment  of  the  highly  efficient  results 
sometimesj  but  not  always  exhibited  here.  Some  of  the 
best  of  these  minds  are  represented  in  this  society,  and  not 
a  few  of  them  at  this  meeting,  either  by  their  owners  or  their 
papers,  and  from  personal  acquaintance  with  many  of  them 
the  speaker  feels  warranted  in  expressing  the  hope  that  the 
discussion  of  this  subject  will  be  prolonged  through  a  suffi- 
cient number  of  meetings  to  allow  of  their  making  a  con- 
tribution of  at  least  50  per  cent  of  their  knowledge  instead 
ot"  the  1  per  cent  which  some  of  them  have  parted  with 
through  the  medium  of  their  contributions.  One  can  scarcely 
hope  to  get  the  full  one  hundred  per  cent,  as  such  val- 
urble  men  have  other  things  to  do  than  write  papers,  and 
no  matter  how  generously  they  may  be  inclined  toward  con- 
tributing to  the  education  of  the  engineering  public,  they  are 
surrounded  by  obligations  which  prevent  their  contributing 
as  freely  as  they  might  wish.  That  much  more  extensive 
reservoirs  of  information  on  this  subject  exist  locally,  than 
have  as  yet  been  tapped  is  doubtless  as  well  known  to  all 
those  present  as  to  the  speaker.  The  subject  is  one  in  which 
the  mechanical  engineers  of  California  should  best  shine 
before  the  world  (neglecting  consideration  of  climate  at  pres- 
ent). It  seems,  therefore,  that  you  owe  it  .to  yourselves,  as 
well  as  to  the  rest  of  the  country,  to  make  this  series  of 
papers  a  classic  on  oil  burning.  Speaking,  therefore,  as  a 
visitor,  and  as  one  who  through  connection  with  the  oil  in- 
dustry, is  interested  in  all  of  the  subjects  which  have  been 
brought  up,  as  well  as  in  others  of  a  kindred  nature  which 
will  undoubtedly  also  receive  later  consideration  by  your 
society,  the  speaker  feels  warranted  in  assuming  the  re- 
sponsibility in  behalf  of  the  outside  engineering  public  to 
request  that  sufficient  pressure  be  brought  to  bear  on  the 
possessors  of  these  reservoirs  of  knowledge  to  induce  them 
to  open  up  the  taps  and  pay  no  attention  to  the  meter  read- 
ings. 

These  and  the  following  remarks  are  cftered  as  the  con- 
tributions of  an  outsider,  safe  in  the  knowledge  that  the  hos- 
pitality of  his  hosts  will  prevent  his  being  thrown  out  of  the 
meeting,  and  in  the  hope  that  more  extensive  contributions 
to  the  subject  may  be  brought  forth  by  those  of  your  society 
who  have  contributed  so  much  to  the  success  of  oil  burn- 
ing.    This  offering,  therefore,  will  be  sketchy  in  character. 

The  relation  of  the  heat  value  of  oil  to  its  specific  gravity 
i.s  not  commonly  appreciated  by  either  the  average  oil  pro- 
ducer or  oil  consumer.  Lack  of  knowledge  of  the  truth  of  the 
relations  exhibited  in  Professor  Le  Conte's  paper,  together 
with  a  blind  adherence  to  the  traditional  temperature  of  160 
deg.  F.  for  fuel  oil,  coupled  with  total  ignorance  of  the  part 
v/hich  hydrogen  plans  in  the  lighter  oils,  in  the  economics  of 
combustion,  have  conspired  to  create  an  unwarranted  preju- 
dice in  favor  of  light  oils  for  fuel  purposes.  There  is  no 
insurmountable  difficulty  in  handling  and  burning  heavy 
crude  oils  at  temperatures  to  the  burner  ranging  from  240 
deg.  to  350  deg.  P.  Both  the  producers  and  consumers  of 
oil  will  be  benefited  by  further  elaboration  of  the  fact  that 
riot  only  do  the  heavier  oils  contain  more  heat  units  for  a 
dollar,  but  within  reasonable  limits,  a  greater  proportion  of 
available  heat  units  than  the  lighter.  In  this  connection 
the  Society  might  render  a  real  service  to  the  general  public 
by  straightening  out  the  confusion  which  exists  in  the  con- 
version of  Beaume  degrees  to  true  specific  gravity.  Although 
the  specific  gravity  of  a  10  per  cent  salt  solution  is  said  to 
b(  the  basis  of  the  Beaume  scale  and  there  should  be  no  great 
difficulty  in  determining  the  gravity  of  such  a  solution  with 
reasonable  accuracy,  there  are  perhaps  some  twenty  or  thirty 
different  formulas  for  affecting  the  conversion,  none  of  which 
has  been  accepted  as  authoritative. 

TJie  relative  heating  value  of  oil  and  coal  is  of  vital  Im- 
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portance  both  to  the  producer  and  consumer.  The  ratio  as 
it  relates  to  Pocahontas  coal  is,  as  far  as  this  Coast  is  con- 
cerned at  present,  of  scarcely  more  than  academic  interest. 
Characteristics  of  coal  commonly  available  in  this  market 
are  what  interest  us  all.  This  information  is  in  existence. 
The  establishment  in  the  minds  of  the  western  public  of  an 
evaporation  of  11  pounds  from  and  at  212  deg.  per  pound  of 
coal  as  representing  the  highest  average  of  a  good  coal  would 
mislead  everyone  on  the  coast  who  has  anything  to  do  with 
oil.  This  whole  subject  is  a  Pacific  Coast  subject,  and  data 
exist  and  doubtless  can  be  brought  to  light  by  turning  the 
proper  tap,  to  show  that  while  the  ratio  presented  to  the  last 
meeting  for  consideration  may  be  true  of  eastern  conditions, 
i(.  entirely  fails  to  represent  those  with  which  we  are  most 
concerned.  A  ratio  of  15.8  to  11.2  gives  oil  a  superiority  over 
coal  by  somewhat  over  40  per  cent  weight  for  weight.  Mr. 
Hopps  has  pointed  out  that  in  marine  practice  a  vessel 
equipped  with  triple  expansion  engines  from  1000  h.p.  up 
with  everything  in  first  class  condition  would  consume  about 
IVi  lb.  of  oil  per  i.h.p.  hour.  This  is  probably  a  fair  aver- 
age, as  both  better  and  poorer  records  are  about  equally 
numerous.  The  speaker  had  access  some  two  or  three  years 
ago  to  the  economical  performances  of  a  couple  of  steamers 
running  on  the  coast  with  average  coal  for  an  entire  year. 
One  of  these  vessels  averaged  2.1  pounds  of  coal  per  i.h.p. 
hour,  and  the  other  2.5.  These  vessels  had  triple  expansion 
engines  larger  than  the  lower  limit  of  size  given  by  Mr. 
Hopps.  The  better  record  shows  about  70  per  cent  more 
weight  of  coal  and  the  poorer  100  per  cent  more  than  the  Va 
pound  average  for  oil.  These  figures  are  not  given  in  an 
attempt  to  prove  anything,  as  some  inaccuracy  is  acknowl- 
edged, but  it  is  hoped,  will  assist  in  preventing  this  phase 
of  the  subject  being  dismissed  without  full  justice  being 
done. 

With  regard  to  furnace  arrangements,  both  producers 
and  consumers  are  much  indebted  to  the  talent  which  has 
developed  the  efficient  types  of  furnaces  now  in  operation. 
The  debt  could  be  further  increased  by  making  their  opera- 
tion as  nearly  automatic  as  possible,  or  failing  that,  by  the 
development  of  some  system  by  which  the  specialized  knowl- 
edge available  can  be  conveyed  with  accuracy  to  the  men 
handling  the  fires.  Speaking  for  consumers  of  oil  fuel,  we 
would  like  to  see  furnaces  more  liberally  provided  with  peep- 
holes than  is  usually  the  case  so  that  all  parts  of  the  furnace, 
and  the  heating  surface  exposed  in  the  furnace,  and  all  parts 
of  the  fire  can  be  seen  at  all  times.  Usually  peep-holes  are 
insufficient  in  number,  often  incorrectly  placed  and  in  many 
cases  entirely  missing.  Where  present  they  are  often  of  a 
type  which  cannot  be  operated  without  a  hammer,  and  be- 
cause of  this  difficulty  never  used.  It  is  impossible  to  tell 
what  is  going  on  physically  inside  of  a  furnace  without  being 
able  to  see  every  part  of  it  within  reason.  Under  full  or 
heavy  loads  one  has  little  success  in  looking  longitudinally 
through  a  10  ft.  flame.  Explosion  doors,  as  often  provided, 
are  not  tight  when  not  in  action,  and  will  not  close  them- 
selves after  acting.  Sometimes  they  are  so  situated  that  they 
become  overheated,  warping  to  such  an  extent  as  to  nullify 
all  attempts  properly  to  regulate  the  air  supply.  An  indi- 
cating CO.  instrument  should  be  a  part  of  the  equipment  of 
every  boiler  furnace  in  every  high  grade  installation.  An 
instrument,  however,  which  is  reliable  and  obtainable  at  a 
price  within  reach  of  everybody  does  not  appear  to  be  avail- 
able. When  one  is  developed  it  ought  to  be  as  much  a  part 
of  a  boiler  equipment  as  a  steam  gauge.  Similarly  a  draft 
gauge  reading  to  hundredths  of  an  inch  should  also  be  a 
part  of  every  standard  boiler  equipment,  if  any  pretense  is 
to  be  made  of  securing  economical  combustion  of  oil.  More 
care  might  be  given  to  the  placing  of  burners  to  avoid  possi- 
bility of  oil,  particularly  sulphurous  oil,  lodging  on  the  tubes. 
Side  walls  still  bulge  and   center  walls  still   run  under  load 


conditions  which  every  boiler  should  stand,  such  as,  depend- 
ing on  the  character  of  the  water,  100  per  cent  load  factor 
on  a  thirty  day  run.  A  checker-work  with  variable  opening 
operated  by  a  lever  from  the  front,  if  such  a  device  could  be 
made  practicable  would  probably  be  worth  while.  All  dam- 
pers ought  to  be  operated  from  the  front  and  a  draft  gauge 
maintained  at  that  point.  The  floors  of  furnaces  still  run 
and  fill  up  the  checker-work,  and  in  many  cases  the  boiler 
settings  still  perform  the  double  duty  of  furnishing  econom- 
ical conditions  of  combustion  and  holding  up  the  boiler.  Some 
of  these  difficulties  can  be  easily  rectified,  others  no  doubt 
will  require  some  time.  Meanwhile  under  test  conditions,  it 
may  be  difficult  to  improve  economical  results  already  ob- 
tained, bul  more  attention  is  required  from  responsible  engi- 
neers to  make  daily  operations  resemble  test  conditions  more 
closely. 

The  stack  problem  is,  of  course,  intimately  associated 
with  that  of  furnaces,  and  no  doubt  everybody  wishes  it  were 
as  simple  as  we  have  been  asked  to  believe.  If  the  correct 
height  is  80  to  100  ft.  how  are  we  to  account  tor  the  fact  that 
a  boiler  plant  recently  installed  by  the  speaker  of  GOO  h.p. 
capacity  with  stacks  only  51  ft.  above  the  floor  line  devel- 
oped on  a  five-day  test  an  average  of  170  per  cent  of  rating 
with  peaks  running  up  to  200  per  cent.  Not  only  this,  but 
the  height  is  such  that  we  still  have  to  keep  after  the  fire- 
men to  prevent  the  admission  of  an  excess  of  air.  Moreovei-, 
in  the  same  building  a  recent  storm  has  entirely  destroyed  a 
number  of  stacks  on  some  return  tubular  boilers  down  to  the 
roof  line,  and  there  is  not  the  slightest  difficulty  in  running 
these  boilers  up  to  capacity  with  the  stacks  in  this  condi- 
tion. In  this  case,  the  height  of  stacks  cannot  be  more  than 
about  25  ft.  above  the  floor.  If  we  can  get  all  the  overload 
capacity  we  want  consistent  with  safety,  and  the  firemen  still 
get  an  excess  of  air  if  not  watched,  manifestly  our  50  ft. 
stacks  are  too  high.  At  another  of  our  plants  of  1200  h.p. 
in  four  units,  the  stacks  are  72  ft.  high.  These  are  made 
higher  than  would  be  ordinarily  necessary  on  account  of  the 
configuration  of  the  surroundings.  With  these  stacks,  the 
boilers  can  be  operated  at  any  reasonable  overload  and  if 
the  fireman  is  not  watched  he  will  get  his  CO.,  as  low  as  2 
per  cent.  These  stacks  are,  therefore,  too  high,  except  per- 
haps under  conditions  which  may  bring  to  bear  the  adverse 
influence  of  the  winds  passing  over  the  surrounding  hills. 
It  is  manifestly  unsafe  to  generalize  on  either  the  height  or 
diameter  of  stacks  without  knowing  all  of  the  conditions. 
No  one  will  deny  that  the  draft  resistance  in  different  types 
of  boilers  differs;  that  the  amount  of  overload  desired  has 
an  influence  on  the  height  and  area;  that  the  draft  resist- 
ance in  the  boiler  increases  with  overload;  that  conditions 
which  obtain  at  sea-level  are  not  present  at  altitude;  that 
the  direction  of  prevailing  winds  as  regards  the  situation  of 
the  plant  with  reference  to  the  configuration  of  the  sur- 
roundings is  of  consequence;  that  there  is  a  great  differ- 
ence whether  each  boiler  is  equipped  with  an  individual 
stack,  one  stack  per  battery  of  two,  or  one  stack  serving 
several,  with  connecting  breeching;  that  every  turn  in  a 
breeching  introduces  a  draft  loss;  that  the  frictlonal  resist- 
ance and  the  cooling  effect  of  economizers  must  be  taken 
into  consideration;  that  for  construction  purposes  there  is 
an  economical  ratio  of  height  to  diameter;  that  the  price  of 
fuel  oil  is  a  consideration,  etc.,  etc.  In  fact  some  of  us  be- 
lieve that  the  subject  is  a  complicated  one,  and  worthy  of 
more  extensive  exploitation. 

As  to  the  use  of  compressed  air  instead  of  steam  for 
atomizing,  a  special  occasion  for  using  it  in  place  of  steam  is 
probably  offered  by  plants  where  exhaust  steam  does  not  ex- 
ist in  sufficient  quantities  for  heating  purposes  within  the 
limits  of  temperature  obtainable  by  steam  at  or  near  atmos- 
pheric pressure.  A  plant  of  2000  b.h.p.  located  in  Seattle  and 
used  entirely  for  a  district  steam  heating  system  would  seem 
to   present  a  possibility   for  this   practice. 
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The  necessity  for  careful  chemical  control  in  the 

manufacture  of  Portland  cement  is  exceeded  only  by 

,,     ,       .         -  the  rigid   mechanical  requirements 

Mechanics  of  .  1         ^i  ■  •.  r 

to  produce  the  requisite  uniformity 

Cement  ^j   product.      The    function   of  the 

Manuracture  cement  chemist  is  well  understood, 

but  the  equally  important  work  of  the  mechanical  en- 
gineer is  frequently  overlooked.  Once  that  the  clay 
and  limestone  have  been  mixed,  the  result  is  entirely 
dependent  upon  thorough  calcination  and  careful  grind- 
ing, both  of  which  are  mechanical  problems  of  consid- 
erable magnitude. 

Calcination  is  performed  in  a  rotary  kiln  which 
exposes  every  particle  to  an  intense  heat.  Variance 
in  mixture  requires  a  corresponding  variation  in  kiln 
rotation  and  change  in  fire  conditions.  The  former 
is  well  accomplished  with  variable  speed  electric  mo- 
tors which  may  be  momentarily  stopped  or  even  re- 
versed, as  the  occasion  may  require,  and  which  have  a 
constant  power  source. 

The  question  of  fuel  and  fire,  however,  is  quite 
another  matter.  In  the  eastern  and  middle  portions 
of  the  United  States,  the  use  of  pulverized  coal  blown 
into  the  kiln  by  compressed  air  has  been  more  satis- 
factorily perfected  than  has  the  use  of  oil  in  California. 
This  subject  has  onl}'  recently  been  taken  up  in  a 
systematic  manner  by  the  San  Francisco  members  of 
the  American  Society  of  Mechanical  Engineers  and 
there  is  much  to  be  said  and  done  before  standards 
can  be  established.  In  the  rotary  kiln  it  is  necessary 
not  only  to  form  a  spray  for  complete  combustion,  but 
there  must  be,  on  account  of  the  simple  and  unchange- 
able form  of  the  furnace,  a  flame  which  will  heat  as 
uniformly  as  possible  almost  the  entire  length  of  the 
kiln.  ^Vithin  certain  limits  the  kiln  may  be  dimen- 
sionably  shaped  to  accommodate  the  flame  for  best 
results,  but  this  limits  both  its  length  and  diameter. 
\\  here  pulverized  coal  is  used,  kilns  250  ft.  long  and 
12  ft.  in  diameter  have  been  successfully  used,  which 
have  a  daily  capacity  of  3700  bbl..  Such  a  kiln  cannot 
now  be  used  with  oil  burning  and  it  remains  for  re- 
finement of  the  burner  to   make  this  possible. 

Tube  mill  pulverizing  is  a  very  delicate  operation 
and  there  is,  for  a  certain  material,  a  critical  speed  at 
which  the  powder  will  issue  at  the  proper  fineness. 
The  slightest  deviation  from  this  speed,  unless  imme- 
diately detected  and  corrected,  may  cause  trouble 
throughout  the  entire  process.  The  mill  foreman  must 
therefore  keep  a  strict  watch  on  the  frequency  meter. 
Voltage  variations  are  also  to  be  avoided  where  in- 
duction motors  are  used.  Where  there  is  much  fine 
dust  in  suspension  which  gets  into  windings  the  in- 
sulation factor  is  of  more  or  less  importance  and  the 
use  of  high  voltage  motors  has  been  avoided.  This 
introduces  the  necessity  of  heavy  service  cables  and 
line  losses  which  not  only  represent  a  large  first  cost 
but  a  certain  maintenance  cost  from  line  losses  and 
re.'-ultant  greater  variation  in  regulation  and  speed 
from  voltage  variation. 

It  would  be  possible  to  more  minutely  discuss  the 
many  other  limitations  which  surround  this  industry, 
but  the  main  thing  to  be  shown  is  the  constant  care 
and  attention  necessary  and  the  co-ordination  of  all 
factors  to  form  a  salable  and  perfect  product. 
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PERSONALS. 

\V.  J.  G.  Lambert,  of  the  Home  Telephone  Company,  re- 
cently visited   San   Pi-ancisco. 

W.  D.  Thomas,  an  electrical  supply  dealer  of  Petaluma, 
was  a  San  Francisco  visitor  last  Monday. 

F.  H.  Poss,  San  Francisco  manager  of  the  Holophane  and 
Benjamin  Electric  Companies,  has  returned  from  Southern 
California. 

J.  Harrington,  who  is  connected  with  the  Pacific  Telephone 
&  Telegraph  Company  at  Los  Angeles,  arrived  at  San  Fran- 
cisco during  the  past  weeli. 

John  M.  Klein,  of  Mathias  Klein  &  Son  of  New  York, 
spent  the  past  week  at  San  Francisco,  where  his  firm  is 
lepresented  by  Otis  &  Squires. 

Delos  A.  Chappell,  of  the  Hydroelectric  Company,  of 
Bodie,  which  Is  rebuilding  its  power  house  in  the  mountains, 
has   been  at  the  San   Francisco  office. 

A.  J.  Myers,  district  manager  of  the  Wagner  Electric 
Manufacturing  Company,  recently  returned  to  his  San  Fran- 
cisco office  after  a  business  trip  to  Arizona. 

J.  \V.  Gilkyson,  division  commercial  superintendent  of 
the  Pacific  Telephone  &  Telegraph  Company,  at  Los  Angeles, 
was  at  San  Francisco  during  the  past  week. 

C.  G.  Roebling,  the  head  of  the  manufacturing  depart- 
ment of  John  A.  Rcebling's  Sons  Company,  of  Trenton,  N.  J., 
left  tor  St.  Louis  last  week,  after  a  visit  -to  his  San  Francisco 
branch. 

S.  J.  Lisberger,  engineer  of  electrical  distribution  with 
the  Pacific  Gas  &  Electric  Co.,  has  been  transferred  to  the 
grade  of  member  in  the  American  Institute  of  Electrical 
Engineers. 

Hugh  McPhee,  district  commercial  superintendent  of  the 
Western  Union  Telegraph  Company's  third  district,  has  re- 
turned to  his  headquarters  at  Los  Angeles  after  s])ending  a 
few  days  at  San  Francisco. 

C.  H.  Gaunt,  general  superintendent  of  the  Pacific  Divis- 
ion of  the  Western  Union  Telegraph  Company,  is  again  at  his 
desk  in  the  San  Francisco  office  after  a  long  illness  from 
which  he  has  fully  recovered. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  returned  to  San  Fran- 
cisco last  Monday  from  San  Diego,  where  his  firm  is  install- 
ing a  large  turbo-generator  and  other  apparatus  for  the  San 
Diego  Electric  Railway  Company. 

D.  P.  Robinson  and  G.  O.  Muhlfekl,  president  and  man- 
ager of  construction,  respectively,  of  the  Stone  &  Webster 
Engineering  Corporation,  are  visiting  the  Pacific  Coast,  hav- 
ing spent  the  past  week  at  Seattle. 

K.  G.  Roebling,  general  sales  manager  of  John  A.  Roeb- 
liug's  Sons  Company,  recently  returned  from  a  tour  of  the 
Hawaiian  Islands,  in  company  with  S.  V.  Mooney,  manager 
of  the  San  Francisco  branch,  and  then  left  for  the  East  via 
Seattle. 

F.  L.  Darling  has  become  chief  engineer  of  the  Empress 
Theater  building,  succeeding  C.  P.  Backus,  who  has  joined  the 
staff  of  the  Lemig  &  Rapple  Engineering  Co.,  1102  Claus 
Spreckels  building.  Darling  is  one  of  the  "old  guard"  who 
used  to  run  on  the  P.  &  O.  steamers  and  never  surrendered. 

W.  D.  Ward  of  the  Pelton  Water  Wheel  Co.  is  making  a 
tour  of  Oregon  and  Washington.  He  visited  the  White  River 
power  station  of  the  Pacific  Power  &  Light  Co.  near  The 
Dalles,  Ore.  Two  Pelton  water  wheels  are  already  in  opera- 
tion and  the  company  recently  closed  a  contract  for  a  third 
generating  set  including  a  2100-h.p.  Pelton  wheel  to  operate 
at  514  r.p.m.  under  an  effective  head  of  137  feet. 


Mr.  Carl  Raymond  Gray  has  resigned  as  vice-president 
of  the  St.  Louis  &  San  Francisco  Railroad  Company  to  be- 
come president  of  the  companies  owning  and  operating  the 
electric  lines  of  the  United  Railways  and  the  Oregon  Electric 
Railway,  Portland,  Ore.,  and  the  steam  lines  of  the  Astoria 
&  Columbia  River  Railroad,  the  Oregon  Trunk  Railway,  the 
Pacific  &  Eastern  Railway  and  the  Spokane  &  Seattle  Rail- 
way, with  offices  at  Portland. 


PACIFIC  COAST  MEETING  A.  I.  E.  E. 
At  the  Pacific  Coast  meeting  of  the  American  Institute 
of  Electrical  Engineers  to  be  held  in  Los  Angeles  on  April 
25,  26,  27  and  28  the  following  papers  will  be  presented  and 
discussed:  "Transmission  Applied  to  Irrigation,"  by  Messrs. 
O  H.  Ensign  and  J.  M.  Gay  lord;  "Cisoidal  Oscillations,"  by 
Mr.  G.  A.  Campbell;  "Continuity  of  Service  in  Transmission 
Systems,"  by  Mr.  M.  T.  Crawford;  "New  Automatic  Telephone 
Equipment,"  by  Mr.  Charles  S.  Winston;  "Auto-Manual  Tele- 
phone Systems,"  by  Mr.  Edward  E.  Clement;  "Some  Recent 
Developments  in  Railway  Telephony,"  by  Mr.  Gregory 
Brown;  "Electricity  in  the  Lumber  Industry,"  by  Mr.  E.  J. 
Barry;  "The  Refining  o-f  Iron  and  Steel  by  Induction-Type 
Furnaces,"  by  Mr.  C.  F.  Elwell;  "Transmission  Systems  from 
the  Operating  Standpoint,"  by  Mr.  R.  J.  C.  Wood;  "A  Power 
Diagram  Indicator  for  High-Tension  Circuit,"  by  Prof.  Harris 
J.  Ryan. 


TRADE    NOTES. 

The  Ideal  Electric  Company,  manufacturers  of  the  Ideal 
electric  vehicle,  have  changed  their  firm  name  to  The  Ideal 
Vehicle  Company,  and  have  moved  into  a  new  factory  at 
308  East  Huron  street,  Chicago,  111. 

Otis  &  Squires  of  155  New  Montgomery  street  have  leased 
an  entire  four-story  building  at  579-581  Howard  street  and  are 
gradually  removing  their  stock  from  the  various  warehouses 
formerly  occupied  to  the  new  location.  They  have  taken  on 
the  agency  for  the  "Star  Products"  of  the  Star  Expansion  Bolt 
Company  of  New  York.  ^ 

To  meet  the  constantly  increasing  business  around  the 
Pittsburg  District,  The  Richardson-Phenix  Company,  of  Mil- 
waukee, Wis.,  have  recently  opened  a  branch  office  in  the 
Keystone  Building,  324  Fourth  avenue,  Pittsburg,  Pa.  This 
office  will  be  under  the  management  of  Mr.  H.  M.  Laughlin, 
who  has  been  with  The  Richardson-Phenix  Company  for 
several  years. 

The  Fox  Company,  1612  Spreckels  Building,  San  Fran- 
cisco, announce  that  they  are  representatives  of  American 
Conduit  Co.,  Anchor  Bolt  &  Nut  Co.,  Campbell  Electric  Co., 
Chicago  Conduit  Rod  Coupling  Co.,  Clark  Electric  &  Mfg. 
Co.,  Colonial  Sign  &  Insulator  Co.,  Osgood,  K.  L.;  Providence 
Oil  Co.,  and  Minneapolis  Electric  &  Construction  Co.  They 
also  handle  automobile  accessories,  including  ignition  plugs, 
tire  gauges,  jacks,  carbureters,  etc.  Charles  L.  Turner,  for- 
merly with  Pierson,  Roeding  &  Co.,  is  now  with  the  Pox 
Company's   sales   department. 

A.  S.  Kalenborn  and  A.  J.  Pahl  have  opened  a  shop  and 
office  at  37  Stevenson  street,  San  BYancisco,  and  are  pre- 
pared to  handle  all  kinds  of  electrical  repairing  and  machine 
work  in  connection  therewith.  They  will  also  buy,  sell,  rent 
and  install  motors  of  all  descriptions,  making  a  specialty 
of  rewinding  and  repairing  high  tension  transformers.  Effi- 
ciency tests  on  hydro-electric  plants,  electric  power  meters 
and  tests  on  any  motor-driven  installation  will  be  care- 
fully made  and  they  are  also  prepared  to  install  lead  cable 
work  and  underground  conduit  systems  and  all  electrical 
work  in  connection  therewith.  They  will  further  specialize 
on  plans  and  layouts  for  isolated  plants,  pumping  plants  and 
general  motor   applications. 
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988,316.,  Process  of  Making  Ice.  George  K.  Davol,  San 
Francisco,  Cal.  The  process  of  forming  ice  which  consists 
in   maintaining   a   body   of   liquid   mercury   at   a   temperature 


below  that  at  which  water  freezes,  bringing  water  into  direct 
contact  with  the  said  liquid  mercury  and  withdrawing  the 
ice   so   formed    from   the   mercury. 

988,704.  Explosive-Engine.  Charles  Ebeneezer  Good- 
rich, Daggett,  Cal.,  assignor  of  one-half  to  John  H.  Sloan,  Bar- 
stow,  Cal.  An  explosive  engine,  comprising  a  driving  shaft 
provided  with  a  cranlv  arm;  two  hollow  sector-shaped  explo- 
sion chambers  disposed  radially  about  said  driving  shaft  and 
extended  in  opposite  directions  therefrom  having  straight  radi- 
ally disposed  end;  wall  separated  to  form  recesses  for  valves 
and  mechanism  for  controlling  said  valves;  two  oppositely  ex- 
tended piston  blades  integrally  connected  to  form  a  central 
hub  bearing  rotatively  mounted  on  said  shaft,  said  piston  blades 
being  operatively  extended  in  said  explosion  chambers  and 
said  blades  having  extended  bearing  ends  disposed  in  guided 
relation  with  the  cylindrical  walls  of  said  chambers;  a  ra- 
dially extended  arm  fixedly  connected  with  said  pistons  be- 
yond the  confines  of  said  chambers;  a  crank  arm  fixedly 
mounted  on  said  <lriving  shaft;  a  plurality  of  pivotally  united 


pitmen  connecting  said  crank  arm  and  said  r,adially  extended 
arm;  means  for  guiding  the  \mited  ends  of  said  pitmen  in  a 
straight  path;  a  plurality  of  valve  mechanisms  disjiosed  on 
each  of  the  said  end  walls  of  said  chambers  and  having 
passages  through  said  walls  to  within  said  chambers;  a 
plurality  of  cam  shafts  mounted  in  bearings  supported  on 
said  radial  walls,  said  shafts  being  extended  in  parallel  rela- 
tion to  the  driving  shaft;  a-  i)lurality  of  cams  mounted  on 
said  shafts  and  arranged  in  quadrated  relation,  said  cams 
adapted  to  operate  the  similar  valves  in  the  ad,iacent  valve 
ope'-ating  mechanism  at  intervals  of  a  quarter  turn  of  said 
shafts:  an  ignition  system  embodying  four  igniters,  two  of 
which  are  mounted  in  each  of  said  explosion  chambers  and 
one  of  which  is  disposed  adjacent  to  each  of  the  radial  sides 


ii'  said  chambers;  and  a  timing  mechanism  for  operating  the 
said  igniters  in  rotative  succession  and  in  a  rotary  direc- 
t'on  the  reverse  of  that  imparted  to  the  driving  shaft. 

988,319.  Rotary  Gas-Engine.  Olof  F.  Edqvist,  Denver, 
Colo.  In  a  rotary  gas  engine,  the  combination  with  a  sta- 
tionary shaft  having  radially  disposed  stops  thereon,  of  a 
cylinder  rotatably  mounted  on  said  shaft  having  oppositely 
positioned  partitions,  oppositely  arranged  automatically 
r  lierating  inlet  and  exhaust  valves  adjacent  to  each  parti- 
tion, radially  disposed  pistons  rotatably  mounted  in  said  cyl- 


inder and  adapted  to  act  in  conjunction  with  said  partition 
ill  confining  a  volume  of  explosive  mixture,  latches  in  said 
pistons  for  engaging  the  said  stops  successively  and  in  alter- 
nate order,  means  connected  with  the  justons  whereby  when 
one  is  locked  to  the  shaft  the  other  is  simultaneously  un- 
locked, and  arms  pivotally  connected  to  the  cylinder  and 
t.)  the  pistons,  whereby  the  latter  are  rotated  intermittently. 

988,777.  Head-Gate.  Perry  L.  Hedrick,  Holtville,  Cal. 
In  a  structure  of  the  character  described,  a  pipe,  a  head  gate 
structure  formed  of  concrete  in  one  piece,  and  having  a  col- 


lar secured  to  said  pipe  and  lateral  flanges  and  grooves,  the 
lower  ends  of  said  grooves  being  cut  away  and  a  metallic 
gate  movable  in  said  grooves  and  having  its  lower  corners 
cut  away. 

988,337.  Battery-Box.  William  llenriclis.  Moro,  Ore. 
.\  holder  for  battery  cells,  comprising  a  receptacle;  a  gauge 
liiate  adapted  to  be  secured  to  the  receptacle  and  having 
o]ienings  to  receive  the  poles  of  the  cells;  a  lid  for  the  re- 
ceijtacle,  adapted  to  rest  upon  the  gauge  plate  and  comprls- 
iiig  rigidly  connected  upper  and  lower  parts,  the  lower  part 
b.aving  openings  alined  with  those  of  the  gau.ge  plate;  pole- 
f-ngaglng  springs  in  the  openings  of  the  lower  part  of  the 
Hi'.;  and  bars  dis])osed  netween  the  parts  of  the  lid,  the  bars. 
ii:i\ing  lugs  registering  in  the  openings  in  the  lower  part 
<>i  the  lid  and  engaging  the  springs  to  connect  the  cells. 
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WESTON    SWITCHBOARD    WATTMETERS. 

The  design  of  a  tliorouglily  useful  wattmeier  whicli  will 
be  accurate  under  all  the  very  varied  conditions  of  general 
commercial  work  and  remain  accurate  for  an  indefinite  period 
of  time  is  an  exceedingly  complex  problem,  the  complete 
solution   of  which   has   long  defied   all   efforts.     The   Weston 


the  construction  is  extremely  simple  and  that  all  parts  are 
easily  accessible.  All  working  parts  are  mounted  on  one 
base  which  is  secured  to  the  back  of  the  case  by  two  stud 


Fig.   1.     Single-Phase  Wattmeter. 

Electrical  Instrument  Company's  laboratories  have  for  years 
been  working  on  this  problem,  and  only  recently  they  an- 
nounced that  a  satisfactory  solution  had  been  reached,  and 
now  they  are  putting  on  the  market  a  complete  line  of  alter- 
nating current  switchboard  instruments  among  which  is  a 
group  of  wattmeters. 


Fig.  3.      Fiill-Fiont  Polyphase  Wnttmeter. 

These  wattmeters  employ  the  same  operative  principle 
as  the  well-known  portable  Weston  wattmeter  Model  16,  but 
the  construction  is  of  an  entirely  new  type.  They  are  made 
in  two  models:  Model  167  for  direct  current  and  single 
phase  circuits,  and  Model  216  for  two-phase  and  three-phase 
circuits.  Each  model  is  made  regularly  in  41  different  ranges 
and  any  desired  range  may  be  had  by  using  suitable  instru- 
ment transformers. 

The  external  appearance  of  these  meters  is  shown  in 
Figs.  1  to  3.  Fig.  1  shows  a  Model  167  single-phase  watt- 
meter in  the  regular  full-front  case,  it  is  also  made  with  full- 
fiush  case. 

The  general  construction  and  the  arrangement  of  the 
parts  is  clearly  shown  in  Figs.  4  and  5.     It  will  be  noted  that 


Fig.    4.     Interior   Single-Pliase   Wattmeter. 

bolts,  and  the  entire  movement  may  be  readily  taken  out 
without  disturbing  the  connections  or  removing  the  instru- 
ment from  the  board. 

The  field  coil  supports  shown  in  Figs.  6  and  7  are  made 
of  a  special  high-strength,  high-resistivity  alloy  and  are 
rolled  to  gauge  so  as  to  establish  and  maintain  accurate 
alignment  of  the  field  coils.  The  arc-shaped  flanges,  secured 
to  the  supports  by  metal  eyelets,  serve  to  center  the  field 
coils  about  the  same  axis.  By  virtue  of  this  method  of  pre- 
cisely locating  the  coils  and  by  properly  choosing  the  relative 
proportions  of  the  field  and  movable  coils,  every  wattmeter 
in  this  group  has  been  given  a  uniform  or  proportional  scale. 
The  attainment  of  a  uniform  scale  characteristic  is  a  great 
achievement,  since  it  has  been  generally  believed  that  a 
non-uniform  and  purely  empirical  scale  was  inherent  to  this 
type  of  instrument.  A  uniform  scale  is  of  great  value  in 
switchboard  work,  since  it  permits  the  making  of  approxi- 
mate readings  from  a  distance  based  upon  the  general  posi- 
tion of  the  pointer  with  reference  to  the  scale  as  a  whole. 


Fig.   .■>.      Interior   Polyphase   Wattmeter. 

Eddy  currents  in  the  metallic  masses  of  the  instrument 
have  always  been  an  exceedingly  troublesome  source  of  error 
in  wattmeters  for  use  on  alternating  current  circuits,  and  al- 
though they  may  be  compensated  for  some  chosen  set  of 
working  conditions,  such  as  frequency,  power-factor,  etc.,  the 
only  way  to  avoid  this  error  is  to  eliminate  the  eddy  cur- 
rents themselves.     By  the  use  of  special  alloys  and  by  scien- 
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tific  design,  eddy  currents  in  tlie  worliing  parts  of  tliese 
wattmeters  have  been  practically  eliminated.  How  com- 
plete this  elimination  is,  may  be  judged  from  the  fact  that 


well  adapted  for  use  in  alternating  current  Instruments.  The 
pioblem  is  to  construct  a  pointer  which  shall  be  light  and 
sirong   and    have   a   natural   frequency   outside   the   range   of 


Fig.    6.     Movable    Sy.stem    Single-Phase    Wattmeter. 

these  wattmeters  can  be  used  on  frequencies  as  high  as  1000 
cycles  per  second  without  increasing  the  total  error  to  much 
over  1  per  cent  even  at  power  factors  as  low  as  0.50. 

In  connection  with  the  development  of  these  wattmeters, 
the  damping  problem,  which  is  common  to  all  forms  of  indi- 
cating instruments,  has  also  been  solved,  and  the  damper 
produced  as  a  result  of  this  Investigation  work  is  now  used 
in  all  the  Weston  alternating  current  switchboard  and  soft- 
iron  instruments.  It  consists  of  two  very  light  vanes  sym- 
metrically mounted  about  the  axis  so  as  to  require  no  counter- 
balancing. These  very  thin  metal  vanes  are  strengthened 
without  increasing  their  weight,  by  stamping  ribs  into  the 
sides  and  by  bending  over  the  edges  (Fig.  8).  Each  vane  fits 
closely  in  a  fan-shaped  chamber  cast  in  one  piece  with  the 
base  and  closed  by  a  tight-fitting  cover.  The  only  opening  to 
the  outside  is  a  very  small  arc-shaped  space  left  to  allow  the 
free  motion  of  the  arm  which  carries  the  vane. 


Fig. 


Movable  System  Polyphase  Wattmeter. 


By  this  new  form  of  construction  the  useless  leak- 
age to  and  from  the  outside  of  the  chamber  is  for  the  first 
time  reduced  to  a  negligible  quantity  and  thus  the  compres- 
sion of  air  on  the  advancing  side  of  the  vane  and  the  rare- 
faction of  air  on  the  receding  side  is  enormously  increased 
and  therewith  the  efficiency  of  the  damper  is  correspondingly 
increased.  The  effectiveness  of  this  damper  is  further  aug- 
mented due  to  the  low  moment  of  inertia  of  the  vanes  which 
are  extremely  light  and  are  placed  as  near  as  possible  to  the 
axis  of  rotation. 

Another  important  detail  of  instrument  design  which 
seems  to  have  been  worked  out  in  the  course  of  the  develop- 
ment of  these  wattmeters  is  a  pointer  which   is  especially 


Fig 


Base    and    Coil    Supports    Single-Phase 
Wattmeter. 


commercial  frequencies  so  that  the  same  pointer  can  be  used 
for  all  commercial  frequencies  and  yet  have  a  low  moment  of 
inertia  and  add  but  little  to  the  load  on  the  pivots. 

The  Weston  wattmeters,  as  well  as  all  other  Weston 
alternating  current  switchboard  instruments,  are  equipped 
with  this  new  type  of  pointer,  which  is  made  in  the  form 
of  a  triangular  truss  with  tubular  members  and  is  fitted  with 
a  very  thin  index  tip  stiffened  by  a  rib  which  is  stamped  into 
the  metal  and  follows  the  contour.  They  are  free  from  reso- 
nant vibration  within  the  ordinary  commercial  limits  of  fre- 
quency. Tests  from  15  to  900  cycles  per  second  fail  to  show 
the  slightest  trace  of  vibration  at  any  commercial  frequency 
between  these  limits. 


Fis 


Base  and  Coil   Supports   for   Polyphase 
Wattmeter. 


An  innovation  which  should  be  welcomed  by  the  user 
is  a  device  provided  for  the  adjustment  to  zero  of  the  pointer 
from  the  outside  of  the  case.  By  means  of  this  device  the 
zero  position  of  the  pointer  can  be  adjusted  with  a  screw 
ciriver  from  the  front  of  the  case  without  removing  the  in- 
strument   from    the    board     or     disturbing    the     connections. 

The  accuracy  under  all  the  very  varied  conditions  of 
practical  work  is  unusually  gi'eat,  which  might  well  be  ex- 
liected  as  a  result  of  the  general  excellence  of  the  design  and 
(  onstruction.  The  accuracy  is  guaranteed  within  1  per  cent 
lor  changes  in  temperature  from  50  deg.  Fahr.  below 
and  50  deg.  above  the  normal  temperature,  for  varia- 
tions in  frequency  from  15  to  900  cycles  per  second;  for 
lluctuations  in  power-factor  from  0.50  lag  to  0.50  lead,  and  for 
distortion  of  wave  form  such  as  may  occur  on  ordinary  com-  ' 
iiiercial  circuits. 
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INCORPORATIONS. 
RIVERSIDE,    CAL.— The    ilississinewa    Water    Company 
has  been  incorporated  by  W.  D.  Lewis,  Edith  B.  Lewis,  and 
L.  B.  Scranton,  with  a  capital  stock  of  $10,000. 

SAN  BERNARDINO,  CAL.— D.  R.  Paramore  has  incor- 
porated the  Union  Power  Company  to  operate  in  San  Ber- 
nardino, Riverside,  Orange  and  Los  Angeles  counties. 

REDWOOD  CITY,  CAL.— The  Redwood  City  Railway 
Company  has  been  incorporated  by  Geo.  A.  Merrill,  Geo.  W. 
Lovie,  V.  V  Greco,  W.  J.  Drew  and  C.  F.  Morrison,  with  a 
capital  stock  of  $125,000. 

SAN  FRANCISCO,  CAL.— The  West  Coast  Power  Com- 
pany has  been  incorporated  by  S.  E.  Bretherton,  H.  P.  An- 
ervalt,  I.  J.  Bradberg,  M.  F.  Vandall  and  G.  O.  Perry,  with 
a    capital    stock   of    $500,000. 

LOS  ANGELES,  CAL.— The  Frost  Gas  Producer  Com- 
pany has  been  incorporated  by  Lyman  Stewart,  H.  O.  Mel- 
veny,  W.  M.  Garland,  W.  W.  Mills,  F.  T.  Riffle,  Arthur  L. 
Adams  and  Warren  H.  Frost,  with  a  capital  stock  of  $900,000. 


TRANSMISSION. 

ELGIN,  ORE.— The  McCally-Rumble  Land  &  Power  (^oni- 
psny  has  been  granted  a  power  franchise  in  this  city. 

AUBURN,  CAL.— The  Great  Western  Power  Company 
has  been  granted  a  franchise  in  this  city.  The  company  has 
also  been  granted  a  permit  to  erect  a  polo  line  along  the 
Rocklin-Folsom  road. 

ALAMEDA.  CAL.— The  City  Council  has  appropriated 
$3000  for  the  Installation  of  a  power  line  to  supply  current 
for  operating  the  turning  motors  on  the  three  drawbridges 
across  the  tidal  canal. 

VALLEJO,  CAL.— E.  F.  Crowley,  a  San  Francisco  con- 
tractor who  has  the  job  of  erecting  the  new  power  station 
at  Mare  Island,  will  start  active  construction  of  the  $100,- 
000  building  on  or  about  the  first  of  next  week. 

CULVER,  ORE. — Prineville  men,  composing  the  Cove 
Power  Company,  have  begun  the  construction  of  a  power 
plant  on  Crooked  River,  about  two  miles  and  a  half  west  cf  this 
city.  The  firm  of  Brown  &  Van  Valkenburg  of  Culver  has  a 
contract  for  a  large  amount  of  work. 

BROWNSVILLE,  ORE.— The  Oregon  Power  Company, 
which  has  been  negotiating  for  the  purchase  of  the  local  elec- 
tric light  and  power  plant,  owned  by  the  Brownsville  Electric 
Light  Company,  has  closed  the  deal  and  is  in  possession. 
The  company  proposes  to  rebuild  the  system  throughout 
the  city. 


TRANSPORTATION. 
HONOLULU,    H.    I.— The    Honolulu    Rapid    Transit    and 
Land  Company  has  declared  a  quarterly  dividend  of  li^   per 
cent  on  common  stock. 

MODESTO,  CAL.— The  final  ordinance  closing  the  sale 
of  the  franchise  on  Eighth  street  to  the  San  Joaquin  Valley 
Electric  Railroad  Company,  has  been  passed. 

MTIITB  SALMON,  WASH.— It  is  reported  that  the  Pacific 
Power  &  Light  Company  is  securing  a  right  of  way  from  the 
mouth  of  the  White  Salmon  River  to  Trout  lake,  a  distance 
of  30  miles,  for  the  construction  of  an  electric  railway.  Much 
property  along  the  proposed  route  has  been  taken  over  by  the 
company. 


PORTLAND,  ORE.— General  Manager  J.  P.  O'Brien  of  the 
Harriman  lines  in  Oregon,  announces  that  the  Jefferson  street 
line,  or  Yamhill  division  of  the  Southern  Pacific,  will  be  elec- 
trified along  with  the  Fourth  street  line. 

CALISTOGA,  CAL.— O.  W.  Mielenz,  manager  of  the  Napa 
Valley  Electric  Light  &  Power  Company,  was  in  town  last 
week  looking  over  the  field  preparatory  to  extending  the 
company's  line  from  St.  Helena  to  Calistoga. 

CORVALLIS,  ORE.— The  City  Council  has  received  a 
franchise  granting  the  Albany  Interurban  Railway  Company 
the  use  of  certain  streets  throughout  the  city,  over  which 
will  be  constructed  power  transmission  lines. 

MERCED,  CAL.— A.  G.  Elliott,  representing  San  Fran- 
cisco capital,  is  here  for  a  few  days  in  the  interest  of  the 
Tidewater  &  Southern  Railway,  new  completing  an  electric 
road  from  Stockton  to  Modesto.  The  company  is  now  making 
arrangements  to  have  its  road  built  on  to  Merced,  figuring 
on   the  latter  |)oint   as   its   natural   terminus. 

SAN  FRANCISCO,  CAL.— The  conference  called  last 
week  to  discuss  questions  relative  to  the  Geary  street  munici- 
pal street  railroad  decided  that  immediate  construction  work 
should  be  commenced  on  the  roadbed  and  the  overhead  lines. 
The  former  is  to  be  done  by  contract  and  the  latter  by  the 
Hoard  of  Public  Works.  It  has  been  decided  to  do  the  work 
liy  contract  rather  than  day  labor. 

OAKLAND,  CAL.— The  Oakland  &  Bay  Shore  Railway 
Company,  allied  with  the  Oakland  and  Antioch  Railway 
Company,  has  filed  an  application  with  the  City  Council  ask- 
ing for  a  50-year  franchise  on  Shafter  avenue  at  Fortieth 
street  and  along  Shafter  avenue  to  800  feet  beyond  Kieth  av- 
enue. This  line  will  form  the  connecting  link  between  Oak- 
land and  Antioch,  which  comes  into  the  city  over  a  private 
right  of  way,   and   the   Key   Route. 

SAN  FRANCISCO,  CAL.— The  Southern  Pacific  Company 
has  purchased  all  of  the  electric  street  railroads  in  San  Jose 
and  Santa  Clara  from  Lewis  F.  Hanchett.  The  considera- 
tion is  said  to  be  $4,000,000.  The  purchase  is  made  in  the 
name  of  the  Peninsula  Railroad  Company,  an  adjunct  of  the 
Southern  Pacific  Company,  which  is  incorporated  to  build 
.1  system  cf  electric  lines  from  San  Jose  north  by  the  way  of 
Menlo  Park,  Palo  Alto  and  San  Mateo  into  San  Francisco. 

SAN  FRANCISCO,  CAL— The  prospect  for  the  United 
Railroads  immediately  getting  the  permit  it  has  asked  for, 
to  put  down  a  curve  connection  between  the  tracks  at  Pre- 
sidio avenue  and  California  street,  is  not  good,  and  the 
present  indications  are  that  the  company  will  have  first  to 
recede  from  its  refusal  to  run  the  Sutter  street  electric  cars 
down  the  inner  tracks  on  Market  street  to  the  ferries.  This 
was  the  ultimatum  put  forth  at  the  last  meeting  of  the  Board 
of  Supervisors. 

JACKSON.  CAL.— C.  P.  Vicini  of  Jackson,  former  district 
attorney  of  Amador  County,  appeared  before  the  Board  of  Su- 
pervisors this  week  and  stated  that  at  the  May  meeting  of 
the  board  he  and  his  associates  will  present  a  petition  for  a 
franchise  for  an  electric  railroad  across  Amador  County,  to 
connect  Jackson  and  other  towns  of  the  county  with  Sacra- 
mento or  Stockton.  Associated  with  him  in  the  proposition 
are  Julius  Chichizola.  an  Amador  City  merchant;  V.  Brignola, 
and  C.  E.  Jarvis  of  Sutter  Creek. 

VALLEJO.  CAL.— The  Vallejo  &  Northern  Railroad  Com- 
pany has  filed  papers  showing  the  recent  action  of  the  board 
of  directors  in  increasing  the  capital  stock  of  the  company 
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from  |:i,500,UU0  to  $10,000,OOU,  divided  into  100, OUO  sliares  ot 
a  par  value  of  $100  each.  With  this  increased  capital  stock, 
the  company  plans  to  extend  its  system  through  the  northern 
valley  and  to  add  to  its  equipment  for  the  southern  line  when 
completed,  bringing  Vallejo  in  direct  touch  vi-ith  the  largest 
interests  in  the  northern  section  of  the  State.  The  company 
will  establish  offices  at  Suisun  and  these  offices  will  be  in 
charge  of  T.  T.  C.  Gregory,  president  of  the  road,  and  Wil- 
liam  Pierce,   secretary. 


ILLUMINATION. 

KLAMATH  FALLS,  ORE.— The  Council  has  granted  to 
the  Klamath  Falls  Light  &  Water  Company  a  franchise  to 
furnish  light  and  power  in  this  city. 

ROSEBURG,  ORE.— W.  F.  Boardman  &  Co.,  of  San  Fran- 
cisco, have  applied  for  a  50-year  franchise  to  lay  gas  mains 
on  all  streets  and  alleys  in  this  city. 

KAMIAH,  IDAHO.— The  Council  has  granted  the  Nez 
Perce  Water  &  Power  Company,  of  which  Z.  A.  Johnson,  is 
president,  an  electric  lighting  franchise  in  this  town. 

DAYTON,,  WASH. — The  Council  has  passed  an  ordi- 
nance granting  a  franchise  to  the  Dayton  Electric  Company 
to  construct  and  operate  electric  light  and  power  lines  in  the 
city. 

LA  CROSSE,  WASH.— M.  W.  Feckler  of  Winona  has  pur- 
chased eight  acres  one  mile  west  of  Winona  and  will  erect 
a  power  house.  He  expects  to  supply  light  and  power  to  En 
dicott,  Winona  and  La  Crosse. 

CHEHALIS,  WASH.— With  the  passage  of  a  franchise 
granting  the  Twin  City  Light  &  Traction  Company  a  lease 
to  operate  an  electric  lighting  plant  here,  arrangements  have 
been  com|)leted  for  the  erection  of  a  $75,000  power  house. 

""^REKA,  CAL.— The  Siskiyou  Electric  Power  &  Light 
Company  has  begun  work  on  the  construction  of  a  dam  at 
the  head  of  Ward's  Canyon,  sixteen  miles  above  Hornbrook, 
on  the  Klamath  River.  The  dam  will  be  250  feet  long  and 
90  feet  high. 

ELLENSBITRG,  WASH.— E.  L.  Butler,  superintendent  of 
the  electric  light  department,  states  that  a  dredger  will  be 
installed  in  the  power  ditch  for  the  municipal  light  plant. 
The  channel  will  be  enlarged  and  when  completed  2000  elec- 
tric horsepower  will  be  generated. 

PORTLAND,  ORE.— Work  on  the  power  site  of  the  Val- 
ley Development  Company  at  the  headwaters  of  the  Cowlitz 
River,  will  be  started  as  soon  as  the  snow  in  the  moutains 
melts.  A  large  reservoir  is  to  be  constructed.  It  is  estimated 
that  the  site  will  have  a  possibility  of  developing  125,000  h.p. 
and  machinery  for  that  capacity  will  eventually  be  installed. 

WASHINGTON,  D.  C— Bids  will  be  received  at  the 
bureau  of  yards  and  dockS  up  to  April  29,  for  one  3000  cubic 
feet  air  compressor,  with  intercooler,  aftercooler  and  air  re- 
ceiver for  the  central  power  plant  U.  S.  Naval  Station,  Pearl 
Harbor,  Hawaii.  Bids  will  be  received  at  the  same  time  and 
place  for  six  450  h.p.  water  tube  boilers,  equipped  with  oil 
burning  apparatus,  etc.,  for  the  same  power  plant. 

PORTERVILLE,  CAL.— The  Home  Gas  Company  has  just 
completed  the  renovation  of  its  plant.  Aifditions  have  been 
made  which  will  make  it  possible  to  supply  from  the  plant 
here  gas  to  the  immediately  surrounding  towns.  Prepara- 
tions for  this  are  now  being  made.  A  compressor  and  com- 
pressor tank  have  been  added  and  this  city  has  been  divided 
into  four  districts.  Gas  will  be  furnished  under  pressure  of 
about  ten  ounces  to  the  various  districts,  where  automatic 
regulators  will  step  it  down  to  the  four  ounce  pressure  at 
which  it  is  ordinarily  used.  It  is  planned  to  start  shortly 
upon  high  pressure  lines  to  supply  the  gas  to  Terra  Bella 
and  Ducor,  and  it  is  probable  that  it  will  shortly  be  also  sup- 
plied to  Strathmore. 


SACRAMENTO,  CAL. — To  insure  a  reserve  plant  in  case 
of  emergency  and  have  an  auxiliary  to  their  Sacramento 
system  the  Pacific  Gas  &  Electric  Company  is  making  ar- 
ments  to  install  a  steam  power  plant  in  this  city,  for  the 
manufacture  of  electric  current.  The  site  has  been  se- 
lected, and  the  plans  are  being  drawn.  It  is  understood  that 
the  plant  will  be  located  on  the  north  side  of  the  city,  not 
far  from  the  Southern  Pacific  Railroad  shops,  and  in  the 
neighborhood  of  the  Pioneer  Mills. 

WHITTIER,  CAL.— The  Southern  Counties  Gas  Company 
has  taken  over  the  gas  properties  of  Southern  California  as 
follows:  The  Edison  Company  at  Whittier  and  Santa  Ana; 
Orange  County  Gas  Company,  serving  Orange,  Anaheim  and 
FuUerton.  The  company  will  be  financed  with  the  co-operation 
o''  ,1.  H.  Adams  &  Co.,  of  Los  Angleles  and  by  local  stock- 
holders of  the  different  companies  absorbed.  The  officers 
a-e:  President,  C.  S.  S.  Forney  of  Los  Angeles,  president  of 
the  Covina  Valley  Gas  Company  and  Piedmont  Gas  Company; 
first  vice-president  and  treasurer,  F.  M.  Bain  of  Fullerton; 
general  manager,  W.  A.  White  of  Santa  Ana;  directors — F.  E. 
Miller  of  Anaheim,  John  Badger  of  Whittier  and  C.  H.  Ain- 
ley  of  Monrovia.  The  company  will  run  a  high-pressure  line 
from  the  Santa  Ana  plant  northward,  taking  in  Anaheim, 
Orange  and  Fullerton.  Later,  a  main  will  be  extended  north 
to  Monrovia  and  east  through  Covina,  Glendora  and  Azusa. 
The  company  is  capitalized  at  $1,000,000. 


WATERWORKS. 

MADERA,  CAL. — P.  C.  Rolierts  is  here  making  prepara- 
tions for  the  installation  of  the  new  water-works. 

PLEASANTON,  GAL.— A  50  h.p.  motor  and  a  pump  ca- 
pable of  pumping  30,000  gallons  of  water  an  hour  into  the 
town  reservoirs,  has  been  purchased  by  the  trustees  of 
Pleasanton. 

SUSANVILLE,  CAL. — Plans  are  now  being  made  for  a 
substantial  enlargement  of  the  facilities  of  the  Susanville 
Water  Company. 

SAN  FRANCISCO,  CAL.— The  Sierra  Blue  Lakes  Water 
&■  Power  Company,  through  its  president,  has  submitted  to 
the  Mayor  and  the  committee  for  the  consideration  of  the 
purchase  of  the  Spring  Valley  Water  Company  two  new 
l)ropositions  relative  to  the  holdings  of  the  Blue  Lakes  Com- 
pany. One  proposition  contemplates  the  duplication  of  the 
Spring  Valley  i)lant,  with  double  capacity,  taking  city  bonds 
in  payment  therefor.  The  second  offers  to  sell  to  the  city 
the  ))roperty  of  the  company  at  the  price  on  file  with  the 
Board  of  Supervisors,  or  to  leave  the  price  to  the  judgment 
ol  a  committee  or  board  selected  by  the  Supervisors,  its 
decision  to  be  final. 

GRASS  VALLEY,  CAL.— A  movement  is  on  foot  for  an- 
other large  water  system  for  Nevada  and  Placer  Counties 
which  it  is  claimed  will  be  the  equal  of  the  South  Yuba 
Water  Company.  According  to  documents  just  filed,  James 
D.  Stewart,  of  Gold  Run,  Placer  County,  has  leased  from 
the  United  Water  &  Power  Company  certain  water  and  min- 
ing claims  for  a  period  of  20  years,  and  he  has  secured  an 
option  on  240,000  shares  of  the  company's  stock  at  $75,000. 
Besides  leasing  the  company's  property  in  Placer  and  Ne- 
VEda  Counties,  Mr.  Stewart  has  filed  on  five  water  rights, 
amounting  in  all  to  355,000  inches  of  water.  It  is  generally 
believed  that  Mr.  Stewart  represents  a  big  corporation.  The 
property  will  be  developed,  the  intention  being  to  build  an- 
other water  system  in  Placer  County  equal  to  that  of  the 
South  Yuba  Water  Company.  The  new  company  will  make 
it  possible  for  thousands  of  acres  of  land,  which  cannot  now 
he  used  on  account  of  lack  of  water  for  irrigation  purposes 
to  be  opened  to  settlers  and  the  population  of  the  county 
greatly  increased.  Besides  this,  valuable  mining  claims 
will  be  developed,  and  electricity  will  be  generated  from 
many  power  sites  now  under  control  of  Mr.  Stewart. 
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MOTOR  DRIVE  IN  THE  DOW  PUMP  WORKS 


BY    J.    W.   SWAREN 


Among    the    noteworthy    industrial    works    about  sideration,    electric    drive    was    adopted    as    the    most 

San  Francisco  is  the  power  plant  installed  for  supply-  modern  method,  but  the  question  of  buying  power  or 

ing  light,  heat  and  power  to  The  Geo.  E.  Dow  Pump-  generating  it  in  an  isolated  plant  was  opened  to  the 

ing  Engine  Co.     These  shops  are  housed  in  well  con-  management.    Alameda  is  served  by  a  municipal  plant, 


Engine. 


Sui  iil;.-iijs    Power    for    the 


.'.\-    Timp    W 


structed   corrugated   iron   buildings  on   the  banks  of  and  no  competition  in  the  sale  of  electricity  is  per- 
the  Alameda  estuary,  and  have  deep  water  and  rail  mitted.     The  rates  offered  for  loads  similar  in  char- 
shipping  facilities.  acter  to  the  load  of  a  general  machine  shop  did  not 
When  the  erection  of  new  shops  was  under  con-  seem  attractive  when  compared  with  the  possibilities 
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Plan    of   Works. 


of  power  generated  in  their  own  plant.  This  was 
particularly  true  as  steam  for  testing  purposes  would 
be  needed  under  any  arrangement.  The  judgment  of 
the  engineers  responsible  for  this  plant  has  been  sus- 
tained in  practice. 

The  power  house,  a  building  50x120  ft.,  is  placed 


room  under  the  same  roof,  the  load  center  is  practi- 
cally co-incident  with  the  geometrical  center. 

The  engine  room,  which  contains  all  pumps  and 
boilers  as  well,  is  50x70  ft.,  with  concrete  floors.  Two 
Heine  safety  water  tube  boilers,  rated  at  100  h.p.  each 
are  installed.  They  have  65  tubes  3^  in.  diameter 
3nd  16  ft.  long,  and  steam  drums  36  in.  diameter  18% 
ft.  long.  Saturated  steam,  at  a  pressure  of  150  lb. 
is  delivered. 

Crude   oil   is   used    for   fuel   and   is   stored   in   two 


on  rumps,  Filter  Tank  and  Artesian  Well  Engine. 


near  the  geometrical  center  of  the  factory,  and  as  tanks,  each  with  a  capacity  of  12,560  gallons,  set  on 
the  machine  shop  is  on  one  side,  foundry  at  the  other,  concrete  piers  outside,  and  40  ft.  from  the  building, 
with  office  and  pattern  shop  at  the  ends  and  testing     The  oil  flows  by  gravity  to  the  oil  set.     It  is  received 
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General   Plan    of   Power   House. 


ii!  tank  cars  and  a  Dow  oil  fitted  6.x6x6  in.  duplex 
pump  is  used  for  unloading.  The  oil  burning  system 
consists  of  a  standard  Staples  and  PfieiTer  set  equipped 
with  two  Dow  4j4x2^x4  in.  oil  fitted  duplex  pumps. 
The  quantity  of  oil  consumed  is  metered.  The  meter 
is  connected  between  the  pumps  and  heater,  thus 
measuring  the  oil  cold. 

The  auxiliaries  exhaust  into  a  filter  box  which 
serves  as  a  hot  well,  receiving  the  condensed  water 
from  the  engine  condensers.  Feed  water,  at  a  temper- 
ature of  150  degrees  F.  is  taken  from  the  hot  well  by 
two  Dow  marine  type  vertical  single  piston  feed 
pumps,  6j^x4'4xio  in.  These  pumps  are  fitted  with 
removable  bronze  lined  cylinders,  bronze  pistons  and 
bronze  valves,  and  the  steam  and  water  connections 
are  made  to  manifolds,  permitting  of  the  fullest  flex- 
ibility in  handling. 

The  main  water  supply  comes  from  a  bored  well, 
having  a  diameter  of  14  in.  and  200  ft.  deep,  drilled 
under  the  engine  room  floor,  near  the  Iioilers.  A  Dow 
power  driven  artesian  well  engine,  with  an  18  in. 
stroke  operates  a  Dow  bucket  plunger  pattern  deep 
well  cylinder,  with  7-^8  in.  bucket,  and  sV^  in-  plunger, 
placed  190  ft.  below  the  floor,  ^^'ater  at  the  rate  of 
80  gallons  per  minute  is  delivered  by  this  pump  to  a 
tank  115  ft.  above  the  ground  level.  This  tank  has  a 
capacity  of  30,000  gallons,  and  is  supported  on  a  struc- 
tural steel  tower.  The  base  of  this  tower  is  30x30 
ft.  and  the  corner  posts  rest  on  concrete  piers,  4x4  at 
the  top  and  8x8  at  the  base,  and  sunk*  8  ft.  in  the 
ground. 

The  deep  well  pump  is  motor  driven  through  a 
silent  chain  drive.  A  13  h.p.  Westinghouse  motor, 
controlled  by  an  automatic  starter  operated  by  a  float 


switch  in  the  tank,  is  mounted  on  a  special  sub-base. 
The  sub-base  of  the  motor  and  the  base  of  the  pump 
are  connected  by  a  distance  piece  made  from  a  piece 
of  6  in.  extra  heavy  pipe,  10  in.  long,  with  flanges  on 
both  ends.  These  flanges,  are  in  turn  bolted  to  the  re- 
s]iective  bases,  the  whole  forming  a  compact,  inexpen- 
sive and  rigid  subbase  of  sufficient  size  to  accommo- 
(iate  the  silent  chain. 


Fire    Pump. 


.■\  cast  iron  pipe,  14  in.  in  diameter,  with  lead 
caulked  joints  runs  from  the  engine  room  to  the  estu- 
ary, 320  ft.  away.  This  supplies  salt  water  for  con- 
densing purposes  and  fire  protection. 
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A  Dow  standard  underwriters'  duplex  steam 
pump,  i8xiOxi2  in.  with  a  capacity  of  looo  gallons 
per  minute  at  70  r.p.m.  is  connected  directly  to  the 
end  of  the  salt  water  line.  A  Y  branch  in  this  line,  just 
in  front  of  the  fire  pump  connection,  provides  for  con- 
denser connections.  The  fire  pump  is  connected  to  a 
.system  of  piping  extending  about  the  building  and 
numerous  hydrants  and  hose  reels  are  provided. 

To  supply  compressed  air  for  use  in  the  shops  a 
Dow  straight  line  radial  valve  compressor  is  installed 
in  the  engine  room.  It  delivers  400  cu.  ft.  per  minute 
at  a  pressure  of  80  lb.  per  sq.  in.  into  a  receiver  54  in.  x 
16  ft.  set  outside  the  building.  An  automatic  unloader 
controls  the  compressor,  which  is  driven  by  a  40  h.p. 
motor  belted  to  a  jackshaft.  The  starting  resistance 
of  this  motor  is  of  the  open  grid  type  and  is  mounted 


Oeneral    View    of   Pattern    Shop, 

on  the  engine  room  wall.  The  jackshaft  projects 
through  the  partition  between  engine  room  and  test- 
ing room  providing  a  means  for  driving  centrifugal 
pumps  during  test. 

The  boilers  are  connected  to  a  steam  header  from 
which  the  steam  is  distributed  by  three  lines,  one 
6  in.  line  leading  to  the  testing  room  immediately  ad- 
jacent to  the  engine  room  ;  a  6  in.  line  is  carried  over  the 
engine  to  which  it  is  connected  by  a  long  radius  bend; 
and  the  third  line  leads  to  the  machine  shop  erecting 
flooi,  where  it  supplies  steam  for  testing  machinery 
too  heavy  for  test  in  the  regular  testing  room.  The 
line  leading  to  the  engine  is  terminated  by  a  blank 
flange,  a  provision  for  a  future  unit' for  which  foun- 
dations are  already  built.  The  fire  pump  is  connected 
to  the  testing  room  line. 

Flanged  fittings  are  used  throughout,  corrugated 
copper  gaskets  being  installed.  Up  to  the  present 
time  no  trouble  has  been  experienced  with  these  gas- 
kets. All  piping  is  covered  with  85  per  cent  magnesia 
one  inch  thick. 

To  provide  for  expansion  and  contraction  in  the 
piping  system  copper,  U  shaped  expansion  joints  are 
installed  on  the  testing  room  and  engine  lines,  while 
roller  hangers  are  used  throughout. 


A  Swartout  vertical  separator  is  installed  just 
above  the  throttle  and  eflfectually  removes  all  con- 
densation. 

A  Ball  tandem  compound  engine,  10x18x16  in., 
running  at  250  r.p.m.  is  direct  connected  to  a  100  kw. 
250  volt,  Westinghouse  generator.  The  engine  is  of 
the  semi-enclosed  type,  with  Sweet  valve  gear  and 
standard  Ball  inertia  governor.  A  combination  splash 
and  gravity  oiling  system  is  used ;  a  pump  in  the 
crank  pit  lifting  oil  to  a  tank  above  the  engine  to  be 
carried  by  gravity  to  main  bearings  and  back  into  the 
crank  pit. 

The  high  and  low  pressure  cylinders  are  lubri- 
cated by  standard  condensation  type  lubricators,  cyl- 
inder oil  having  a  flash  test  of  600  degrees  F.  being 
used.  Metallic  self  lubricating  packing  is  used  in  pis- 
ton rod  and  valve  stem  glands. 

Between  the  two  engine  foundations  a  condenser 
pit  is  sunk.  At  present  only  one  condenser,  a  Dow 
surface  type,  is  installed,  room  for  a  duplicate  unit 
being  provided.     This  condenser  has  brass  U  tubes, 


r    »,",     _. 


neneral  View  of  Foundry. 

with  a  total  area  of  400  sq.  ft.  A  niche  is  cut  in  the 
engine  room  floor  so  that  the  tubes  can  be  readily 
withdrawn.  Salt  water  at  an  average  temperature  of 
70  degrees  F.  is  drawn  from  the  fire  line,  and  a  vacuum 
of  26  in.  with  barometer  reading  30  in.  is  readily  main- 
tained when  condensing  1900  lb.  of  steam  per  hour. 

A  Dow  twin  vertical  combined  air  and  circulating 
pump  is  installed.  This  pump  has  a  steam  cylinder 
8  in.  diameter,  air  cylinder  12  in.  diameter,  circulating 
cylinder  8  in.  diameter,  with  a  10  in.  stroke. 

To  handle  sumpage,  a  Dow  duplex  pump,  3x2x3 
in.  exhausting  into  the  main  condenser,  is  mounted  on 
a  bracket  fastened  to  the  condenser  pit  wall. 

The  generator  is  the  standard  direct  current  en- 
gine type  mounted  on  separate  subbase,  with  outboard 
pedestal  bearing.  The  main  leads  are  carried  in  con- 
duit under  the  floor  to  the  switchboard. 

The  switchboard  has  five  panels  of  black  slate. 
The  first  panel  is  intended  for  a  future  unit,  but  at 
present  is  utilized  for  a  meter  panel,  carrying  a  60c 
amp.  221-250  volt  G.  E.  astatic  type  watthour  meter. 
The  second  panel  is  used  as  a  generator  panel  for  the 
present  unit,  having  a  three-pole  switch  for  main 
and  equalizer  leads,  automatic  circuit  breaker,  volt- 
meter, voltmeter  plugs,  pilot  lamp  and  ammeter.    The 
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Genera!   View   of   Machine   Shop. 


third  panel  is  used  for  controlling  the  motor-generator 
and  city  service.  It  has  the  necessary  switches  for 
controlling  the  generator  of  the  motor. generator,  and 
two  d.p.d.t.  switches  for  throwing  the  office  lights 
from  the  main  bus  bars  to  the  city  service.  The  fourth 
panel  is  used  as  a  power  and  lighting  distribution 
panel,  controlling  the  lights  for  foundry,  and  machine 
shop,  motors  for  foundry,  foundry  blower,  pattern 
shop  and  engine  room.  None  of  these  circuits  are 
equipped  with  automatic  circuit  breakers.  The  fifth 
panel  is  also  used  as  a  distribution  panel.  It  has  a 
switch  controlling  the  machine  shop  motor  circuit, 
and  automatic  circuit  breakers  on  the  circuits  supply- 
ing foundry  crane  and  machine  shop  crane,  and  a  third 
breaker  on  the  leads  from  the  generator  of  the  motor 
generator  set. 

As  a  provision  for  overtime  work  in  offices  and 
shops,  standby  service  is  purchased  from  the  Alameda 
municipal  lines.  The  distribution  on  these  lines  being 
two-phase  sixty  cycle  alternating  current  at  220  volts, 
a  motor  generator  set  is  required.  A  standard  West- 
inghouse  25  h.p.,  220  volt,  two-phase  CCL  motor,  run- 
ning 1 120  r.p.m.  is  direct  connected  on  the  same  bed- 
plate to  a  Westinghouse  20  kw.,  250  volt  direct  current 
generator.  The  auto  transformer  and  motor  control 
switches  are  mounted  on  a  pipe  frame,  slate  panel, 
board  near  the  motor  generator  set. 

The  economy  obtained  in  this  plant  is  quite  good 


when  all  the  factors  governing  it  are  taken  into  con- 
sideration. Daily  performance  shows  85  kw.  hrs.  per 
bbl.  of  oil,  while  the  load  factor  is  only  45  per  cent 
measured  against  a  nine-hour  day.  This  is  equivalent 
at  a  load  factor  of  17  per  cent  measured  against  a  24- 
hour  day.  Large  excess  capacity,  both  in  engines  and 
boilers,  is  required  for  testing  purposes,  although  un- 
der normal  conditions  fires  are  maintained  under  one 
boiler  only. 

The  machine  shop  building  is  arranged  in  three 
bays,  the  middle  bay  being  covered  by  a  monitor  roof, 
and  spanned  by  a  ten-ton  high  speed  Shaw  crane.  Light 
machine  and  tool  work  is  done  in  the  side  bays,  the 
heavy  machine  tools  being  arranged  along  the  sides 
of  the  main  bay  so  as  to  be  served  by  the  crane.  The 
erecting  floor  is  in  this  bay  as  well. 

Both  the  group  and  individual  systems  of  machine 
drive  are  in  use.  The  individual  drives  are  generally 
equipped  with  variable  speed  motors,  and  in  some  in- 
stances as  many  as  three  motors  are  used  on  one 
machine.  Where  the  group  system  of  driving  is  em- 
ployed, the  motors  are  mounted  on  a  bracket  designed 
and  made  in  the  shops. 

In  the  foundry  the  inoulding  floor  is  spanned  by 
two  ten-ton  cranes,  with  a  bridge  of  48  ft.  The  mould- 
ing machines  are  pneumatically  operated,  while  tum- 
bling barrels  and  other  machinery  are  driven  on  the 
group    plan.     For    serving   the    charging   floor   of   the 
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cupolas  a  4000  lb.  pneumatic  elevator  is  installed  out- 
side the  building.  .A  reducing  valve  is  installed  on 
the  testing  room  line  to  supply  steam  to  the  indirect 
system  of  heating  installed  in  the  office  building.  The 
heating  coils  and  blowers  are  installed  in  the  basement 
of  this  building. 


Motor     Driven     Milling     Machine,      Showing     Post 
Bracket   Motor  Mounting   in   Back   Ground. 

Tungsten  lamps  are  installed  in  the  machine  shop 
and  foundry,  while  carbon  lamps  are  used  in  office 
and   engine  room. 

Of  more  than  passing  interest  to  engineers  is  the 
drafting  room  on  the  first  floor  of  the  office  building. 
It  is  situated  on  the  north  side  of  the  building,  and 


second  floor  a  complete  blue  printing  room  is  fitted 
with  every  convenience,  including  a  Cooper-Hewitt 
electric  blue  printing  machine,  sun  frames  and  wash- 
ing conveniences. 

The  entire  plant  was  designed  and  erection  super- 
vised by  Mr.  W.  H.  Dow,  works  manager,  to  whom 
the  writer  is  indebted  for  the  information  contained  in 
this  article.  The  tests  from  which  the  data  regarding 
operation  were  taken,  were  made,  by  Mr.  R.  F.  Cheva- 
lier, consulting  engineer  for  operation. 


Three   Motors    on    Maoliine   No.    122. 

one  large  sheet  of  glass  forms  the  north  wall.  This 
gives  an  excellent  diffused  light  throughout  the  room, 
which    has    tables   accommodating    12    men.      On    the 


RECLAMATION    OF   THE   ARID    WEST.' 

BY   FREDERICK   H.    NEWEL,L,= 

Ihe  benefits  derived  by  applying  science  to  in- 
thistry  and  the  still  greater  benefits  that  may  be  ex- 
pected when  all  great  problems  are  attacked  in  the 
scientific  spirit  and  on  the  scientific  methods  are  to  a 
certain  extent  exemplified  by  the  opportunities  afforded 
and  results  now  accomplished  in  the  conservation  of 
the  natural  resources  of  the  Nation. 

The  reclamation  of  the  arid  West  is  simply  one 
of  a  number  of  items  of  national  importance  upon 
whose  correct  solution  by  true  scientific  methods  rests 
largely,  not  merely  the  material  prosperity  of  the 
Nation,  but.  more  than  this,  the  perpetuation  of  free 
government,  and  of  high  standards  in  individual  lib- 
erty. 

The  stability  of  a  republic  or  democracy,  which- 
ever we  may  term  it,  rests  not  upon  its  wealth,  but 
upon  the  character  of  the  individual  citizen  and  voter. 
The  greatest  commonwealths  are  not  necessarily  those 
having  the  greatest  natural  resources,  but  rather  those 
in  which  the  human  units  are  strong.  The  strength 
of  the  unit,  the  family  or  the  voter,  is  not  derived  from 
material  wealth,  but  from  ability  to  act  and  think  inde- 
pendently and  to  exercise  that  intelligent  self-interest 
which  binds  him  to  the  great  mass  of  his  fellow  men. 
If,  for  example,  he  is  working  in  a  factory  or  on  a  rail- 
road line,  he  is,  of  course,  interested  in  keeping  his 
job.  Beyond  this,  he  has  little  concern  with  the  con- 
dition of  municipal.  State  or  Federal  affairs.  These 
are  entirely  too  remote  to  touch  him,  and  if  he  lives 
in  a  tenement,  he  has  no  concern  beyond  paying  his 
rent  and  getting  the  most  he  can  for  it. 

But  take  this  man,  indifferent  to  forms  or  details 
of  government,  and  put  him  upon  a  40-acre  farm.  As- 
.suming  that  he  has  reasonable  industry  and  intelli- 
gence, his  whole  view  point  of  life  changes.  He  is 
transformed  from  being  more  or  less  of  a  nomad,  shift- 
ing from  flat  to  flat,  or  from  town  to  town,  and  indif- 
ferent to  the  general  welfare.  He  now  becomes  a 
Ipiidowning  citizen  and  voter,  interested  in  every  pub- 
he  movement  for  better  roads,  better  schools,  better 
local  government,  and  everything  which  leads  up  to 
the  stability  of  the  institutions  of  the  State  as  upon 
these  rest  the  value  and  comfort  of  his  home. 

This  thought  has  been  most  pithily  embodied  in 
a  statement  attributed  to  Edward  Everett  Hale  where 
he  asks  "whoever  heard  of  a  man  shouldering  his 
musket  to  fight  for  his  boarding  house?" 

The  problem  of  the  reclamation  of  the  arid  west  is 
being  attacked  primarily  for  the  purpose,  not  of  mak- 

'Presented  before  the  Congress  of  Technology  at  the  Fif- 
tieth Anniversary  of  the  Granting  of  the  Charter  of  the  Massa- 
chusetts Institute  of  Technology. 

^Director,  U.  fS.  Reclamation  Service,  Washington,  D.  C. 
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ing  men  rich,  but  of  strengthening  the  foundations  of 
the  State.  It  is  an  attempt  being  made  by  the  Federal 
Government  almost  at  the  eleventh  hour  of  its  oppor- 
tunities to  utilize  the  waste  resources  still  remaining 
at  its  command,  and  to  employ  these  in  such  a  way  as 
to  strengthen  local  communities  and  states,  and  to 
create  in  the  more  remote  parts  of  the  country  many 
prosperous  communities  composed  of  independent, 
landowning  citizens,  each  family  being  resident  upon 
a  farm  sufficient  for  its  support,  and  cultivating  the 
soil  intensively,  under  favorable  conditions  of  sunlight 
and  of  water  supply,  such  as  to  produce  the  largest 
crop  yield  per  acre,  and  to  bring  about  the  largest 
individual   success. 

The  people  thus  placed  upuii  the  farms  are  not 
merely  producers.  They  not  only  raise  enough  to  sup- 
port themselves,  and  to  sell  to  their  neighbors,  but 
indirectly  they  stimulate  all  industries.  They  are  large 
consumers,  as  well  as  producers,  and  it  may  be  said 
that  for  every  family  placed  upon  an  irrigated  farm 
on  the  desert,  there  arises  the  possibility  of  another 
family  engaged  in  transportation  or  in  manufacturing 
in  the  East  or  Middle  \\'est.  All  parts  of  the  country 
are  thus  linked  together.  The  success  of  the  irrigator 
in  the  West  means  larger  cotton  production  in  the 
South,  more  boots  made  in  Massachusetts,  more 
freight  and  passenger  cars  hauled  across  the  continent. 

The  success  already  attained  in  applying  scientific 
methods  to  this  great  problem  of  conservation  of  the 
waste  resources  of  the  country  may  be  attributable 
in  part  at  least  to  the  Institute  of  Technology,  and  to 
the  instruction  there  given. 

With  a  comprehensive  and  reasonably  accurate 
review  of  the  conditions  to  be  met.  it  is  then  possible 
to  bring  to  the  solution  of  the  problem  the  principles 
and  methods  of  engineering  and  to  put  into  play  the 
constructive  ideas  which  are  inseparable  with  a  tech- 
nologic education. 

The  constructive  faculty,  the  ability  to  imagine  or 
to  picture  desirable  results,  and  to  turn  these  into 
accomplishment  by  scientific  methods  is  the  foundation 
for  success  in  these  larger  lines  of  work. 

In  the  matter  under  consideration  Congress  in  i888 
authorized  an  investigation  of  the  extent  to  which 
the  arid  lands  might  be  reclaimed.  This  problem  is 
enormous  and  its  correct  solution  is  fundamental  to 
the  future  growth  and  development  of  the  Nation, 
because  of  the  fact  that  one-third  of  its  area  is  arid. 
In  that  third  are  potentially  some  of  tlie  most  valuable 
lands  in  the  world. 

The  problem  is  to  obtain  water  for  these  lands. 
This  in  turn  rests  upon  questions  of  economics  and 
engineering,  in  storage  of  flood  or  other  waste  waters, 
and  in  the  adjustment  of  a  form  of  agriculture  suited 
to  these  conditions.  The  results  already  attained  show 
that  the  lands  are  not  only  capable  of  supporting  a 
large  population,  but  under  Government  auspices 
many  thousands  of  families  have  been  settled  in  pros- 
perous homes  and  a  highly  desirable  class  of  citizen- 
ship has  been  created  in  a  most  sparsely  populated  part 
of  the  country. 

As  a  natural  outgrowth  of  the  investigation  begun 
in  i888,  the  so-called  Reclamation  Act  of  June  17,  1902, 
was  passed,  setting  aside  the  proceeds  from  the  dis- 
posal of  public  lands  for  the  construction  of  works  for 
the  reclamation  by  irrigation  of  the  arid  and  semi-arid 


lands.  It  has  been  held  that  Congress  has  absolute 
control  over  the  public  lands  and  of  the  funds  arising 
from  their  disposal,  and  while  it  might  be  questionable 
as  to  whether  the  United  States  could  levy  taxes,  and 
thus  raise  money  for  reclamation,  it  has  been  consid- 
ered that  Congress  could  properly  create  a  trust  fund 
derived  from  the  source  named.  This  fund  has 
amounted  to  over  $60,000,000,  and  is  being  added  to 
at  the  rate  of  six  or  seven  millions  a  year.  It  has  been 
invested  in  the  construction  of  reservoirs,  canals,  and 
distributing  systems,  and  already  27  projects  have  been 
initiated  or  completed,  works  having  been  undertaken 
in  each  of  the  Western  States  and  Territories. 

Over  a  million  acres  have  been  reclaimed,  and  14,- 
coo  families  are  receiving  water  from  works  built  or 
controlled  by  the  Government,  under  the  terms  of  this 
Act.  Reservoirs  have  been  built  having  a  capacity 
of  nearly  5,000,000  acre-feet,  that  is  to  say,  the  water 
would  cover  5,000,000  acres  to  a  depth  of  one  foot. 
Canals  of  large  size,  carrying  over  800  cubic  feet  per 
second,  have  been  built  for  a  total  length  of  300  miles, 
and  somewhat  smaller  canals  constructed  with  a  length 
of  a  thousand  miles  including  the  ditches.  There  are 
over  5000  miles  of  water  courses,  also  nearly  70  tunnels 
with  a  total  length  of  about  20  miles.  The  smaller 
structures  number  over  20,000  including  bridges,  cul- 
verts, headgates,  siphons,  etc.  Nearly  60,000,000  cubic 
yards  of  earth  have  been  excavated  and  10,000,000  of 
loose  and  solid  rock. 

The  principal  results,  however,  are  shown  in  the 
crop  production  and  although  the  works  are  hardly 
built  to  a  point  further  than  to  try  out  portions.  It  ap- 
pears that  the  value  of  the  crops  raised  in  1910  was 
nearly  $20,000,000,  and  land-values  have  advanced  from 
practically  nothing  to  one  hundred  million  dollars. 
These  values  will  continue  to  increase  as  the  work.s 
near  completion. 

The  object,  however,  as  before  stated,  is  not  to 
make  men  rich,  but  to  make  homes  for  citizens  who 
will  preserve  the  institutions  of  the  country,  and  to  do 
this  without  imposing  a  burden  upon  the  taxpayers.  It 
has  been  shown  how  this  is  being  accomplished  by 
the  use  of  the  Reclamation  Fund,  which  is  revolving 
and  growing  larger  and  larger,  that  is  to  say,  as  the 
money  comes  back  from  the  works  completed,  it  is 
used  over  again  and  is  being  increased  by  additions 
from  the  disposal  of  other  public  lands.  Under  wise 
administration  the  funds  should  increase  and  produce 
larger  and  larger  results  in  the  conservation  of  the 
waste  waters  and  the  utilization  of  these  in  those  parts 
of  the  United  States  where  rain  is  infrequent  and  where 
the  brilliant  sunshine  can  be  depended  upon  nearly 
every  day  in  the  year.  It  is  really  the  sunlight  which 
is  capitalized  and  made  valuable. 

The  question  is  frequently  asked,  why  should  not 
the  Government  reclaim  the  worthless  lands  in  the 
East?  The  answer  lies  largely  in  the  fact  that  no  other 
part  of  tlie  country  than  the  arid  West  has  such  won- 
derful opportunities  for  crop  production,  as  it  does  not 
have  the  continuous  daily  sunshine  upon  which  plant 
life  depends.  The  advantages  of  the  development  in 
the  arid  region  also  are  greater  from  the  political  stand- 
point, as  population  is  better  distributed  and  is  brought 
nearer  to  important  source  of  mineral  wealth,  enabling 
development  of  industries  in  otherwise  remote  and  in- 
accessible localities. 
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CONSTRUCTION  OF  THE  TIETON  CANAL. 

The  description  of  the  Tieton  canal,  built  in  Cen- 
tral Washington  by  the  Reclamation  Service,  before 
the  American  Society  of  Civil  Engineers,  should  be 
most  interesting  in  illustrating  a  new  method  which 
has  been  worked  out  to  fulfill  conditions  of  rapid  flow, 
a  comparatively  long  canal,  a  steep  and  rugged  hillside 
and  withal  a  permanent  work  fulfilling  requirements 
at  a  minimum  of  cost.  It  was  necessary  to  bring  water 
14  miles  from  a  diversion  in  the  Tieton  River,  through 
a  canyon  in  which  all  of  the  problems  confronting  the 
Western  engineer  had  to  be  met  and  solved.  The  side 
of  the  canyon  presented  a  slope  of  60  per  cent  and  the 
ground  formation  of  clay  shales  and  uncertain  rock 
surface,  placed  any  but  a  permanent  and  self  contained 
canal  out  of  the  question.  It  was  decided  to  build  a 
reinforced  concrete  flume  having  a  circular  section, 
entirely  self-contained,  i.  e.  not  to  be  dependent  upon 
outside  earth  pressure  or  structure  to  compensate  for 
the  spreading  effect  of  the  internal  water  pressure, 
furthermore  to  be  capable  of  sustaining  earth  pressure 
from  the  exterior  as  from  slides  or  fallen  trees  and 
lastly  to  cause  as  little  disturbance  of  the  ground  sur- 
face as  possible.  The  difficulty  was  complicated  by 
the  lack  of  concrete  materials  near  the  flume  line.  It 
was  decided  to  build  the  flume  in  short  sections  which 
would  dovetail  together  and  be  finally  joined  by 
cementing.  At  several  flat  points,  convenient  for  raw 
materials,  yards  were  cleared  and  the  sections  were 
molded.  These,  when  properly  cured,  were  hoisted 
onto  specially  made  wagons  and  loaded  onto  car  trucks 
which  ran  on  temporary  track  laid  along  the  line  of 
canal.  By  a  special  placing  device  they  were  rapidly 
and  accurately  placed  in  position  and  cemented.  A 
backfilling  of  earth  was  then  made  for  support  from 
underneath. 

The  wetted  area  of  this  canal  is  36  sq.  ft.,  the 
coefficient  of  roughness  in  Kutters  formula  was  taken 
to  be  0.012  and  the  resulting  flow  of  326  sec.  ft.,  hav- 
ing a  velocity  cf  9.05  ft.  per  second.  The  cost  of  mak- 
ing the  concrete  forms,  hauling  and  placing,  including 
all  overhead  expense  but  not  including  trenching  or 
placing  the  ground  in  condition  for  receiving  the  flttmc, 
was,  $5.80  per  linear  foot.  The  paper  does  not  give 
the  results  of  tests  of  capacity  flow,  as,  at  that  time 
there  was  not  sufficient  water  in  the  river  to  fill  the 
flume,  but  while  some  curious  and  unexpected  actions 
where  the  direction  of  flow  was  sharply  changed,  have 
been  noted,  the  method  of  construction  in  short 
sections  with  cemented  joints  apparently  has  little 
deprecatory  effect. 

A  comparison  of  costs  with  open  earth  canal  is 
interesting.  Providing  that,  in  the  ju'dgment  of  the 
engineer,  a  section  of  earth  canal  is  advisable,  upon 
completion  there  need  be  little  surprise  in  finding 
cracks  or  other  breaks,  due  to  blasting  or  the  nature 
of  soil  beneath  the  surface  which  will  need  rebuilding 
or  constant  repairing  after  operation.  Furthermore 
the  coefficient  in  Kutters  formula  may  range  from 
0.02  to  0.03  necessitating  a  wet  cross  section  that  may 
be  double  that  required  to  carry  the  same  quantity 
of  water  in  the  concrete  flume.  Where  this  work  may 
be  done  with  a  steam  shovel,  the  cost  per  linear  foot 
may  range  as  low  as  $4.00,  but  if  there  is  much  rock 


and  the  locality  is  more  or  less  inaccessible,  the  cost 
may  easily  range  to  $6.00  or  $7.00. 

Flume  of  the  steel  type  supported  on  timber  struc- 
ture, which  has  been  adopted  by  the  Reclamation  Serv- 
ice in  some  Rocky  Mountain  sections,  to  carry  the 
quantity  of  water  that  the  Tieton  canal  is  designed 
for  will  cost  as  high  as  $8.00  per  linear  foot. 

The  cost  of  benching  for  the  sectional  concrete 
flume  should  be  no  more  than  that  of  constructing  a 
mountain  road  and  in  most  cases  should  not  be  over 
$1.00  per  foot  and  in  no  case  over  $2.00.  This  would 
make  the  total  cost  of  this  construction,  using  the 
latter  figure,  $7.80  per  foot  which  compares  favorably 
with  the  other  methods  mentioned,  with  the  advan- 
tage that  the  cost  of  depreciation  and  maintenance  are 
reduced  to  a  minimum. 

In  the  Tieton  project  are  a  number  of  tunnels  lined 
with  sections  placed  in  the  same  manner  as  is  the 
flume.  The  tunnel  sections  have,  however,  a  circular 
closed  section.  For  localities  where  the  cost  of  build- 
ing and  forming  the  lining  in  place  is  not  a  preventa- 
tive factor  this  method  of  lining  might  not  have  an 
advantage.  In  this  instance  the  lining,  exclusive  of  the 
cost  of  driving  the  tunnel,  cost  in  place,  $8.35  per  linear 

foot. 

One  tunnel  of  3000  ft.  of  this  project,  having  a 
hard  self-supporting  basaltic  formation,  was  lined  in 
tlie  usual  way,  by  building  floor  and  sides  of  concrete, 
leaving  the  natural  rock  roof.  It  was  found  that  this 
construction  cost  even  more  than  the  sectional  ring 
lining  which  could  be  used  through  any  formation, 
proving  at  least  in  this  case  that  the  new  method 
is  not  only  an  improvement  in  construction  but  in  cost 
r\er  the  form  methods  of  building  tunnel  linings. 


CHIMNEY  FORMULA.' 

BY     W.     F.     DURAND. 

In  connection  with  i\Ir.  Dunn's  paper  on  chimney 
capacities,  the  accompanying  formulae  may  be  sub- 
mitted as  representing  conservative  practice  under 
what  may  be  denominated  approximately  normal  oper- 
ating conditions.  The  factors  which  enter  into  the 
problem  of  chimney  draft  and  capacity  are  so  numer- 
ous, their  relations  so  obscure  and  values  so  difficult 
I  if  numerical  determination,  that  of  necessity  all  chim- 
ney formulae  are  empirical — that  is.  they  are  simply 
practice  expressed  in  algebraic  form.  The  literature 
iif  engineering  abounds  in  chimne}^  formulae,  but 
inasmuch  as  most  of  them  relate  to  coal  burning  prac- 
tice, I  have  ventured  to  add  one  more  to  the  list  and 
intended  to  refer  strictly  to  oil  burning  practice. 

\Vhile  as  noted  all  chimney  formulae  are  em- 
])irical  in  character,  yet  they  may  to  some  extent  be 
made  rational  in  form,  and  the  more  nearly  such  condi- 
tion is  realized  the  better  will  the  formula  take  care 
of  variations  in  the  operative  conditions,  outside  the 
immediate  range  from  which  the  empirical  factors  are 
ilrawn. 

The  general  character  of  a  chimney  formula  on 
rational  lines  may  be  readily  developed,  as  follows : 
The  function  of  draft  involves  the  pushing  of  air  into 
the  furnace  and  the  pushing  of  the  gases  of  combus- 

'Paper  presented  at  San  Francisco  meeting  American  So- 
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tion  through  the  tube  spaces  and  then  up  the  stack 
to  the  outer  air.  This  involves  the  work  of  giving 
kinetic  energ}-  to  a  body  of  air  and  gas  and  of  mov- 
ing it  against  a  resistance.  In  general  such  work 
will  depend  on  the  quantit}'  of  gas  moved  and  on  the 
square  of  the  velocity.  This  work  must  be  supplied 
by  the  draft  head  or  difference  of  pressure  between  the 
external  air  and  minimum  pressure  within  the 
boiler,  and  per  pound  the  work  will  be  meas- 
ured by  the  difference  of  pressure  in  pounds 
per  square  foot  multiplied  by  the  volume  of  one  pound 
of  gas  in  cubic  feet.  We  have  thus  in  general  the 
relation  :  u" — VP  when  u  =  velocity,  V  =  vol.  per 
pound,  P  =  draft  head  measured  in  pounds  per  sq.  ft. 

Again,  let  B  =  boiler  horsepower,  w  =  pounds  of 
gas  per  boiler  horsepower,  A  =  area  of  chimney,  then 
BwV  =  total  volume  of  gas  =  Au. 

But  u  —  VP,  and  P  the  draft  head  will  depend  in 
general  on  the  height  of  the  stack  and  on  the  stack 
temperature.  According  to  simple  theory  of  stack 
draft,  such  head  is  measured  by  the  difference  in 
weight  between  a  column  of  normal  air  and  a  colunui 
of  hot  gas  each  of  the    height  of  the  chimney. 

In  any  event,  wc  may  put  P -- h.x  where  h  = 
height  of  chimney  and  x  =  a  factor  or  term  (le])ending 
on   the  temperature. 

We  have  then  :    u  —  \/Vhx  and  hence  A\/Vhx  — 


BwV  whence  AVh  —  Bw- 


In  words,  the  product  of  the  area  by  the  square 
root  of  the  height  should  follow  closely  the  product 
of  the  number  of  pounds  of  gas  by  the  scpiare  root  of 
the  volume  per  pound  and  divided  by  the  square  root 
of  the  function  x. 

But  the  volume  of  one  ])ound  of  gas  \"  varie.s 
directly  as  the  ab.solute  temperature.  This  of  course 
varies  widely  between  the  furnace  and  the  top  of  the 
stack.  The  temperature  at  the  base  of  the  stack  is 
usually  taken,  however,  as  primarily  related  to  the 
value  of  the  draft  function  x,  and  for  convenience  we 
may  use  the  same  temperature  as  related  in  a  general 
way  to  the  value  of  V. 

Also  w,  the  pounds  of  gas  per  boiler  horsepower, 
will  vary  inversely  as  the  boiler  efficiency. 

Let  e  denote  the  efficiencv.     Then  we  niav  write 


Al/h 


~    QeV 


Ts 

X 


here  O  is  the  general  constant  or  factor. 


The  function  x  takes  the  form  ^i—  —  -=r- 


A    _    B 
Ta  T, 

where  .\  and  B  are  constants  and  T^  and  T^  are  abso- 
lute temperatures  of  the  air  and  of  the  stack.  Where 
draft  head  d  is  expressed  in  inches  of  water  and  the 
height  of  the  chimney  in  feet,  this  takes  the  form 
'7.6  _2i9 

Ta  Ts    _ 

If  8o  degrees  Fah.  is  taken  as  a  fair  upper  temper- 
ature of  the  air,  this  reduces  to 

7.9 
T'  = 


)  degrees  Fah.  is 
the  air,  this  redu^ 


The  entire  square  root ..  _!-^  is  therefore  a  func- 

\     X 

tion  of  the  temperature  and  its  value  for  a  range  of 
\alues  of  Ts  is  given  in  the  accompanying  table. 

TABLE. 

V.\LUE   OF   TEMPERATURE    FUNCTIONS. 

t  V 

•100 4.19 

420 4.16 

440 4.12 

460 4.10 

4S0 4.07 

500 4.05 

520 4.04 

540 4.03 

560 4.02 

5S0 4.01 

600 4.00 

620 4.00 

640 4.00 

660 4.00 

6S0 4.00 

TOO 4.00 

It  now  only  remains  tn  find  a  value  for  the  nu- 
niercial  constant  O.  This  has  been  done  by  using  the 
results  of  practice  and  thus  checking  the  formula 
against  the  indications  of  experience. 

In  this  maiuier,  we  find  as  follows: 


(A -a)  i/h 


By 


Oe 


where  .A  =  area  of  chimney  in  sq.  ft.  a  =  small  con- 
stant area  as  below  ;  h  =  height  in  feet ;  B  =  boiler 
horsepower  actually  developed,  which  equals  number 
of  pounds  of  total  evaporation  per  hour  reduced  to 
conditions  from  and  at  212  deg..  divided  by  34.5 ; 
c  =  boiler  efficiency  :  }•  =  tem])erature  factor  from  the 
table;  O  ^  coefficient. 

a  and  O  have  \alue>  as  follows: 

For  large  chimneys  or  from  300  b.h.j).  up 

a  =  2.5  0  =  54 
For  small  chimneys  or  from  500  h.p.  down 

a  =  .6  O  =  40 

In  choosing  the  values  of  these  constants  O  the 
following  special  conditions  are  assumed: 

Heat  value  of  oil  fuel about   18,500  B.t.u. 

Temperature  of  external  air 80  deg.  F. 

Excess  of  air  in  furnace,  about 100  per  cent 

Boilers  working  at  rate  of  output  not  greatly  ex- 
ceeding rated  load. 

The  particular  numerical  factors  in  the  formula 
are  perhaps  not  so  important.  I  dare  say  further  in- 
vestigation— undoubtedly  the  results  of  Mr.  Wey- 
mouth's data  might  change  the  numerical  factors.  I 
belie\-e  however  that  the  form  of  the  formula  may 
possibly  be  of  some  aid  in  passing  from  one  set  of 
conditions  to  another,  or  interpolating  between  various 
sets  of  conditions;  and  that  is  about  all  any  engineer- 
ing formula  can  hope  to  do. 
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DISCUSSION    AT    SAN    FRANCISCO    MEETING 
A.  S.  M.  E. 

Atomization  of  Fuel   Oil." 

W.  F.  Durand:  In  connection  with  the  paper  by  Mr. 
Hunt  on  atomization,  I  have  been  interested  in  estimating 
the  work  equivalent  of  this  process.  The  nozzle  of  a 
burner  is  a  more  or  less  effective  device  for  transforming 
energy  of  steam  into  jet  energ>',  exactly  in  the  same  manner 
as  does  the  nozzle  of  a  steam  turbine.  The  atomization  of 
the  oil  and  its  projection  at  high  velocity  into  the  furnace 
involve  the  expenditure  of  work,  and  this  work  must  be 
derived  from  the  steam  by  way  of  the  nozzle. 

One-half  pound  of  steam  per  pound  of  oil  is  perhaps  a 
fairly  representative  figure  for  the  amount  of  steam  re- 
quired. This  amount  of  steam  used  with  any  reasonable 
nozzle  efficiency  and  under  the  conditions  of  say  90  pounds 
initial  pressure  absolute  and  15  terminal,  should  develop 
from  35,000  to  40,000  ft.  lb.  of  energy,  thus  expended  in 
work  on  the  oil.  This  figure  is  impressive.  It  is  probable 
that  due  to  wire  drawing  and  inefficiency  in  the  nozzle  the 
amount  of  work  actually  utilized  is  less  than  this  figure.  In 
any  event,  however,  the  price  paid  for  the  preparation  and 
Introduction  of  the  oil  into  the  furnace  is  a  heavy  one,  and 
the  question  not  unnaturally  arises  as  to  whether  or  not 
this  can  be  the  ultimate  method.  May  not  some  method  be 
developed,  mechanical  or  otherwise,  which  shall  enable  us 
to  do  the  necessary  amount  of  work  on  the  oil  without  the 
heavy  expenditure  involved  in  the  present  systems  of  steam 
or  air  atomization.  Mechanical  atomization  seems  to  pre- 
sent some  possibilities  and  it  may  be  that  the  future  devel- 
opment may  lie  along  this  path.  In  any  event,  I  feel  that 
as  engineers  we  should  entertain  a  feeling  of  profound  dis- 
content with  our  present  methods  of  preparing  and  intro- 
ducing the  oil  into  the  furnace,  and  that  we  should  not  rest 
until  either  some  less  costly  method  is  developed,  or  every 
pcssible  method  and  expedient  has  been  given  a  thorough 
trial. 

Thos.  Morrln:  With  a  view  to  seconding  Professor 
Uurand's  last  statement  (although  I  was  not  aware  that  he 
was  going  to  take  up  that  subject)  I  wish  to  read  a  few 
notes:  The  use  of  crude  oil  as  fuel  has  been  developed  along 
the  lines  of  unlimited  extravagance  in  the  vaporizing  pro- 
cess, and  has  been  perpetuated  from  one  scheme  to  the 
other  in  the  same  line  of  application  and  operation. 

Until  recently  the  prevailing  land  practice  has  been  to 
use  a  steam  jet  from  the  boiler  at  full  pressure  to  vaporize 
the  oil  at  the  burner  tips,  for  the  simple  reason  of  its  con- 
venience and  its  low  cost  of  application.  This  is  perhaps 
the  most  expensive  method  for  accomplishing  this  object. 
Some  types  of  burners  requiring  much  less  vaporizing 
medium  than  others,  but  none  of  them  are  economical,  and 
all  of  them  susceptible  of  great  waste,  limited  only  by  the 
size  of  steam  connections  and  the  pressure  of  that  medium. 

I  believe  that  these  conditions  cannot  be  materially 
changed,  except  by  providing  a  burner  mechanism  that  will 
require  air  only  at  an  extremely  low  pressure  that  may  be 
furnished  at  a  minimum  cost,  so  that  its  fnost  extravagant 
use   could   never   exceed   a   certain   fixed   range. 

Here  I  beg  to  take  exception  to  that  part  of  Mr.  Hunt's 
paper  in  which  the  form  of  the  burner  is  referred  to  as  of 
minor  importance,  as  I  am  convinced  that  it  has  consider- 
able to  do  with  preparing  the  oil  for  satisfactory  combustion, 
inasmuch  as  it  is  necessary  to  vaporize  the  cil  or  work  it  up 
into  minute  atoms  the  method  of  accomplishing  this  atomiza- 
tion must  necessarily  depend  to  a  great  extent  on  the  burner. 

I  have  in  mind  what  might  be  called  mechanical  burn- 
ers;   inasmuch  as  they  are  of  the  rotating  or  of  the  turbine 
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Ian  wheel  type,  rotating  at  a  high  speed  and  delivering  the 
( il  from  the  periphery  of  the  burner  at  a  velocity  approxi- 
mately 7100  ft.  per  minute,  equal  to  an  air  pressure  of 
approximately  1^  ounces  per  square  inch. 

In  tests  made  as  to  the  quantity  of  oil  and  the  percent- 
age of  power  used  to  burn  a  fixed  quantity  it  was  noted 
that  the  energy  expended  to  accomplish  this  result  was  less 
than  1  per  cent.  In  fact,  the  figures  showed  an  actual  con- 
sumption of  energy  amounting  to  but  0.6  per  cent  of  the 
actual  heat  results  of  the  oil  burned.  This  energy  expended 
not  only  vaporizes  the  oil  but  it  delivers  the  oil  and  a  full 
quantity  of  air  for  complete  combustion,  which  if  segre- 
gated, would  perhaps  reduce  the  actual  energy  expended  for 
atomizing  the  oil  to  less  than  0.4  per  cent. 

Another  plant  uses  660  pounds  of  oil  per  hour  with  jet 
burners  and  air  at  pressures  in  two  different  blasts,  while 
with  jet  burners  of  6  ounces  and  6  pounds  ])er  square  inch, 
respectively,  the  volumes  are  in  the  proportion  of  SO  per 
cent  at  6  oz.  and  20  per  cent  at  6  pounds.  No  reliable  data 
ij  available  on  the  operation  of  this  plant,  but  from  a  care- 
ful observation  of  the  plant  under  full  operation  and  giving 
tl;e  most  satisfactory  results  from  the  basis  of  cost  and 
maintenance  and  the  efflcienc  use  of  the  oil,  and  allowing 
the  highest  possible  amount  for  energy  consumed  in  the 
vaporizing,  we  get  a  loss  not  to  exceed  IVa  per  cent,  which 
if  correctly  measured  and  checked  up  would  not  exceed 
I  per  cent  of  the  energy  in  the  oil. 

I  refer  to  this  scheme  of  vaporizing  oil  for  the  reason 
that  I  am  sure  that  oil  will  be  used  more  and  more  and  also 
that  its  application  for  fuel  purposes  may  be  increased  if  we 
convince  the  consumer  that  it  is  not  necessary  to  install  a 
steam  boiler  or  an  expensive  and  elaborate  mechanical 
equipment  to  utilize  this  kind  of  fuel.  A  simple  centrifugal 
blower  and  a  rotary  geared  pump  driven  by  one  electric 
motor  that  any  unskilled  person  may  use  and  operate  Is 
possible. 

The  great  difference  in  cost  and  the  much  more  con- 
venient use  of  oil  fuel  as  compared  with  coal,  have  been 
so  favorable  that  we  have  overlooked  this  feature  of  the 
economical  application  of  oil  as  fuel,  until  it  is  now  being 
applied  to  household  uses  requiring  a  simplified  apparatus, 
which  can  be  safely  and  economically  operated  by  unskilled 
male  and  female  servants;  in  fact,  fool  proof.  In  this  tran- 
sition the  use  of  air  under  low  pressure  has  proven  a  great 
step  forward  in  the  use  of  oil  as  fuel. 

In  this  respect  the  form  of  furnace  is  also  important. 
The  hearth  of  the  furnaces  should  be  of  good  fire  resisting 
material,  of  high  radiating  efficiency,  and  thin,  with  air  inlets 
well  diffused  over  the  surface.  While  it  is  not  necessary 
to  heat  the  air  for  the  best  and  most  economical  utilization 
of  its  heat  units,  it  has  been  proven  that  oil  can  be  burned 
in  the  jet  process  with  much  less  noise  with  heated  air 
than   with  cold  air. 

This  system  of  vaporizing  oil  is  just  as  applicable  to 
the  service  on  board  ship  as  it  is  to  the  most  remote  fruit 
dryer,  hoii  kiln  or  malt  houses,  where  it  would  be  only 
necessary  to  install  a  small  motor  and  volume  blower,  with 
the  necessary  oil  pump,  within  the  prescribed  limits  of  the 
Underwriters,  thereby  placing  the  application  of  fuel  oil 
without  expensive  cost  to  almost  any  service  requiring  fuel. 

I  am  satisfied  that  with  this  method  of  vaporizing  the 
oil,  less  energy  per  pound  of  oil  burned  will  be  required 
than  in  any  other  form  now  in  use,  and  it  should  receive 
more  attention  from  engineers  and  consumers  than  in  the 
Iiast. 

These  are  not  new  schemes  or  new  ideas,  but  have  been 
in  use  to  my  certain  knowledge  for  six  years  in  San  Fran- 
cisco, but  with  indifferent  success;  but  recently  have  been 
improved  to  a  considerable  extent.  So  much  so  that  their 
efficiency  is  far  and  away  ahead  of  the  usual  steam  or  high 
pressure  air  method  of  vaporizing  oil. 
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Use   of   the    Orsat    Apparatus. 

Mr.  Bailey:  To  leaiu  llie  efficiency  of  tlie  furnaces  in 
tlie  slatiiin  of  The  .Municiiial  Liglit  &  Power  Co.'s  plant  in 
San  Francisco,  we  installed  an  Orsat  apparatus  in  the  fire- 
room.  The  four  boilers  are  cf  Stirling  make,  and  the  sam- 
ples were  taken  about  a  foot  below  the  damper.  The  sam- 
pling tube  used  In  each  was  a  piece  of  %  in.  iron  pipe,  open 
at  the  end.  Small  lead  pipes  from  each  furnace  were  run 
to  a  header  with  a  valve  in  each,  so  that  a  sample  could 
readily  be  taken  from  any  of  the  furnaces.  A  small  water 
ejector  was  connected  to  the  header  to  insure  drawing  over 
a  fresh  quantity  of  flue  gas  before  a  sample  was  taken.  We 
e.xperienced  trouble  with  the  lead  piping  from  pin-hole  air 
leaks,  and  from  the  piping  sagging  and  forming  pockets, 
which  trapped  water  from  the  products  of  combustion  and 
prevented  a  flow  of  Hue  gas.  These  troubles  were  over- 
come by  the  use  of   %  in.  iron  pipe. 

The  Orsat  determinations  were  of  great  value  at  the 
start  in  educating  the  firemen  as  to  the  amount  of  air  re- 
quired. All  of  our  men  were  experienced  in  the  burning 
of  fuel  oil,  but  they  were  firing  with  from  80  to  over  150  per 
cent  e.xcess  air.  By  shutting  down  on  the  draft  and  making 
frequent  determinations  with  the  Orsat  apparatus  until  a 
high  per  cent  of  CO..  was  obtained,  the  firemen  were  taught 
how  a  fire  should  appear  with  the  minimum  amount  of  air 
lor  com))lete  combustion.  We  were  unable  to  get  much  bet- 
ter than  12  per  cent  CO.,  as  above  this  point  the  fire  is  liable 
to  produce  smoke,  which  w-ould  not  be  long  tolerated  in 
the  neighborhood  of  our  plant. 

Although  we  had  no  direct  means  of  measuring  the 
economy  due  to  better  firing,  an  increase  in  kw.  hr.  per 
barrel  of  oil  followed  at  cnce.  The  second  month  we  had 
the  Orsat  installed,  we  showed  an  increase  of  19. :i  per  cent 
in  the  kw.  hr.  per  bbl.  of  oil  obtained  the  month  before 
installing  the  Orsat.  During  this  period  the  load  factor  oti 
the  turbine  increased  from  43  per  cent  to  .').3..5  per  cent, 
which  would  account  for  some  of  the  increase  in  economy, 
but   hardly   for   the   amount  obtained. 

The  Orsat  apparatus  is  not  a  suitable  instrument  for  con- 
stant fire  room  use,  as  the  rubber  connections  rapidly  de- 
teriorate and  the  glass  parts  get  broken.  It  is  well  worth 
its  cost,  however,  as  it  will  awaken  and  maintain  in  the 
firemen  a  lively  interest  in  the  subject  of  combustion,  which 
is  sure  to  result  In  better  firing. 

In  order  that  the  firemen  may  appreciate  the  importance 
of  maintaining  a  high  per  cent  of  CO,,  we  have  pcsted  in  the 
fireioom  two  curves,  one  of  which  gives  the  relation  between 
per  cent  of  CO.  and  per  cent  of  excess  air;  the  other,  the 
relations  between  the  per  cent  of  excess  air,  flue  tempera- 
ture, and  calculated  boiler  efficiency. 

To  measure  the  oil  in  our  fuel  tanks,  we  run  to  each 
a  14  in.  brass  pipe,  which  is  run  through  the  top  of  the 
tank  to  a  point  close  to  the  bottom.  To  each  pipe,  at  a  con- 
venient point  in  the  engine  room,  a  U  tube  containing  mer- 
cury is  attached.  Each  pipe  is  connected  to  the  compressed 
air  system  of  the  plant.  To  read  the  height  of  oil  In  a  tank, 
the  compressed  air  is  turned  into  the  pipe  until  it  blows  out 
the  oil  which  may  be  standing  in  the  vertical  section  leading 
down  to  the  bottom  of  the  tank.  The  air  is  then  throttled 
down  so  that  only  a  small  amount  escapes  through  the 
oil,  and  a  reading  taken  of  the  difference  in  level  of  the 
mercury  in  the  IT  tube. 

A  scale  alongside  the  U  tube  can  be  calibrated  by  means 
of  known  quantity  of  oil  in  the  tank,  so  as  to  read  direct 
the  number  of  barrels  contained  in  the  tank  at  any  time. 
In  a  tank  13  ft.  deep  and  holding  110  barrels,  we  can  read 
within  a  barrel  of  the  true  amount  in  the  tank.  By  inclin- 
ing the  tubes  so  as  to  get  a  longer  range  of  movement  of 
the  mercury,  greater  accuracy  could  be  obtained.  Should  the 
gravity  of  the  oil  change  from  that  used  when  calibrating  the 
U  tubes,  the  readings  must  be  corrected  for  the  difference  in 
gravity. 


Making    Producer   Gas   from   Oil. 

J.  A.  Yeatman:  California  cil  is  a  heavy  oil,  and  is  not 
ireely  vapoiized.  To  prejjare  the  oil  so  that  it  might  be 
vaporized  and  burned  in  a  gas  engine,  experimenters  at  first 
used  what  are  known  as  gas-engine  retorts,  heated  either 
externally  or  from  the  gas  engine  exhaust.  As  the  Cali- 
fornia oil  contains  a  deposit  of  clay  or  earthy  matter  which 
the  oil  companies  were  not  extracting,  the  retorts  would  foul 
in  a  short  time  and  become  incrusted  with  carbon  and  dirt, 
sc>  that  they  could  not  be  made  to  operate  continuously.  Con- 
sequently their  use  was  practically  abandoned.  In  endeav- 
oring to  further  the  use  of  the  heavy  oil  they  took  up  the 
.gas  producers,  designed  much  along  the  lines  of  the  hard  and 
soft  coal  producers  cf  the  East.  But  it  was  found  that  the 
percentage  of  hydrogen  was  so  great,  and  the  creating  igni- 
tion in  the  standard  gas-engine  so  troublesome  that  they 
had  to  reduce  the  compression,  and  then  it  often  failed  to 
ignite  if  the  propcrtions  were  not  correct.  This  was  also  prac- 
tically abandoned. 

Then  Mr.  Frost  deve'oped  the  Frost  engine  producer, 
V.  hich  works  well  but  requires  gas  engines  of  excessive  bore 
and  stroke  for  a  .given  amount  of  power,  which  increases 
the  friction  in  the  engine.  The  device,  while  simple  to  an 
engineer,  is  quite  ccmplicated  to  the  average  small  gas- 
ei!gine  user. 

There  was  another  producer  put  on  the  market  in  South- 
ern California  with  which  they  have  had  considerable  suc- 
cess; but  it  has  its  defects  because  it  has  a  tendency  to  foul, 
and  when  they  provide  means  for  overcoming  the  conges- 
tion the  gas  varies  and  the  results  are  somewhat  problem- 
atical. 

Seme  twelve  or  fourteen  years  ago  I  read  a  lengthy 
iiuithematical  discussion  of  the  Diesel  gas  engine  and  I  was 
convinced  at  the  time  that  a  modification  of  burning  the  oil 
directly  in  the  cylinder  would  probably  be  a  success;  but 
owing  to  the  high  compression  required  as  the  matter  was 
then  understood,  such  engines  were  practically  impossible. 

In  crder  to  use  California  oil  in  gas  engines  it  is  neces- 
s.iry  to  extract  the  residue  in  the  oil.  The  oil  companies 
have  put  in  centrifugal  separators,  which  leaves  the  gas 
engine  manufacturer  free  to  operate  his  gas  engine  without 
fouling  the  c.vlinders.  Most  of  the  ordinary  carburetors  are 
based  on  what  is  known  as  the  suction  principle,  and  the 
force  is  not  sufficient  to  atomize  the  ordinary  10,  12,  16  and 
1 S  gravity  oils.  Some  gas  engine  manufacturers  have  devel- 
ojied  an  atomizing  mechanism,  which  takes  the  place  of  an 
ordinary  suction  carburetor;  and  considerable  success  has 
been  had  along  those  lines  during  the  past  two  years.  I 
have  been  reliably  informed  by  engineers  who  have  observed 
tests  that  they  have  been  able  to  produce  a  horsepower  with 
.t  lb.  California  crude  oil  of  14  gravity  by  direct  atomization 
after  it  had  been  strained  by  a  centrifugal  separator.  This 
marks  ptobably  the  greatest  progress  towards  getting  eco- 
nomical  power   that   I   know. 

The    Diesel    Engine. 

The  Chairman:  Mr.  Yeatman's  remarks  remind  me  that 
we  have  had  almost  nothing  with  reference  to  the  question 
of  the  direct  combustion  of  the  fuel  in  the  cylinder.  It  is 
a  subject  which  in  itself  might  form  the  topic  of  an  even- 
ing's discussion.  Why  the  Diesel  motor  has  never  made  any 
stand  for  itself  in  this  country  has  always  amazed  me.  There 
are  certain  troubles  inherent  in  it,  and  yet  abroad  it  has 
been  used  to  a  very  considerable  extent,  and  even  in  units 
cf  quite  considerable  size.  Here  however  it  has  never  gained 
a  foothold. 

G.  H.  Marx:  Since  this  topic  has  come  up,  it  occurs 
to  me  that  in  1904  I  visited  the  laboratories  at  Munich,  and 
was  shown  the  engine  on  which  Professor  Shroder  had  per- 
formed his  experiments,  by  his  assistant,  who  assured  me 
that  at  that  time  they  had  used  California  crude  petroleum 
in  some  of  their  tests,  and  that  the  petroleum  had  worked 
satisfactorily,  and  left  no  residue  in  the  cylinder. 
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Howard  Stillman:  While  wo  are  on  that  subject  1  would 
like  to  make  a  lew  remarks  covering  the  oijeration  of  Diesel 
engines.  The  Southern  Pacific  Company  had  <  ue  in  the 
Cgden  shop,  and  I  made  a  number  of  tests  with  It;  and  the 
economical  performance  of  that  engine  was  of  course  far 
in  excess  of  anything  that  we  had.  It  was  first  exploited  as 
ai.  engine  with  which  we  might  use  the  California  petro- 
hum  oil;  and  some  few  attempts  were  made  to  operate  with 
California  crude  oil,  but  it  was  an  utter  failure.  The  engine 
would  run  about  five  minutes  sometimes,  and  sometimes  halt  a 
day,  and  another  day  the  shop  was  tied  up  for  lack  of  power. 
Finally  we  went  to  a  lighter  distillate,  and  with  it  it  worked 
well,  and  was  economical  in  its  performance;  but  even 
with  that  oil  had  its  defects.  The  theory  cf  this  engine  can- 
not be  excelled,  but  the  personal  equation  came  into  it.  We 
could  not  keep  the  shop  going.  The  managers  tired  of  mak- 
ing repairs  on  it.  Sometimes  we  had  records  of  three  weeks 
at  a  time  when  the  engine's  performance  was  wcnderful,  and 
then  would  come  a  period  of  say  two  weeks  when  the  old 
steam  engine  had  to  be  used. 

Some  time  after  this,  a  larger  unit  was  installed  at 
Tucson  and  was  operated  for  three  years.  The  same  at- 
tempts were  made  to  use  a  crude  oil,  or  a  lower  gravity  oil, 
with  it,  but  it  was  intermittent  in  its  action.  It  finally  got 
down  to  a  fuel  oil  (I  think  from  Texas)  of  lighter  gravity 
than  the  California  oil,  and  its  performance  was  fairly  good. 
But  it  had  its  difficulties.  When  it  was  wrrking  it  was  a 
splendid  machine.  I  think  there  were  about  300  men  in  the 
machine  shop  and  all  the  power  was  generated  from  this 
Diesel  motor,  connected  with  the  shop  shafting,  and  the  sta- 
tionary engine  that  formerly  ran  the  shop  was  still  in  place. 
There  was  one  attempt  made  to  dismantle  the  steam  engine, 
but  fortunately  they  had  only  taken  off  the  blocks  before 
the  Diesel  motor  was  hung  up  for  repairs.  After  that  they 
never  attempted  to  discard  the  reciprocating  steam  engine, 
which  was  fortunate,  as  we  had  a  number  of  troubles  with 
that  Diesel  motor.  It  was  under  repair  much  of  the  time, 
and  finally  we  abandoned  it.  They  found  there  was  no  net 
economy  in  operation,  because  no  one  could  tell  when  it  was 
going  to  stop. 

Mr.  Fenn:  When  I  was  in  Chili  last  year  I  saw  a  num- 
ber of  Diesel  engines  in  operation,  and  inquired  particularly 
about  them  from  the  chief  engineers  in  charge.  They  pro- 
nounced them  satisfactory,  but  they  were  using  a  Peruvian 
crude  of  34  gravity.  When  I  came  back  to  this  country 
we  took  up  the  question  of  using  our  oil,  and  the  Diesel  com- 
pany refused  to  respond  for  any  California  oil  heavier  than 
IH   degrees. 

Mr.  Bell:  I  think  the  United  Verde  mine  have  just  pur- 
chased a  1000  h.p.  unit,  without  paying  any  attention  to  where 
the  oil  was  coming  from.  The  Associated  Company  shipped 
them  a  light  crude.  They  could  not  do  anything  with  it, 
and  now  we  are  sending  them  a  sample  of  cil  and  distillate 
of  different  parts  of  the  fields  of  California,  to  try  and  get 
that  engine  to  run  successfully.  It  must  be  in  the  California 
oil  itself  which  has  this  carbonizing  effect,  that  interferes 
with   these   engines. 

Thos.  Morrin:  In  regard  to  using  criide  cil,  and  the 
fouling  of  carburetors  I  once  had  occasion  to  inspect  all  of  the 
carburetors  made  in  and  around  this  vicinity  in  the  interest 
ol  an  eastern  manufacturer  that  was  producing  a  large  num- 
ber of  gas  engines.  From  my  experiments  I  found  it  best 
to  use  duplicate  carburetors  and  when  one  fouled  to  change 
to  the  other.  By  feeding  water  through  the  dead  carburetor 
while  yet  hot,  the  dirt  and  carbon  would  sluff  off  easily  and 
quickly. 

Mr.  Fenn:  I  would  like  to  add  one  word  to  what  I  said, 
that  is,  that  it  is  not  in  the  California  oils  perhaps  that  the 
trouble  lies,  but  rather  in  the  gravity,  because  they  are  using 
some  of  our  distillates  that  are  of  31  or  32  gravity.  The  dis- 
tillates from  our  crudes  they  are  using  in  engines. 


Howard  Stillman:  The  oil  that  we  used  on  the  Diesel 
engine  at  Tucson  had  a  gravity  of  about  30  degrees.  1 
.should  put  that  limit,  about  25  or  30  degrees  oil.  I  would  not 
use  under  25  degree  oil  in  the  Diesel  engine. 

The  Chairman:  The  comparison  of  the  distillate  with 
the  crude  I  think  is  hardly  legitimate.  It  would  seem  to  me 
that  the  crude,  even  though  of  as  high  gravity  as  the  distil- 
late, might  contain  products  that  would  tend  to  cause  foul- 
ii.g;  whereas  your  distillate  would  be  a  more  uniform  pro- 
fiuct,  and  with  less  or  no  other  product  in  it. 

Mr.  Fenn:  I  perhaps  misunderstood.  I  understood  him 
lo  say  that  the  California  distillates  had  proven  unsuccessful 
up  north. 

Mr.  Bell:  No.  They  tried  one  of  22  gravity  from  the  Siin- 
set  Monarch  refinery  in  Sunset,  which  proved  unsatisfactory. 
Hut  they  are  now  trying  a  30  and  40  gravity,  and  I  do  net  know 
with  what  success  at  this  time. 

C.  R.  Weymouth:  1  would  like  to  second  some  of  Mr. 
Dyer's  remarks  about  the  character  of  the  papers  presented, 
and  express  the  hope  that  this  will  not  end  the  session  on 
luel  oil.  Personally  I  am  in  touch  with  a  large  number  of 
FJastern  engineers,  who  are  considering  in  lively  fashion  the 
adoption  of  the  use  of  crude  oil  by  a  number  of  Eastern 
plants;  and  I  know  that  our  eastern  membership  looks  to 
the  Pacific  Coast  for  information  on  oil  burning.  I  believe 
we  have  quite  a  number  among  us  who  are  capable  of  treat- 
ing the  question  of  crude  oil  more  explicitly  and  more  gen- 
erally than  it  has  so  far  been  treated;  and  before  we  cease 
this  subject  we  ought  to  try  to  prepare  an  encyclopaedia 
on  crude  oil  which  will  stand  for  a  long  time  to  come,  and 
do  credit  to  our  local  branch's  first  attenipt.  I  believe  Mr. 
Hunt  himself,  and  a  number  of  others,  could  prepare  an  article 
of  a  general  character  which  would  be  a  masterpiece;  and  1 
hope  that  the  committee  will  not  let  this  go  forward  as  the 
final  effort  of  the  San  Francisco  engineers. 

The  Chairman:  In  that  connection  I  would  say  that  the 
general  idea  has  been  constantly  present  in  my  mind,  both 
at  the  first  meeting  and  at  this;  and  it  has  been  my  inten- 
tion to  suggest  to  our  committee  on  local  meetings  that,  if 
we  can  arrange  it  within  the  finances  allowed  us  from  the 
parent  society — if  not  I  think  we  can  probably  get  contri- 
I'utions  to  arrange  it — to  hold  an  intermediate  meeting  be- 
tv  een  this  and  our  next  three  months'  interval,  so  as  to  con- 
tinue the  matter;  and  if  that  is  not  sufficient  we  will  still 
keep  at  it,  because  I  think  there  is  no  subject  which  is  of 
more  vital  interest  to  us  here  and  on  which  we  can  con 
tribute  more  value;  and  I  shall  be  very  glad  to  follow  up  the 
suggestion  and  do  what  I  can  to  see  it  carried  out. 


Newly  elected  associate  members  of  the  American  Insti- 
tute of  Electrical  Engineers  include  W.  R.  Battey,  designer  for 
Southern  California  Edison  Co.,  Los  Angeles;  A.  L.  Bradley, 
draughtsman  Pacific  Electric  Engineering  Co.,  Portland;  L.  P. 
Crim,  engineer  Pacific  T.  &  T.  Co.,  Seattle;  E.  W.  Currier, 
electrical  salesman  Fairbanks,  Morse  &  Co.,  Los  Angeles: 
H.  S.  Curtiss,  switchboard  attendant  Portland  Railway,  Light 
i:  Power  Co.,  Portland;  F.  C.  Ensinger,  superintendent  elec- 
tric meter  department  San  Francisco  Gas  &  Electric  Co.,  San 
B^-ancisco;  R.  H.  Fenkhausen,  chief  engineer  Risdon  Iron 
Works,  San  FVancisco;  G.  G.  Gunderson,  manager  electric 
department  H.  W.  Johns-Manville  Co.,  South  Seattle;  C.  A. 
Harmony,  city  electrician  Centralia,  Wash.;  V.  H.  Haybarker, 
electrician  "Oregonian,"  Portland:  C.  M.  Hoskinson,  draughts- 
man Great  Western  Power  Co.,  San  Francisco;  C.  I.  Kephart, 
student  University  of  California,  Berkeley;  J.  C.  Love,  Sacra- 
mento Electric,  Gas  &  Railway  Co.,  Sacramento,  Cal.;  J.  A. 
Smith,  switchboard  operator,  Washington  Power  Co.,  Reardon. 
Wash.;  J.  Z.  Strauch,  superintendent  electric  meter  depart- 
ment, Sacramento  Electric,  Gas  &  Railway  Co.,  Sacramento; 
O.  E.  Thomas,  sales  agent  General  Electric  Co.,  Los  Angeles: 
H.  E.  Truax,  electrical  machinist  Bremerton,  Wash.;  A.  N. 
Voss,  foreman  Goldfield  Consolidated  Mines  Co.,  Goldfield,  Nev. 
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989,487.  Lightning-Arrester.  Elmer  E.  F.  Creighton, 
Schenectady,  N.  Y.,  assignor  to  general  Electric  Company. 
The  combination  with  three  conductors  of  a  transmission 
system,  of  four  electrolytic  condensers  mounted  side  by  side 
with    corresponding    terminals    in    electrical    connection    and 


the  other  terminals  of  two  of  said  condensers  directly  con- 
nected to  two  of  said  conductors,  and  a  transfer  switch  con- 
nected to  the  third  conductor  and  mounted  to  co-operate  with 
the  terminals  of  the  two  remaining  condensers  and  thereby 
connect  at  will  either  of  said  remaining  condensers  to  ground 
and  the  other  condenser  to  said  third  conductor. 

989,202.  Head-Gate.  Frank  P.  Snow,  Los  Angeles,  Cal., 
assignor  to  Kellar-Thoniason  Manufacturing  Company,  Co- 
vina,  Cal.  In  a  device  of  the  class  described,  a  frame  having 
a  seat,  a  disk  adapted  to  come  against  said  seat,  a  stem  car- 


rying said  disk  and  having  a  limited  sliding  movement  on 
said  disk,  means  for  raising  and  lowering  said  stem  to  with- 
draw said  disk  from  said  seat,  means  for  arresting  the  move- 
ment of  said  disk  adjacent  to  said  seat,  and  means  for  moving 
said  disk  upon  said  seat  when  arrested. 

989,273.     Thermostatic   Control    for   Electric    Heating    De- 
vices.    Elmer   C.   McBride,   Santa   .Ana,  Cal.     .A   thermostatic 


mostatic  bar  supported  at  one  end  and  having  at  its  other 
end  an  arm  provided  with  a  contact  point  for  co-operation 
with  said  fixed  contact  point,  means  for  connecting  the  said 
bar  and  terminal  in  the  electric  heating  circuit,  said  bar 
being  relatively  rigid  and  said  arm  thereon  having  a  slight 
elasticity  in  order  to  prolong  the  intervals  of  contact  and  of 
disruption  of  the  circuit  substantially  as  set  forth,  and  means 
lor  adjustably  supporting  said  thermostatic  bar  to  adjust  the 
relative  position  of  the  aforesaid  contact  points. 

989,184.  Well-Drilling  Apparatus.  Samuel  S.  O'Connor. 
Santa  Monica,  Cal.  In  a  well  drilling  apparatus,  in  combina- 
tion, a  drill  line  having  a  drilling  tool  secured  thereto,  a 
rotatable  crank  arm,  a  block  pivotally  secured  to  the  crank 
aim,   a   frame   slidable   on   the   block   and   having   end    pieces 


located  on  opposite  sides  thereof,  a  spring  bearing  between 
one  of  the  end  pieces  and  the  block,  a  headed  rod  passing 
through  the  other  end  piece,  a  jerk  line  secured  at  one  end 
to  the  rod  and  connected  at  the  other  end  with  the  drill 
line  and  a  second  spring  bearing  between  the  rod-head  and 
the  last  mentioned  piece. 

989,112.  Trclley-Pole.  Charles  E.  Bradford,  Lakeview, 
Wash.  A  trolley  pole  having  tubular  alining  members  dis- 
posed end  to  end,  and  provided  in  their  meeting  ends  with 
segmental  slots,  in  combination  with  a  spindle  connecting 
said    members,    and    to    which    they    are  swivoUy  connected. 


said  spindle  having  radial  stop  studs  operating  in  said 
slots  of  said  tubular  members,  and  reversely  coiled  springs 
on  said  spindle,  and  in  said  tubular  members,  one  end  of 
controlling  means  for  electric  heating  devices  comprising  a  each  spring  being  connected  to  said  spindle  and  the  other 
fixed  terminal  means  provided  with  a  contact  point,  a  ther-      end  being  connected  to  one  of  said  tubular  members. 
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Modernized 

Hydraulic 

Construction 


111  llie  vast  region  from  ''the  Rockies  to  llie  Coast," 
many  liydrciclcctric  and  irrigation  systems  have  beeri 
designed  in  accordance  with  unique 
rule-of-thumb  methods,  whose  use 
dates  back  to  the  pioneer  settlers 
who*  had  few  facilities  in  a  new 
i.(juntry  of  peculiar  climatic  conditions.  The  charac- 
teristically mild  winters  and  long,  dry  summers  allowed 
ihe  construction  of  rock-fill  dams,  wood  flumes  and 
earth  canals  \vhich  have  withstood  the  lest  of  time, 
but  which  would  have  been  impracticable  in  other 
less-favored  sections.  While  they'  satisfied  the  rude 
needs  of  the  hydraulic  miner  they  are  not  so  well 
adapted  to  hydroelectric  and  irrigation  service  and  are 
gradually  being  supplanted  by  modern  engineering 
methods. 

Many  engineers  of  high  standing  liave  come  into 
ihe  West  for  the  first  time  with  the  avowed  purpose 
of  improving  these  crude  efforts  of  the  early  hydraulic 
miners,  whose  judgment,  as  based  upon  hard  experi- 
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of  construction.  Their  failure  has  been  as  signal  as 
would  be  that  of  the  pioneer  Western  miner  under 
equally-  strange  conditions  in  the  East.  The  dift'erence 
between  good  and  bad  engineering  rests  in  the  suc- 

cess  or   failure  of  its  result,  and   it   is  only  by  a  full 

CONTENTS  appreciation  of  those  conditions  which  have  developed 

Motor  Drive  in  the  Dow  Pump  Works 345      ^'i*-'  individuality  of  the  Western  mountain  engineering, 

that  these  structures  can  be  made  stable. 

Among  the  greatest  hydraulic  projects  of  today 
are  those  which  are  being  carried  out  by  the  Reclama- 
tion Service,  whose  engineers  have  combined  the  old 
cummon-sense  methods  with  all  that  modern  thouglit 
and  practice  can  suggest.  Provided  with  every  facil- 
ity', they  are  now  developing  a  new  type  of  construc- 
tion such  as  is  exemplified  in  the  Tieton  canal  de- 
scribed elsewhere  in  this  issue,  and  which  employs  a 
reinforced  concrete  flume  to  meet  the  exacting  con- 
ditions of  the  rapid  flow  of  much  water  through  long 
canals  which  must  be  at  once  permanent  and  cheap. 

The  box-flume  is  a  relic  of  the  days  of  cheap  and 
abundant  timber,  when  depreciation  and  replacement 
were  as  unconsidered  trifles.  Canals  excavated  in  earth 
or  rock  may  often  be  safely  used  in  the  mountains,  but 
even  these  must  ultimately  be  rebuilt  in  more  perma- 
nent form.  Choice  is  consequently  narrowed  to  steel 
or  concrete,  either  as  pipe  or  lining.  Concrete  is  less 
subject  to  deterioration,  but  its  first  cost  is  sometimes 
prohibitive.  Where  there  is  a  permanent  and  sufficient 
ground  backing,  as  is  the  case  with  the  Los  Angeles 
aqueduct,  the  end  justifies  the  means,  but  to  obtain  a 
self-contained  canal  having  a  high  factor  of  safety 
against  slides,  earthquakes,  wet  snow  and  even  falling 
trees  and  at  the  same  time  keep  within  a  unit  cost 
which  will  not  vitiate  the  earning  power  of  the  project, 
the  plan  which  has  been  put  into  etifect  in  the  Tieton 
project  seems  admirable. 
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PACIFIC  COAST  MEETING  OF  NATIONAL  ELECTRICAL 
SUPPLY  JOBBERS'  ASSOCIATION. 
The  fii'st  Pacific  Coast  meeting  of  tlie  National  Electrical 
Siippl.y  Jobbers'  Association  will  be  lield  at  Del  Monte,  Cali- 
fornia, April  25,  26,  27,  1911.  A  9-car  train,  leaving  Chicago 
on  April  18  is  scheduled  to  arrive  at  the  Hotel  Del  Monte 
on  the  evening  of  the  24th,  with  stops  at  the  Grand  Canyon 
and  Los  Angeles.     Tlie  program  for  the  meeting  follows: 

Tuesday,  April   25th. 

10  a.  m. — Jobbers'  first  session. 

10  a.  m. — Ladies   will   visit   Monterey,   Old   Mission,   Presidio, 

Pacific  Grove  and  points  of  interest. 
]   p.  m. — 17-Mile-drive.   Ladies,  jobbers  and  manufacturers,  as 
guests  of  the  San  Francisco  manufacturers'  repre- 
sentatives. 
S  p.  m. — Concert  in  ballroom. 

8  p.  m. — Jobbers'  second  session. 

Wednesday,   April    26th. 

9  a.  m. — Manufacturers'    qualifying    round    at    golf,    IS-holes 

medal  play.  A  trophy  to  be  presented  by  Hotel 
Del  Monte  to  player  making  lowest  score.  One- 
half  dozen  golf  balls  will  be  presented  the  player 
making  nearest  the  average  score. 

IC  a.  m. — Ladies  entertained  by  tri|)  to  Marine  Gardens  at 
Pacific  Grove  as  guests  of  the  Pacific  Coast  Jobbers. 

to  a.  m. — Jobbers'  third  session. 

1  p.  m. — Jobbers'  qualifying  round  at  golf,  18-holes  medal  play. 

A  trophy  will  be  presented  by  Hotel  Del  Monte  to 
player  making  the  lowest  score.  One-half  dozen 
golf  balls  will  be  presented  to  player  making 
score  nearest  the  average. 

2  p.  m. — Trap  Shooting.   Trophy  to  be  presented  to  the  winner. 
2  p.  m. — Tennis    Tournament.      Open    to    manufacturers    and 

.iobbers.  A  trophy  to  be  presented  to  the  winner 
and  runner-up. 

2  p.  m. — Ladies'  Tennis  Tournament.  Suitable  prize  to  be  pre- 
sented  to   the  winner. 

S  p.  m. — Jobbers'  fourth  session. 

9  p.  m. — Dancing   in    the   ballroem. 

Thursday,  April  27th. 
9  a.  m. — Manufacturers  in  final  18-hole  medal  handicap  Golf 
Tournament,  consisting  of  three  flights — 10  in  first, 
10  in  second,  balance  of  players  in  third.  Trophy 
to  be  presented  to  the  winner  and  runner-up  of 
first  flight.  Trophy  to  be  presented  to  the  winner 
of  second  flight.  Trophy  to  be  presented  to  the 
winner  of  third  flight. 
9  a.  m. — Jobbers'  fifth  session. 

11  a.  m. — Jobbers  in  final  18-hole  medal  handicap  Golf  Totu-- 

nament,  consisting  of  three  flights,  10  in  first,  10  in 
second,  balance  of  players  in  third.  Trophy  to  be 
presented  to  winner  and  runner-up  of  first  flight. 
Trophy  to  be  presented  to  the  winner  of  second 
flight.  Trophy  to  be  presented  to  winner  of  third 
flight. 

11:30  a.  m. — Luncheon  to  the  ladies  at   Pebble  Beach  Lodge, 
as  guests  of  the  Hotel   Del   Monte. 
Note: — Automobiles    will    be   at   entrance   to    convey   the 

ladies  to  the  lodge.     The  automobiles  are  furnished  with  the 

compliments  of  the  Pacific  Coast  Jobbers. 

1  p.  m. — Pool  tournament.  Open  to  manufacturers  and 
jobbers.  Trophy  to  be  presented  to  winner  and 
runner-up.  This  Pool  Tournament  is  under  the 
supervision  of  T.  E.  Burger. 

7:30  p.  m.— Spanish  Dinner  in  Monterey  for  everybody. 
Many   novel    features. 


PACIFIC  COAST  MEETING  A.  I.  E.  E. 
The  1911  Pacific  Coast  Convention  of  the  American  In- 
stitute of  Electrical  Engineers  is  to  be  held  in  Los  Angeles, 
Tuesday,  April  2.5th,  to  Friday,  April  28th.  The  sessions  are 
held  under  the  auspices  of  the  Institute  through  the  direction 
of  the  Telegraphy  and  Telephony,  the  High  Tension  Trans- 
mission, and  the  Railway  Committees.  Thus  it  is  not  a 
local  meeting,  but  one  in  which  the  entire  Institute  mem- 
bership has  a  part,  and  particularly  those  residing  on  the 
Pacific  Coast.  Headquarters  will  be  in  the  Hotel  Alexandria. 
The  program  for  the  meeting  follows: 

Tuesday,    April    25. 
Registration. 

Auto  trip  through  Los  Angeles,  Hollywood,  San  Fernando 
Valley  and  Pasadena  for  the  ladies. 

Section   dinner  for   members   and   committees. 

Wednesday,  April  26. 
Morning:     Business. 

Afternoon:  Trip  over  Pacific  Electric  Railway,  ending 
at  Mt.  Lowe,  with  dinner  at  Alpine  Tavern.    Ladies  invited. 

Thursday,   April   27. 

Trip  via  Salt  Lake  Railway  (ladies  included),  to  Red- 
lands,  Riverside  and  other  points  of  interest.  Luncheon  at 
Santa  Ana  Canyon. 

Dinner    at    Mission    Inn,    Riverside. 

Business  meeting  in  evening  at  Riverside. 

Friday,  April  28. 
Business  meeting. 

Saturday,    April    29. 

.Arrangements  are  being  uuide  for  all  who  can  stay  over 
Saturday  and  Sunday  to  take  an  ocean  trip  to  Santa  Catalina 
Island.  This  is  a  most  enjoyable  trip  and  well  worth  wait- 
ing for.  Return  trip  from  the  Island  can  be  made  Saturday 
night,  if  necessary. 

The  Southern  Pacific  Company  will  authorize  reduced 
fare  of  one  and  one-third  limited  first  class  fare  per  capita 
on  receipt-certificate  plan  from  stations  in  California,  in- 
cluding Reno,  Nev.,  to  Los  Angeles,  tickets  to  be  on  sale  for 
going  trip  April  15th  to  28th  and  certificates  to  be  honored 
for  return  at  one-third  fare,  providing  there  are  50  or  more 
delegates  in  attendance  holding  properly  issued  receipt- 
certificates  or  round  trip  tickets,  April  25th  to  May  1st  to 
stations  in  California  south  of  and  including  Santa  Barbara 
and  Bakersfield,  and  April  25th  to  May  8th  to  stations  north 
of  these   points. 


TRADE  NOTES. 

The  Plttsburg-Silver  Peak  Gold  Mining  Company  of  Blair, 
Nev.,  has  purchased  from  the  General  Electric  Company  one 
L.M. — 103— A— 1—4  >2-ton— 24-inch  gauge — 250  volt,  mining 
locomotive. 

The  Honolulu  Rapid  Transit  &  Land  Co.  of  Honolulu  has 
purchased  from  the  General  Electric  Company  ten  straight-air 
brake  equipments,  for  double-end  operation,  complete  with 
"C.  P.  27"  air  compressors. 

Fowler  &  Mallett,  agents  for  the  Euos  Company  of  New 
York,  recently  opened  a  large  store  at  353  Sutter  street,  San 
Francisco,  where  they  have  added  a  retail  department.  A 
large  stock  of  high-class  electric  fixtures  is  now  being  shown. 

S.  H.  Frank  &  Co.  of  Redwood  City  have  purchased  from 
the  General  Electric  Company  one  C.  C.  2,  35  kw.,  3600  r.p.m., 
250  V.  no  load,  250  v.  full  load,  compound-wound  Curtis  turbine 
generating  set  arranged  for  125  pounds  steam  pressure,  to- 
gether with  switchboard.  It  will  be  used  to  drive  electric 
motor  for  grinding  tan  bark. 
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PERSONALS. 
Geo.    Morton,    of    the    Dow    Pump    Company,    is    at    Los 
Angeles. 

F.  M.  Blackburn,  formerly  of  Salt  Lake  City,  is  now  in 
charge  of  the  municipal  power  plant  at  Eugene,  Ore. 

Hugh  T.  Duff,  president  of  the  WoodiU-Hulse  Electric 
Company,  of  Los  Angeles,  was  a  recent  San  Francisco  visitor. 

W.  G.  Hutchinson,  an  electric  fixture  manufacturer  of 
Los  Angeles,  was  a  recent  San  Francisco  visitor. 

K.  G.  Dunn,  electrical  engineer  with  Hunt,  Mirk  &  Co., 
returned  to  the  San  Francisco  office  this  week  after  a  trip 
to   Portland. 

E.  P.  Morphy,  secretary  of  the  Home  Telephone  &  Tel- 
egraph Company,  of  Los  Angeles,  was  a  recent  San  Francisco 
visitor. 

A.  J.  Wallace,  president  of  the  Sinaloa  Land  &  Water 
Company,  recently  arrived  at  San  Francisco  from  Los 
Angeles. 

L.  M.  Peart,  general  superintendent  of  the  San  Jcaquin 
Light  &  Power  Corporation,  recently  spent  a  few  days  at 
San  Francisco. 

H.  F.  Eicher  has  arrived  on  the  Pacific  Coast  from  the 
factory  of  the  Fort  Wayne  Electric  Works  and  will  locate  at 
the   Seattle   office. 

J.  W.  White,  of  the  sales  department  of  the  Fort  Wayne 
Electric  Works,  has  returned  to  the  San  Francisco  office 
after  a  Southern  California  tour. 

O.  B.  Coldwell,  general  superintendent  of  the  light  and 
power  department  of  the  Portland  Railway,  Light  &  Power 
Company,  is  making  a  trip  East. 

George  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  recently  visited  the  hydroelectric 
transmission    plant   at   Big   Bend. 

W.  G.  B.  Euler,  power  house  superintendent  at  the  Great 
Western  Power  Company's  Big  Bend  plant,  recently  visited 
the   company's   San   Francisco   office. 

Samuel  F.  Keith,  is  now  chief  engineer  of  the  power 
plant  in  the  Humboldt  Bank  Building,  succeeding  Chief  En- 
gineer Lindsay,  who  resigned  to  go  into  the  contracting  busi- 
ness. 

W.  F.  Lamme,  formerly  with  the  Westinghouse  Electric 
&  Mfg.  Co.,  and  Charles  T.  Phillips,  have  opened  offices  as 
consulting  electrical  engineers  in  the  Pacific  Building,  San 
Francisco. 

A.  S.  Crane,  hydraulic  engineer  of  .7.  G.  White  &  Co.,  of 
New  York,  who  recently  arrived  on  the  Pacific  Coast,  has 
gene  to  the  Crane  Valley  and  Southern  California  on  an  in- 
spection tour. 

C.  E.  Hardy,  formerly  electrical  engineer  v/ith  the  Mare 
Island  Navy  Yard,  is  now  connected  with  the  San  Francisco 
office  of  the  Westinghous  Electric  &  Manufacturing  Com- 
pany as  industrial  and  application  engineer.  , 

S.  G.  McMeen,  having  resigned  as  vice-president  and 
general  manager  of  the  Bay  Cities  Home  Telephone  Com- 
pany, to  devote  more  time  to  the  engineering  work  of  Mc- 
Meen &  Miller,  is  returning  to  Chicago  by  way  of  Del  Monte 
and  Los     Angeles. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Company,  returned  last  week  from  a  tour  covering  the  Noble 
Electric  Steel  Company's  plant  at  Heroult,  Cal.,  as  well  as 
the  hydroelectric  system.  He  says  that  the  Coleman  plant 
will  be  completed  and  transmitting  current  within  the  next 
three  months. 


L.  A.  Somers,  of  the  sales  department  of  the  Westing- 
house  Electric  &  Manufacturing  Company,  returned  to  the 
company's  San  Francisco  office  during  the  past  week  from 
the   factory   at   East   Pittsburg. 

F.  JI.  Smith,  president  of  the  United  Properties  Company, 
controlling  the  Oakland  Traction  and  the  Key  Route  system, 
o''  Oakland,  returned  last  Wednesday  from  a  trip  to  New 
York,  in  connection  with  completing  the  organization  of  the 
new  holding  corporation. 

H.  A.  Lardner,  manager  of  J.  G.  'UTiite  &  Co.'s  Pacific 
Coast  offices,  spent  the  past  week  at  Los  Angeles  and  other 
I)oints  in  Southern  California.  He  inspected  some  of  the 
work  which  his  company  is  doing  for  the  San  Joaquin  Light 
*:-  Power  Corporation.  Good  progress  is  being  made  on  the 
extension  of  the  Crane  Valley  development  and  two  additional 
General  Electric  generators  of  4000  k.v.a.  capacity  have  been 
shipped  to  the  plant.  At  the  Bakersfield  steam  plant  a  2500 
k.v.a.  generator  has  been  started  up  and  a  6250  k.v.a.  unit  is 
being  installed. 


NEW  CATALOGUES. 

Bulletin  No.  1624  from  the  Allis-Chalmers  Company  Illus- 
trates and  describes  their  standard  single  storage  centrif- 
ugal pumps. 

The  Sprague  Electric  Company  have  issued  a  handsome 
catalogue  of  Sprague  Electric  Fans  for  1911  for  both  direct 
and  altei'nating  current  circuits. 

Bulletin  No.  130,  recently  Issued  by  the  Crocker-Wheeler 
Company,  contains  information  on  their  small  direct  cur- 
rent generating  sets,  1.75  to  21  kw. 

Bulletin  No.  4S17,  issued  by  the  General  Electric  Com- 
pany, describes  that  company's  75  h.p.  direct  current  com- 
mutating  pole  railway  motor  which  represents  the  latest 
construction  in  this  class  of  apparatus. 

The  Chamber  of  Commerce  of  San  Francisco  have  issued 
the  first  number  of  their  ".Journal,"  an  interesting  and  cred- 
itable publication  summarizing  trade  conditions  on  the  Pacific 
Coast  and  in  all  the  great  commercial,  financial  and  trade 
cf^nters  of  the  world. 

Bulletin  No.  1079  from  the  Allis-Chalmers  Company  is 
concerned  with  steam  turbines  and  generators,  the  turbine 
being  a  modified  Parsons  type,  which  is  lucidl.v  described  by 
text  and  drawing.  The  catalogue  is  further  illustrated  by  a 
large  number  of  half-tone  engravings  of  typical  installation 
of  Allis-Chalmers  high  pressure  condensing,  high  pressure  non- 
condensing  and  low  pressure  condensing  turbo-generator  in- 
stallations. 

Geo.  E.  Dow  Pumping  Engine  Company  of  San  Francisc;) 
have  issued  a  handsomely  printed  catalogue  on  Agricultural 
Pumps.  Aside  from  the  excellence  of  the  typo,graphic  make- 
up it  contains  much  valuable  data  on  the  choice  of  pump  types 
for  various  work,  instructions  for  installing  centrifugal 
pumps,  information  on  ditch  construction  and  a  tabulated 
statement  of  the  amount  and  pressure  of  air  necessary  to 
raise  water.  The  arrangement  Is  such  that  a  page  of  data 
alternates  with  a  page  of  description. 

Bulletin  No.  1003,  describing  magneto  convertible  non- 
multiple  switchboards  with  self  restored  line  signals,  has. 
just  been  issued  by  the  Western  Electric  Company.  The 
switchboards  described  are  so  designed  that  they  can  be 
used  originally  for  magneto  service  and  can  be  converted  at 
will  to  central  battery  operation.  They  are  recommended 
for  exchanges  where  the  ultimate  number  of  lines  will  not 
exceed  500.  The  bulletin  is  illustrated  with  wiring  dia- 
.grams  of  circuits  and  with  many  views  of  the  apparatus 
used   in   convertible   switchboards. 
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A  NEW  METHOD  OF  MOTOR  CONTROL. 

The  acceleration  of  electric  niotors  has  in  the  past  been 
accomplished  by  different  starting  devices  varying  from  a 
simple  hand  operated  ty|)e  to  the  magnetic  switch  motor 
starter.  A  magnetic  switch  starter,  by  the  proper  operation 
of  magnetically  operated  switches,  cuts  out,  step  by  step, 
the  starting  resistance.  Such  operation  is  automatic  and  in 
a  properly  designed  apparatus  affords  thorough  protection 
to  the  motor  and  to  driven  machinery.  A  magnetic  switch 
motor  starter  is  expensive  and  complicated  but  despite  these 
handicaps  it  has  been  widely  used  in  connection  with  large 
motors  and  for  automatic  control,  because  of  its  obvious 
advantages.  Without  attempting  to  enter  into  a  discussion 
of  existing  motor  starters,  it  can  be  stated,  wihout  fear  of 
contradiction,  that  the  highly  desirable  automatic  and  pro- 
tective features  are  secured  only  at  the  expense  of  relatively 
high  cost  and  complication  involving  a  multiplicity  of  parts, 
sensitive  relays,  and  coils  wound  with  wire  as  fine  as  thread. 


Fig.   1. 

The  Electric  Controller  &  Mfg.  Co.  of  Cleveland,  Ohio, 
has  discovered  and  developed  commercially  a  magnetic  switch 
radically  new  in  principle  and  operation.  This  switch  has  an 
operating  coil  which  is  connected  in  series  with  the  motor 
to  be  started,  this  coil  being  composed  of  a  few  turns  of 
heavy  wire  of  fire-proof  insulation.  The  switch  has  the  re- 
markable characteristic  of  inherently  and  automatically  clos- 
ing its  contracts  only  when  the  motor  current  is  below  a  pre- 
determined value.  It  is  in  other  words  a  combined  magnetic 
switch  and  current  limiting  relay.  If  the  motor  current  flow- 
ing through  this  switch  exceeds  a  ijredetermined  value  this 
switch  will  lock  out  and  will  not  close  until  the  current  has 
been  reduced  by  the  speeding  up  of  the  motor.  A  train  of 
these  switches  cutting  out  the  starting  resistance  step  by 
step  provides  a  method  of  motor  acceleration  which  is  abso- 
lutely automatic  and  protective,  and  it  accomplishes  this  with 
apparatus  so  simple  that  its  expense  will  not  prohibit  its 
application  for  the  starting  of  any  electric  motor. 

The  front  and  side  views  of  such  a  magnetic  switch  are 
shown  in  Fig.  1.  The  operating  coil  is  enclosed  and  protected 
by  a  cylindrical  iron  shell  mounted  on  a  slate  panel;  at  the 
top  are  two  copper  laminated  brushes  which,  when  the  switch 
operates,  are  short  circuited,  thereby  cutting  out  a  section 
of  resistance.  At  the  bottom  of  the  coil  shell  a  movable  plug 
is  provided  for  adjusting  the  amount  to  which  current  must 


fall  before  the  switch  operates;  screwing  in  this  plug  will 
increase  the  lock  out  value,  and,  of  course,  screwing  out  the 
plug  will  reduce  the  value  of  the  lock  out  current. 

Fig.  2  exhibits  the  operating  characteristics  of  the  switch. 
Here  vertical  distances  represent  current  flowing  through  the 
operating  coil;  horizontal  distances,  positions  of  the  adjust- 
ing plug.     The  shaded  area  indicates  the  operating  limits  of 


a  D 

POSITION  0FADaU5TING  PLUG 

Fig.  2 

the  switch.  For  example,  if  the  plug  be  at  position  "a,"  the 
switch  will  lock  out  at  any  current  above  200  amperes  but 
will  definitely  close  as  soon  as  the  current  falls  to  200  am- 
peres. Similarly,  with  the  plug  at  position  "b,"  the  switch 
will  lock  out  at  any  current  value  above  300  amperes,  but 
will  operate  when  the  current  falls  to  300  amperes.  The  bot- 
tom of  the  shaded  area  indicates  the  minimum  current  at 
which  the  switch  is  operative  although,  of  course,  after  the 
switch  has  once  closed  it  will  remain  closed  until  the  current 
has  dropped   to   practically  zero. 


Fig.  3. 

It  will  be  apparent  from  what  has  been  said  descriptive 
of  this  switch  (termed  the  type  A  switch)  that  its  use  is 
peculiarly  suitable  for  motor  starters.  As  a  matter  of  fact 
the  Electric  Controller  &  Mfg.  Co.  has  developed  a  complete 
line  of  motor  starters  embodying  the  use  of  the  type  A  switch, 
these  starters  having  been  designated  Type  E.  C.  &  M.  auto- 
matic motor  starters.  They  have  been  standardized  for  110, 
220  and  550  volts  direct  current  current  and  over  a  wide 
range  of  horse  powers.  In  order  to  make  them  as  univer- 
sally applicable  as  possible,  the  starters  have  been  laid  out 
in  six  different  forms  and,  in  addition,  with  various  numbers 
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of  the  accelerating  switches.  The  simplest  form  consists 
merely  of  a  train  of  type  A  switches  suitably  mounted  in 
connection  with  resistance,  and  the  front  and  side  views 
of  such  a  starter  are  illustrated  In  Fig.  3.  This  starter  is  in- 
tended to  be  used  in  connection  with  a  knife  switch  e.xterior 
to  the  starter.  If  it  is  desired  to  incorporate  the  knife  switch 
in  the  starting  panel  this  requirement  can  be  met  by  the 
form  illustrated  in  Fig.  4.     Where  push  button  or  automatic 


Fig.    4. 

control  is  desired,  and  also  preferably  for  large  motors,  a 
shunt  wound  magnetically  operated  switch  is  also  incorpor- 
ated; the  appearance  of  this  switch  being  depicted  in  Fig.  5. 
The  starter  including  the  type  S  magnetic  switch,  shown  in 
Fig.  5,  can  be  also  equipped  with  an  overload  giving  complete 
circuit  breaker  features  and  either  of  these  modifications  can 
be  furnished  with  or  without  knife  sw'itches. 


Fig. 


A  complete  line  of  accessories  has  also  been  developed, 
such,  for  instance,  as  would  be  required  for  automatic  pres- 
sure regulation,  maintenance  of  water  level  in  water  tanks, 
etc.  The  number  of  accelerating  points  which  any  particular 
starter  will  develop  is  one  more  than  the  number  of  acceler- 
ating switches  used.  For  small  motors  where  the  load  to  be 
accelerated  is  light,  one  or  two  type  A  switches  will  be  am- 
ple. On  the  other  hand,  for  large  motors,  and  particularly 
motors  which  have  to  accelerate  heavy  inertia  loads,  five  or 
six  type  A  switches  should  be  selected. 


Even  the  simplest  form  of  the  E.  C.  &  M.  automatic  motor 
starter  inherently  provides  no-voltage  protection,  for  if  the 
voltage  fails,  all  of  the  switches  at  once  drop  out,  inserting 
all  of  the  starting  resistance  in  series  with  the  motor,  and 
upon  the  return  of  voltage  the  motor  is  automatically  accel- 
erated in  the  normal  method.  With  such  a  starter  it  is  merely 
necessary  to  close  the  knife  switch  to  start  the  motor  and 
to  open  the  knife  switch  to  stop  the  motor.  The  acceleration 
of  the  motor  is  entirely  automatic  and  will  be  accomplished 
in  the  shortest,  safe  time.  If  the  load  be  light,  the  switches 
will  close  rapidly  and  bring  the  motor  up  to  full  speed  in  a 
^^hort  period  of  time.  On  the  other  hand,  if  the  load  to  be 
accelerated  be  large,  as  for  instance,  if  it  be  a  punch  press 
having  a  large  fly  wheel,  the  switches  will  close  much  more 
slowly  and  the  time  required  to  bring  the  motor  to  full  speed 
vill  be  considerably  lengthened.  In  rny  event,  however,  the 
motor  is  accelerated  to  full  speed  in  the  shortest  safe  time. 

This  type  of  switch  also  finds  a  large  application  in  con- 
troller work  and  the  Electric  Controller  &  Mfg.  Co.  is  prepared 
to  furnish  it  in  connection  with  either  reversing  or  non- 
reversing  controllers  for  motors  of  practically  any  h.p.  and 
of  the  common  voltages. 


CHINAS  FIRST  REAL  TELEPHONE  SYSTEM   NOW 
GIVING   SERVICE. 

A  cablegram  has  been  received  by  the  Western  Electric 
Company  stating  that  the  two  telephone  exchanges  which  it 
has  been  installing  in  the  city  of  Peking,  China,  were  success- 
tully  cut  into  service  on  April  2nd.  These  exchanges  are  both 
of  the  common  battery  type  and  each  equipped  for  6400  lines. 
At  present  3000  subscribers'  lines  are  connected  to  this  tele- 
phone system,  which  is  owned  and  operated  by  the  Imperial 
Government. 

There  have  been  no  adequate  telephone  facilities  in 
China.  The  need  for  a  telephone  system  became  so  apparent 
several  years  ago  that  an  imperial  commission  was  sent 
abroad  to  study  the  telephone  systems  of  other  countries. 
The  commissioners  were  impressed  with  the  facilities  and 
service  in  New  York  City  and  recommended  an  equipment 
along  similar  lines  for  the  Chinese  capital.  The  contract  was 
awarded  to  the  Western  Electric  Company,  after  its  system 
had  been  carefully  compared  with  those  of  its  competitors 
both  in  Europe  and  America.  The  cost  of  the  original  equip- 
ment is  in  the  neighborhood  of  $150,000. 

The  new  telephone  system  covers  the  whole  of  both  the 
Tartar  and  Chinese  cities.  Underground  cable,  ZVz  inches  in 
diameter  and  containing  400  paper  insulated  wires,  has  buea 
used.  The  telephone  system  will  employ  about  thirty  ope- 
rators, all  of  whom  will  be  Chinese  girls.  The  foreign  resi- 
dents in  Peking  are  particularly  pleased  with  the  arrangement 
uf  one  section  of  each  switchboard  for  their  use.  English 
:  peaking  operators  will  be  employed  on  these  sections. 


THE  LARGEST  STORAGE  BATTERY  IN  THE  WORLD. 

A  contract  has  just  been  made  by  the  Consolidated  Gas, 
Electric  Light  &  Power  Co.  of  Baltimore,  Md.,  with  The 
E'ectric  Storage  Battery  Co.  of  Philadelphia,  Pa.,  for  the  in- 
stallation of  an  enormous  battery  to  be  used  for  emergency 
service.  This  battery  will  consist  of  152  cells  of  the  "Exide" 
t>pe,  each  cell  containing  133  plates.  Each  of  the  152  lead 
lined  wood  tanks  will  measure  4  ft.  2  in,  in  height,  21%  in. 
wide  and  6  ft.  6%  in.  long,  and  will  weigh  without  plates  or 
electrolyte  940  lbs.  The  total  weight  of  the  entire  battery 
etiuipped  with  plates  and  electrolyte,  when  ready  tor  service 
will  be  approximately  1,079,200  lbs.  When  fully  charged  it 
will  supply  sufficient  electric  current  to  light  120,000  twenty- 
five  watt  tungsten  lamps  for  one  hour  or  240,000  such  lamps 
for  twenty  minutes,  having  an  output  of  4000  h.p. 

These  huge  emergency  or  "stand-by"  storage  batteries 
are  used  by  the  large  electric  lighting  companies  to  provide 
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for  unusual  demands  for  current,  caused  sometimes  by  a  tem- 
porary accident  to  electric  generating  machinery,  or  by  sud- 
den darkness  preceding  a  thunderstorm,  or  as  recently  ex- 
perienced in  New  York  City  by  a  heavy  snow  fall  which 
within  ten  minutes  increased  the  demand  for  current  on  the 
New  York  Edison  Company's  system  from  100,000  to  166,000 
h  p.  In  this  case  the  rate  of  increase  in  current  was  so 
rapid  that  it  was  impossible  to  connect  additional  engines 
with  sufficient  rapidity,  and  the  storage  batteries  were  called 
upon  to  meet  the  emergency,  thus  saving  New  York  City  from 
darkness. 

These  batteries  are  popularly  called  "the  watch  dogs  of  the 
system"  as  they  are  instantly  ready  to  supply  enormous  quan- 
tities of  electricity,  thus  insuring  electric  light  and  power 
at  all  times  and  at  the  same  time  protecting  electrical  appa- 
ratus from  sudden  strains  caused  by  large  demands  for  cur- 
rent. 

The  Electric  Storage  Battery  Company  has  installed  44 
batteries  for  the  New  York  Edison  Company,  many  of  which 
are  almost  as  large  as  the  one  now  being  built  for  the  Con- 
solidated Gas,  Electric  Lighting  &  Power  Company  of  Balti- 
more. Similar  batteries  have  been  supplied  to  the  electric 
lighting  companies  in  Chicago,  Minneapolis,  Brooklyn,  Boston 
and  Spokane,  and  many  other  large  electric  lighting  com- 
panies, appreciating  the  protection  from  such  batteries,  are 
now  considering  an  installation. 


THE  NEW  YORK,  NEW  HAVEN  &  HARTFORD  LEADS 
IN  PUNCTUALITY. 
One  of  the  advantages  claimed  by  advocates  of  electrifi- 
cation of  main  line  roads  is  reliability  of  operation.  It  has  been 
unofficially  stated  several  times  recently  that  the  New  York, 
New  Haven  &  Hartford  had  practically  no  motive  power 
delays  in  handling  the  entire  passenger  traffic  of  its  New 
York  end  by  Westinghouse  electric  locomotives  and  mul- 
tiple unit  trains,  notwithstanding  the  change  over  from 
steam  to  electricity  at  Stanford. 


K.   T..   X.   TT    anj    IT.    KK-,tric   Train. 

From  reports  of  train  operations  in  New  Y'ork  State  dur- 
ing January,  recently  given  out  by  the  Public  Service  Com- 
mission, it  appears  that  the  New  York,  New  Haven  &  Hart- 
ford made  the  best  showing  of  any  road  in  the  State  with 
90   per   cent   of   its    trains    on    time. 

The  report  is  especially  interesting  in  view-  of  the  fact 
that  the  New  Haven  is  extending  its  single  phase  electrifica- 
tion to  its  Harlem  division  and  another  branch,  and  reported 
as  planning  extension  to  New  Haven. 

Of  the  roads  entering  New  York  City  it  is  interesting 
to  note  that  three  of  the  electrically  equipped  roads,  namely, 
the  New  Haven,  Long  Island  and  Pennsylvania  stand  high 
with  90,  S6  and  84  per  cent  respectively. 


A  NEW  LARGE  HYDROELECTRIC  PLANT  FOR  THE 
STATE  OF  OAXACA. 

The  Cia.  Minera  de  Natividad  y  Anexas,  one  of  the  most 
active  mining  properties  in  the  State  ot  Oaxaca,  located  in 
the  Sierra  Juarez  District,  have  recently  purchased  from 
the  Cia.  Ingeniera,  Importadora  y  Contratista,  S.  A.,  suc- 
cessors of  G.  &  O.  Braniff  &  Co.,  a  new  hydroelectric  plant 
of  1000  h.p.  capacity.  The  installation  of  this  plant  has  been 
found  necessary  on  account  of  the  increasing  output  of  the 
mine  and  for  the  proper  milling  and  cyaniding  of  the  ore  to 
be  handled. 

The  mining  company  already  has  a  power  plant  which 
was  Installed  many  years  ago  but  which  was  insufficient  to 
meet  the  present  demand  and  the  company  is  now  building 
a  canal  which  will  take  the  waters  from  the  tail  race  of  the 
old  plant,  and  by  using  an  available  head  of  about  170 
meters,  can  develop  the  1000  h.p. 

This  new  plant  will  comprise  two  500  h.p.  Pelton  water 
wheels,  which  will  be  direct  coupled  to  two  375  k.v.a.  West- 
inghouse alternating  current  generators.  The  power  house 
will  also  be  equipped  with  two  15  k.w.  exciters,  each  of 
sufficient  capacity  to  excite  both  generators;  also  a  large 
switchboard  for  control  of  the  machines  and  out-going  cir- 
cuits. The  transmission  line  will  be  about  two  miles  long 
at  2400  volts,  three-phase,  and  the  power  will  be  for  motors 
in  and  about  the  mine  and  mill.  This  plant  when  completed 
will  be  one  of  the  most  modern  in  the  country,  and  will  be 
in  full  operation  in  a  few  months. 


CELEBRATED  TWENTY-FIFTH  ANNIVERSARY. 

Hugo  Reisinger  celebrated  on  April  1st  the  twenty-fifth 
anniversary  of  the  establishment  of  his  business  as  importer 
of  carbons  and  other  electrical  supplies.  The  employes  of 
the  firm  presented  Mr.  Reisinger  with  an  artistic  address 
bound  in  leather  and  silver  with  the  signatures  of  the  entire 
staff  attached.  Mr.  Reisinger  was  the  pioneer  in  the  im- 
portation of  lighting  carbons  to  this  country,  and  was  the 
first  to  cause  to  be  manufactured  at  the  works  of  C.  Con- 
radty,  Nuernberg,  enclosed  arc  and  flaming  arc  carbons.  He 
is  probably  more  thoroughly  identified  with  the  carbon  and 
lamp  business  than  any  other  dealer  in  America,  and  the 
trade  mark  "Electra  "  of  his  carbons  is  known  to  every  one 
in  the  electrical  field.  Mr.  Reisinger  took  a  prominent  part 
two  years  ago  in  the  fight  for  a  lower  tariff  on  lighting  car- 
bons, and  it  was  largely  through  his  personal  effort  that 
the  rate  of  $1.00  per  hundred  feet  at  first  proposed  in  the 
new  tariff  bill  was  reduced  to  65  cents.  Mr.  Reisinger  sug- 
gested that  20  cents  per  hundred  feet  would  be  about  fair, 
but  it  was  impossible  to  push  this  reduction  through.  Out- 
side of  business  Mr.  Reisinger  has  devoted  a  great  deal  of 
time  to  art  matters,  and  has  promoted  the  exchange  of 
works  of  art  between  America  and  Germany.  He  was  hon- 
orary commissioner  general  for  Europe  to  the  World's  Fair 
at  St.  Louis  in  1904,  has  twice  been  decorated  by  the  Ger- 
man Emperor  and  once  by  the  Prince  Regent  of  Bavaria. 
He  is  an  active  member  of  the  New  York  Chamber  of  Com- 
merce, and  a  director  in  many  important  companies. 


E.  C.  Hutchinson  of  the  Pelton  Water  Wheel  Co.  recently 
returned  from  a  trip  to  Mexico  taken  in  connection  with  thi' 
remodeling  of  a  hydroelectric  plant  belonging  to  the  Com 
pania  de  Transmission  Electi'ica  de  Cotoencia,  which  supplies 
electric  current  for  the  mines  near  Pachuca.  The  water 
wheels  of  the  eleven  generating  sets,  six  of  which  were 
constructed  by  German  engineers,  will  be  replaced  by  Pelton 
wheels  having  an  aggregate  capacity  of  about  4000  kw.  The 
main  office  of  the  electric  company  is  in  the  City  of  Mexico. 
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NEWS  NOTES 


FINANCIAL. 
BUTTE,  MONT.— The  Butte  Electric  Supply  Company  ot 
Utah,  capital  $250,000,  has  been  incorporated  by  E.  E.  Brazier 
et  al.    This  city  will  be  the  principal  place  of  business. 

DRAIN,  ORE. — At  the  regular  city  election  held  at  Drain 
the  citizens  voted  bonds  in  the  sum  of  $20,000.  Of  this  amount 
$15,000  will  be  spent  in  installing  a  water  system,  while  the 
remaining  $5000  will  be  expended  in  laying  sewers. 

FALLS  CITY,  ORE.— Bids  for  the  construction  of  the 
city  water  system  have  been  received  by  the  council  as  fol- 
lows: Moffett  Parker,  Oregon  City,  $24,299.20;  K.  Lancher, 
Corvallis,  $24,200;  H.  Benske,  Portland,  $23,524.20;  The  John 
Contracting  Company,  $21,206. 

PALO  ALTO,  CAL. — Palo  Alto  has  voted  strongly  in  favor 
of  the  issue  of  $50,500  worth  of  municipal  bonds  to  extend 
the  policy  of  city  ownership.  Only  two  out  of  the  seven  sep- 
arate issues  voted  on  were  defeated,  one  of  these  being  a 
proposition  to  expend  $20,000  in  building  a  spur  track  to  the 
nmnicipal  lighting  plant  and  the  other  being  an  item  of  $2500 
for  a  city  jail.  The  measures  favored  were;  An  auxiliary 
pumping  plant,  $2000;  a  steam  conductor  and  water  cooler 
at  the  municipal  water-works;  a  concrete  building  for  the 
municipal  lighting  plant,  $20,000;  a  garbage  incinerator,  $15,- 
000,  and  an  automobile  fire  engine,  $6000. 


ILLUMINATION. 
UKIAH,  CAL. — The  Supervisors  have  passed  an  ordinance 
granting  the   Ukiah  Gas     Company  a  franchise  to  construct 
its  lines,  etc.,  in  Ukiah. 

YUBA  CITY,  CAL. — It  is  proposed  to  form  a  new  lighting 
district  to  comprise  most  of  the  town  of  Live  Oak,  and  an 
election  has  been  called  for  April  24. 

PORT  TOWNSEND,  WASH.— The  Western  Steel  Corpor- 
ation has  made  application  to  the  Board  of  Commissioners 
for  a  tranchise  for  the  use  of  certain  streets  in  Irondale  for 
lighting  purposes. 

RED  BLUFF,  CAL.— Superintendent  Charles  Hughes  of 
the  Northern  California  Power  Company,  announces  that  the 
company  will  immediately  begin  the  extension  and  improve- 
ment in  its  gas  system  in  this  city. 

MADERA,  CAL. — A  canvass  is  being  made  of  the  town 
with  a  view  to  the  installation  of  a  gas  plant  here,  and  if  400 
citizens  will  sign  up  to  use  the  gas  either  for  lighting  or  heat- 
ii.g  purposes,  a  plant  will  be  installed. 

DORRIS,  CAL. — A  special  meeting  of  the  Town  Board 
of  Trustees  will  be  called  in  a  few  days  to  consider  a  fran- 
chise, applied  for  by  the  Siskiyou  Light  &  Power  Company  of 
Yreka,  to  furnish   Dorris  with  electric   power., 

STOCKTON,  CAL.— The  West  Coast  Electric  Battery 
Company,  manufacturers  of  individual  low  voltage  storage 
battery  electric  light  and  power  plants,  has  opened  Stockton 
offices  in  charge  of  F.  P.  Davis  as  general  manager. 

CHICO,  CAL. — Chico  will  soon  have  a  conduit  system  in 
the  business  section  ot  the  city  for  the  power,  light,  telephone 
and  telegraph  wires.  The  Pacific  Gas  &  Electric  Company 
and  the  Sacramento  Valley  Power  Company  are  waiting  the 
arrival  of  material  for  the  conduit  system.  Work  will  begin 
during  April  or  early  in  May. 


CLAREMONT,  CAL.— The  City  Council  has  passed  an  or- 
dinance granting  to  the  Pacific  Light  &  Power  Corporation 
a  50-year  fianchise  to  erect  poles  and  string  wires  for  elec- 
trical purposes  along  Mills  avenue  from  N.  First  to  north  of 
the  city  limits. 

LAKEPORT,  CAL.— J.  A.  Foster  and  J.  L.  Davis,  have 
made  application  to  the  Board  of  Trustees  for  the  granting 
of  a  franchise  to  erect  and  maintain  poles  upon  the  public 
streets,  roads,  highways,  avenues,  bridges  and  alleys,  in  the 
tow-n  of  Lakeport. 

CHEHALIS,  WASH.— The  Council  has  passed  an  ordi- 
nance granting  to  the  Twin  City  Light  &  Traction  Company  a 
new  light  and  power  franchise.  They  will  begin  work  at  once 
on  their  new  power  house,  the  cost  of  which  is  estimated  at 
$75,000,  to  be  located  on  Coal  Creek. 

BERKELEY,  CAL.— The  attempt  of  the  Council  to  permit 
the  people  to  fix  their  own  water  and  electric  rates  met  a  set- 
back this  week,  when,  following  the  action  of  the  People's 
Water  Company  in  serving  a  writ  of  mandate  on  City  Clerk 
Walter  Sanborn  to  prevent  him  from  placing  an  initiative 
ordinance  on  the  city  ballot  at  the  election  April  22,  the  Oak- 
land Gas,  Light  &  Heat  Company  took  similar  action. 

QUINCY,  CAL.— Harold  R.  Ebright  of  San  Francisco 
has  deeded  to  the  Oro  Water,  Light  &  Power  Company  water 
rights  aggregating  60,000  inches  of  the  water  of  four  creeks 
flowing  into  the  north  fork  of  the  Feather  River.  The  water 
in  the  reservoir  will  be  carried  in  ditches  and  pipes  from  the 
reservoir  to  a  point  where  a  plant  will  be  constructed  on  the 
bank  of  the  Feather  River  near  the  mouth  of  Yellow  Creek. 

EUREKA,  CAL.— The  holdings  of  the  Areata  Lighting 
Company  have  been  officially  taken  over  by  the  Western 
States  Gas  &  Electric  Company,  negotiations  for  the  pur- 
chase of  the  lighting  and  power  distributing  system  having 
been  closed  several  days  ago.  For  the  present,  at  least, 
tl'.ere  will  be  no  changes  made  in  the  working  force  of  the 
Areata  system  while  the  plant  will  be  continued  to  be  con- 
ducted as  heretofore. 

MARYSVILLE,  CAL.— The  Pacific  Gas  &  Electric  Com- 
pany has  announced  a  sliding  scale  reduction  in  lighting  rates 
ir  the  business  district  of  Marysville.  To  get  the  benefit  of 
the  reduction  the  Marysville  merchant  must  install  a  meter, 
and  use  more  than  $7.50  worth  of  current  in  a  month.  On 
monthly  bills  ranging  from  $7.50  to  $150  the  rate  becomes 
smaller  as  the  amount  of  current  consumed  increases,  the 
maximum  being  Sc  per  kw.  hour  and  the  minimum  3c  per  kw. 
hour. 

SACRAMENTO,  CAL. — A  new  light  and  power  company, 
to  be  known  as  the  Citizens'  Light  &  Power  Company,  is  to 
be  established  in  Sacramento,  financial  backing  to  be  fur- 
nished by  local  capitalists,  including  George  W.  Peltier  and 
the  Fleishhacker  interests  cf  San  Francisco.  The  new  con- 
cern will  have  an  authorized  capital  of  $2,500,000  and  may 
ifsue  bonds  for  a  like  amount.  The  plant  will  be  put  in  oper- 
ation this  fall,  and  will  start  with  the  distribution  of  the 
power  from  the  Great  Western  Company.  A  steam  plant  will 
be  erected  as  a  secondary  electric  supply  for  the  winter 
months   to   insure   continuous   service. 

PORTLAND,  ORE. — A  resolution  has  been  passed  by  the 
City  Council  of  Portland  to  extend  for  one  year,  or  until 
July  1,  1912,  the  time  in  which  the  Portland  Railway,  Light 
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&,  Power  Company  is  required  to  equip  all  of  its  cars  with 
automatic  fenders  in  accordance  with  the  provisions  of  the 
ordinance  passed  by  the  Council  in  the  fall  of  1910. 

PHOENIX,  ARIZ.— The  Phoenix  Railway  is  now  building 
a  new  substation  in  Phoenix.  The  machinery  to  be  installed 
will  consist  of  a  100  kw.  motor  generator  set  with  transform- 
ers, oil  switches,  switchboards  and  necessary  auxiliary  appa- 
ratus. 

BISHOP,  CAL.— The  Owens  River  Valley  Electric  Rail- 
way Company  advises  it  will  build  a  4%-mile  electric  railway 
t.>  connect  Bishop  and  Laws,  and  extending  to  Round  Valley, 
a  distance  of  12  miles.  The  company  will  purchase  power. 
Harry  Shaw  of  Bishop  is  president,  Curtis  Hillyer,  San  Fran- 
cisco, secretary  and  treasurer,  and  Raymond  Spaulding, 
Bishop,  chief  engineer. 

OAKLAND,  CAL.— Plans  for  a  half  million  dollar  im- 
provement of  the  electric  lighting  system  of  the  Oakland  Gas, 
Light  &  Heat  Company,  have  been  practically  completed. 
Because  of  the  rapid  growth  of  the  city  and  the  Increased 
demand,  the  power  plant  of  the  corporation  is  said  to  be  get- 
ting more  and  more  inadequate  to  meet  the  needs  of  the  com- 
pany. Recently  a  contract  was  signed  by  officers  of  the 
company  for  the  installation  of  a  20,000  h.p.  of  IG.noO  kilowatts 
electric  turbo-generator.  The  Installation  of  this  generator 
will  require  the  use  of  10,000  extra  boiler  power.  This  will 
practically  double  the  present  capacity  of  the  electric  plant  of 
the  company.  Frank  A.  Leach  Jr.,  president  of  the  Oakland 
Gas,  Light  &  Heat  Company,  says  that  the  additional  machin- 
ery will  probably  be  operating  by  November.  The  turbo- 
generator will  cost  approximately  $,500,000  when   installed. 

MARYSVILLE,  CAL.— Paul  Downing,  the  engineer  of 
electrical  construction  of  the  Pacific  Gas  &  Electric  Company, 
who  has  been  making  a  tour  of  inspection  of  the  company's 
several  large  electric  plants  and  its  main  transmission  lines, 
states  that  the  present  flume  and  ditch  system  carrying 
water  for  eight  miles  around  the  sides  of  a  mountain  to 
reach  the  Colgate  plant  east  of  here  is  to  be  abandoned. 
Instead  a  big  tunnel  will  be  pushed  through  the  mountain. 
Il  will  be  an  expensive  undertaking  in  building,  but  inex- 
l.'ensive  in  operation  and  repair.  Just  when  the  work  will 
be  commenced  is  not  yet  decided.  Another  improvement  to 
be  made  is  the  substantial  steel  towers  for  the  present  poles 
on  the  main  transmission  lines  from  Colgate  to  San  Fran- 
cisco bay.  This  also  will  be  an  expensive  work,  but  will  soon 
liay  for  itself  in  reducing  operating  and  repair  expenses,  and 
in  continuity  of  service.  All  the  main  distributing  lines  will 
eventually  be  carried  on  these  towers. 

LOS  ANGELES,  CAL.— The  Southern  California  Gas 
Company  will  not  be  granted  a  blanket  franchise  for  Los 
Angeles  County  by  the  Board  of  Supervisors.  E.  O.  Edgerton, 
secretary  of  the  Municipal  League  has  lodged  a  vigorous 
protest  against  it.  The  Board  will  deny  the  application  of 
the  corporation  without  prejudice.  This  will  then  permit  the 
gas  company  to  obtain  a  franchise  covering  certain  specified 
sections  of  Los  Angeles  County.  The  company  has  applied 
for  a  50-year  blanket  franchise.  The  board  held  the  matter 
up  some  time  ago  and  desired  to  reduce  the  period  to  40 
years.  A  protest  was  made  by  representatives  of  the  com- 
pany. One  of  the  reasons  why  the  Board  of  Supervisors  will 
refuse  to  grant  the  blanket  franchise  is  that  to  do  so  will 
will  mean  the  elimination  of  all  competition  in  the  county. 
Supervisor  Butler  stated  that  if  the  Board  did  so  the  smaller 
gas  corporation  would  not  enter  into  new  fields,  because  the 
larger  and  more  powerful  corporation  would  immediately 
get  into  competition  with  it.  The  damage  to  county  roads 
built  under  the  good  roads  project  is  also  an  argument  against 
granting  the  franchise,  according  to  Mr.  Butler. 


time  will  be  consumed  in  the  run  to  Woodbridge.     Lodi  will 
be  greatly  benefited  by  the  addition  of  the  new  road. 

OREGON  CITY,  ORE.— Officials  of  the  Canby  Canal  Com- 
pany are  interested  in  the  plan  to  construct  an  electric  rail- 
way from  Canby  to  Molalla,  with  feeders  extending  to  Beaver 
Creek,  Meadowbrook,  Colton,  Needy  and  Macksburg.  There 
is  a  possibility  that  the  road  will  cross  the  Willamette  River 
and  connect  with  the  Oregon  Electric  near  Wilsonville. 

PHOENIX,  ARIZ.— Superintendent  S.  H.  Mitchell  is  pro- 
gressing rapidly  with  the  improvement  of  the  Phoenix  street 
railways.  Poles  and  wire  are  upon  the  Glendale  line  as  far 
as  Central  avenue  and  will  be  completed  to  the  end  of  the 
line  in  Glendale  within  10  days.  Two  other  lines,  which  are 
likely  to  be  commenced  soon  are  the  Ingleside  and  the  Scotts- 
dale,  and  an  important  south  side  line  on  Central  avenue, 
across  the  new  bridge  and  through  Tempe  to  Mesa. 

MONTEREY,  CAL.— The  broad  gauging  and  reconstruc- 
tion of  the  track  of  the  Monterey  &  Pacific  Grove  Electric 
Railway  has  begun.  One  block  will  be  done  at  a  time,  in 
order  to  keep  the  cars  running  it  will  be  necessary  to  lay  a 
temporary  third  rail.  The  ties  are  to  be  set  in  concrete.  A 
couple  of  the  best  cars  will  be  rebuilt,  and  other  rolling  stock 
will  be  purchased  in  the  East.  As  soon  as  the  road  can  be 
broad  gauged  the  equipment  will  he  modern  and  up-to-date 
in  all   particulars. 


TRANSMISSION. 
GRANGEVILLE,  IDAHO.— The  Grangeville  Electric  Light 
&    Power    Company    is    preparing    to    extend    its    lines    from 
Cottonwood  to  Vollmer  and  Ilo,  work  to  start  at  once. 

CENTRALIA,  WASH.— A  bond  in  the  sum  of  $10,000  was 
deposited  by  the  Twin  City  Light  &  Traction  Company,  guar- 
anteein,g  the  erection  of  a  new  power  plant  on  Coal  Creek. 

CULVER,  ORE.— The  Cove  Power  Company  has  begun 
construction  of  a  power  plant  on  the  Crooked  River,  two 
miles  west  of  Culver.  Brown  &  Van  Valkenburg  have  con- 
tracts for  a  large  part  of  the  work. 

CASTLEROCK,  WASH.— Collins  &  Everly  are  engaged  in 
developing  a  power  project  on  Toutle  River,  eight  miles 
from  here  on  the  Tower  road.  They  expect  to  generate  1000 
h  p.  and  will  take  six  months  to  complete. 

JACKSON,  CAL.— Leopold  D.  Caminetti  has  located  20.- 
000  inches  of  water  from  the  Mokelumne  River  five  miles  west 
of  this  city.  The  water  is  to  be  used  to  furnish  power  to 
generate  electricity.    The  location  is  in  Rocky  Canyon. 

REDDING,  CAL.— The  Northern  California  Power  Com- 
pany has  started  work  on  its  new  power  line  from  Hamilton 
to  Princeton.  This  line  connects  with  the  60,000  voltage  trans- 
mission line,  which  has  already  been  carried  into  Hamilton 
and  it  will  be  extended  to  Arbuckle  as  rapidly  as  possible. 

WALLA  WALLA,  WASH.— The  Pacific  Power  &  Light 
Company  announces  that  it  will  start  the  construction  of  a 
transmission  line  from  Walla  Walla  to  Dayton  by  way  of 
Dixie,  Prescott  and  Waitsburg.     The  line  will  cost  $50,000. 

SONORA,  CAL. — The  Tuolumne  River  Power  Company,  a 
Maine  and  California  corporation,  has  transferred  its  hold- 
ings in  Tuolumne  County,  to  the  Yosemite  Power  Company. 
The  Tuolumne  River  Power  Company,  which  has  been  sold, 
included  a  large  tract  of  timber  land,  65  miles  of  water  ditch, 
water  rights,  power  sites  and  irrigation  rights  on  the  Tuol- 
umne River,  and  it  was  sold  for  approximately  $650,000. 


366 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.  16 


TRANSPORTATION. 

OAKLAND,  CAL.— The  Oakland,  Antioch  &  Eastern  Rail- 
road has  made  application  for  a  franchise  in  Shafter  avenue, 
from  Rock  Ridge  to  Fortieth   street. 

PASADENA,  CAL.— The  Pacific  Electric  Railway  Com- 
pany has  announced  that  beginning  at  once  the  California 
street  line  will  be  double-tracked  for  its  entire  length. 

TURLOCK,  CAL.— S.  N.  Griffith  has  made  application 
to  the  Board  of  Trustees  for  a  50-year  franchise  to  construct 
and  operate  a  single  track  street  railway  in  the  city  of  Tur- 
lock. 

TWIN  FALLS,  IDAHO. — Negotiations  have  been  entered 
into  by  W.  L.  Cherry  and  associates  for  the  purchase  of  ties 
and  rails  for  the  construction  of  an  interurban  railway  from 
this  place  to  the  Snake  river  canyon,  to  be  built  this  summer. 

BELLINGHAM,  WASH.— Leslie  R.  Coffin  of  the  What- 
com County  Railway  &  Light  Company  has  submitted  plans 
and  designs  to  the  Stone  &  Webster  officials  for  the  new  elec- 
tric interurban  cars  to  be  used  on  the  Bellingham-Skagit  inter- 
urban. 

ELLENSBURG,  WASH.— Paul  L.  Richards  has  applied  to 
the  County  Commissioners  for  the  right  to  construct  and 
operate  an  electric  motor  line  railway  system  in  Kittitas 
County.  May  1,  at  1  p.  m.  has  been  set  as  time  when  the 
board   will  hear  the  application. 

LODI,  CAL.— The  California  Traction  Company  will  com- 
mence work  immediately  upon  the  extension  of  its  road  from 
Lodi  to  Woodbridge.  The  plan  is  to  have  the  road  in  work- 
ing order  in  time  to  handle  this  year's  grape  crop.  As  soon 
as  the  line  is  completed  the  passenger  service  to  Woodbridge 
will  be  in  order.  At  present  the  cars  running  between  here 
and   Stockton  are  obliged  to  remain  here  15   minutes,  which 


TELEPHONE  AND  TELEGRAPH. 

UKIAH,  CAL. — J.  A.  Cuminsky  has  applied  for  a  telephone 
franchise  in  this  city. 

PALOUSE,  WASH.— The  Interstate  Telephone  Company 
announces  that  a  telephone  system  to  cost  $20,000  will  be 
ii,stalled   in   this   district. 

DAYTON,  WASH. — The  County  Commissioners  have 
granted  a  franchise  to  the  Mount  Vernon  Telephone  Company 
to  construct  and  operate  a  rural  telephone  line  from  this 
place  to  a  point  near  the  Wenaha  forest  reserve. 

VICTORIA,  WASH.— The  British  Columbia  Telephone 
Company  will  soon  increase  its  telephone  service  here  by 
ordering  about  900  additional  telephones.  An  underground 
distributing  system  will  be  installed  and  other  improvements 
made. 

NAPA,  CAL. — Supervisor  W.  Casey  and  other  taxpayers 
of  Browns  Valley  precinct  have  filed  with  the  Board  a  peti- 
tion for  permission  to  constr\ict  a  telephone  line,  beginning 
at  a  point  on  First  street  and  running  westerly  along  the 
south  line  of  the  county  road  one  mile. 

SUSANVILLE,  CAL.— The  .Johustonville  Telephone  Com- 
Ijany  has  applied  for  a  franchise  to  erect,  coastruct  and  main- 
tain poles  and  wires  along  streets,  alleys,  avenues,  and  high- 
ways, for  a  general  telephone  business  in  this  town.  Sealed 
bids  will  be  received  up  to  S  p.  m.,  May  29th,  1911,  for  the 
sale  of  the  franchise,  to  R.  E.  Bangham,  Clerk. 

PASADENA,  CAL.— President  A.  B.  Cass  of  the  Home 
Telephone  Company  announced  that  his  company  will  erect 
a  $30,000  power  plant  on  the  east  bank  of  Arroyo  Seco,  and 
will  install  telephones  for  about  300  residents.  South  Pasa- 
dena will  then  be  the  center  of  distribution  for  Pasadena, 
San  Gabriel,  Alhanibra,  Eagle  Rock  and  part  of  Garvanzia. 


WATERWORKS. 
LEMOORE,   CAL. — Marshal  Dickenson  has  been  ordered 
to  have  new  mains  laid  along  Bush  street  and  Lemoore  ave- 
nue. 

SILVERTON,  ORE.— The  Mars  Construction  Company  of 
Seattle  has  been  awarded  the  contract  for  the  construction 
of  water  and  sewer  systems  for  Silverton. 

MARSHFIELD,  ORE.— Plans  for  a  joint  water  system  for 
North  Bend  and  Marshfield  with  estimates  of  probable  cost, 
are  being  prepared  by  J.  L.  Stannard  of  Stannard  &  Richard- 
son,   of    Portland. 

SNOHOMISH,  WASH.— The  City  Council  has  let  a  con- 
tract for  the  building  of  16  miles  of  gravity  water  mains  to 
supply  the  city  with  water,  to  the  Atlas  Construction  Com- 
pany of  Everett,  whose  bid  was  $83,250. 

MANTECA,  ORE. — A  contract  has  been  signed  between 
the  Manteca  Improvement  Company  and  A.  Bacillieri  which 
provides  for  a  complete  water-works  system  for  domestic 
and  fire  protection  to  be  installed  at  once. 

FRESHWATER,  ORE. — Mr.  G.  Jaeger  of  Rich  Hill,  Mo., 
who  has  also  an  office  in  Chicago  and  Kansas  City,  arrived 
here  last  week  and  made  preparations  to  start  work  on  the 
water-works,  the  contract  for  which  was  let  last  December. 

SUISUN,  CAL.— At  the  meeting  of  the  Board  of  Trustees 
of  Fairfield  last  week  the  new  water  rate  was  passed.  It 
allows  the  Fairfield  Water  Company  to  place  meters  where 
desired,  the  cost  of  the  meter  to  be  borne  by  the  consumer. 

SPOKANE,  WASH.— R.  A.  Hutchinson,  Elmer  E.  Hall 
and  William  S.  Lewis,  of  Spokane,  Wash.,  have  filed  a  peti- 
tion asking  for  a  franchise  from  Spokane  county  for  a  period 
ct  25  years,  to  lay  water  mains  and  operate  a  water  system 
in  and  along  the  streets  of  Woodlawn  Park  Addition,  Spark's 
A^ddition,  Central  Park  Addition,  and  upon  Sprague,  First, 
Second,  Third,  Fourth,  Fifth,  Sixth,  Seventh,  Hartson, 
Eighth,  Ninth,  Tenth,  Eleventh  and  Twelfth  avenues. 

SAN  FRANCISCO,  CAL.— The  water  rates  committee  of 
the  Supervisors  has  requested  the  city  water  inspector  to 
furnish  a  list  of  all  localities  in  the  city  in  which  the  Spring 
Valley  Company  has  refused  to  lay  water  mains,  or  where 
its  mains  are  Inadequate  to  supply  the  residents  of  the  dis- 
trict. This  step  is  taken  with  the  intention  of  bringing  a 
suit  to  test  the  powers  of  the  municipality  to  force  the  water- 
company  to  provide  water  to  every  part  of  the  city  and  to 
extend  its  mains  for  that  purpose.  Heretofore  the  Spring 
Valley  Company  has  refused  to  spend  any  money  in  extend- 
ing its  service  in  the  growing  districts,  making  the  excuse 
that  the  income  allowed  by  the  rates  was  not  sufficient  to  war- 
rant  the  investment. 

BERKELEY,  CAL. — Initial  steps  toward  the  reduction  of 
light  and  water  rates  in  this  city  have  been  taken  by  the 
City  Council,  Councilman  McClure  taking  up  insistent  demands 
from  citizens  that  the  rates  now  in  effect  be  reduced,  either 
through  the  establishment  of  a  municipally  owned  light  plant 
or  through  agreement  with  the  public-service  corporations. 
The  Council  also  authorized  a  payment  from  the  city  funds  of 
a  sum  of  $1000  annually  for  representation  on  the  San  Fran- 
cisco Engineers'  Commission  investigating  the  proposed  im- 
provement to  the  bay  cities  water  supplies,  including  an  ex- 
amination of  the  Hetch  Hetchy  and  Sierra  supplies,  with  a 
view  to  enlargements  to  the  services  now  being  furnished 
in  the  cities  of  San  Francisco,  Oakland,  Alameda  and  Berk- 
eley. The  conference  committee  of  the  allied  improvement 
clubs  of  Berkeley  has  asked  for  a  reduction  in  the  price 
of  water  from  $1.50  to  $1;  lights  from  9c  to  7c  and  gas  from 
$1  to  90c. 
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THE  BEAR  RIVER  RESERVOIR 

BY   WILL  T.   JONES.  ' 


Number   17 


Nestled  in  the  high  Sierra  Nevada  mountains,  in 
the  eastern  part  of  Amador  County,  6ooo  feet  above 
the  level  of  the  sea,  and  surrounded  by  massive  walls 
of  superb  granite,  lies  the  Bear  River  reservoir  or  lake, 
which  is  one  of  the  places  in  which  water  is  stored  dur- 
ing the  spring  of  each  year,  to  be  used  in  the  operation 
of  the  Electra  power  house  during  the  late  summer 
months  and  for  furnishing  water  for  the  mines  and  for 
domestic  and  irrigating  purposes  in  Amador  County. 

The  Standard  Electric  Company  realizing  the 
necessity  of 
ample  storage 
to  tide  them 
over  the  dry 
season  each 
year,  decided 
upon  building 
a  dam  across 
a  small  meadow 
through  which 
Bear  River 
runs,  and  in 
1900  active  op- 
erations were 
commenced.  To 
1)uild  a  large 
storage  dam  in 
an  isolated  sec- 
tion of  Califor- 
nia, such  as  this 
location,  a  com- 
pany is  confronted  with  several  serious  and  difficult 
jiroblems.  One  of  the  most  difficult  is  to  solve  the 
matter  of  the  transportation  of  freight.  The  nearest 
railroad  point  to  this  dam  site  was  lone,  about  sixty 
miles  away,  and  at  an  elevation  of  about  five  hundred 
feet. 

Donkey  engines,  boilers,  burley  machines,  tons 
of  giant  powder,  barrels  of  cement,  the  large  gates 
and  pipes,  oakum,  nails,  blacksmith  supplies,  board- 
ing house  and  commissary  supplies,  in  fact  everything 
necessary  to  equip  and  maintain  a  camp  where  from 
one  hundred  to  one   hundred   and   fifty   men   were  to 

'Operating    and    Maintenance    Department     Pacific    Gas     & 
Electric   Company. 


l)e  employed,  had  to  be  hauled  this  entire  distance. 
Ten  and  twelve-mule  teams  were  pressed  into  serv- 
ice, and  a  team  would  make  a  trip  every  eight  to  ten 
days.  There  was  a  continual  up-grade  from  the  time 
Inne  was  left  until  within  five  or  six  miles  of  Bear 
Ri\er,  when  a  descent  of  five  hundred  feet  is  made. 
Still,  with  this  great  distance  to  haul  all  material  over 
such  a  rough  road,  the  records  show  that  everything 
arrived  on  time  and  the  work  was  never  held  up  on 
that  account. 

At  this  time 
the  old  earth 
dams,  which 
were  p  r  a  c  t  i  - 
cally  the  only 
ones  construct- 
ed previously, 
were  giving 
a  w  ay  to  the 
more  modern 
stone  dams,  so 
the  dam  at  Bear 
River  was  built 
entirely  of 
granite.  It 
might  be  added 
tliai  there  was 
not  much  choice 
1)  e  t  w  e  e  n  the 
earth-fill  dam 
and  the  stone 
('am  on  Bear  River,  as  it  is  very  doubtful  whether 
enough  soil  could  be  found  along  Bear  River  from  its 
source  to  where  it  empties  into  the  Mokelumne  River. 
a  distance  of  about  twenty  miles,  to  build  an  earth  dam 
30  feet  high  and  500  feet  long.  On  either  side  of  the 
river,  walls  of  granite  extend  up  into  the  air  several 
hundred  feet,  as  will  be  seen  from  the  accompanying 
illustrations. 

In  the  construction  of  the  dam  two  donkey  engines 
were  used  to  place  the  rocks,  while  a  third  donkey 
loaded  the  cars  in  the  quarry.  Steam  was  the  motive 
power  used  to  run  the  hurleys,  the  machines  being 
mounted  on  tripods.  Several  holes  drilled  in  the  gran- 
ite walls  were  filled  with  ten  to  forty  boxes  of  giant 


Down-stream   Face  of  the  Bear  River  Dam. 
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Five  Mih'S  Down-Strcnin  from  tho  Dam 


Outlot  of  Bear  Kivor  Rrs.-rvdir. 


Oil  B.ar  Ki\.r  Four  Mil.-s  Bilow  the  Dam 


powder,  and  fired  at  once  by  electric  exploders  oper- 
ated by  batteries,  ^\'hen  this  charge  was  let  off,  thou- 
sands of  tons  of  granite  were  thrown  down,  the  larg- 
est pieces  blasted  again,  then  loaded  on  the  car  and 
started  for  the  dam.  Some  of  the  rocks  placed  in  this 
dam  weigh  ten  tons  each  and  it  was  necessary  for 
both  engines  to  place  them  in  the  w'all. 

The  dam  is  800  feet  long  on  top  while  at  the  bot- 
tom it  is  only  200  feet.  It  is  120  feet  wide  at  the  base, 
10  feet  wide  on  top,  and  about  60  feet  high.  The  rocks 
were  laid  at  a  2-to-i  batter.  On  the  inside  of  the  dam, 
and  set  in  the  rocks  at  intervals  of  every  ten  feet, 
12x12  timbers  were  placed,  and  to  these  were  nailed 
double  rows  of  3x9  native  pine,  each  row  being  caulked 
with  oakum  and  so  laid  that  the  outside  layer  of  boards 
overlapped  all  the  joints  and  cracks  in  the  inside  layer. 
In  this  manner  the  leakage  was  reduced  to  a  minimum. 
The  life  of  this  lining  is  placed  at  from  twenty  to 
thirty  years. 

To  furnish  the  lumber  necessary  for  the  construc- 
tion of  the  dam  and  for  erection  of  the  various  build- 
nigs  for  the  camp,  such  as  boarding  and  sleeping 
houses,  barns,  etc.,  the  company  built  a  sawmill  on 
Little  Bear  River,  a  distance  of  three  or  four  miles 
from  the  dam,  and  all  the  lumber  had  to  be  hauled 
this  distance.  The  mill  was  located  in  one  of  the  pret- 
tiest groves  of  timber  that  is  in  the  State  of  California 
today.  In  driving  through  this  grov^  one  is  awed  by 
the  immense  number  and  the  giant  size  and  towering 
height  of  these  magnificent  trees.  The  writer  secured 
a  snap  shot  of  a  giant  sugar  pine  which  is  located  in 
this  section.  This  tree  is  ten  feet  in  diameter  and  at 
least  200  feet  high.  This  grove  is  composed  of  sugar 
pine,  yellow  pine,  fir,  spruce  and  tamarack,  so  that 
the  matter  of  securing  the  necessary  timbers  for  the 
f'am  was  a  simple  matter  after  the  sawmill  was  erected. 

The  reservoir  was  completed  in  the  year  of  1902, 
but  the  winter  of  1902-1903  showed  the  necessity  of  a 
larger  spillway,  so  in  the  fall  of  1903  the  spillway  was 


enlarged  until  it  is  now  80  feet  wide  and  5  feet  deep. 

\\  hen  the  reservoir  is  full  it  covers  an  area  of 
al)()ut  130  acres,  and  the  water  is  backed  up  a  distance 
of  lyg  miles.  During  some  of  the  spring  storms  there 
is  4y2  feet  of  water  running  over  the  spillway,  mildly 
illustrating  that  where  a  thousand  gallons  of  water  is 
stored  today,  a  million,  yes,  ten  million,  might  be 
stored  and  used  to  beautify  the  fertile  valleys  of  the 
San  Joaquin  instead  of  being  allowed  to  flood  them  in 
the  winter  time. 

A  tunnel  about  one  hundred  feet  long,  running 
through  solid  granite,  taps  the  bottom  of  the  reservoir. 
The  water  finds  an  outlet  through  three  pipes  leading 
tlirough  this  tunnel,  each  pipe  being  fitted  with  a  heavy 
gate  capable  of  carrying  about   1000  inches  of  water. 

The  Rear  River  reservoir  is  the  first  to  be  drawn 
from  each  season,  and  after  about  ten  or  fifteen  feet 
.  .f  water  is  drawn  out,  the  gates  are  closed  and  the 
balance  of  the  water  is  held  until  the  close  of  the  dry 
season,  when  it  is  drawn,  provided  it  is  needed.  Tele- 
phone communication  w'ith  Electra  is  kept  open  the 
year  round  with  the  possible  exception  of  a  few  days 
in  severe  storms,  and  this  is  remarkable,  considering 
the  fact  that  some  years  they  have  as  much  as  fourteen 
icet  of  sn(iw  on  the  flats.  In  the  meantime  storage 
water  is  drawn  from  the  Blue  Lakes,  which  are  located 
about  forty  miles  further  east.  In  the  late  fall,  espe- 
cially after  a  severe  storm,  the  telephone  line  usually 
goes  down  between  Bear  River  and  the  Lakes,  hence 
the  advisability  of  holding  the  water  in  Bear  River  res- 
ervoir until  the  end  of  the  season.  Sometimes  a  storm 
in  the  Fall  will  develop  sufficient  water  for  all  pur- 
j'oses,  and  the  storage  water  being  ordered  off,  after  a 
day  or  so  the  water  might  fail  again,  and  with  the 
telephone  to  the  Lakes  out  of  order,  it  is  a  simple  mat- 
ter to  have  Bear  River  open  up.  This  water  reaches 
the  head  of  the  ditch  a  great  deal  sooner  than  it  would 
from  the  Lakes. 


April   29,   1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


369 


TRANSMISSION   SYSTEMS  FROM  THE  OPER- 
ATING STANDPOINT.' 

BY   R.    T.    C.    WOOD. 

Requirements. 
In  order  that  a  transmission  system  may  satisfy 
the  operating  engineer  it  should  fulfill  the  following 
conditions: 

1.  The  requisite  amount  of  power  must  be  trans- 
mitted with  reasonable  voltage  regulation. 

2.  Interruptions  must  be  reduced  to  a  minimuni. 
T,.     Flexibility  of  operation  should  be  assured. 
4.     Ease  of  repair  is  essential. 

Regulation. 

The  voltage  to  be  used  is  chiefly,  if  not  entirely, 
cietermined  by  economic  conditions.  It  is  as  easy  to 
operate  with  60,000  volts  as  15,000;  indeed,  there  seem 
to  be  more  short  circuits  and  troubles  on  the  lower 
voltage  lines  probably  because  of  the  less  careful  con- 
struction used  and  the  lesser  absolute  insulation  mar- 
gin allowed.  We  hear  from  the  lines  operating  above 
100,000  volts  that  they  encounter  no  greater  ditYiculties 
than  do  those  of  lesser  potentials. 

Up  to  distances  of  about  150  miles  (241-  km.)  fre- 
quency is  not  a  very  vital  matter.  An  increase  in 
voltage  will  offset  the  difference  in  regulation  between 
25  and  50  or  60  cycles.  This  factor  will  be  decided  by 
the  relative  importance  of  the  classes  of  load  demand- 
ing either  high  or  low  periodicity,  so  as  to  make  the 
total  cost  a  minimum,  and  the  consumers'  satisfaction 
a  maximum. 

There  are  various  formulas  for  calculating  regula- 
tion, and  it  is  not  necessary  to  refer  to  them  in  detail, 
beyond  remarking  that  the  conditions  surrounding  the 
delivery  of  power  are  often  somewhat  indeterminate. 
The  power  factor  of  the  load,  for  instance,  is  often  not 
to  be  foreseen  between  wide  limits.  This  uncertainty 
renders  abortive  any  extreme  accuracy  of  method  as 
applied  to  calculating  the  line. 

It  will  be  immaterial,  therefore,  when  considering 
moderate  distances  up  to  150  miles  (241  km.),  whether 
a  formula  is  used,  based  upon  the  capacity  being  all  at 
the  center,  part  at  the  ends,  or  uniformly  distributed 
over  the  line. 

The  allowable  drop  of  voltage  will  depend  upon 
conditions.  Where  power  is  transmitted  in  a  block 
from  the  point  of  generation  to  a  center  of  distribution, 
the  regulation  may  be  as  high  as  25  per  cent.  In  such 
a  case  the  voltage  drop  will  probably  be  limited  by 
the  value  of  the  lost  power  rather  than  by  any  oper- 
ating difficulties. 

The  nature  of  the  load  will  also  bear  upon  the 
allowable  voltage  fluctuations.  A  mixed  light  and 
power  load  will  demand  closer  regulation  than  either 
class  of  load  by  itself.  If  the  service  is  all  power  a 
certain  unsteadiness  of  voltage  is  allowable  and  if  it 
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is  all  light  the  changes  in  load  will  come  on  in  such  a 
manner  that  the  operator  can  follow  them  by  hand 
regulation. 

When,  however,  the  transmission  line  is  part  of  an 
interconnected  network  and  may  have  to  transmit  in 
either  direction,  then  the  regulation  must  be  low  in 
order  to  keep  within  the  range  of  the  regulating  de- 
vices used  in  substations.  If,  for  instance,  a  hydro- 
electric and  a  steam  plant  are  at  opposite  ends  of  the 
line  and  there  are  numerous  substations  between  the 
twii,  the  flow  of  power  may  be  either  way. 

Most  probably  the  important  center  of  distribution 
will  be  where  the  steam  plant  is  located,  and  the  volt- 
age must  be  kept  uniform  at  this  end.  The  voltage 
at  substations  along  the  line  will  then  vary  by  an 
amount  equal  to  double  the  regulation  of  the  line. 

This  fluctuation  can  be  entirely  eliminated  from 
the  distributing  circuits  by  using  automatic  regulators, 
but  the  main  transmission  line  should  only  have  one- 
half  the  regulation  that  would  be  permissible  were  it 
a  straight  one-way  transmission. 

In  loop  or  ring  systems,  fed  from  both  ends,  the 
circuit  must  be  heavy  enough  to  permit  of  feeding  the 
entire  load,  all  around  the  loop,  from  either  end.  If  this 
is  not  the  case  it  will  be  found  that  when  certain  sec- 
tions of  line  have  to  be  cut  out  for  inspection  or  re- 
pairs, the  open  end  of  the  loop  does  not  get  satisfactory 
service. 

The  amount  of  power  that  should  be  carried  on  a 
single  circuit  bears  a  relation  to  the  total  power  of  the 
system,  the  importance  of  certain  loads,  and  the  bal- 
ance that  the  management  draws  between  insurance 
against  loss  of  revenue  and  prestige,  and  investment 
costs. 

It  will  probably  be  wise  in  systems  of  60,000  volts 
and  above  to  confine  the  capacity  of  each  circuit  to  too 
amperes,  Baum  has  shown  that  the  surge  voltage, 
due  to  sudden  interruption,  is  equal  to  200  times  the 
amperes,  so  that  in  the  above  case  there  would  be  a  rise 
of  40,000  volts  when  a  circuit  breaker  went  out,  sup- 
posing it  to  be  open  at  double  normal  current.  This 
would  give  a  total  voltage  of  100,000  when  superim- 
posed upon  a  60,000-volt  line.  Line  and  transformer 
insulation  would  stand  this  momentarily. 

In  order  to  deliver  uniform  voltage  to  the  con- 
sumer, a  variety  of  automatic  and  non-automatic  de- 
vices are  in  use.  It  is  questionable  whether  automatic 
regulation  is  desirable  at  the  generating  station,  unless 
a  type  of  regulator  is  used  that  will  discriminate  be- 
tween the  drop  of  voltage,  due  to  increasing  load,  the 
drop  occasioned  by  extreme  overload,  and  that  due  to 
short  circuit. 

There  are  these  three  conditions  to  be  met.  Regu- 
lation for  variations  of  load  is  comparatively  simple, 
but  when,  due  to  troubles  on  the  line,  certain  gener- 
ating plants  get  left  with  more  than  their  share  of  the 
load,  we  need  a  regulator  that  will  discriminate  and 
lower  the  voltage  to  a  point  where  the  generators  will 
carry  a  safe  current.  Again,  if  a  dead  short  circuit 
occurs  on  the  line,  the  regulator  must  automatically 
lower  the  voltage  as  much  as  possible  so  that  the  arc 
may  break ;  it  should  also,  as  soon  as  the  line  clears  up, 
proceed  to  slowly  build  up  the  voltage  to  normal.  It 
is  too  much,  perhaps,  to  ask  all  this  of  an  inanimate 
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device,  besides  which  it  might  deprive  the  switchboard 
operator  of  his  job. 

If  synchronous  apparatus  is  in  use  at  the  receiving 
end  of  the  line,  an  automatic  regulator  controlling  its 
field  is  quite  feasible  and  should  give  excellent  results. 
It  entails,  however,  the  fixed  charges  upon  a  consider- 
able investment  and  certain  operating  expenses.  Dis- 
tributing feeders  from  substations  along  the  line  can 
be  automatically  regulated  by  the  various  types  of  in- 
duction regulators. 

Reliability. 

Second  only  to  the  ability  to  transmit  with  reason- 
able voltage  drop  is  freedom  from  interruption.  To 
insure  continuous  operation  we  must  have  first  class 
mechanical  construction  in  line  and  substations.  In 
designing  the  line  we  may  take  the  worst  climatic 
conditions  on  record  over  at  least  30  years  and  then 
allow  a  factor  of  safety  of  2>4.  This  would  give  a  lim- 
iting unit  tensile  stress  of  22,000  lb.  for  copper  and 
steel,  and  10,000  lb.  for  aluminum.  Compressive 
stresses  in  towers  to  be  reduced  by  column  formulas. 
The  tower  should  in  any  case  be  strong  enough  to 
stand  the  unbalanced  stresses  produced  by  the  failure 
of  one  conductor. 

The  stress  upon  pin  type  insulators  may  be  lim- 
ited by  designing  the  tie  wires  to  break  at  the  unbal- 
anced stress  above  mentioned.  It  is  better  in  case 
of  some  catastrophe  to  a  tower,  or  line,  to  have  the 
conductors  break  the  ties,  than  to  pull  over  a  succes- 
sion of  towers.  To  attempt  to  design  a  tower  that  will 
stand  the  total  breaking  stress  of  all  the  conductors, 
leads  to  economic  impossibilities.  The  transmission 
should  preferably  be  on  a  private  right  of  way  which 
should  be  cleared  of  trees  and  brush. 

With  sulTicient  spacing  of  conductors  from  each 
other  and  from  the  tower  structure  itself,  and  with  in- 
sulators tested  to  3^/2  times  the  voltage  to  neutral  for 
grounded  Y,  and  3J/2  times  line  voltage  for  under- 
grounded  delta  systems,  there  should  be  no  interrup- 
tions except  those  caused  by  lightning  or  malicious 
interference. 

The  requisite  clearance  between  conductors  and 
tower  structure  is  sometimes  underestimated ;  in  cer- 
tain parts  of  the  country  large  birds  will  roost  upon 
the  tower.  If  the  insulator  is  of  the  pin  type  they  con- 
sider it  a  most  excellent  device  to  get  under.  All  goes 
well  until  about  4  a.  m.  in  summer  time,  when  the 
bird  wakes  up,  stretches,  and  grounds  the  line.  The 
suspension  insulator  should  be  free  from  this  trouble, 
provided  there  is  enough  space  between  the  conductor 
and  the  cross  arm  below  it. 

To  minimize  lightning  troubles  all  kinds  of  arresi- 
ters  have  been  used  as  well  as  ground' wires.  Ground 
wires  seem  to  do  no  harm  and  in  many  cases  have 
without  doubt  prevented  trouble.  They  give  an  added 
stififness  to  the  line  mechanically,  and  are  a  wise  pre- 
caution to  install  in  sections  habitually  subject  to 
storms.  So  far  no  arrester  is  perfect,  most  or  all  of 
them  will  burn  up  at  times,  even  the  electrolytic  type 
is  at  times  untrustworthy  upon  delta-connected  high- 
potential  systems.  The  only  consolation  the  operator 
derives,  when  his  arresters  burn  up,  is  the  thought 
that   perhaps   they    saved    something    more   valuable. 


The  most  robust  type  is  the  horn  gap,  it  needs  lots 
of  space  to  accommodate  the  power  arc  that  follows  a 
discharge,  and  it  usually  shuts  the  system  down  when 
it  goes  off,  but  other  types  sometimes  do  the  same. 

It  may  iK-come  necessary  to  put  in,  say,  electro- 
lytic arresters  to  take  care  of  the  surges,  due  to  switch- 
ing and  minor  climatic  disturbances,  and  then  protect 
these  arresters  with  horn  gaps,  if  this  be  possible,  to 
lake  the  irresistible  discharges  from  heavy  lightning, 
which  would  cause  temporary  interruption  in  any  case. 
W'hen  lightning  causes  a  disturbance  on  the  line,  the 
surge  will  usually  not  travel  far,  but  will  break 
ip\er  an  iuHulatur,  the  arc  formed  will  in  many  cases 
break  the  insulator,  due  to  the  intense  heat.  Ring 
guards  at  {o]i  and  bottom  of  the  insulator  have  given 
excellent  protection  to  the  insulator,  by  carrying  the 
,irc  away  lrt)m  its  immediate  neighborhood. 

The  choice  of  supporting  structures  will  generally 
lie  between  steel  towers  and  steel  or  concrete  poles. 
IVom  some  preliminary  estimates  that  have  been  made 
it  would  appear  that  reinforced  concrete  poles  for  long 
span  work  will  be  extremely  costly. 

Where  the  districts  fed  from  the  line  are  scattered 
(iver  considerable  territory  the  transmission  will  have 
to  be  laid  out  either  on  a  radial  or  loop  system.  The 
loop  or  ring  .system  has  the  advantage  of  giving  each 
substation  a  source  of  supply  over  entirely  dififerent 
routes,  which  are  not  both  liable  to  be  out  of  commis- 
sion at  the  same  time. 

If  the  loop  is  double  circuited  throughout,  the  sub- 
stations may  be  divided  between  the  two  circuits.  Nor- 
mally, the  loop  will  be  open  at  about  its  center,  being 
fed  from  both  ends.  In  case  of  trouble  the  circuit 
breakers  at  the  feeding  ends  will  open  up  and  cut  out 
inly  about  one-fourth  of  the  stations  connected.  These 
stations  will  at  nnce  switch  over  to  the  good  line.  The 
■  ■pening  in  the  loop  will  only  be  closed  under  emer- 
gency conditions. 

The  radial  system  necessitates  double  circuits  on 
all  branches  if  full  protection  is  to  be  afforded,  and  for 
the  same  insurance  against  interruption  is  more  costly 
than  the  loop  arrangement. 

As  already  incidentally  mentioned  it  will  be  neces- 
sary to  have  relays  and  circuit  breakers  installed  upon 
branch  circuits  so  as  to  isolate  trouble.  There  does  not 
seem  to  be  an}-  reliable  way  to  automatically  cut  out 
the  faulty  line  when  one  of  two  circuits,  in  parallel  at 
l)oth  ends,  becomes  short  circuited  or  grounded.  We 
have  had  some  success  when  generating  at  both  ends  of 
a  two-circuit  line.  AYith  the  inverse  time  type  of  relays 
the  faulty  line  has  been  cut  out  automatically  at  both 
ends  in  a  great  many  cases.  If  generating  at  one  end 
c  nly  then  both  lines  will  go  out.  We  need  very  badly 
a  reliable  reverse  current  relay  that  will  operate  at  zero 
■eoltage. 

Any  grooving  .system  will  suffer  sooner  or  later 
from  an  inadequacy  in  its  switching  devices.  Switches 
that  operated  perfectly  when  the  total  generating  ca- 
pacity was  small,  will  fail  more  and  more  frequently 
to  handle  the  short  circuit  as  the  total  kilowatt 
capacity  increases. 

It  will  be  found  that  there  is  no  room  for  the  larger 
switches  that  .should  replace  the  original  installation. 
It  is  almost  impossible  to  have  too  much  space  in  the 
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switch  galleries  and  bus  bar  compartments,  and  econ- 
omy of  space  here,  while  it  may  have  been  attractive 
and  looked  all  right  when  the  plant  was  young,  is  all 
the  same  a  false  economy.  The  lack  of  a  few  extra 
feet  between  switches  might  lead  to  an  entirely  new  lay 
out  being  required  in  a  few  years.  It  is  becoming  the 
practice  to  install  additional  reactances  in  generator 
circuits  to  limit  the  short  circuit  current  of  large 
systems.  It  seems  a  pity  to  have  to  do  this  and 
spoil  the  regulation  of  the  machines  to  the  point  where 
auxiliary  automatic  regulating  devices  are  essential. 
It  is  a  question  whether  such  immense  systems  should 
not  be  normally  cut  apart  into  sections  of  perhaps 
50,000  kw.  capacity.  This  would  simplify  operation 
and  localize  trouble. 

Even  in  smaller  systems,  normally  operating  as  a 
unit,  it  is  necessary  to  have  points  where  they  can  be 
instantly  cut  apart,  leaving  certain  loads  on  certain 
generating  stations.  This  is  the  operator's  first  move 
when  short  circuits  occur ;  to  separate  the  several  sec- 
tions so  that  the  greater  part  of  the  system  may  suffer 
as  short  a  time  as  possible.  If  all  important  transmis- 
sion lines  were  built  with  at  least  three  circuits  then 
they  would  be  self  clearing,  using  only  inverse  time 
relays  at  both  ends.  It  is,  however,  often  difficult  to 
get  the  money  to  build  three  lines  where  two  will 
apparentl}^  suffice. 

Too  much  complication  in  providing  for  all  imag- 
inable combinations  of  switching  is  to  be  avoided  as 
defeating  its  own  object,  which  should  be  to  keep  the 
customer  supplied  with  energy  as  continuously  as  pos- 
sible. When  the  operator  has  to  stop  and  figure  out 
what  to  do  next  in  cases  of  trouble,  precious  moments 
are  being  lost.  To  insure  prompt  operation  a  good  tel- 
ephone line  is  a  necessity  and  the  money  will  be  well 
spent  in  building  an  independent  pole  line  for  its  use. 
.\  telephone  line  running  upon  the  same  towers  with 
the  transmission  lines  is  very  likely  to  be  inoperative 
just  when  it  is  most  needed. 

It  is  perhaps  possible  to  formulate  a  set  of  rules,  so 
that  each  station  in  a  network  knows  exactly  what  to  do 
under  all  conditions,  but  a  word  from  the  load  dis- 
patcher is  worth  many  rules  in  the  book. 

Repairs. 

There  should  be  sufficient  circuits  and  switching 
facilities  so  that  all  sections  of  the  line  may  be  cut  out 
for  inspection  or  repairs.  It  is  an  added  precaution  to 
have  ground  clips  on  all  line  disconnecting  switches, 
so  that  when  a  line  is  killed  with  the  object  of  working 
upon  it,  it  is  also  grounded  at  both  ends. 

Long  transmission  lines  should  be  sectionalized  so 
that  it  is  never  necessary  to  cut  out  more  than  a  frac- 
tion of  the  line  at  any  one  time.  By  having  switching 
stations  a  convenient  distance  apart  they  also  serve  as 
resting  places  for  the  patrolmen.  Circuits  should  also 
be  so  arranged  upon  the  towers  or  poles  that  men  may 
work  upon  it  without  getting  into  dangerous  proximity 
to  the  other  circuits  which  will  be  alive. 

Conclusions. 

All  the  foregoing  requirements  are  summed  up  in 
■^vhich  might  be  as  good  a  motto  for  the  operating- 
engineer  as  for  the  sj^stem  he  operates,  namely ;  capa- 
bility, reliability,  flexibility  and  repairability. 


THE    REFINING    OF     IRON    AND    STEEL    IN 
INDUCTION  TYPE  FURNACES.' 

BV    C.    F.    ELWEIX. 

Electrical  Features. 

The  furnaces  for  the  refining  of  steel  electrically, 
which  have  passed  the  experimental  stage,  may  be 
divided  into  two  distinct  groups,  viz.,  arc  furnaces  and 
induction  furnaces. 

To  the  former  belong  the  Heroult,  Stassano,  Kel- 
ler and  Girod  furnaces,  and  to  the  latter  the  Kjellin 
and  Rochling-Rodenhauser  furnaces.  Of  the  former 
the  Heroult  furnace  is  perhaps  the  best  known  and 
most  successful  and  as  comparison  always  carries  more 
weight  than  a  description,  it  will  be  used  as  the  repre- 
sentative of  the  arc  furnaces.  The  electrical  features 
may  be  divided  up  under  several  heads. 

Distribution  of  Heating  Effect  of  the  Current. 

Arc  Furnaces.  In  the  Heroult  furnace  the  current 
passes  from  one  electrode  through  an  arc  to  the  slag, 
through  the  slag  to  the  upper  metal  and  thence  through 
another  arc  to  another  electrode,  and  of  the  current 
which  passes  through  the  carbons  only  a  small  percent- 
age passes  through  part  of  the  metal.  As  the  heating 
effect  of  the  arc  is  far  greater  than  any  effect  of  the 
resistance  of  the  charge,  there  must  be  large  differences 
of  temperature  between  different  parts  of  the  bath  of 
metal  even  in  spite  of  the  great  activit}'  of  the  bath 
around  the  electrodes.  This  is  especially  the  case  with 
a  deep  bath  of  metal.  It  is  for  this  reason  that  Girod 
employs  a  bottom  electrode,  thinking  thus  to  have 
these  differences  of  temperature  less  by  passing  all 
the  current  for  the  arcs  through  the  bath.  From  fig- 
ures given  in  Stahl  and  Eisen  for  a  two-ton  Girod  fur- 
nace, it  was  computed  that  the  resistance  of  the  car- 
bon electrode  was  3800  times  that  of  the  bath  of  metal 
and  so  3800  times  more  electrical  energy  was  converted 
into  heat  in  the  carbon  electrode  than  in  the  bath  itself. 
From  this  it  is  seen  that  if  the  current  in  the  bath 
of  metal  produces  any  considerable  part  of  the  heat  of 
the  furnace,  there  must  be  a  large  loss  of  energy  in 
the  carI)on  electrode.  The  only  correction  for  this 
is  to  make  the  electrodes  larger,  and  the  working  limit 
has  already  been  reached.  The  fact  is  that  the  bath  is 
very  little  heated  by  the  passage  of  the  current  and 
almost  all  the  heating  in  this  type  of  furnace  is  done 
by  the  very  localized  heating  of  the  arc.  The  matter 
of  the  losses  of  energy  in  the  carbons  will  be  taken  up 
under  the  heading  of  efficiency. 

Induction  Furnaces.  The  principle  of  the  induc- 
tion furnace  is  already  well  known  to  you  but  in  order 
to  compare  the  Kjellin  and  Rochling-Rodenhauser 
types  it  will  be  well  to  repeat  briefly  the  principle  of 
operation  and  the  type  of  construction  of  the  Kjellin 
type.  The  furnace  consists  essentially  of  an  iron  core 
around  one  leg  of  which  is  wound  a  primary  winding 
enclosed  in  a  refractory  case  and  usually  cooled  by 
means  of  forced  draught.  The  annular  hearth  sur- 
rounds this  primary  coil  and  is  separated  from  it  by 
means  of  refractory  material.  This  hearth  contains 
the  metal  and  acts  as  a  secondary  winding  of  one  turn. 
The  voltage  induced  in  this  turn  is  quite  small  so  that 
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the  energy  transformed  from  the  primary  coil  results 
in  a  very  large  current  in  the  secondary,  which  heats 
the  metal  and  thus  nearly  all  the  electrical  energy  is 
converted  into  heat  in  the  metal  to  be  melted.  The 
ring  being  of  constant  cross  section,  the  heating  is 
about  uniform  over  the  whole  bath  of  metal.  The 
Rochling-Rodenhauser  furnace  has  a  differently  shaped 
hearth  to  the  Kjellin  furnace  and  a  description  would 
not  be  out  of  place  at  this  juncture.  The  furnaces  are 
constructed  either  for  single  or  three-phase  current. 
In  the  former  case  there  are  two  grooves  and  in  the 
latter,  three  grooves.  In  both  cases  these  grooves, 
which  are  similar  to  the  grooves  in  the  Kjellin  furnace, 
open  into  a  distinct  open  hearth.  The  cross  section 
of  the  grooves  is  comparatively  small  and  they  form 
the  secondary  circuits  in  which  the  currents  which 
heat  the  metal  are  induced.  Lateral  doors  are  provided 
so  that  the  contents  of  the  working  chamber  may  be 
watched,  slag  drawn  ofif  or  charge  put  in.  The  chief 
electrical  difference  between  the  Rochling-Rodenhauser 
and  Kjellin  furnace  is  that  a  distinct  secondary  winding 
is  provided  in  the  former  and  the  current  induced  is 
led  by  means  of  heavy  terminals  to  plates  embedded  in 
the  refractory  material  of  the  furnace.  This  refractory 
material  becomes  an  electrical  conductor  at  the  higher 
temperatures,  and  this  enables  an  additional  circuit  to 
be  formed,  so  that  the  currents  induced  in  the  second- 
ary winding  pass  through  tlie  bath  of  metal,  heating 
the  bath  still  further.  The  current  also  serves  to  neu- 
tralize the  great  self-induction  of  the  secondary  and  a 
better  power  factor  is  obtained.  The  point  to  be  re- 
cognized here  is  that  the  heating  is  uniform  and  not 
localized  as  in  the  Heroult  furnace. 

Variation  of  Load  on  Supply  Mains. 

Arc  Furnace.  The  instability  of  an  arc  is  well 
known  and  the  load  on  a  supply  circuit,  even  with  con- 
stant watching,  varies  very  greatly.  If  the  furnace  has 
its  own  generator  the  regulation  can  be  effected  more 
simply,  but  the  best  furnace  is  one  which  can  be  con- 
nected to  regular  three-phase  supply  mains.  To  do 
so  with  the  Heroult  furnace  means  motor-driven  elec- 
trode regulators,  etc.,  and  even  then  the  furnace  is  not 
a  very  desirable  load. 

Induction  Furnaces.  The  changes  in  load  on  an 
induction  furnace  are  always  of  the  intentional  kind 
and  sudden  changes  of  load  are  practically  impossible 
with  an  induction  furnace. 

Adaptability  to  Connection  to  Supply  Mains. 

In  the  question  of  power  factor  the  Heroult  fur- 
nace shows  some  advantage  over  the  Kjellin  furnace 
for  in  order  to  build  a  Kjellin  furnace  of  eight-ton 
capacity  and  keep  the  power  factor  up  to  0.6  or  0.7 
it  was  necessary  to  lower  the  frequency  to  five  periods 
per  second.  As  a  five-cycle  generator  Josts  more  than 
twice  as  much  as  a  25-cycle  generator  this  is  a  serious 
question.  But  with  the  Rochling-Rodenhauser  furnace 
the  current  in  the  second  secondary  winding  can  be 
used  to  neutralize  the  effect  of  self  induction  to  such 
an  extent  that  a  seven-ton  furnace  may  be  operated 
with  25  cycles  with  a  power  factor  of  0.6  while  a  three- 
ton  furnace  on  25  cycles  has  a  power  factor  of  0.8.  The 
smaller  Rochling-Rodenhauser  furnaces  are  operated 
from  50  cycles  with  power  factors  of  0.85  and  0.8.  In 
my  opinion  the  most  economical  way  to  correct  this 


evil  is  by  using  fixed  condensers  which  cost  only  a 
small  percentage  of  the  cost  of  the  furnace  and  the 
power  factor  may  be  made  as  high  as  desired. 

Electrical  Efficiency. 

Arc  Furnaces.  The  before  mentioned  Girod  fur- 
nace with  but  one  electrode  of  14  in.  (35.5  cm.)  diam- 
eter and  a  current  of  6200  amperes  at  60  volts  showed 
a  power  loss  of  10  per  cent  in  the  electrode  alone.  In 
the  Heroult  furnace  the  current  is  in  general  smaller 
but  there  are  two  electrodes  in  series  and  the  result  is 
about  the  same.  Not  only  is  energy  lost  in  the  elec- 
trodes by  reason  of  their  high  resistance  but  a  large 
anumnt  is  also  lost  by  means  of  the  water  cooling  of 
the  jackets  which  is  necessary  because  of  their  high 
conductivity  for  heat.  The  cost  of  maintenance  of 
carbon  electrodes  is  also  considerable.  Radiation  loss 
is  greater  with  the  arc  furnaces  because  a  great  deal 
i>f  the  heat  of  the  arc  is  reflected  to  the  roof  which 
must  be  water  cooled  to  last,  and  even  then  has  to  be 
renewed  about  every  14  days. 

Induction  Furnaces.  Tests  made  on  a  3.5  ton 
furnace  at  Volklingen  have  shown  an  electrical  effi- 
ciency of  97  per  cent  which  is  a  contrast  to  the  10  per 
cent  lost  in  electrodes  alone  in  arc  furnaces.  The  elec- 
trode plates  never  wear  out  for  they  do  not  come  in 
contact  with  the  molten  metal  or  slag  and  the  por- 
tion of  the  lining  which  acts  as  a  conductor  has  been 
found  in  practice  to  last  longer  than  any  other  portion 
i>f  the  lining. 

Summary  of  Electrical  Features. 

a.  Heating  of  metal  bath  is  much  more  uniform 
ill   induction   furnace. 

b.  The  variation  of  load  is  much  less  with  the 
induction   furnace. 

c.  The  adaptability  to  connection  to  existing 
l)ower  networks  is  in   favor  of  the  induction  furnace. 

d.  The  efficiency  is  in  favor  of  the  induction  fur- 
nace. 

Metallurgical    Features. 

The  earlier  induction  furnaces,  i.e.,  those  of  the 
Kjellin  type  did  not  show  many  metallurgical  ad- 
vantages except  that  it  was  possible  to  treat  much 
larger  charges  than  with  crucible  methods.  They 
were  quite  unsuited  to  working  with  slag  because  of 
the  shape  of  the  hearth  and  so  only  served  to  melt 
pure  materials.  The  shape  of  the  Rochling-Roden- 
hauser furnace  is  such  that  slags  can  readily  be  han- 
dled and  refining  carried  on.  At  the  same  time  it  can 
he  used  for  smelting  work  whenever  necessary,  and 
as  much  larger  charges  can  be  worked,  a  considerable 
saving  is  made  in  crucible  steel  working. 

The  advantages  of  the  electric  furnace  are: 

1.  On  account  of  the  convenient  regulation  of 
the  temperature  attainable  the  phosphorus  can  be 
lemoved  until  only  a  trace  remains. 

2.  It  is  especially  suitable  for  the  most  thorough 
desulphurization. 

3.  When  the  refining  is  complete,  the  charge 
can  be  left  in  the  furnace  as  l^ng  as  may  be  desired 
without  change  of  composition. 

At  Trollhattan.  Sweden,  the  furnace  is  started  by 
means  of  a  ring  of  metal.  The  cold  materials  are 
charged  gradually  until  all  are  melted.     Continuous 
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operation  is  possible  by  leaving  a  portion  of  the 
molten  metal  in  the  furnace  after  each  teeming. 

At  Volklingen,  Germany,  the  furnaces  are  supplied 
with  molten  metal  from  basic  Bessemer  converters 
which  contains  about  o.o8  per  cent  S  and  o.o8  per 
cent  P.  The  extent  of  the  dephosphorization  and  de- 
sulphurization  depends  on  what  the  steel  is  wanted 
for. 

The  oxidizing  slag  is  formed  from  lime  and  mill- 
scale  or  ore,  which  is  removed  as  far  as  possible  when 
dephosphorization  is  complete.  The  recarbonization 
takes  place  and  a  slag  free  from  iron  is  formed  for  de- 
sulphurization.  A  typical  slag  for  desulphurization  has 
a  well-known  white  appearance  and  falls  to  a  white 
powder  on  exposure  to  the  air.  When  the  slag  has 
this  property,  the  charge  may  be  left  as  long  as  desired 
in  the  furnace.  The  furnaces  are  entirely  emptied 
after  each  charge  as  the  molten  converter  steel  allows 
the  load  to  be  readily  brought  to  a  satisfactory  figure. 

^Vhen  not  working,  about  one-third  of  the  nor- 
mal energy  will  keep  the  furnace  hot.  The  seven-ton 
furnace  at  N'olklingen  has  been  30  hours  without  tak- 
ing any  current  and  was  heated  up  again  with  normal 
energy  consumption.  Within  half  an  hour  the  inetal 
began  to  glow  and  regained  its  normal  temperature 
after  four  hours  and  the  charge  was  finished  up  in  the 
regular  way.  At  the  works  at  Volklingen  no  work  is 
done  on  Sunday  Init  there  is  no  difficulty  in  starting 
up  the  furnaces  with  unfinished  charges  from  the 
previous  Saturday. 

The  natural  circulation  which  takes  place  in  in- 
duction furnaces  serves  to  thoroughly  mix  the  charge 
and  the  management  of  the  Poldihutte,  Austria,  made 
a  test  in  which  seven  samples  were  taken  from  six 
different  places  in  the  furnace  and  the  analysis  of 
these  samples  is  shown  in  the  following  table: 

Carbon      Manganese  Silicon   Phospliorus  Sulphur  Cliromium 
Per  ct.         Per  ct.        Per  ct.        Per  ct.  Per  ct.        Per  ct. 

1  O.Sl  0.27  0.335  0.031  0.007  1.00 

1.01 

2  0.77  0.25  0.340  0.030  0.008  1.00 

0.029  0.007 

0.039 

0.030 


3  0.S5 

4  0.S2 

5  0.7S 

6  0.7S 

7  0.79 


0.2S 
0.27 
0.25 
0.27 
0.2S 


0.345 
0.335 
0.335 
0.419 
0.326 


0.031 
0.030 


1.01 
1.00 
1.01 

0.009  0.98 

0.99 

0.009  0.99 

0.96 

0.010  0.99 


0.009 


0.9S 


The  furnace  was  teemed  37  minutes  later  and  a 
sample  cast  out  of  the  ladle  gave  the  following  anal- 
ysis : 

Carbon 0.77   per  cent. 

Manganese 0.29         " 

Silicon 0.396 

Phosphorus 0.031 

Sulphur 0.009     " 

Chromium 0.99 

That  the  Rochling-Rodenhauser  furnace  is  no 
longer  an  experiment  is  shown  by  the  fact  that  the 
3-S  ton  furnace  was  worked  for  a  whole  year  pro- 
ducing steel  for  rails,  and  more  than  5000  tons  have 
been  sold.  The  eight-ton  furnace  has  been  running 
since  November,  1908.  an  average  of  14  days  to  a 
hning  and  1200  tons  of  rails  to  a  lining.  The  man- 
agement contemplates  the  building  of  a  16-ton  fur- 
nace as  the  next  step. 


.\t  Dommeldingen  the  two-ton  furnace  is  used  to 
lefine  crude  pig  iron. 

Analysis  of  Analysis  of 
charge.  cast. 

Carbon    4.0   per  cent  0.5  per  cent 

Phosphorus l.S  "  0.025      ' 

Sulphur 0.2  "  0.03 

Manganese 0.0  "  0.76 

Silicon 1.05        "  0.056      ' 

Breaking  strain    95,000  lb.  per  sq.  In. 

Elongation 20  per  cent 

Contraction  of  area 36.33     " 

Duration  of  conversion 5   hours 

Summary   of   Metallurgical   Features. 

1.  Having  no  electrodes,  facilities  are  provided 
fur  heating  the  bath  without  introducing  impurities 
and  the  charge  may  be  left  indefinitely  in  the  Roch- 
ling-Rodenhauser furnace  without  change. 

2.  Having  a  large  open  hearth,  (in  the  1.5-ton 
furnace  it  is  60  by  26  in.  or  1.52  by  0.65  m.)  with  doors 
it  is  possible  to  do  any  class  of  refining  in  the  Roch- 
ling-Rodenhauser furnace  much  the  same  as  in  the 
cpen   hearth  furnace. 

3.  \\hen  the  hearth  doors  are  closed  the  Roch- 
I'ng-Rodenhauser  furnace  is  air-tight  and  may  be 
left  for  long  periods  without  great  loss  of  heat,  mak- 
ing intermittent  working  possible. 

4.  The  natural  gentle  movement  of  the  charge 
allows  of  complete  mixing  of  the  ingredients  of  the 
charge,  and  is  not  sufficient  to  attack  the  lining. 

Costs. 

Royalty.  The  German  users  of  the  induction  fur- 
nace pay  $0.65  per  ton  for  rail  steel  and  $1.50  per 
ton  for  crucible  quality  steel.  This  is  for  small  daily 
production.  For  1000  tons  daily  the  royalty  is  placed 
at  $0.36  per  ton  for  rail  steel  and  for  1200  tons  daily 
it   is  $0.50  for  crucible  quality  steel. 

Energy  Required.  A  great  many  figures  have 
been  given  out  most  of  which  were  for  small  furnaces 
and  special  runs.  The  plants  at  Trollhattan  and  Volk- 
lingen being  in  commercial  operation  supply  the  most 
reliable   figures   obtainable. 

Cold  Pig  and  Scrap.  With  cold  materials,  refin- 
ing, etc..  to  crucible  quality  steel  is  done  with  600  to 
(X'o  kw.-hr.  per  ton  according  to  the  size  of  the  fur- 
nace. 

Hot  Pig  and  Scrap.  With  hot  pig  iron  and  cold 
scrap  crucible  quality  steel  is  obtained  with  300  to  700 
kw.-hr.  per  ton  according  to  the  proportions  of  the 
two  ingredients  and  the  size  of  the  furnace. 

Hot  INIetal  from  the  Converter.  Converter  ma- 
terial with  an  analysis  of  P,  0.08  per  cent;  S,  0.08  per 
cent;  Mn,  0.5  per  cent;  C,  o.r  per  cent  is  refined  to 
steel  for  rails  with  an  analysis  of  P,  0.05  per  cent ; 
S,  0.04  per  cent:  Mn,  0.85  per  cent;  C,  0.5  per  cent 
with  TOO  kw.-hr.  per  ton  in  a  seven  ton  furnace.  Same 
material  is  refined  to  high  quality  steel  showing  only 
traces  of  P  and  S;  Mn,  0.2  per  cent;  C  0.5  per  cent 
with  250  kw.-hr.  per  ton. 

Hot  Metal  from  Open  Hearth  Furnace.  Material 
from  open  hearth  furnace,  already  dephosphorized  and 
desulphurized  and  containing  1.22  per  cent  C;  Mn, 
0.38  per  cent;  Si,  0.21  per  cent  to  high  quality  steel 
with  200  to  250  kw.-hr.  per  ton. 

Cost  of  Production.  (1)  For  a  1.5-ton  furnace 
melting  scrap  and  refining  to  pour  best  steel  for  steel 
castings.  Furnace  of  the  three-phase,  tilting  type. 
50  cycles,  210  kw.  and  power  factor  0.80. 
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Interest  Charges.  Cost  with  all  accessories  about 
$9000.  With  10  per  cent  for  interest  charges  gives 
$900  annually.  Using  290  working  days  in  a  year  and 
six  charges,  3  to  3.5  hours  each,  daily  and  1500  lb.  to 
a  charge  gives  4.2  tons  daily  and  1220  tons  yearly, 
This  is  equivalent  to  about  21  hours  working.  Cost 
per  ton  for  interest,  $0.74. 

Labor.  Two  men  can  attend  to  this  furnace  with 
ease,  as  the  electrical  part  requires  no  special  atten- 
tion. The  melter  adjusts  the  temperature  and  watches 
the  metallurgical  process.  The  helper  sees  to  the  fan 
and  charging,  etc.  Allowing  two  shifts  and  $5.50  per 
shift  or  $11  daily  gives  a  labor  cost  of  $2.62  per  ton 
of  steel. 

Lining.  Relining  may  be  done  every  8  or  14  days. 
L"  takes  three  tons  of  magnesite  and  0.36  ton  of  tar 
to  completely  reline  the  furnace.  The  relining  is  done 
with  half  new  material  and  half  old.  For  getting  out 
the  old  lining,  mixing  material  ajid  putting  in  the  new, 
four  men  are  allowed  16  hours.  Cost  of  lin;ng  per 
ton  of  steel,  on  an  average,  $1.50. 

If  lined  with  dolomite,  which  is  cheaper,  and  every 
14  days  then  lining  cost  allowing  one-third  material 
recovered  is  31.00  per  ton  of  steel. 

Keeping  \\'arm.  \\nien  the  furnace  is  not  used 
for  several  hours  during  the  night,  it  must  be  kept 
warm,  for  which  alrout  a  third  of  the  working  amount 
of  energy  is  necessary.  In  this  way  if  normal  energy 
is  200  kw.  then  about  200  kw.-hr.  will  be  necessary  to 
keep  the  furnace  warm  over  the  three-hour  period  of 
rest.  For  six  working  days  this  is  necessary  five  times 
and    1000  kw.-hr.   must  be  charged  up  to  heating. 

Cost  of  keeping  furnace  warm  at  $20.00  per 
kw.-yr.  is  $0.09  per  ton  of  steel. 

Cooling  of  Transformer.  The  blower  takes  a  2.5- 
h.p.  motor  or  1.8  kw.  and  for  24  hours  ^  43  kw.-hr. 

Cost  of  cooling  transformer  per  ton  of  steel,  $0.02. 

Energy  Consumption.  From  cold  materials  about 
850  to  900  kw.-hr.  are  necessary,  in  this  size  furnace. 
Taking  lar.ger  figure  the  cost  of  energy  per  ton  is 
$2.06. 

Royalty.  In  the  United  States,  on  the  basis  of  a 
plant  of  30  tons  daily  the  royalty  would  be  about  50 
cents    per    ton. 

SUMMARY    OF   COST. 

Interest  charge.?  $0.74 

Labo^  .  .    262 

Lining '..'.'.'.    i.50 

Keeping  furnace  warm  and  cooling 0.11 

Royalty   (approx.)    0.50 

Energy   for   melting  and   refining 2.06 


Interest  cliarges  per  ton  of  steel $0.31 

Power  for  heating  up,  per  ton  of  steel 0.02 

Power   for   refining,    allowing   upper    figure    of    300    kw.-hr. 

at  $20  per  kw.-yr 0.68 

Air  cooling  of  furnace  core 0.01 

Cost  of  lining  every  ten  days.    (German  figure) 0.35 

Wages  allowing   $16   per  da.v 1.00 

Royalty  on  basis  of  50  tons  daily 0.50 


Total $7.53 

The  figure  $7.53  is  the  working  cost  which  must 
be  added  to  the  cost  of  the  materials  in  order  to  find 
the  cost  of  crucible  quality  steel  from  scrap.  The 
above  figure  would  be  more  reasonable  with  larger 
furnaces. 

Cost  of  Production.  (2)  For  a  two-ton,  300  kw., 
three-phase  tilting  furnace. — Molten  converter  steel 
to  quality  steel  for  castings. 

Cost  with  all  accessories  about  $12,500.  With  10 
per  cent  for  interest  charges  gives  $1250  per  annum. 
Allowing  250  working  days  in  the  year  and  16  tons 
per  day  gives  4000  tons  per  annum  or  $0.31  per  ton  of 
steel. 


Total   cost   per  ton   of  steel $2.87 

This  figure  would  give  a  good  idea  of  the  cost 
I  if  converting  molten  pig  iron  into  steel,  exclusive  of 
the    ferro   alloys. 

Cost  of  Production.  (3)  For  a  five-ton,  550  kw., 
three-phase  tilting  furnace. — Molten  converter  steel 
to  crucible  quality  steel. 

Cost  with  all  accessories  about  $22,000.  With  10 
|ier  cent  for  interest  charges  gives  $2200  per  annum. 
Reckoning  250  working  days  in  the  year,  each  one 
with  eight  heats  of  five  tons,  the  yearly  production 
would  be  10,000  tons,  or  $0.22  per  ton  for  interest 
charges. 

Interest  cliarges .$0.22 

Power  including  heating  up.     For  a  monthly  average  of  230 

to  2S0  kw.-lir.  per  ton  and  taking  the  higher  figure.  .  .  .  0.64 

Cost  of  lining.    (German  figure) 0.30 

W'a^'e.s  allowing  $20  per  day   0.50 

.\ir  cooling  of  core    0.01 

Royalty  (Approx.)     Basis  of  50  tons  daily 0.50 

Total $2.17 

Cost  of  Production.  (4)  For  a  seven-ton,  750  kw., 
three-phase,  25-cycle,  o.6-power  factor  tilting  type  fur- 
nace.— Converting  molten  converter  steel  into  liigh 
grade  rails. 

Cost  with  all  accessories  $27,000.  Interest  charges 
at  TO  per  cent  gives  $2700  per  annum.  Allowing  too 
tons  daily  fthe  makers  claim  a  production  of  140  tons) 
and  250  working  days  in  the  year  gives  a  yearly  pro- 
duction of  25,000  tons  of  rail  steel  and  interest  char.ge.^ 
per  ton  of  steel  =  $0.11. 

Interest  charges $0.11 

Power  for  heating  up 0.01 

Power    for    refining.      Makers    claim    100    kw.-hr.    per    ton. 

.Allowing  150  kw.-hr.  per  ton 0.34 

Power  for  cooling   0.01 

Post    of   lining.      Pneumatically   tamped.      Two   foremen   and 

six  laborers,  or  $21.00  daily.     Per  ton 0.02 

Cost   of  lining   material.      (German    figure) 0.06 

Wages.     Two  head  melters  at  $3:00  and  10  helpers  at  $2.50. 

$31. no  per  ton    0.31 

Roynlty  on  rail  steel,  one  furnace  in  U.  S 0.35 


Total ■ ?1-31 

This  is  the  conversion  cost  which  added  to  the 
value  of  the  pig  and  ferro  alloys,  etc.,  gives  the  cost 
of  steel  for  rails.  The  Prussian  Railways  paid  $io 
extra  per  ton  for  rails  made  in  this  furnace  and  were 
well  pleased  with  the  product. 

Cost  of  Production.  (5)  For  a  seven-ton,  750-kw.. 
three-phase,  25-cycle,  0.6-power  factor,  tilting  type 
furnace. — Molten  converter  steel  to  highest  quality 
steel. 

This  furnace  will  produce  about  half  the  steel  of 
this  quality  as  when  working  on  rail  steel  or  50  tons 
daily. 

The  cost  per  ton  under  these  conditions  is  about 
$2.(X)  per  ton  including  royalty. 

SUMMARY    OF    COSTS    OF    PRODUCTION    EpiCLUSIVE    OF 
MATERI.\LS. 

1,5-ton    furnace    melting    scrap    and    refining    to    pour    high 

grade  steel   for  castings.      Per  ton $7.63 

-ton' furnace  refining  molten  converter  steel  to  high  grade 

steel.      Per  ton 2.87 

r.-ton  furnace  refining  molten   converter  steel   to  high  grade 

steel.      Per   ton ^■'■' 

T-ton  furnace  refining  molten  converter  steel  to  high  grade 

steel.     Per  ton ^■"" 

7 -ton  furnace  refining  molten   converter  steel  to  high  grade 

rails.     Per  ton  ^--^ 
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ELECTRICAL   PRECIPITATION    OF   SMELTER 

FUME.' 

BY    E.    G.    COTTRELL. 

The  attempt  to  utilize  electric  current  for  the  pre- 
cipitation of  suspended  matter,  particularly  with  re- 
gard to  smoke  and  fumes,  dates  back  a  great  deal  fur- 
ther than  we  perhaps  realize.  The  first  suggestion  of 
its  use  that  I  have  been  able  to  find  was  in  1824.  when 
Hohlfeld.  in  Kastner's  .Archiv.  Naturl,  suggested  that 
by  the  use  of  static  electricity  smoke  might  be  precipi- 
tated. It  seems  then  to  have  dropped  out  of  sight  for 
a  quarter  of  a  century,  and  to  ha\'e  been  re-discovered 
and  re-proposed  by  Guitard  in  1850,  in  the  Mechanics' 
Magazine.  Here  again  it  was  simply  thrown  forward 
as  a  suggestion  ;  it  came  to  no  practical  application, 
and  lay  dormant  again  until  discovered  independently 
for  a  third  time  by  Sir  Oliver  Lodge  in  1884. 

Lodge  came  on  it  rather  indirectly.  He  was  work- 
ing on  the  effect  of  depositing  solids  on  cold  bodies, 
ir  you  take  a  cokl  rod  of  metal,  and  place  it  in  a  mass 
of  smoke,  and  then  look  along  the  rod,  you  can  see 
a  thin  clear  space  free  from  the  smoke,  surrounding 
the  rod.  The  explanation  that  Lodge  ofYered,  and 
which  has  been  substantiated  by  others,  is  that  we 
have  a  molecular  bombardment  of  particles;  that  is, 
the  cold  rod,  reducing  the  velocity  of  the  gas  mole- 
cules around  it,  gives  a  chance  to  the  more  heated 
si)aces  outside  to  allow  their  molecules  to  bombard 
thes-e  particles  at  a  higlicr  rate  than  the  cold  gas  mole- 
cules in  contact  with  the  rod.  In  studying  this  phe- 
nomenon and  the  general  sedimeniation  of  dust,  he  was 
led  to  trj'  the  effect  of  the  electrification  of  the  rods  as 
an  incident  of  the  work,  and  was  surprised  to  find  that 
the  smoke  and  \arious  fumes  cleared  up.  He  fol- 
lowed it  out  in  rather  more  extensive  detail,  and  pre- 
sented his  results  in  a  lecture  before  the  Manchester 
Section  of  the  Society  of  Chemical  Industry,  which 
was  later  published  in  the  journal  of  the  society. 

This  seems  to  have  been  tlie  first  incentive  to  a 
general  study  of  the  problem.  It  did  not  take  long  for 
the  practical  men  to  see  the  possibilities  in  the  work, 
and  in  the  next  few  years  it  was  taken  up  actively,  and 
the  first  patent  was  drawn  on  the  precipitation  of 
smoke  by  electrical  means.  This  initial  patent,  which 
claimed  the  application  of  electrical  charges  to  the  pre- 
cipitation of  suspended  matter  in  general,  was  taken 
by  .Alfred  Walker,  of  the  firm  of  Parker  &  ^^'alker, 
lead  smelters,  in  Lancashire,  and  was  carried  out  not 
only  on  paper,  as  many  patents  are,  but  was  embodied 
in  an  actual  installation.  The  W'imshurst  machine  had 
just  come  out  at  that  time,  and  great  things  were  ex- 
pected of  it.  It  is  rather  amusing  today  with  our  pres- 
ent knowledge  to  read  the  predictions  made  at  the  time 
that  the  Wimshurst,  being  so  perfectly  adapted  to 
commercial  operation,  was  undoubtedly  the  solution 
of  the  problem.  Two  large  machines,  with  plates  about 
five  feet  in  diameter,  were  constructed  for  this  pur- 
pose. The  installation  evidently  did  not  prove  a  suc- 
cess as  no  further  account  of  if  is  to  be  found.    . 

There  are  two  problems  which  stand  out  quite  dis- 
tinctly, one,  the  treatment  of  commercial  gases,  passing 

'Stenographic    report    of   talk    before   San    Francisco    Section 
A.   I.    E.    E..    March    24,    1911. 


through  flues,  in  which  they  must  be  handled  promptly 
before  discharge  into  the  atmosphere;  and  the  other 
to  which  Professor  Lodge  has  more  particularly  given 
his  attention — the  treatment  of  fog  and  smoke  in  the 
open,  particularly  fog,  where  3^ou  have  a  tremendously 
extended  mass  but  relatively  quiescent.  You  notice 
that  fogs  are  usuall}'  in  quiet  air,  and  the  idea  of  simplv 
agglomerating  the  suspended  particles  into  larger 
masses  and  then  allowing  them  to  settle  is  more  readilv 
applicable  to  fog  treatment  than  it  is  to  the  treatment 
of  industrial  flue  gases.  The  work  that  I  will  show 
you  this  evening  has  been  almost  entirely  confined 
to  the  second  problem,  that  is,  the  treatment  of  indus- 
trial gases,  so  what  I  have  to  say  must  be  taken  in 
that  sense,  and  not  as  relating  so  particularly  to  the 
treatment  of  fog  in  the  open.  In  the  latter  case  some 
very  interesting  work  seems  to  have  been  done  in  Eu- 
rope upon  the  effect  of  powerful  electromagnetic  waves 
in  causing  agglomeration  in  foggy  air,  but  very  little 
seems  to  have  been  published  as  yet,  probably  on  ac- 
count of  its  commercial  possibilities.  It  depends  more 
particularly  upon  sending  the  train  of  Hertzian  waves 
out  into  the  air,  and  in  that  way  producing  an  agglom- 
eration of  the  fog  particles  which  then  fall  as  rain. 
This  seems  rather  a  promising  direction  for  that  line 
of  work. 

That  same  treatment  does  not  apply  practically, 
as  far  as  we  have  been  able  to  determine,  to  the  treat- 
ment of  industrial  gases,  because  of  the  high  velocity 
here  encountered.  You  usually  have  to  treat  a  very 
large  volurne  of  gas  in  a  relatively  small  space,  both  of 
time  and  in  the  sense  of  area.  The  capacity  of  the 
flues  is  naturally  limited,  and  you  cannot  afford  to 
hold  the  gases  long,  and  you  must  treat  them  rapidly 
as  they  move. 

(The  speaker  then  exhibited  a  number  of  stere- 
opticon  views,  showing  various  installations  erected 
under  his  direction  for  the  treatment  of  rapidly  moving 
gases  in  large  flues  of  smelters  and  similar  establish- 
ments, and  showing  the  effect  of  the  apparatus  used, 
after  which  the  process  was  demonstrated  by  experi- 
ments). 


The  synthetic  ammonia  process  has  passed  from 
the  discoverers  to  the  Badische  Anilin  and  Soda- 
Fabrik,  of  Germany,  which  informs  the  Berlin  consul- 
ate general  that  the  process  is  only  in  the  experimental 
stage  and  that  there  is  no  immediate  prospect  of  syn- 
thetic ammonia  being  placed  upon  the  market.  Ac- 
cording to  a  local  technical  journal,  the  chemical  inertia 
of  nitrogen  toward  hydrogen,  which  has  heretofore 
been  an  insurmountable  obstacle  to  the  synthetic  pro- 
duction of  ammonia,  was  overcome  in  the  case  of  the 
Haber  process  by  high  pressure  applied  in  the  pres- 
ence of  catalytics.  A  mixture  of  the  cheapest  nitro- 
gen and  hydrogen  gases  in  the  proportion  of  i  to  3. 
with  uranium  powder  containing  carbon  added  as  a 
catalytic,  was  converted  into  ammonia  gas  (NH=) 
under  a  pressure  of  200  atmospheres  and  at  a  temper- 
ature of  500  degrees  C.  Only  about  8  per  cent  of  the 
gas  mixture  was  converted,  but  by  removing  the  am- 
monia gas,  either  by  liquefaction  or  by  means  of  j 
chemical  absorbent,  the  transforming  process  may 
l)e  made  continuous. 
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IMPROVEMENTS    IN    EFFICIENCY   OF   ELEC- 
TRIC LIGHTING  PROPERTIES  AND 
WHAT  THE  PUBLIC  GAINS 
THEREBY. ' 
Gain  to  the  public  through  improvcMiients  in  the 
efficiency  of  electric  lighting  properties  was  discussed 
and  demonstrated  by  W.  H.  Blood,  Jr.,  Tech.  '84-"8X. 
of  the  Stone  &  Wcb.ster  Engineering  Corporation,  Bos- 
ton.    At  the  present   time,  said   Mr.   Blood,   when   so 
much  is  being  said  about  "efficiency"  and  "scientific 
management."  and  when  the  public  service  corporation 
is  accused  of  being  "greedy"  and  "unscrupulous,"   it 
may  be  well  to  spend  a  few  moments  in  considering 
what  the  application  of  science  to  the  electric  lighting 
industry  has  accom])lished  and  to  what  extent  the  pub- 
lic has  been  benefitted  thereby. 

In  1888,  two  of  us.  for  our  thesis  work,  tested  the 
largest  dynamo  that  the  Institute  of  Technology  pos- 
sessed, and  found  the  highest  ratio  of  electrical  output 
to  mechanical  input  to  be  about  70  per  cent.  Today, 
machines  of  this  size  operate  at  about  85  per  cent, 
while  larger  units  give  efficiencies  of  95  or  even  as  high 
as  97  per  cent.  .Assuming  that  this  improvement  in 
efficiency  amounts  to  25  per  cent,  on  the  average 
(which  is  a  low  estimate),  it  would  mean  that  we  are 
today  saving  23  i^er  cent  of  the  fuel  which  we  should 
have  burned  had  there  been  no  imi)rovement  in  electri- 
cal efficiency  since  the  year  1888. 

Applying  this  figure  to  the  industry  as  a  whole 
and  basing  our*estimate  u])on  figures  given  in  the 
Census  Reports  on  the  cost  of  fuel  used  by  the  electric 
light  and  electric  railway  plants  in  the  United  States 
we  prove,  without  fear  of  contradiction,  that  our  elec- 
trical engineers  have  brought  about  the  conservation, 
for  future  generations,  of  some  $12,000,000  worth  of 
coal  per  year,  and  this  solely  on  account  of  a  single 
item — improvement  in  the  efficiency  of  electric  gener- 
ating machines. 

We  find,  on  looking  up  the  back  records,  that  in 
the  early  days  it  took,  as  a  rule,  ten  or  more  pounds  of 
coal  to  produce  one  kilowatt  hour.  In  many  modern 
stations  it  requires  only  three  pounds  of  coal  per  kilo- 
watt hour,  and  in  some  cases  even,  less  than  this.  This 
means  that  only  30  per  cent  as  much  coal  as  was  de- 
manded twenty  years  ago  is  now  needed  to  produce  a 
unit  of  electricity. 

What  effect  does  this  have  on  the  cost  of  elec- 
*^ricity?  Take  for  a  concrete  example  an  electric  ligh*: 
plant  of  5,000  kw.  capacity.  Its  first  cost,  including 
distributing  lines,  would  be  approximately  $1,250,000, 
and  under  ordinary  conditions  it  would  have  an  earn- 
ing power  of  about  $312,000.  The  operating  expenses, 
including  taxes  and  depreciation,  would  be,  say  65  per 
cent,  of  this,  or  $202,800,  which  would  leave  for  inter- 
est on  investment  and  reserves  -$109,200. 

Now  suppose  that  instead  of  having  a  power  sta- 
tion which  runs  on  three  pounds  of  coal  per  kilowatt 
hour,  it  was  like  those  in  operation  in   t888,  and  con- 

'Froni  a  paper  i)resentefl  befnrf  the  CnnKre.«s  of  Technnlogy 
at  the  Fifteenth  Anniversary  of  the  Granting  of  the  Charter 
of    the    Massacluisetts    In.^titute    of   Technology. 


sumed  ten  pounds  of  coal  per  kilowatt  hour.  With  the 
same  output  o\-er  300  per  cent  more  coal  would  be  re- 
quired; or,  instead  of  producing  a  return  of  8%  per 
cent  on  the  investment  (which  we  assume  is  the  same 
in  both  cases)  there  would  be  a  deficit  of  about  5  per 
cent,  or,  if  vou  please,  stating  the  results  in  another 
way,  while  the  company  has  been  making  systematic 
reductions  in  the  rates  from  15  cents  per  kilowatt 
hour  down  to  10  cents  per  kilowatt  hour,  its  stock- 
holders here  had  to  be  content  with  a  constant  and 
low  rate  of  retmrn  upon  their  investments.  If  you 
will  studv  the  records  of  the  electric  lighting  com- 
panies given  in  the  reports  of  the  Massachusetts  Gas 
and  Electric  Light  Commissioners,  you  will  find  that 
this  is  exactly  what  has  taken  place  in  this  State  at 
least. 

But  we  have  not  told  the  whole  story  yet.  The 
development  of  alternating  current  apparatus  has  en- 
abled the  electric  lighting  companies  to  distribute  their 
product  from  the  power  station  to  the  consumers  at  a 
much  less  cost  and  has  made  it  possible  to  transmit  it 
for  distances  which  were  not  dreamed  of  in  the  early 
days. 

High  voltage  transmission  has  further  enabled  us 
to  utilize  that  were  heretofore  useless  and  almost  inac- 
cessible waterfalls.  Without  this  development,  Los 
.\ngeles  would  be  forced  to  burn  thousands  of  barrels 
of  oil  each  day  instead  of  using  the  mountain  streams 
two  hundred  miles  away  for  making  her  streets  at 
r.ight  almost  as  brilliant  as  in  the  day.  But  for  this 
development  Seattle  would  not  be  able  to  utilize  the 
melting  snow  and  ice  from  the  glaciers  of  Mt.  Rainier 
to  operate  all  her  street  cars  and  other  public  utilities. 
Without  high  tension  alternating  current  apparatus, 
Niagara  power  could  not  be  transmitted  and  used  m 
the  Lake  cities  of  Canada,  or  in  Buffalo,  Syracuse  or 
Rochester.  The  utilization  of  Niagara  power  alone 
means  a  yearly  saving  of  at  least  2,500,000  tons  of 
coal,  or  the  conservation  of  $6,000,000  to  $7,000,000  of 
fuel  annually.  The  development  of  the  high  tension 
alternating  current  system  has  therefore  not  only  been 
the  means^of  reducing  the  cost  of  distributing  electric 
power  and  of  preventing  the  congestion  of  manufac- 
tories, but  has  also  been  a  great  factor  in  conserving 
our  natural  resources. 

Turn  now  to  the  apparatus  by  which  the  con- 
sumer transforms  the  electricity  delivered  to  him  into 
light,  heat  and  power.  Here  again  scientific  study  and 
research  have  done  much  to  increase  the  efficiency  of 
the  apparatus  used.  The  reduced  price  of  electricity 
by  itself,  therefore,  does  not  indicate  the  total  .saving 
of  the  consumer.  We  have  today  our  lamps  of  more 
than  100  per  cent  greater  efficiency  than  those  of  a 
few  years   ago. 

The  wonderful  advance  which  has  taken  place  in 
the  last  twenty  years  in  the  electric  lighting  industry 
has  been  due  to  the  combined  efforts  of  the  operatins: 
engineer  and  the  designing  engineer.  It  has  been  a 
Lrradual  and  steady  evolution  and  is  still  going  on.  The 
industry  itself  has  not  reaped  all  the  benefits,  for  while 
the  returns  on  electric  light  investments  have  been 
sure  they  have  not  been  as  large  as  the  dividends 
which  the  public  has  received  in  the  reduced  cost  of 
electric  light  and  power. 
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CHINESE  TELEPHONE  AND  TELEGRAPH 
SYSTEMS. 

(  )n  laiiuar\-  I,  i')'->').  tlu-ic  \vi-i\-  in  Tientsin  1,^04 
lele])iiiine  conncclicms,  of  wiiicli  53  were  extension  or 
private  lines,  4046  miles  of  cable  wire,  and  1853  miles  of 
open  wire.  After  that  date  the  telephone  administra- 
tion adopted  the  Chinese  calendar,  and  the  following 
official  returns  are  furnished:  End  of  12th  moon,  isl 
year  of  Hsuan  Tung  (February  13,  1910),  1518  sub- 
scribers, of  which  70  were  extension  or  private  lines, 
4468  miles  of  cable  wire,  and  2016  miles  of  open  wire, 
iind  of  10th  moon,  2d  year  of  Hsuan  Tung  (Decem- 
l)er  I,  lyioj,  1777  subscribers,  of  which  127  were  ex- 
tension or  private  lines.  The  wire  mileage  is  not  made 
up  until  the  end  of  the  Chinese  year. 

The  engineer  in  charge  of  the  Peking  Telephone 
Administration  furnishes  the  following  figures: 


NEW    INDICATING    AND    RECORDING    WEIR 
GAUGE. 

.\  v:dnalilc  (lc\  ice,  recently  designed  and  con- 
structed liy  K.  (..  .Manifold  and  C.  O.  Poole  of  Los 
Angeles,  Cal.,  is  illustrated  herewith.  This  apparatus 
is  constructed  with  a  float  operating  a  vertical  rack 
meshing  into  a  gear  of  proper  diameter,  and  operating 
a  cross  shaft  carrying  a  spiral  cajn,  from  which  the 
motion  of  the  recording  pencil  is  derived;  this  cam, 
which  is  almost  a  logarithmetic  spiral,  is  designed  to 
give  a  motion  to  the  pencil  proportional  to  the  flow  in 
second    feel   of   water  over   the   weir,   and   not   simi)ly 


Year. 


Subscribers 

connected 

to  office. 


190S     1.5G3 

laua    1,608 

isjIO    ■■     i.b:!3 


Sub.scribers 
waiting  for 
connection. 

7S4 
970 


aiileage 
of  wires. 

5,19s 

5,353 

12,819 


"From     HJ07 


The  engineer  further  says : 
stopped  connecting  subscribers,  as  our  switchboard 
capacity  was  not  sufficient,  unless  we  should  entirely 
change  the  switching  system.  In  the  summer  of  lyio 
we  commenced  extension  of  the  telephone  work,  in- 
stalling common  battery  multiple  switchboards  and 
laying  underground  cables.  This  work  is  still  going 
on." 

The  new  telephone  installation,  now  in  progress 
in  Peking,  will  cover  both  the  Tartar  and  the  Chinese 
city.  The  work  is  being  done  directly  by  the  Imperial 
Chinese  Telephone  Administration,  with  the  assist- 
ance of  two  specialists  sent  out  for  this  work  by  the 
Western  Electric  Co.,  of  New  York  and  London,  which 
furnishes  the  machinery  and  apparatus.  It  is  expected 
that  the  installation  will  be  completed  and  ready  for 
use  by  ^lay,  191 1.  The  system  is  known  as  the  com- 
mon battery  (magneto)  system,  which  has  been  in 
operation  in  the  United  States  for  more  than  12  years. 
Two  telephone  exchange  buildings  have  been 
erected.  The  first  is  a  large  foreign  edifice,  of  red 
brick,  on  the  Hatamen  Road,  and  the  second  is  in  the 
Chinese  city,  close  to  the  Tartar  city  wall.  Three 
thousantl  telephones  are  being  put  up,  but  the  plant 
will  admit  of  an  increase  to  12,000,  as  the  switchboards 
at  each  of  the  two  exchanges  have  a  capacity  of  6000 
telephones.  The  telephone  wires  have  been  laid  un- 
derground. This,  although  it  has  increased  the  initial 
outlay,  will  greatly  reduce  the  subsequent  cost  of 
maintenance,  as  no  damages  to  poles  or  wires,  caused 
by  gales,  etc.,  will  'have  to  be  reckoned  with. 

The  cables  are  of  lead  tubing  33.J  in.  in  diameter, 
and  contain  400  wires.  The  wires  are  wrapped  loosely 
in  paper,  the  function  of  the  paper  being  merely  to 
hold  the  wires  apart.  Tlu-  cables  are  laid  in  earth- 
enware pipes. 

All  the  foreign  subscribers'  numbers  will  be 
assembled  on  one  section  of  the  switchboard,  which 
will  be  in  charge  of  operators  who  understand  Eng- 
lish.    This  win  save  a  great  deal  of  time  and  worry. 


the  height  as  in  other  gauges;  the  recording  drum  is 
revolved  by  a  special  double  spring  clock,  of  strong 
design,  an(i  can  be  geared  to  register  daily  or  weekly 
readings;  in  addition  to  the  recording  drum  apparatus 
there  is  a  fixed  dial,  on  which  is  read  the  height  of 
the  walcr  and  the  corresponding  flow  at  any  time. 

.After  ))Utting  a  new  card  on  the  drum  the  thumb 
luU  on  top  is  loosened  and  hour  line  set  exactly,  there 
is  also  a  tangent  screw  for  raising  or  dejiressing  the 
pencil   to  correspond  with  indicated  flow. 

The  principal  advantage  of  this  style  of  gauge  is, 
tl'.at  the  card  taken  from  the  machine  may  be  computed 
bv  getting  the  area  with  a  planimeter  and  applying  a 
suitalde  constant. 


A  condensing  gas  stove  recently  perfected  in  Eng- 
land ])ro\i(lcs  that  the  fumes  from  the  Inirnt  gas  rise 
into  a  flat,  oblong  tank,  about  3  feet  long,  which  forms 
the  top  of  the  sto\-e.  Thence  they  are  conducted  by 
four  tubes,  also  about  3  feet  long,  down  to  a  similar 
tank,  which  constitutes  the  base.  This  tank  contains 
water  and  slaked  lime,  and  the  fumes,  cooled  by  their 
circulation  through  the  apparatus  and  Ijy  contact  with 
the  water,  pass  round  to  meet  the  hot  fumes  in  the 
flue  behind  the  burners.  The  result  is  rapid  conden- 
sation, with  production  of  a  vacuum,  which  causes  the 
draft  necessary  to  draw  air  into  the  fire.  The  water 
of  condensation  absorbs  the  carbonic  acid,  and,  trick- 
ling down  into  the  bottom  tank,  combines  with  the 
hnie,  I'orming  carbonate  of  lime,  which,  being  insolu- 
Isle,  is  precipitated.  As  the  slaked  lime  is  used  up,  the 
carbonic  acid  combines  with  the  carbonate  of  lime  to 
form  bicarbonate,  which  is  soluble,  and  the  solution, 
when  its  amount  becomes  excessive  through  the  con- 
stant additions  of  condensed  water,  is  drawn  oS  by  a 
small  tap 
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Pacific  Coast 

Electrical 

Convention 

while  the  technical 


The  |)ast  week  has  witnessed  two  national  con- 
Ncntions  (if  electrical  men  on  the  Pacific  Coast.  A 
representative  body  uf  the  busi- 
ness interests  assembled  at  the  Del 
.Monte  meeting  of  the  National 
Electrical  Jobbers'  Association, 
men  met  at  the  Los  Angeles  ses- 
sion of  the  .American  Institute  of  Electrical  Engineers. 
.Aside  from  the  value  of  the  papers  presented,  both 
conventions  were  distinguished  by  a  lavish  entertain- 
ment characteristic  of  Western  hospitality. 

Their  success  should  be  an  added  incentive  to 
like  meetings  of  other  national  organizations  in  the 
future,  especially  that  of  the  National  Electric  Light 
.\ssociation  for  which  Portland  is  the  claimant.  It  is 
no  more  than  logical,  also,  that  Seattle  be  the  scene 
I  if  the  next  Pacific  Coast  meeting  of  the  American  In- 
stitute of  Electrical  Engineers,  which  custom  was  in- 
augurated last  year  at  San  Francisco. 


.A  remarkable  similarity  in  operating  methods  of 
wiflely-separated  power  plants  is  exhibited  in  R.  J.  C. 
WDod's  abstract  treatise,  as  pub- 
Lessons  for  the  lished  in  this  issue,  and  Magnus 
Designer  T-    Crawford's    concrete    record   of 

the  Siioqualmie  Falls  operation,  as 
l>reseiuecl  at  the  Los  .Angeles  Institute  meeting.  They 
>!iould  be  of  value  not  only  to  operators,  but  particu- 
larly to  designers  who  are  too  prone  to  neglect  these 
fj'ctors.  Faultily-designed  apparatus  handicaps  the  ef- 
ficiency of  an  entire  system  and  can  be  avoided  only 
1  V  careful  study  of  the  conditions  under  which  the 
])lant   must  run. 

Power  plant  operators  Iiave  an  unwritten  law  to 
withhold  all  information  regarding  accidents,  inter- 
ruptions and  many  other  occurrences  which  would  be 
(f  interest  to  engineers  and  of  value  to  the  art  in  gen- 
eral. It  is  questionable  whether  such  reticence  ac- 
complishes its  intended  purpose,  for  insinuating  ru- 
mors usually  do  more  harm  than  a  frank  statement 
of  facts  upon  which  to  base  intelligent  action  to  obvi- 
ate repetition  of  like  disaster. 

As  a  motto  for  the  operating  engineer  and  as  a 
criterion  for  the  power  system,  ?ilr.  Wood  recommends 
"capability,  reliability,  flexibility  and  repairability," 
epigrammatic  though  not  etymologic  differentials  of 
;i1)ility.  .According  to  the  dictionary,  "ability  includes 
c\-erv  form  of  power,  capability  being  but  the  power 
to  receive  and  efficiency  but  the  power  to  do."  Ability 
i-  thus  seen  to  be  all  inclusive,  the  inte.gral  of  the 
e(|uation  of  success,  and  as  such  we  commend  it  to  the 
designer,  who  should  be  able  to  do  as  well  as  plan 
operating  methods. 


Noteworthy  among  the  papers  fit  the  Los  Angeles 
^e^sion  having  a  bearing  on  engineering  practice  in  the 
West  was  that  by  O.  H.  Ensign 
and  James  M.  Gaylord.  describing 
tlie  application  of  electricity  to  the 
I'liitcd  States  irrigation  projects  in 
the  Salt  River  basin  in  .Arizona  and  the  Minidoka  dis- 
trict in  Idaho.  In  the  arid  areas  of  the  West  the  devel- 
opment of  every  industry  except  mining  has  depended 
largely   upon   irrigation.    The    area    of    the    gravity- 
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irrigated  sections,  naturally  the  tirst  tu  be  developed 
during  the  past  fifty  years,  is  absurdly  small  in  com- 
parison with  the  total  which  needs  but  the  magic 
touch  of  water  to  become  productive.  Recently  thou- 
sands of  acres  ha\e  been  irrigated  by  gasoline  pump- 
ing from  wells,  but  this  ulc  has  necessarily  been  lim- 
ited. 

Since  the  commercial  use  of  transmitted  electric 
power,  several  large  hydroelectric  companies  have 
systematically  encouraged  electric  pumping  by  means 
of  a  campaign  of  education  as  to  its  advantages  to  the 
irrigator.  The  disadvantages  of  a  low  load  factor, 
small  units,  extensive  distributing  lines  and  delayed 
returns  on  a  large  investment  are  compensated  by  the 
ultimate  business  whose  eventual  success  is  as  in- 
evitable as  is  the  final  peopling  of  a  highly  productive 
but  virgin  country.  But  there  are  many  projects  of 
such  magnitude  as  to  make  their  financing  impossible 
for  a  private  company.  Several  of  these  have  been 
developed  by  the  government  after  careful  investiga- 
tion to  establish  standards  of  construction  and  cost. 
The  government  is  not  competing  with  companies  al- 
ready in  the  field,  but  has  left  the  more  promising  local- 
ities to  private  (ilevelopment.  Its  influence  has  been 
potent  in  educating  the  people  to  see  the  possibilities  of 
power  irrigation  and  to  materially  assist  further  devel- 
opment on  a  smaller  scale  in  other  sections. 


From  time  immemorial  coal  and  iron  have  been 
as  intimately  associated  as  bread  and  butter,  or  ham 

and  eggs.  The  smelting  of  iron  ore 
Electric  Iron  requires   an    intense   heat   in    a   re- 

Smelting  ducing       atmosphere      and      some 

means  of  supporting  and  separat- 
ing the  ore  particles.  Oil  fulfills  the  first  of  these  re- 
quirements, btit  fails  in  the  last.  Coal  or  coke  supplies 
them  all  in  cheap  form,  whereas  charcoal  is  expen- 
sive. As  a  result,  many  iron  deposits  have  not  been 
developed  simpl}^  because  coal  was  not  available  for 
their  treatment.  Recent  economies  in  the  generation 
of  electricity,  particularly  in  coalless  localities,  make 
it  a  cheap  heating  agent  for  smelting  iron,  copper  and 
zinc,  charcoal  or  other  carbonaceous  material  perform- 
ing the  combined  function  of  separator  and  reducer. 

For  this  purpose  three  types  of  furnaces  have 
been  developed — the  arc.  the  induction  and  the  re- 
sistance— with  decreasing  temperature  capabilities  in 
the  order  named.  As  the  arc  furnace  has  been  the 
most  extensively  tried  in  this  connection  its  limitations 
have  been  the  first  found,  the  most  serious  being  the 
excessive  cost  of  carbon  electrodes  and  the  uneven  heat 
distribution. 

These  faults  and  the  corresponding  advantages  of 
the  induction  furnace  are  detailed  in  C.  F.  Elwell's 
paper  in  this  issue  with  particular  reference  to  steel- 
making.  Though  Mr.  Elwell  has  had  some  little  prac- 
tical experience  with  the  arc  furnace  and  an  excellent 
opportunity  to  investigate  the  various  European  types, 
his  treatment  seems  somewhat  biased  in  favor  of  the 
induction  design.  Unfortunately,  few  local  engineers 
possessed  sufficient  information  to  meet  his  arguments 
at  the  Los  Angeles  meeting  of  the  Institute,  those  so 
equipped  being  hampered  bv  commercial  restrictions. 
After  much  experimenting  with  the  Heroult  arc  fur- 


nace at  its  plant  in  Shasta  County,  California,  the 
Xoble  Electric  Steel  Company  is  now  investigating  the 
induction  types.  Both  methods  have  been  successfully 
developed  in  Europe,  where  it  has  been  found  that  cir- 
cumstances alter  cases,  each  being  best  suited  for  cer- 
tain conditions. 

With  power  at  one-quarter  cent,  or  less,  per  kilo- 
watt hour,  the  electric  furnace  is  destined  to  become  a 
frjrmidable  rival  of  the  crucible  method  of  producing 
high-grade  steel,  because  it  is  cheaper.  Its  product  is 
equally  good,  and  far  superior  to  the  open-hearth  pro- 
cess. In  iron-making  its  greatest  field  lies  in  the  treat- 
ment of  low-grade  ores  whose  sulphur  and  phosphorus 
cannot  be  satisfactorily  eliminated  in  the  older  pro- 
cesses. Thus  in  time  electricity  and  iron  will  become 
as  closely  coupled  in  making  iron  as  they  now  are  in 
generating  electricity. 


Of  the  more  theoretical  papers,  that  in  which  Pro- 
fessor Harris  J.  Ryan  describes  his  power  diagram  in- 
dicator stands  foremost.     This  one 
Power  Diagram      instrument    makes     measurements 
Indicator  heretofore  possible  only  with  com- 

plicated switchboard  equipment 
and  delicate  laboratory  apparatus.  Its  "card"  bears 
much  the  same  relation  to  the  study  of  conditions  in  an 
electric  circuit  as  does  that  from  an  engine  indicator 
to  those  in  a  steam  cylinder. 

An  X-ray,  magnetically  focused  on  a  fluorescent 
screen,  is  passed  through  the  electrostatic  field  between 
lour  concentric  poles,  or  "quadrants,"  connected  re- 
spectively to  the  voltage  and  current  components  of 
the  powei  in  the  circuit  being  studied.  The  ray  is 
thereby  deflected,  and  in  rotating  traces  a  closed  dia- 
gram whose  area  is  proportional  to  the  energy  ver- 
tical displacement  to  the  pressure,  horizontal  move- 
m.ent  to  the  current,  and  whose  inclination  shows  the 
power  factor.  By  the  use  of  a  revolving  mirror  the 
wave-form  may  also  be  seen.  Furthermore,  in  the 
case  of  a  non-conductor  the  instrument  shows  the 
liysteresis  loss. 

In  its  present  form  it  is  merely  a  laboratory  in- 
strument, which  in  the  words  of  its  creator  "has  been 
found  satisfactory  for  the  study  of  high-tension  in- 
sulation and  insulators,  dielectric  losses  in  high-ten- 
sion transformers,  insulating  qualities  of  transformer 
oils  as  affected  by  moisture,  impurities,  etc.,  losses  in 
the  atmosphere  from  high-tension  lines,"  and  similar 
phenomena.  It  seems  possible  of  development  into  the 
more  compact  and  convenient  form  necessary  for  the 
practical  man. 


As  a  conserver,  the  engineer  has  been  far  more 
efll'ective  than  the  legislator.     The  one  utilizes  natural 

resources,  the  other  hoards  them ; 
The  Conserving  one  is  a  humanitarian  whose  efforts 
Engineer  are  compounded,  the  other  a  miser 

or  a  dog  in  the  manger.  This  is 
especially  true  of  our  unlimited  and  indestructible 
water  powers  which  are  being  bottled  up.  while 
other  irreplaceable  products  are  being  wastefully  de- 
stroyed for  purposes  to  which  hydraulic  energy  is  bet- 
ter adapted. 
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PERSONALS. 

C.  L.  Cory  niiule  :i  business  trip  to  Los  Angeles  durin?; 
I  lie  ijasl  week. 

C.  J.  York,  the  head  of  the  Downleville  Light  &.  Power 
Company,  arrived  at  San  Flancisco  last  Tuesday. 

H.  H.  Hoxie,  manager  of  the  Woodland  Electric  Works 
of  Woodland,  arrived  at  San  Francisco  last  Tuesday. 

Sidney  Sprout  and  A.  C.  Sprout  have  returned  to  San 
Francisco  after  a  Northern  California  tour  on  engineering 
business. 

Melville  Lacey,  manager  of  the  Hanford  Light  &  Pow(;r 
Company,  arrived  at  San  Francisco  last  Wednesday  from 
Hanford. 

Alexander  Rosborough,  one  of  the  owners  of  the  Siskiyou 
Light  &  Power  Company's  system,  was  a  recent  San  Fran- 
cisco visitor. 

F.  G.  Bauni,  of  F.  G.  Baum  &  Co.,  returned  last  week  to 
his  San  Francisco  office  from  an  important  business  trip  to 
New  York  City. 

A.  W.  Smith,  secretary  of  the  Sacramento  Valley  Power 
Company,  with  headquarters  at  Redding,  spent  last  Saturday 
at  San  Francisco. 

Wynn  Meredith,  Pacific  Coast  manager  of  Sanderson  & 
Porter,  left  last  Wednesday  for  a  three  weeks'  visit  to  the 
firm's  New  York  office. 

A.  E.  Ransom,  of  the  Seattle  office  of  the  Westinghouse 
Electric  &  Manufacturing  Company,  has  returned  to  Seattle 
Irom  a  short  trip  to  Calilornia. 

E.  P.  Colinan,  the  electrical  engineer  of  the  Tonopah- 
Belmont  Mining  Company,  arrived  at  San  Francisco  from 
Tonopah  during  the  past  week. 

Leon  M.  Hall,  of  Hall,  Demarest  &  Co.,  engineers,  spent 
a  few  days  last  week  at  Virginia  City,  Nev.,  among  his  o!d 
acquaintances  of  the  Comstock  Lode. 

W.  S.  Heger,  California  manager  for  the  AUis-Chalmers 
Company,  returned  to  San  Francisco  during  the  past  week 
after  a  visit  to  his  Los  Angeles  oft'ice. 

H.  C.  Stoddard,  who  Is  connected  with  the  Rogue  River 
Electric  Company  of  Medford,  Ore.,  left  San  Francisco  last 
Tuesday  and  returned  to  the  company's  plant. 

Darcy  A.  Lyon,  who  constructed  the  original  electric 
furnaces  for  the  Noble  Electric  Steel  Company,  at  Heroult, 
Cal.,  is  studying  electric  iron  smelting  methods  in  Europe. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Sw'itchboard  &  Supply  Company  of  Chicago,  returned  to  San 
Francisco  last  Saturday  after  a  tour  of  Oregon  and  Wash- 
ington. 

Charles  C.  Moore,  of  Charles  C.  Moore  &  Co.,  who  was 
recently  elected  president  of  the  Panama-Pacific  International 
Exposition  Company,  has  returned  to  San  Francisco  from 
New  Y'ork. 

T.  F.  Jack,  head  of  the  detail  and  supply  department  of 
the  Seattle  office  of  the  Westinghouse  Electpic  &  Manufac- 
turing Company,  died  April  15  from  pneumonia  complications. 
Though  but  32  years  of  age,  Mr.  Jack  had  already  earned  m 
high  position  and  gave  promise  of  a  most  successful  career, 
thus  prematurely  ended. 

W.  P.  Hammon,  head  of  the  California-Nevada  Power 
Company,  the  Mojave  Power  Company  and  other  important 
hydroelectric  corporations,  has  returned  to  California  after 
a  short  trip  to  New  York.  The  report  is  current  that  th-3 
business  that  he  was  occupied  with  had  to  do  with  the 
formation  of  a  large  oil  syndicate  in  which  English  and  Ameri- 
can capital  had  become  interested,  with  the  purpose  of  secur- 
ing wells  in  the  Coalinga  district. 


W.  F.  Kelly,  who  has  been  for  the  past  eight  years  gen- 
eral manager  of  the  Key  Route  system  and  for  thirteen  years 
at  the  head  of  the  Oakland  Traction  Consolidated,  has  volun- 
tarily sent  in  his  resignation,  effective  May  1.  His  successor 
lias  not  yet  been  announced,  but  it  is  more  than  probable  thai 
J.  Q.  Brown,  the  chief  engineer  of  the  entire  system,  will  be 
appointed  to  fill  the  vacancy.  He  has  had  years  of  experience 
with  these  lines,  and  is  familiar  with  all  of  the  details  of 
operation  and  maintenance. 


NATIONAL    ELECTRICAL    JOBBERS'    CONVENTION. 

The  first  Pacific  Coast  Convention  of  the  National  Elec- 
trical Supply  Jobbers'  Association  is  in  session  at  Del  Monte, 
California,  while  this  issue  is  on  the  press,  so  that  a  detailed 
account  cannot  be  given  until  next  week. 

The  San  Ftancisco  delegation,  sixty  strong,  were  the  first 
to  arrive  on  the  scene,  the  Eastern  and  Southern  representa- 
tives getting  in  late  Monday  night  after  a  hilarious  and  joyful 
transcontinental  trip.  Late  arrivals  are  still  straggling  along 
but  the  indications  are  sure  for  nearly  three  hundred,  includ- 
ing the  ladies. 

The  meeting,  though  ostensibly  for  the  purpose  of  dis- 
cussing business  matters,  has  developed  into  a  huge  junket- 
ing expedition,  with  every  facility  of  California's  finest  at  the 
disposal  of  the  participants.  The  jobbers  are  so  greatly  out- 
numbered by  the  ladies  and  the  manufacturers  that  business 
is  overshadowed  by  pleasure. 

Tuesday  morning's  meeting  was  devoted  to  roll-call,  after 
which  an  early  adjournment  was  taken  to  enjoy  the  surround- 
ings and  recover  from  the  effects  of  a  long  train  journey. 
Golf  practice  occupied  the  attention  of  aspirants  for  tourna- 
ment honors,  while  the  ladies  visited  Monterey  in  automo- 
biles. 

Tuesday  afternoon  the  party  were  the  guests  of  the  man- 
ufacturers in  an  automobile  trip  over  the  seventeen-mile  drive, 
refreshments  being  served  at  the  Pebble  Beach  Lodge.  From 
every  sign  the  convention  will  be  the  most  successful  held 
in  the  history  of  the  organization. 


PACIFIC   COAST  A.    I.    E.    E.    MEETING. 

The  second  annual  Pacific  Coast  meeting  of  the  Ameri- 
can Institute  of  Electrical  Engineers  opened  with  an  unex- 
pectedly large  attendance  on  Tuesday,  April  25th,  at  the  Hotel 
-Alexandria  in  Los  Angeles,  and  is  in  session  as  we  go  to 
liress. 

On  Tuesday  morning  Mayor  Alexander  of  Los  Angeles 
w  elcomed  the  visiting  engineers  and  offered  them  the  city's 
utmost  hospitality.  The  ladies  in  the  party  were  taken  to 
Casa  Verdugo  in  automobiles,  where  luncheon  was  served. 
The  technical  sessions  at  10  a.  m.  and  2  p.  m.  were  devoted 
to  hearing  and  discussing  several  papers  of  which  more 
extended  notice  w'ill  be  given  in  our  next  issue. 

Late  in  the  afterncon  adjournment  was  taken  in  order 
that  a  trolley  trip  be  taken  to  Redondo,  where  dinner  was 
served,  after  the  new  steam  turbine  plant  of  the  Pacific  Light 
i-.   Power  Company  had  been  inspected. 


TRADE    NOTES. 

The  Cutler-Hammer  Manufacturing  Company  have  moved 
their  Chicago  offices  from  the  Monadnock  Block  to  more 
spacious  quarters  in  the  People's  Gas  Building,  122  South 
Michigan  Boulevard. 

The  Pelton  Water  Wheel  Company  has  sold  to  the 
Rogue  River  Electric  Power  Company  a  400  h.p.  impulse 
wheel  to  be  direct  connected  to  the  generator,  which  is  to 
supply  current  for  use  in  the  construction  of  their  new 
hydroelectric  plant  on  the  Rogue  River,  30  miles  above  the 
present  installation. 
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989,828.  Liquid-Hydrocarbon  Furnace.  .Julius  H.  Becker, 
San  Francisco,  Cal.,  assignor  of  one-half  to  J.  H.  King,  Oak- 
land, Cal.  A  liquid-hydrocarbon  furnace  comprising  a  shell 
inclosing  a  combustion  chamber,  said  shell  having  in  one  of 
its  sides  a  door-controlled  opening  and  in  its  opposite  side 
a  flame  exit;  a  removable  firing  plate  in  the  lower  portion 
of  the  chamber,  of  dimensions  adapting  it  to  be  inserted  and 


removed  through  the  door-opening;  a  flue  depending  from  the 
top  of  the  shell  into  the  combustion  chamber  and  spaced  from 
the  walls  thereof,  said  flue  opening  out  above  through  the 
tcp  of  the  shell  and  opening  out  below  over  and  spaced  from 
the  firing  plate;  spaced  arches  springing  from  the  shell  walls 
and  supporting  the  lower  end  of  the  flue;  and  means  for  de- 
livering the  liquid  fuel  into  said  flue  so  that  it  will  fall  and 
spatter  upon  said  plate. 

990,206.  Fo-t-Warming  Attachment  for  Electrottiertnal 
Garments.  Phyllis  E.  Charles,  Portland,  Ore.  Filed  Oct.  12, 
I'JIO.  The  combination  with  a  source  of  electrical  energy,  and 
with  a  garment  wired  with  a  circuit  for  the  diffusion  there- 
through of  electrical  currents — of  a  contact  block  fixed  to  the 
fabric   of   said    garment    and    receiving    the   terminals    of   its 


circuit  wires, — a  detachable  contact  block  or  plug  and  flexible 
electrical  connections  therewith, — and  separable  foot-wraps, 
or  boots,  wired  also  with  circuits  for  the  diffusion  therethrouo-h 
of  electrical  currents,  such  ciroiits  having  their  terminals  in 
said  detachable  block  or  plug,  whereby  a  common  current  may 
be  directed  through  the  body  and  feet  of  the  user. 

989,745.  Hydrocarbon-Oil  Burner.  Fi-ed  Wissinger  and 
William  E.  Wilkinson,  Portland,  Ore.  A  hydrocarbon  burner 
comprising  a  casing  having  a  double  truncated  tube  spaced 
from  the  walls  of  said  casing,  the  truncated  portions  of  the 
tube  meeting  at  approximately  the  center  to  provide  a  choke, 
the  space  surrounding  the  tube  forming  a  generating  cham- 
ber, the  said  casing  having  two  extensions  connected  by  a  web 
having  an  opening,  one  of  said  extensions  having  an  opening 
v.'hich  communicates  with  the  generating  chamber  to  supply 
fuel  thereto,  the  other  said  extension  and  the  web  having  a 
duct  which  communicates  with  the  generating  chamber  and 
the  opening  in  the  web,  a  valve  casing  fitting  In  the  opening  in 


the  web  and  formed  with  a  perforation  which  registers  with  the 
duct,  said  web  and  the  inner  end  of  the  valve  casing  being 
spaced  from  the  end  of  the  truncated  tube  to  admit  air  to  the 


latter,  a  needle  valve  operating  in  the  valve  casing,  and  a 
tubular  extension  on  the  casing  in  line  with  the  double  trun- 
cated tube,  said  tubular  extension  having  a  series  of  openings 
for  the  admission  of  air  to  tlie  vapor. 

989,960.  Electrical  Crematory.  Lawson  H.  Giddings,  Pas- 
adena, Cal.  -An  electrical  crematory  comprising  a  retort  com- 
|)cs('d  of  Ijricks  in  staggered  courses  forming  open  grooves. 


electrical  resistances  in  the  grooves,  said  resistance  being  ex- 
licsed  to  the  interior  of  the  retort,  and  hangers  of  heat-resisting 
material  extending  between  the  bricks  and  into  the  grooves 
to  sup|)ort  the  resistances. 

990,125.  Bill-Delivery  Mechanism  for  Meters.  Richard  W. 
Gallagher,  San  Francisco,  Cal.,  assignor  to  Automatic  Billing 
Company,  Los  Angeles,  Cal.  In  an  apparatus  of  the  charac- 
ter described,  the  combustion,  with  meter  gearing,  of  a  re- 
cording wheel,  a  gear  wheel  for  intermittently  advancing  said 


recording  wheel,  means  for  moving  the  recording  wheel  bodily 
to  take  a  record  therefrom,  an  operative  connection  between 
said  gear  wheel  and  gearing,  inoperative  when  the  wheel  has 
been  so  moved  and  means  adapted  to  be  brought  into  operative 
connection  with  said  gear  wheel  when  the  latter  is  out  of  oper- 
ative connection  with  the  gearing  to  turn  said  wheels  to  zero. 
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NEW  OIL  BREAK  SWITCHES. 

The  modern  tendency  in  the  electrical  field  has  been 
towards  the  use  of  apparatus  of  larger  and  larger  capacities. 
This  has  necessitated  the  development  of  devices  capable  of 
opening  large  currents  at  high  voltages  without  introducing 
disturbing  effects  on  the  system.  Since  the  oil  break  switch 
is  the  only  known  commercial  device  which  will  accomplish 
this,  a  discussion  of  a  new  form  which  the  General  Electric 
Company  has  recently  developed  to  meet  requirements  in  mod- 
ern large  capacity  stations  employing  voltages  from  22,000  to 
110,000,  will  be  of  interest. 

The  body  of  the  switch  consists  of  a  heavy  boiler  iron 
tank.  This  contains  the  oil  and  also  supports  the  switch 
leads  and  operating  parts.  The  tank  rests  directly  on  the 
floor  and  no  cells  or  barriers  are  required.  The  switch  is 
built  in  single-pole  elements;  i.  e.,  a  three-pole  switch  con- 
sists of  three  elements,  each  element  constituting  a  cell  in 
itself.  This  reduces  the  floor  space  necessary  and  obviates 
the  cost  of  constructing  cells  to  contain  the  switch. 


face.  The  bushings  after  assembly  are  filled  with  special 
insulating  compound  of  high  dielectric  strength. 

The  design  of  the  contacts  Is  such  that  on  rupturing  the 
circuit  the  arc  always  takes  place  on  the  upper  extremity  of 
the  moving  contact  and  on  the  flared  portion  of  the  stationary 
(.ne,  so  that  the  actual  current  carrying  contact  surfaces  are 
always  protected.  At  rated  loads  the  switches  have  a  low 
temperature  rise,  in  no  case  exceeding  28  degrees  Centigrade. 

The  switches  can  be  operated  by  hand,  by  a  solenoid 
mechanism  requiring  a  direct  current  source  of  power,  or  by 
a  diaphragm  mechanism  using  compressed  air,  and  are  ar- 
ranged for  either  non-automatic  or  automatic  operation  on 
overload.  The  weight  of  the  moving  parts  is  counterbalanced 
by    adjustable    tension    springs,    so    that    the    switches    close 


Single  element  of  Form  K  15.  IfWamp..  UU.OOO  v. 
oil  break  switch,  solenoid-operated 


K-10,  300  ampere,  45,000  volt  oil  break  switeli.  hand- 
operated  with  series  relay  meeliaiiical   trip. 


In  general  the  construction  of  these  switches  is  similar 
to  that  of  the  other  Form  K  oil  break  switches  made  by  tho 
General  Electric  Company,  in  that  they  have  a  vertical  motion 
of  the  contact  rods  and  a  double  break  for  each  circuit.  When 
the  switches  are  opened  the  contact  blades  move  rapidly  down- 
ward, opening  the  circuit  in  oil.  The  switchef' have  ample  air 
space  above  the  oil  and  are  suitably  vented  to  prevent  oil 
from  being  thrown  out  when  the  switches  are  opened  on  ex- 
treme overload  or  short  circuit. 

With  the  exception  of  some  of  the  lower  voltages,  where 
cne-piece  porcelain  bushings  are  used,  all  bushings  are  of  the 
built-up  type,  similar  to  those  which  have  been  successfully 
used  for  some  time  on  the  General  Electric  4.5,000-volt  oil 
break  switch  and  on  high  voltage  transformers.  The  built-up 
bushings  have  porcelain  ends,  intermediate  rings  of  com.- 
pound  with  treated  fibre  washers  between  the  latter.  The 
washers  are  of  large  diameter  and  increase  the  creepage  sur- 


easily  and  open  without  excessive  ,iar.  The  different  kinds 
of  operating  mechanisms  are  as  follows: 

The  hand  mechanism  consists  of  a  handle  or  operating 
lever  mounted  on  a  panel  or  other  suitable  support.  In  clos- 
ing the  switch  the  lever  moves  through  an  arc  of  180  degrees. 
It  has  a  very  powerful  toggle  which  exerts  the  maximum 
power  at  the  end  of  the  stroke  and  makes  it  possible  to  close 
the  switch  contacts  under  heavy  spring  pressure.  On  all  non- 
automatic  mechanisms,  provision  is  made  for  adding  overload 
protection  at  any  time  without  difficulty.  The  mechanism  for 
overload  operation  has  a  trip  free  from  the  handle  feature  so 
that  the  switch  cannot  be  held  closed  on  overload  or  short 
circuit. 

For  solenoid  operation  the  operating  handle,  bell  cranks 
and  pipe  connections  are  replaced  by  one  or  more  solenoid 
mechanisms,  each  of  the  latter  being  provided  with  a  large 
coil  to  close  the  switch  and  a  small  coil  to  trip  it.    A  control 
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relaj^  is  used  to  close  and  to  open  the  closing  coil  circuir,  the 
control  switch  thus  having  to  handle  the  small  current  of  the 
control  relay  coil  only.  The  trip  coil  of  the  solenoid  operated 
switch  is  energized  by  a  hand  operated  control  switch  or  by 
an  overload  circuit  closing  relay  when  used.  Solenoids  are 
made  for  use  on  125,  250  and  650  volts  direct  current. 

For  remote  control,  where  a  convenient  source  of  direct 
current  for  operating  the  switch  is  not  available,  air  operated 
mechanism  can  be  used. 

To  provide  for  the  automatic  protection  of  apparatus, 
under  abnormal  conditions  of  overload  or  short  circuit,  two 
methods,  by  series  relays  (series  relay  trip)  or  by  current 
transformers  (current  transformer  trip),  are  commonlj'  em- 
ployed. A  selection  between  them  and  the  various  com- 
binations under  each  depend  upon  the  conditions  of  opera- 
tion in  the  particular  case  as  well  as  upon  the  cost  of  installa- 
tion. 


.Single   element  of  Form   K-15.    100  ampere,    110,000  v.. 
oi!    break    switch,    pneumatically-operated. 

Series  relays  are  similar  to  standard  switchboard  relays 
with  or  without  bellows  attachment  for  instantaneous  or  time 
limit  operation  respectively.  They  are  all  single-pole,  and 
each  is  mounted  on  a  post  insulator.  The  post  insulator  Is 
clamped  to  a  base  which  may  be  mounted  on  clie  side  wall 
of  the  station  or  to  a  support  directly  above  the  switch.  The 
relays  are  connected  in  series  with  the  line,  one  or  more 
being  used  according  to  the  system  employed. 

Series  overload  relays  with  mechanical  trip  with  or  with 
out  the  inverse  time  limit  feature  are  used  with  hand  operated 
switches  where  a  convenient  source  of  direct  current  for  trip- 
ping is  not  available.  The  relay  mechanism  acts  directly 
through  a  treated  wooden  rod  and  tripping  shaft  upon  a  small 
auxiliary  toggle  which  releases  the  main  switch  toggle  and 
opens  the  oil  switch. 

The  series  overload  relay  with  electrical  trip  is  similar 
to  the  ones  just  described  except  that  the  wooden  connecting 
rod  actuates  a  small  switch  and  closes  an  electrical  circuit 
through  a  trip  coil  which  in  turn  opens  the  oil  switch.  This 
method  of  tripping  is  used  with  solenoid  operated  switches. 
It  may  also  be  used  with  the  air  operated  switches,  being 
connected  in  a  manner  similar  to  that  just  described,  except 
that  low  tension  alternating  current  is  used  to  actuate  an 
electrically  operated  air  control  valve. 

High  voltage  current  transformers  when  accurate  and  rt- 
liable,  are  more  expensive  than  series  relays,  and  are  there- 


fore seldom  used  for  tripping  switches  except  when  it  is  nec- 
essary to  use  the  current  transformers  with  wattmeters,  watt- 
hour  meters,  or  reverse  current  relays.  In  general,  the  opera- 
tion of  these  switches  by  means  of  current  transformers  is  the 
same  as  with  lower  voltage  apparatus  using  standard  switch- 
board relaj's,  and  varies  only  in  the  combinations  for  the  dif- 
ferent operating  mechanism. 

When  current  transformer  trip  is  used  with  hand  operat- 
ing mechanism  for  "K-10"  and  "K-IS"  switches,  it  is  necessary 
to  have  a  trip  coil  on  the  oil  switch  mechanism.  Provision 
ftr  this  is  made  so  that  it  may  be  added  at  any  time  without 
difficulty.  With  direct  current  trip,  a  single  direct  current 
coil  is  used.  With  alternating  current,  a  similar  coil  or  coils 
are  used. 

When  current  transformer  trip  is  used  with  solenoid  ope- 
rated mechanism,  direct  current  is  available  and  circuit  clos- 
ing relays  are  used  connected  in  parallel  with  the  opening 
side  of  the  control  switch  and  the  tripping  coil  of  the  solenoid 
mechanism. 

When  current  transformer  trip  is  used  with  air  operated 
mechanism,  it  is  customary  to  have  the  trip  coil  on  the  switch 
mechanism.  Circuit  opening  relays  are  used  with  a  single 
trip  coil  in  the  secondary  of  the  current  transformers  and 
intirely  separate  from  the  alternating  current  control  circuit 
for  the  electrically  operated  control  valve. 

Automatic  operation  on  reversal  of  current  is  obtained 
l)y  the  use  of  reverse  current  relays  in  the  secondary  of  cur- 
rent transformers  and  combinations  are  similar  to  those  de- 
scribed under  current  transformer  trip. 

The  "K-10"  switch  is  used  on  systems  with  voltages  of 
from  22,000  to  110,000  volts  on  which  the  combined  normal  en 
<  rgy  delivered  to  the  bus  is  not  greater  than  20,000  kilowatts. 
The  "K-15"  oil  switch  is  used  on  systems  with  voltages  of 
from  70,000  to  110,000  volts  on  which  the  combined  normal 
energy  delivered  to  the  bus  is  not  greater  than  50,000  kilo- 
watts. 


TRANSMITTERS    AND    RECEIVERS    IN    THE    MAKING. 

The  average  telephone  user  gives  very  little  thought  to 
the  why  and  wherefore  of  the  transmitter  and  leceiver.  He 
thinks  of  the  telephone  as  a  national  and  personal  convenience, 
but  seldom  has  any  conception  of  what  the  instrument  really 
is.  To  get  the  wide  range  of  notes  from  a  stringed  musical 
instrument  a  large  number  of  vibrating  strings  are  necessary. 
How  much  more  wonderful  then  are  the  little  telephone 
transmitter  and  receiver  with  their  single  vibrating  diaphragm. 
These  instruments  receive  and  transmit  the  human  voice  over 
miles  of  wire  under  a  multitude  of  conditions.  Not  only  will 
they  transmit  and  receive  the  comparatively  few  notes  of  a 
piano,  but  they  will  reproduce  the  individual  characteristics  of 
the  human  voice  over  great  distances. 

The  manufacture,  inspection  and  testing  of  these  instru- 
ments forms  an  interesting  story,  and  the  accompanying 
illustrations  show  some  of  the  processes  involved. 

Some  idea  of  the  magnitude  of  this  branch  of  the  tele- 
phone making  industry  may  be  had  from  the  statement  that 
over  one  million  pair  of  transmitters  and  receivers  were 
manufactured  during  1910  by  the  Western  Electric  Company 
alone.  In  producing  this  great  number  of  instruments  fifteen 
hundred  tons  of  brass,  three  hundred  tons  of  steel  and  at 
least  two  hundred  tons  of  rubber  and  other  raw  materials,  in- 
cluding thirty-five  million  screws,  were  consumed.  All  of  this 
apparatus  was  made  in  the  big  factory  fronting  on  West 
Street,  New  York  City,  which  ranks  second  only  to  the  im- 
mense Hawthorne  works  of  the  same  company. 

The   Transmitter. 

The   transmitter   is   one   of   the   most   delicate   pieces   of 

apparatus   on   the   commercial   market.     Several  of   its   parts 

must   be    held    to    such    close   dimensions    that   the   Western 

Electric  Company  was  confronted  with  the  problem  of  making 
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not  only  the  telephone  instruments  but  much  of  the  necessar.v 
testing  apparatus  and  measuring  instruments.  Such  instru- 
ments as  those  used  to  measure  the  thickness  of  the  mica, 
which  is  held  to  within  three  ten-thousandths  of  an  inch,  were 
made  in  the  company's  own  shops.  It  is  interesting  to  note 
that  in  order  to  secure  mica  that  can  be  cleaved  to  such 
small  dimensions  it  is  found  necessary  to  import  it  from  India 
and  that  because  of  the  difficulty  met  with  in  separating  even 
this  selected  mica  into  exactly  the  right  dimensions  fully  80 
per  cent  is  rejected. 


Testing  tlie  Transmitters. 

Another  important  operation  is  the  manufacture  of  the 
carbon  granules  contained  in  the  transmitter  button.  These 
granules  must  have  exactly  the  right  degree  of  hardness, 
otherwise  the  tone  of  the  transmitter  will  be  affected.  They 
must  be  of  uniform  size,  otherwise  the  transmitter  would  have 
a  tendency  to  pack,  and,  in  addition,  just  the  right  amount  of 
carbon  granules  must  be  used.  The  carbon  is  measured  in  a 
cup  having  a  steel  cut-off,  which  insures  the  correct  volume. 
In  order  to  see  that  the  carbon  is  running  with  the  right  ra- 
tio of  weight  to  volume  a  certain  percentage  of  the  buttons 
are  weighed  by  means  of  a  delicate  balance  and  a  close  check 
is  kept  on  them. 

The  front  and  back  electrodes  are  also  made  of  carbon. 
Each  Is  as  highly  polished  as  a  steel  mirror  and  each  one 
must  have  just  the  proper  degree  of  hardness,  otherwise 
pitting  would  result  from  the  passing  currents,  which  would 
affect  the  transmission  and  might  result  in  packing. 

Testing. 

It  testing  most  telephone  apparatus,  such  as  generators, 
drops,  relays,  etc.,  it  is  possible  to  measure  their  efficiency 
in  concrete  terms  and  with  practically  no  human  factor  enter- 
ing into  the  results  of  the  tests.  Since  the  primary  function 
of  a  transmitter  is  to  transmit  the  human  voice,  it  becomes 
necessarv  in  testing  their  efficiency  to  make  use  of  the  human 
voice,  and  thus  the  human  element  enters.  The  volume  and 
articulation  test  is  made  over  a  circuit  line  which  is  the 
equivalent  of  an  actual  line  two  hundred  miles  in  length.  The 
operator  standing  at  the  receiving  end  signals  back  to  the  man 
testing  the  transmitter,  telling  him  whether  the  volume  and 
the  articulation  is  satisfactory.  In  order  to  eliminate  careless- 
ness as  far  as  possible  from  this  test  the  inspectors  do  the 
talking  and  receiving  in  pairs.  In  the  morning  one  does  the 
talking  while  the  other  is  receiving,  and  in  the  afternoon  the 
operation  is  reversed.  By  long  training  at  this  work  these 
men  are  able  to  pick  out  a  variation  in  efficiency  to  a  fraction 
of  one  per  cent.  Any  transmitter  that  does  not  measure  to  the 
standard  transmitter  must  go  back  for  readjustment. 

Besides  the  transmission   test,  the  transmitters  must  also 
survive  what  is  known  as  the  mechanical  Inspection,  which 


includes  a  minute,  detailed  inspection  of  every  one  of  the  piece 
parts  going  to  make  up  a  section  of  the  Instrument,  each  group 
of  parts  as  assembled,  and  finally  the  completed  instrument. 

The  Receiver. 
The  receiver  is  another  delicate  piece  of  electrical  appa- 
ratus and  successfully  to  manufacture  it  requires  special 
machinery  and  skilled  labor.  The  steel  from  which  the  mag- 
nets are  made  must  be  carefully  chosen  and  then  comes  the 
proper  tempering  and  magnetizing  of  it.    Formerly  skilled  men 


Final     Inspection    of    Tran.smitters. 

were  employed  to  determine  when  the  steel  was  heated  to  just 
the  proper  temperature  for  emersion,  but  after  years  of 
experiment  a  way  was  devised  and  placed  into  effect  by  which 
"human  error"  was  eliminated.  Today  the  temperature  of  the 
iinnealing  furnaces  is  kept  at  a  pre-determined  uniform  heat 
by  means  of  an  electrical  indicator.  By  placing  the  steel  in 
the  furnace  for  a  prescribed  time  the  exact  conditions  for 
producing  the  fine  degree  of  temper  are  obtained. 


Final    Inspection    ot    Receivers. 

Another  important  member  of  a  receiver  is  the  vibrating 
diaphragm,  whose  thickness  must  be  held  to  within  two 
thousandths  of  an  inch.  The  space  between  the  ends  of  the 
pole  pieces  and  the  diaphragm  must  be  held  to  a  dimension  as 
close  as  .015  in.,  for  any  greater  dimension  would  decrease 
the  efficiency  of  the  receiver,  and  any  less  dimension  would 
make  the  instrument  so  delicate  that  hard  usage  would  put 
it  out  of  commission. 

The  receivers  are  given  the  same  rigid  talking  and  me- 
chanical tests  as  those  given  to  the  transmitters  mentioned 
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above.  Maximum  efficiency  over  the  longest  possible  perio*l 
of  service  both  in  the  transmitter  and  receiver  is  the  result 
of  the  pains  taken  by  the  company  in  the  manufacture  of  this 
apparatus. 


THE  LARGEST  REINFORCED  CONCRETE  FACTORY  IN 
PHILADELPHIA. 

It  has  just  been  announced  that  The  Electric  Storage 
Battery  Company  at  19th  Street  and  Allegheny  Avenue  has 
closed  a  contract  for  the  design  and  construction  of  a  new  re- 
inforced concrete  building  which  will  be  the  largest  manufac- 
turing building  of  this  type  in  the  city.  This  addition  to  its 
present  plant  will  be  a  building  approximately  300  ft.  long 
by  115  ft.  wide,  six  stories  high,  with  a  one  story  triangular 
extension  about  80  ft.  by  120  ft.  These  buildings  will  be 
constructed  by  the  patented  system  of  mushroom  reinforced 
concrete  construction  and  will  be  designed  to  meet  the  par- 
ticular demands  of  this  company. 

The  demand  for  storage  batteries  of  this  company's  manu- 
facture has  increased  to  such  an  extent  that  it  has  been  neces- 
sary  to  provide  additional   manufacturing   facilities   at  once. 

The  Electric  Storage  Battery  Company  has  recently  closed 
contracts  with  many  of  the  large  electric  lighting  companies 
for  enormous  "Exide"  storage  batteries  for  emergency  service, 
and  these  large  orders  together  with  the  enormous  demand 
recently  made  upon  the  company  for  the  "Exide"  and  the  new 
"Ironclad-Exide"  electric  vehicle  batteries  have  greatly  in- 
creased the  business  of  the  company. 

These  new  buildings  will  be  of  the  most  up  to  date  design, 
strictly  fire-proof,  will  be  provided  with  the  most  modern 
machinery  and  the  best  facilities  for  the  convenience  of  its 
employees.  The  construction  of  these  buildings  is  to  start  at 
once  to  be  completed  during  the  Fall  and  will  give  employ- 
ment to  a  large  additional  force  of  workmen. 


HIGH     TENSION     ELECTROSTATIC     VOLTMETER. 

For  the  measurement  of  high  potentials,  of  25,000  volts  or 
more,  the  common  practice  is  to  use  voltmeters  operating  on 
the  electrostatic  principle.  The  current  required  to  operate 
an  electromagnetic  voltmeter  would  at  high  pressures  require 
a  kilowatt  or  more  of  energy,  while  a  voltage  transformer  to 


Pittsburg,  Pa.,  contains  several  unique  features  not  found  in 
any  previous  types.  These  features  tend  to  make  the  instru- 
ment entirely  free  from  the  influence  of  exterior  static  fields 
and  provide  ample  insulation  for  voltages  as  high  as  200,000 
or  more  without  adding  greatly  to  the  size  of  the  device. 

The  mechanism  consists  of  a  condenser  type  of  terminal 
and  a  measuring  condenser  element  mounted  in  a  sheet  iron 
tank  with  cast  iron  cover.  The  current  carrying  parts  are 
immersed  in  oil,  which  allows  the  instrument  to  be  compact 
by  increasing  the  dielectric  strength  between  the  measuring 
surfaces,  and  also  acts  as  a  damper  and  produces  dead  beat 
readings. 

The  terminal  consists  of  concentric  alternate  insulating 
and  conducting  layers,  which  form  In  effect  a  large  number  of 
condenser  in  series.  The  moving  element,  which  is  in  paral- 
lel with  several  condensers  at  the  grounded  end  of  the  series, 
consists  of  two  closed  cylinders  carried  on  opposite  ends  of 
a  cross  beam  hung  by  a  glass  shaft  from  a  special  ball  bear- 
ing. The  cylinders  move  between  two  curved  plates  one  at- 
tached to  the  tank  and  the  other  to  an  outer  layer  of  the  ter- 
minal. 

When  the  core  of  the  condenser  type  terminal  is  con- 
nected to  one  side  of  the  high  tension  circuit,  and  the  tank 
is  connected  to  the  other  side,  grounded,  the  total  difference 
of  potential  is  divided  up  among  the  various  condensers  in 
series,  and  charges  of  opposite  polarity,  proportional  to  the 
voltage,  are  induced  on  adjacent  faces.  Each  cylinder  of  the 
moving  element  is  charged  oppositely  to  the  curved  plate 
nearest  to  it,  and  an  attraction  exists  between  the  charges 
on  the  cylinders  and  on  the  plates,  which  tends  to  cause  rota- 
tion of  the  moving  element.  This  rotation  is  opposed  by  a 
spiral  spring  so  that  the  defliection  is  a  function  of  the  charge 
and  consequently  of  the  voltage.  The  deflection  is  Indicated 
by  a  pointer  can-ied  by  the  shaft  and  read  on  a  horizontal 
scale.  The  scale  is  provided  with  a  mirror  to  prevent  paral- 
lax, and  reads  both  in  volts  and  in  proportional  divisions. 

By  short  circuiting  layers  of  the  condenser  terminal,  a 
higher  difference  of  potential  exists  across  the  remaining 
condensers,  and  the  deflection  is  correspondingly  increased 
for  low  voltage.  Provision  is  made  for  reading  full  scale  at 
one-half  and  one-quarter  voltage;  the  necessary  connections 
being  made  without  opening  the  case. 

The  use  of  the  Westinghouse  condenser  type  terminal 
makes  a  very  compact  instrument.  A  200,000  volt  meter,  for 
instance,  is  ?,  ft.  in  diameter  and  Z  ft.  high,  and  the  terminal 
projects  6.3  inches  above  the  cover  of  the  case. 


reduce  the  voltage  on  the  meter  to  a  safe  value  would  be  ex- 
cessively large  to  secure  the  proper  insulation.  An  electro- 
static voltmeter,  on  the  other  hand,  consumes  practically  no 
power,  and  its  construction  can  be  made  more  simple  than 
that  of  a  voltage  transformer  for  high  voltage. 

The     latest    type     of     electrostatic     voltmeter,     recently 
brought  out  by  the  Westinghouse  Electric  &  Mfg.  Company, 


NEW  CATALOGUES. 

In  Bulletin  No.  4816,  recently  issued  by  the  General  Elec- 
tric Company,  is  described  a  new  running  light  telltale  board 
placed  upon  the  market  by  this  company,  which  affords  a  reli- 
able means  of  indicating  whether  or  not  the  running  lanterns 
of  an  electrically  lighted  vessel  are  lighted. 

The  General  Electric  Company  has  just  issued  Bulletin 
R  3038,  entitled  "Electricity  on  the  Farm."  The  bulletin  is 
divided  into  brief  chapters,  each  covering  a  specific  use  for 
electricity  on  the  farm,  the  various  descriptions  of  motor 
applications  being  accompanied  by  illustrations  of  electrically 
operated  farm  machinery  in  actual  service.  The  section  cov- 
ering barn  and  field  machinery  includes  description  and 
illustrations  of  motor  operated  hay  hoist,  ensilage  cutter, 
thresher,  grist  mill  machinery,  etc.,  while  the  chapter  on 
electric  drive  for  dairy  apparatus  shows  the  use  of  motor 
driven  vacuum  pumps  for  the  operation  of  vacuum  milking 
and  cattle  cleaning  outfits,  motor  driven  separators  and 
churns.  Other  chapters  deal  with  electrically  operated  re- 
frigerating plants  to  meet  the  requirements  of  the  average 
farm,  the  application  of  motor  drive  and  auxiliary  electrical 
devices  in  the  farm  workshop,  and  the  possibilities  of  electric 
haulage  for  farm  products. 
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INCORPORATIONS. 
SAN   FRANCISCO,  CAL.— The  Sacramento-Sierra   Power 
&  Water  Company  has  been  incorporated  by  C.  0.  Chapman, 
C.  L.  Barsotti,  John  Muldoon,  Dudley   Smith  and  C.  J.  Lan- 
caster, with  a  capital  stock  of  $2,500,000. 


FINANCIAL. 
SANTA  BARBARA,  CAL.— The  Santa  Barbara  Gas  & 
Electric  Company  has  decided  to  ask  the  stockholders  to 
ratify  a  proposition  to  put  out  a  bond  issue  of  $1,000,000,  the 
measure  being  voted  at  the  directors'  meeting  held  in  this  city 
last  week.  The  new  bonds  will  bear  6  per  cent  interest,  and 
the  plan  is  to  substitute  them  for  the  5  per  cent  issue  of  the 
same  amount  which  it  has  been  found  difficult  to  float.  The 
bonded  indebtedness  of  the  company  will  not  be  increased  by 
the  recent  action,  but  a  more  attractive  bond  to  investors  will 
be  offered.  At  the  present  time  $680,000  of  the  5  per  cent? 
are  held  as  security  for  loans,  there  being  no  direct  sale  for 
them.  All  these  5  per  cent  bonds  will  be  called  in  as  soon  as 
the  new  issue  is  on  the  market. 


ILLUMINATION. 
HAKI<:R  CITY,  ORE.— The  bond  issue  of  $2.5,000  for  the 
construction  of  an  electric  power  plant  has  been  passed. 

PORTOLA,  CAL.~The  Portola  Lumber  Company  is  to 
IJiovide  the  first  electric  lights  and  power  to  Portola. 

SEATTLE,  WASH.— Bids  have  been  rejected  and  will  be 
leadvertised  for  an  electric  chassis  for  the  lighting  depart- 
ment. 

SANTA  ROSA,  CAL.— The  Sebastopol  Light  &  Power  Com- 
jiany  has  petitioned  the  Superior  Court  for  permission  to  dis- 
solve its  corporate  existence. 

VICTORIA,  B.  C. — Hutchinson  Bros,  have  secured  the  con- 
tiact  for  the  installation  of  the  electrical  system  for  the  clus- 
ter lights  on  Fort  street,  to  cost  $1400. 

SALEM,  ORE.— The  Board  of  Trade  will  hold  a  meeting 
for  the  purpose  of  deciding  the  question  of  installing  cluster 
lights  on  the  streets. 

ROSEBITRG,  ORE.— The  City  Council  has  granted  to  W. 
F.  Hoardman  &  Co.,  of  San  Francisco,  a  50-year  franchise  on 
the  streets  and  alleys  of  Roseburg  for  gas  purposes. 

EUGENE,  ORE. — Alvin  Myers,  engineer,  Eugene,  Oregon, 
has  just  completed  construction  of  a  municipal  electric  light 
plant  for  his  city  at  Waterville,  costing  approximately  $200,000. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  has  de- 
nied the  application  of  the  Southern  California  Gas  Company 
ior  a  blanket  franchise  covering  Los  Angeles  County. 

WALLA  WALLA,  WASH.— The  Pacific  Power  &  Light 
Company  announces  that  work  will  be  started  immediately 
on  the  construction  of  a  transmission  line  from  this  place 
to  Dayton,  to  cost  about  $50,000. 

PASCO.  WASH.— Plans  have  been  completed  by  the 
Pacific  Power  &  Light  Company  for  the  construction  of  a  new 
Itower  and  switching  station;  work  will  commence  about 
.Tune   1. 

RICHMOND,  CAL.— The  Oakland  Gas  Company,  which 
supplies  Richmond,  has  reduced  its  rate  from  $1.50  to  $1.25 
per  1000.  The  company  will  at  once  take  steps  for  the  bet- 
terment of  its  service  and  the  extension  of  the  mains  to  all 
parts  of  the  city. 


LEVVISTON,  IDAHO.— The  Lewiston-Clarkston  Improve- 
ment Company  plans  to  inaugurate  a  development  of  electric 
power  in  the  Lewiston-Clarkston  project,  which  will  result  in 
the  early  construction  of  an  electric  railway. 

MONTESANO,  WASH— An  election  will  be  held  here 
this  month  to  decide  the  question  of  purchasing  the  plant  of 
the  Mcntesano  Water  &  Light  Company.  The  proposed  issue 
will  call  for  $125,000. 

PASCO,  WASH.— An  election  will  be  held  to  decide  on  a 
$50,000  bond  issue,  $30,000  to  be  used  for  the  purchase  of  the 
city  water  plant  from  the  Pacific  Power  &  Light  Company, 
and  $20,000  for  other  improvements. 

NORTH  YAKIMA,  WASH.— City  Engineer  Doolittle  has 
presented  an  estimate  of  $250,000  for  the  construction  of  the 
liroposed  new  municipal  light  and  power  plant.  The  complete 
plants  for  the  proposed  system  will  be  completed  by  June  1. 

CLAREMONT,  CAL.— The  City  Council  has  passed  an  ordi- 
nance granting  to  the  Pacific  Light  &  Power  Company  a  fran- 
chise for  a  period  of  50  years  to  erect  poles,  etc.,  along  Mills 
avenue  from  N.  First  to  the  north  city  limits. 

SEATTLE,  WASH.— The  offer  of  P.  H.  Hebb  of  Tacoma 
to  sell  his  White  River  property  as-  a  power  site  to  the  city 
of  Seattle  has  been  turned  down.  The  purchase  price  is  con- 
sidered too  high. 

HAWTHORNE,  CAL.— At  an  election  held  here  to  vote 
on  the  question  of  establishing  a  lighting  district  to  give 
Hawthorne  street  lights,  the  proposition  carried  by  a  large 
majority.     The  Supervisors  will  advertise  for  bids. 

TACOMA,  WASH. -The  Tacoma  Gas  Light  &  Power  Com- 
l)any,  owners  of  patents  for  producing  illuminating  gas  from 
garbage,  has  applied  to  the  municipal  commissioners  for  fran- 
chises that  will  enable  It  to  put  In  a  system  equal  in  capacity 
to  the  city's  present  coke  gas  supply  system. 

MONROE,  WASH.— The  Everett  Gas  Company  has  de- 
cided to  extend  its  gas  mains  to  Monroe.  Application  for  a 
franchise  will  be  made  at  once  to  the  City  Council.  The 
lighting  company  will  put  up  a  two-story  cement  or  brick 
building  for  office  purposes  and  as  a  transformer  station, 
making  an  investment  of  about  $30,000. 

WaLLOWS,  CAL. — Fast  work  is  being  done  on  the  Wil- 
lows gas  plant  of  the  Northern  California  Power  Company. 
More  than  a  mile  of  mains  have  been  laid  and  the  remaining 
four  miles  will  be  put  down  within  the  next  four  weeks.  Gas 
i.«  promised  by  June  1.  It  will  be  sold  to  private  consumers 
at    $1.50   the  1000  cubic  feet. 

WALLOWA,  ORE.— The  McCully-Rumble  Power  Company 
plans  to  develop  1000  h.  p.  on  a  newly  acquired  power  site  on 
the  Wallowa  River  20  miles  below  this  place.  Among  the 
plans  of  the  new  company  Is  to  purchase  all  franchises  In  this 
and  L^nion  counties  to  supply  electricity  for  power  to  all  rural 
districts  in  this  vicinity  and  to  furnish  light  and  power  be- 
tween Joseph  and  La  Grande. 

BAKERSFIELD,  CAL.— A.  E.  Wishon,  assistant  general 
manager  of  the  San  Joaquin  Light  &  Power  Company,  an- 
nounces a  reduction  of  25  per  cent  In  all  electricity  charges 
effective  in  July.  Mr.  Wishon  says:  "July  1  we  will  have 
power  from  our  new  generating  plant  at  Crane  Valley,  Into 
Bakersfield,  and  this  will  enable  us  to  furnish  electricity  to 
all  consumers  cheaper  than  we  are  doing  now,  and  accord- 
ingly our  charges  for  the  same  will  be  reduced.  The  reduc- 
tion is  general  and  all  users  of  electricity  will  benefit  by  it." 
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NEWPORT,  WASH. — Arraugemeuts  have  been  completed 
for  the  establishment  of  a  line  from  the  Newport  sub-station 
of  the  Northern  Idaho  &  Montana  Power  Company  to  Priest 
river,  and  the  necessary  equiijment  for  same  has  been  ordered. 
The  proijosed  line  will  carry  11,511(1  volts  and  will  furnish 
I'riest  River  with  lights. 

TACOMA,  WASH.— George  Milton  Savage  of  Nisqually 
Construction  Company,  Savage-Scofield  building,  announces 
that  warrants  in  the  sum  of  $1,074,938.74  issued  against  the 
light  and  water  fund  to  pay  Hans  Pedersen,  a  Seattle  con- 
tractor, for  constructing  the  second  unit  of  the  municipal 
hydroelectric  plant  at  Nisqually  River,  have  been  successfully 
disposed  of  to  Eastern  investors. 

NORTH  YAKIMA,  WASH.— H.  .1.  Doolittle,  city  engineer 
of  North  Yakima,  has  made  a  thorough  study  of  the  prelimi- 
nary plans  for  the  iiropcsed  municipal  light  and  power  plant, 
and  states  that  he  will  be  able  to  furnish  light  and  power 
t(  the  consumers  at  a  much  lower  rate  than  that  charged 
by  the  company  now  furnishing  light  to  the  city.  Mr.  Doo- 
little will  present  complete  plans  to  the  council  on  .Tune  5  for 
the  plant  which  will  cost  $250,000. 

SACRAMENTO,  CAL. — Governor  Johnson  has  signed  an 
Assembly  bill  compelling  gas  companies,  electrical  companies 
and  other  concerns  engaged  in  the  business  of  furnishing  heat 
oi  such  things  to  sell  those  commodities  to  persons  desirin.g 
tliem.  The  measure  provides  that  in  case  of  refusal  the  appli- 
cant, after  ten  days,  shall  be  entitled  to  collect  $.50  from  the 
company  and  the  sum  of  $5  per  day  for  each  day  thereafter 
fiiat  the  gas,  electricity  or  heat  is  denied. 

MARYSVILLE,  CAL. — Paul  Downing,  the  engineer  of  elec- 
trical constructi'on  of  the  Pacific  Gas  &  Electric  Company, 
states  that  the  present  flume  and  ditch  system  carrying  water 
for  eight  miles  around  the  sides  of  a  mountain  to  reach  the 
Colgate  plant  east  of  here  is  to  be  abandoned.  Instead  a  big 
tunnel  will  be  pushed  through  the  mountain.  Another  im- 
provement to  be  made  is  the  substitution  of  steel  towers  for 
the  present  poles  on  the  main  transmission  lines  from  Col- 
gate to  San  FYancisco  Bay. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Gas  &  Electric 
Company  was  assessed  illegally  when  the  County  Assessor 
taxed  it  doubly  in  1908  for  a  city  street  franchise  as  a  pen- 
alty tor  its  not  paying  that  tax  in  1907,  according  to  a  decis- 
ion rendered  by  Judge  Wilbur  in  the  suit  against  the  county. 
The  court  held  that  the  franchise  under  the  State  law  which 
was  taxed  included  the  rights  of  the  corporation  to  use  the 
city  streets,  and  the  County  Assessor  had  no  right  to  assess 
the  corporation  for  its  street  franchise.  The  corporation  was 
assessed  in  1907  for  both  the  State  and  city  franchise,  but 
later  had  the  latter  assessment  canceled.  In  1908  the  Assessor 
taxed  them  doubly,  claiming  that  the  tax  the  year  before  had 
been  evaded.  The  corporation  i)aid  under  protest  and  then 
proceeded  to  bring  suit. 

LOS  ANGELES,  CAL.— The  first  step  in  the  city's  plan  to 
organize  a  power  and  light  bureau  for  the  purpose  of  devel- 
oping the  electrical  energy  along  the  line  of  the  aqueduct 
and  constructing  the  plants  for  generating  and  distributing 
the  light  and  power  derived  therefrom  has  been  taken  by 
Mayor  Alexander.  He  has  sent  to  the  public  service  com- 
niission,  a  communication  urging  the  immediate  organization 
of  the  bureau  and  the  development  of  the  resources  that 
belong  to  the  city.  Mayor  Alexander  points  out  tour  separate 
propositions  which  the  commission  might  undertake,  embody- 
ing four  distinct  places  along  the  aqueduct  where  power  may 
be  developed.  These  are  San  Francisquito  No.  2,  San  Fran- 
cisquito  No.  1,  San  Fernando  and  Halwee.  The  amount  of 
electrical  energy  that  could  be  derived  at  these  four  places  is, 
respectively,  as  follows:  32,000,  60,000,  9000  and  10,000  h.p. 
The  respective  cost  would  be  as  follows:  $2,300,000,  $3,300,000, 
$750,000  and  $1,500,000. 


TRANSMISSION. 

GREENVILLE,  CAL.— President  O.  C.  Pratt  of  the  Indian 
Valley  Power  Company,  with  Mr.  Lang  of  Stockton,  have 
inspected  the  local  electric  light  plant  and  are  considering 
plans  fur  the  extension  and  enlargement  of  the  present  in- 
stallation. 

RENO,  NEV.— The  Truckee  River  General  Electric  Com 
pany  is  seeking  a  right  of  way  for  a  high-tension  power  line 
from  its  new  plant  near  Verdi  to  Virginia  City  and  has  com- 
menced a  condemnation  suit  in  the  District  Court  to  secur"- 
the  possession  of  the  same.  The  suit  has  been  filed  against 
Botholomeo  Chilleri. 

JACKSON,  CAL. — Announcement  is  made  here  that  the 
Sierra  Blue  Lakes  Power  Company  has  decided  on  a  location 
for  its  dam  to  be  constructed  to  form  a  reservoir  in  the  valley 
below  the  mouth  of  Blue  Creek.  The  dam,  it  is  stated,  will 
be  erected  at  a  point  a  mile  and  a  half  below  the  mouth  of 
Blue  Creek.  It  is  proposed  to  make  it  800  feet  high.  The 
reservoir  will  be  the  entire  valley  at  the  mouth  of  Blue  Creel;. 

ORO^'ILLE.  CAL. — Leo  Van  der  Naillen  will  resign  as 
manaser  of  the  Oro  Water,  Light  &  Power  Company  to  accept 
the  position  of  general  manager  of  a  power  company  with  a 
capitalization  of  $10,000,000,  which  will  be  incorporated  by  the 
l>rincipal  stockholders  of  the  local  company.  The  new  com- 
jiany  will  carry  power  to  San  Francisco  and  Sacramento. 
The  new  company  of  which  Van  der  Naillen  will  be  general 
manager  will  be  incorporated  for  the  purpose  of  developing 
the  power  proposition  in  Plumas  County  now  owned  by  stock- 
holders of  the  Oro  Water,  Light  &  Power  Company,  among 
whom  are  J.  W.  Goodwin,  Luther  Holton  and  James  K.  Moffitt. 
well-known  financiers  of  San  Francisco. 


TRANSPORTATION. 
HANFORD,  CAL.— The  Hanford  &  Summit  Lake  Railway 
Company  will  soon  begin  construction  work  on  extending  its 
line  to  Jamison,  Cal. 

FRESNO,  CAL. — About  half  the  Sunnyside  car  line  has 
been  reconstructed  by  the  Fresno  Traction  Company,  whicli 
began  the  work  ten  days  ago. 

CHICO,  CAL. — The  Northern  Electric  Company  has  ap- 
jilied  to  the  City  Beard  of  Trustees  for  a  franchise  to  put 
down  double  tracks  on  Main  street. 

CENTRALIA,  WASH. — An  ordinance  has  been  introduced 
in  the  Chehalis  Council  providing  for  a  franchise  for  the  new 
Chehalis  &  Cowlitz  Railway,  to  run  50  years. 

FRESNO,  CAL. — The  Supervisors  have  passed  an  ordi- 
nance granting  to  the  Summit  Lake  Interurban  Railway  Com- 
pany a  franchise  in  the  county  of  Fresno. 

SEATTLE,  WASH.— L.  G.  Gray,  a  Seattle  shipping  man, 
and  associates  are  seeking  rights  of  way  tor  an  electric  rail- 
v,ay  line  through  Bremerton,  Charleston,  Port  Orchard,  Union 
City,  Sheltan  and  Clifton  to  Grays  Harbor. 

LOS  ANGELES,  CAL.— J.  B.  Rowray  has  resigned  as 
superintendent  of  the  northern  division  of  the  Pacific  Electric 
Railway  Company  to  become  superintendent  of  the  Northern 
Electric  Railway,  with  headquarters  at  Chico.  The  change 
will  become  effective  May  1. 

ALAMEDA,  CAL,— Industrial  Agent  F.  W.  Hoover  of  the 
Southern  Pacific  Company  announced  yesterday  that  the  Ala- 
meda electric  service  on  the  south  side  line  would  start 
promptly  on  June  1,  as  announced  some  time  ago  by  the 
Southern  Pacific  head  officials.  The  north  side  of  the  loop 
will  not  be  given  an  electric  train  service  until  the  Oakland 
side  of  the  present  steam  horse-shoe  route  is  made  over  into 
a  part  of  the  electric  system. 
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HELENA,  MONT.  — It  has  l)een  announced  by  J.  H.  White, 
manager  of  the  Helena  Light  &  Railway  Company,  that  bonds 
in  the  sum  of  $J(»O.0O(i  for  the  purpcse  of  double  tracking  the 
line  from  this  city  to  the  fair  ground  will  be  placed  on  the 
market. 

SEBASTOPOL,  CAL.— Hon.  John  D.  Connolly  has  started 
a  petition  to  the  magnates  of  the  Northwestern  Pacific  Rail- 
way Company  to  have  the  third  rail  extended  from  Monte  Rio 
up  to  Camp  Meeker  and  Occidental  and  a  standard  gauge 
train  service  operated  thereon. 

SAN  RAFAEL,  CAL. — Work  will  soon  be  commenced  on 
the  building  of  the  electric  road  from  Petaluma  to  a  landing 
on  the  bay  near  Marin  Islands  east  of  San  Rafael.  The  road 
is  to  come  by  way  of  Novato  and  will  reach  the  bay  through 
the  valley  just  beyond  the  Towne  ranch — this  side  of  McNear's 
point. 

WENATCHEE,  WASH.— L.  W.  Pratt,  president  National 
Realty  Company,  Bankers  Trust  Building,  Tacoma,  has  asked 
for  franchises  for  a  street  car  system  here  and  for  a  line  to 
Leavenworth  and  Cashmere.  He  will  bring  Sound  capitalists 
representing  $20,000,000  to  Wenatchee  the  coming  week  to 
look  over  the  project  he  is  endeavoring  to  promote. 

GLENDALE,  CAL.— The  Pacific  Electric-  Railway  Com- 
pany has  asked  for  a  franchise  for  one  track  between  Glendale 
and  Burbank.  The  right  of  way  will  be  wide  enough  for  two 
tracks,  however,  and  will  be  graded  for  a  double  immediately, 
but  only  only  track  will  be  rushed  to  completion.  The  cost 
is  estimated  at  $222,000,  and  the  line  should  be  finished  in 
three  months. 

PATEROS,  WASH.— O.  A.  Hoag,  real  estate  man,  has 
applied  to  the  commissioners  of  Chelan  county  for  a  fifty-year 
franchise  giving  him  and  his  associates  the  right  to  occupy 
a  portion  of  the  road  between  Chelan  and  Wenatchee  and  be- 
tween Chelan  and  the  boundary  line  of  Okanogan  county  with 
an  electric  transmission  line  for  lights  and  pow-er  and  with  an 
electric  railroad. 

VALLEJO,  CAL.— Crews  of  the  Vallejo  &  Northern  Rail- 
way Company  have  been  placed  at  work  between  this  city  and 
Suisun  and  the  new  line  to  be  built  between  Vallejo  and  Sac- 
ramento will  be  ready  for  use  when  the  new  bridge  across 
the  Sacramento  River  at  Sacramento  is  completed.  The  rail- 
road is  being  constructed  of  the  heaviest  type  of  rails.  Work 
on  the  bridge  is  expected  to  be  finished  by  August. 

SAN  FRANCISCO,  CAL.— Electrification  of  the  lines  be- 
tween San  Francisco  and  San  Jose  is  planned  by  the  South- 
ern Pacific.  This  is  a  part  of  the  announced  plan  to  estab- 
lish a  four-track  line  between  this  city  and  Redwood  City 
with  a  possibility  that  the  four  tracks  will  be  extended  as 
far  as  San  Jose.  However,  plans  for  the  immediate  future 
have  in  contemplation  only  the  extra  tracking  and  the  elec- 
trification of  the  line  between  here  and  points  on  the  penin- 
sula "vhere  the  passenger  traffic  has  increased  so  rapidly. 

SAN  JOSE,  CAL.— The  first  big  construction  plan  for  local 
electric  railroads  under  Southern  Pacific  ownership  will  be  a 
loop  line  of  15  miles  connecting  Alum  Rclk  Park,  Berryessa 
and  this  city.  This  is  announced  by  F.  E.  Chapin,  general 
manager  of  the  local  lines.  The  line  will  be  double  tracked 
and  standard  gauged,  and  will,  it  is  certain,  go  into  the  park 
via  the  present  narrow  .gau.ge  route  to  the  mouth  of  the  can- 
yon. From  Alum  Rock  back  to  the  city  it  will  go  further 
northward,  tapjiing  the  Berryessa  orchard  region,  and  will 
be  in  a  position  to  be  a  direct  competitor  in  local  service  over 
five  or  ten  miles  of  the  route,  which  the  United  Properties 
must  take  to  enter  this  city  from  the  Oakland  side  of  the 
bay.  The  cost  of  the  proposed  new  route  is  estimated  at 
between  $500,000  and  $600,000. 


TELEPHONE   AND   TELEGRAPH. 
MOUNT  VER>JON,  WASH.— The  City  Council  is  planning 
to  order  all  telephone,  i)ower  and  light  wires  underground  in 
the  business  district. 

PORT  HILL,  IDAHO.— Representatives  of  the  Bell  Tele- 
phone Company  are  working  in  this  vicinity  to  secure  sub- 
scriptions to  warrant  the  extension  of  a  telephone  line  to 
Port  Hill  from  Bonners  Ferry,  to  cost  $1500. 

SANDPOINT,  IDAHO.— J.  E.  Barton,  superintendent  of 
the  Pend  Oreille  forest  reserve,  has  received  word  from  the 
forestry  department  that  the  Pend  Oreille  forest  will  be 
allotted  $5500  this  year  for  improvements.  A  telephone 
service  will  be  established  and  a  trail  road  built. 

TACOMA,  WASH.— The  Home  Telephone  Company  of 
Puget  Sound,  W.  D.  Tyler,  receiver,  Home  Telephone  Build- 
itg,  will  install  local  systems  and  connecting  lines  on  roads 
between  same  in  Fleet,  Custer,  Clinton,  Lake  Steilacoom  Park, 
Interlaken,  Lakewood,  Lake  Grove,  American  Lake  and  Ameri- 
can Lake  additions  to  Lake  City,  at  an  estimated  cost  of 
$«0,000. 


WATERWORKS. 

RELLINGHAM,  WASH.— A  petition  has  been  presented 
for  the  extension  of  water  mains  and  the  placing  of  fire 
hydrants  on   Electric  avenue;    cost  about  $4000. 

BAKER  CITY,  ORE.— At  an  election  here  the  following 
bond  issues  were  passed  by  the  voters:  The  sum  of  $90,000 
for  water  system  repairs,  $25,000  for  a  new  reservoir  and  $45,- 
000  for  paying  intersections. 

ELGIN,  ORE. — The  water  commissioner  of  the  city  has 
employed  J.  R.  Thompson,  301  Couch  building,  Portland,  to 
superintend  the  improvement  of  the  water  system  of  this 
place;   cost  to  be  about  $10,000. 

BELLINGHAM,  WASH.— The  petition  presented  by  the 
people  on  Electric  avenue  for  the  expenditure  of  about  $3700 
for  the  installation  of  water  mains  has  been  accepted  by  the 
vrater  board  and  costruction  will  start  soon. 

SANTA  MONICA,  CAL.— R.  H.  Dow,  F.  D.  Butzer,  C.  A. 
Stils  and  others  have  taken  desert  claims  in  Inyo  county  and 
are  organizing  the  Rose  Spring  Valley  Water  Company  to 
develop  artesian  wells  on  its  holdings. 

OLYMPIA,  WASH.— The  new  Northern  Hospital  for  the 
Insane  at  Sedro-Woolley  will  have  a  water  system  costing 
about  $20,000,  with  a  double  reservoir  plant,  having  a  storage 
capacity  in  excess  of  700,000  gallons.  The  State  Board  of  Con- 
tiol  announced  that  Josiah  H.  Moore,  of  Seattle,  has  just  com- 
pleted the  plans  for  this  plant,  the  contracts  on  which  will 
be  awarded  within  a  short  time. 

SAUSALITO,  CAL. — Congressman  William  Kent  is  mak- 
ing preparations  to  install  a  water  system  at  Willow  Camp. 
His  private  secretary,  J.  E.  Webb,  has  'filed  on  the  waters  in 
steep  canyon,  and  in  a  short  time  a  contract  will  be  let  for 
building  a  concrete  reservoir  in  the  ravine.  A  pipe  line  sev- 
eral miles  in  length,  will  be  run  from  the  reservoir  to  the 
new  hotel  site,  and  a  distributing  plant  will  be  installed 
through  the  district. 

BERKELEY,  CAL.— Action  has  been  deferred  on  the 
water  rate  question  until  May  9  in  order  that  the  City  CounciJ 
may  determine  the  value  of  the  property  owned  by  the  water 
corporation,  with  a  view  to  learning  if  returns  on  the  invest- 
ment at  the  present  rates  will  not  warrant  a  reduction.  Man- 
ager C.  L.  Maloney  of  the  People's  Water  Company,  has  pre- 
sented a  report  to  the  Council  showing  gross  profits  to  the 
company  of  $98,537.89  for  last  year's  business  on  a  total  val- 
uation of  the  system  of  $2,574,087.48  equal  to  3  92/100  per 
cent  profit  on  the  investment.  The  receipts  for  the  year 
were  $255,115  and  the  expenditures  $156,577.11. 
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NATIONAL  ELECTRICAL  JOBBERS'  CONVENTION 


Xever  in  the  history  of  the  old  Santa  Fe  did  a 
twelve-coach  train  leave  the  depot  of  the  little  village 
nf  Chicago  carrying  brighter  light  than  the  "Electrical 
Jobbers'  Special"  that  left  April  i8th  on  its  way  to 
the  big  country  west  of  the  Rockies.  One  hundred 
and   sixty-five   men   and   women,   men   whose   sterling 


its  editor,  in  fact  what  Cudir.ore  was  not  on  that  trip 
would  be  easier  to  describe  than  what  he  was.  From 
the  rear  platform  of  the  observation  car  to  the  smoke 
from  the  engine,  the  party  ruled  supreme.  Why  men- 
tion individual  names.  Turner,  Hemingray,  Patton, 
Skeel.    Billy     Low,    Downs,   it's   the   same   old    story; 
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worth  was  outshone  only  by  the  lustre  of  the  beauti- 
ful women,  whose  wit  and  gaiety  was  in  comparison 
as  the  flaming  arc  is  to  the  miniature  carbon.  If  we 
were  to  say  Mesdames  Low,  Merrill.  Hill,  Sibley,  Page, 
Cudmore,  it  would  simply  mean  "Mrs.  Everyone  Else" 
that   were   leaders   among  the   ladies. 

That  preparation  had  been  made  before  leaving 
for  a  good  time  would  hardly  be  questioned  when  the 
next  morning  at  Kansas  City,  the  party  received  their 
first   "Daily   Shock."     Cudmore,   the    inimitable,   was 


each  one  of  the  entire  party  did  his  or  her  part  and  did 
il  well.  There  was  but  one  complaint  that  was  heard 
from  Chicago  to  Monterey;  one  prominent  lady  said: 
"The  only  objection  that  I  can  find  with  this  trip  is 
that  we  haven't  had  a  scrap  since  we  left  Chicago." 

A  chronological  history  of  the  occasion  requires  a 
shifting  of  the  scene  to  New  York  City,  where  several 
of  the  visitors  assembled  early  in  April  to  celebrate 
the  quarter-centenary  of  Mr.  B.  1\I.  Downs  with  the 
Brookfield  Glass  Company,  those  present  being:  Judge 
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T.  M.  Debevoise,  toastmaster ;  Frank  Brookfield,  sec- 
retary and  treasurer  Brookfield  Glass  Co. ;  R.  G.  Hem 
ingray,  president  Hemingray  Glass  Co.;  R.  E.  Galla 
her,  secretary  New  York  Insulated  Wire  Co.;  W.  L. 
I'ort,  Western  Electric  Co. ;  George  Elliott,  Electrical 
World;  R.  B.  Corey,  president  R.  B.  Corey  Co.;  E.  W. 
Rockefellow,  suppl}'  sales  manager  Western  Electric 
Co.;  J.  B.  Olsen,  secretary  Habirshaw  Wire  Co.;  F.  F. 
Downs,  treasurer  and  manager  U.  S.  Can.  Co.,  Cincin- 
nati ;  W.  Joerger,  General  Chemical  Co. ;  W.  S.  Bene- 
dict, Benedict  &  Benedict,  Brooklyn;  Herbert  Sinclair, 
Star  Porcelain  Co.,  Trenton ;  T.  L.  Cuyler,  assistant 
treasurer  Postal  Telegraph  Cable  Co.;  Clarence  Win- 
ter, lawyer;  C.  C.  Hay,  Ingersoll  Rand  Co.;  A.  II. 
Pease,  president  Hart  &  Hegeman  Co.;  A.  T.  Clark, 
secretary  American  Circular  Loom  Co. ;  Walter  Cary, 
manager  Westinghouse  Lamp  Co.;  (,'.  W  .  Price,  Elec- 
trical Review;  B.  M.  Downs,  vice-president  Brookfield 
Cilass  Co. 

This  pleasant  occasion  on  the  eve  of  the  departure 
of  many  of  the  guests  for  the  Coast  was  but  a  prelude 
to  the  entertainment  provided  en  route  to  the  Coast. 
As  chairman  of  the  entertainment  Cimimittee,  Mr. 
II.  H.  Cudmore  was  ably  assisted  b\-  1..  W.  Kittman. 
C.  C'.  Sibley,  T.  C.  Ringgold  and  Robert  Kuhn. 

More  "Daily  Shocks"  were  administered  at  Kansas 
City  and  the  Grand  Canyon,  with  Charlie  Corrigan  as 
sporting  editor,  J.  J.  Provost  doing  the  society  stunl, 
and  Mat  Austin  as  funny  man.  Aside  from  the  many 
jokes  and  joshes  perpetrated,  it  contained  the  pro- 
gram for  each  daj^  and  other  matters  of  immediate 
interest.  This  sheet,  like  Joseph's  coat,  was  one  of 
many  colors,  alternating  yellow,  pink  and  green. 
Though  thus  short-lived,  it  may  be  revived  at  future 
meetings  as  the  occasion  arises. 

An  elaborate  song-book  was  also  distributed  con- 
taining the  words  of  many  of  the  popular  songs,  whose 
singing  enlivened  many  an  hour  of  the  journey 
Throughout  the  trip  card  tournaments  of  all  kinds 
were  conducted  with  prizes  for  the  winners,  whether 
bridge,  500  or  the  great  American  game.  For  the  de- 
votees of  the  latter  pastime  the  American  Electrical 
Heater  Co.  of  Detroit  considerately  supplied  a  score 


buying  flowers  for  the  ladies.     Informal  vaudexilie  and 
nmsic  filled  the  interim. 

Long  before  the  desert  appeared  the  Pullman  por- 
ters considerately  pro\ided  great  paper  bags  lor  the 
ladies'  hats,  but  neglected  to  provide  like  equipment 
for  the  masculine  element,  who  were  forced  to  dig 
(;fif  the  dunes  of  sand  which  buried  their  blue  serge 
suits.  An  insatiable  thirst  also  seized  the  party  as 
the  desert  was  reached  and  was  alleviated  only  by  the 
wines  of  California.  The  novelty  of  the  desert,  its 
spaciousness  and  freedom,  its  shades  and  shadows,  and 


Tile  Squaw  and  White  Man. 

its  Strange  vegetation  finally  palled  upon  the  travelers 
and  they  were  again  glad  to  return  to  the  many  amuse- 
ments provided  in  the  car. 

Several  stops  were  made  en  route,  but  the  first 
of  importance  was  the  Grand  Canyon  of  the  Colorado, 
where  the  train  arrived  before  breakfast  on  the  morn- 
ing of  April  2ist.     The  entire  day   was  spent  at  the 


A   Group    Enroute. 


At    the    Grand    Canyon. 


or  more  sets  of  chips,  whose  lucky  winners  will  long 
preserve  them  as  mementoes. 

The  observation  car  was  converted  into  a  keno 
palace,  with  cards  for  all  comers,  the  house  winnings 


Canyon,  a  number  of  the  gentlemen  and  two  ladies, 
JMrs.  Scott  and  Mrs.  Hill,  descending  to  the  river,  some 
five  thousand  feet  below.  The  rest  of  the  party  en- 
joyed the  hospitality  of  the  place  and  it  was  reported 
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that  tile  "Squaw  and  White  Man's  Uance"  was  only 
second  to  the  graceful  and  beautiful  dancing  of  Miss 
Cotabish,  who  favored  the  party  many  times  during 
the  trip  and  to  whom,  if  to  any  one,  special  credit 
should  be  given,  fur  .-ui  ever-ready  response  to  the 
request  to  entertain. 

Leaving  the  Grand  Canyon  that  evening  it  was 
midnight  when  they  crossed  into  California.  At  ten 
o'clock  on  the  morning  of  the  22d,  Embassador  H.  V. 
Carter,  Mr.  Willis  Booth  of  Los  Angeles  and  a  rep- 
resentative of  the  Journal  met  the  party  at  Barstow. 
Which  one  of  the  welcoming  party  was  the  cause 
has  not  been  settled  at  this  writing,  but  certain  it  was 
that  Old  Sol  covered  his  face  with  clouds,  as  much  as 
to  say,  "I  do  not  dare  to  witness  what  is  to  follow." 


white  loveliness,  served  the  must  delicious  fruit  punch. 
California's  native  flower,  the  poppy,  and  the  wild 
lupin  were  the  decorations.  After  inspecting  the  many 
interesting  departments  of  this,  the  largest  electrical 
factory  on  the  Coast,  and  many  seeing  for  the  first 
time  the  component  parts  of  a  heating  iron,  they  were 
escorted  into  the  show  rooms,  where  the  cases  had 
been  transformed  into  lunch  counters,  with  cakes,  fruits 
and  dainties  in  abundance,  electrical  toasters  were 
being  worked  to  their  full  capacity  :  many  electric  per- 
colators were  temptingly  displaying  their  fountains  of 
amber  to  the  admiring  visitors.  Coffee  was  served  and 
a  hearty  "three  cheers"  given  for  the  officers  of  the 
company  and  their  employees.  Unique  booklets  de- 
scriptive of  the  trip  from  Uplands  to  Los  Angeles  were 


Willis    Booth. 

The  visitors  of  course  were  disappointed  at  not  seeing 
sunshine  in  the  land  that  has  been  made  famous  by  it, 
but  they  were  welcomed  so  warmly  at  Uplands  by 
the  ladies'  reception  committee,  who  escorted  them 
through  two  of  the  largest  orange  packing  houses  in 
the  State,  all  of  which  was  intensely  interesting  to 
the  visitors,  that  they  soon  forgot  the  shadow.  Upon 
leaving  the  building  they  were  presented  with  a  small 
Japanese  basket  filled  with  fruit  and  a  spray  of  orange 
blossoms  with  its  sweet  aroma. 

Automobiles  were  in  readiness,  furnished  by  thyt 
generous  Southern  Californian,  Willis  Booth,  the  party 
were  taken  over  the  seven-mile  Euclid  x\venue  drive 
to  the  foot  of  old  Baldy,  where  the  contrast  of  the 
snows  on  the  summit  to  the  oranges  and  flowers  of 
the  valley  was  a  subject  of  great  wonder. 

As  the  machines  passed  the  High  School  at  On- 
tario a  bevy  of  school  girls  showered  the  occupants 
with  roses.  A  stop  was  made  at  the  Pacific  Electric 
Heating  Company's  plant,  where  liquid  refreshments 
were  awaiting  them  at  the  entrance.  A  dozen  or  more 
young  lady   employees  of  the   company,   in   all   their 


GiiU  Ivuum,  Hotel  Alexandria. 

presented  to  each  "of  the  party  as  they  re-entered  their 
:iiitomobile.     This  souvenir  was  treasured  by  all. 

A  delay  of  one  hour  in  reaching  Uplands  caused 
the  cancelling  of  the  intended  trip  to  old  Mission  San 
Gabriel  and  Pasadena,  where  special  arrangements 
had  been  made  for  the  opening  of  the  Busch  Gardens. 
The  party  arrived  at  Hotel  .\lexandria,  Los  Angeles, 
at  6:30  p.  m.  tired,  a  little  dusty  but  very  happy.  As 
the  guests  entered  their  rooms  they  were  greeted  with 
another  pleasant  surprise,  the  Chamber  of  Commerce 
of  Los  .-\ngeles,  as  it  always  does,  anticipated  their 
coming,  and  with  their  compliments  had  a  basket  of 
oranges  and  a  bottle  of  wine  there  to  greet  them. 

Sunday  was  devoted  to  trolley  trips  and  other 
amusements  not  programmed.  The  directors  of  the 
Jonathan  Club  sent  cards  to  each  of  the  gentlemen  and 
on  Saturday  evening  a  creditable  Bohemian  jinks  was 
pulled  off  for  the  enjoyment  of  the  visitors. 

Monday  morning  at  8  :o5  the  party  returned  to 
their  old  quarters  on  the  "Electrical  Jobbers'  Special" 
and  strange  as  it  may  appear,  the  sun  remained  in  hid- 
ing.    A  short  stop  was  made  at  Santa  Barbara.     The 
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beauty  of  the  Coast  Line  scenery  will  be  remembered 
by  all  and  at  10:30  the  evening  of  April  24th,  five  dayi5 
from  Chicago,  they  arrived  at  their  destination,  Del 
Monte. 

We  have  spoken  of  the  entertaining  committee 
and  the  pleasures  and  a  few  of  the  pleasant  events  of 
the  trip,  but  to  one  man  alone  is  due  the  credit  of  the 
perfect  arrangements,  the  excellent  service,  and  in  a 
large  measure  the  good  nature  of  this  party,  and  that 
is  to  the  genial  secretary  of  the  National  Association 
of  Electrical  Jobbers,  Franklin  Overbagh. 


a  gxxid  time,  will  put  a  wild  and  woolly  ^^'esterner  so 
far  back  in  the  woods,  that  it  would  take  a  globe  trot- 
ter to  find  them.  Is  it  any  wonder  the  sun  wouldn't 
shine? 

By  10  a.  m.  Tuesday  everybody  was  in  evidence, 
the  jobbers  for  alleged  business,  the  ladies  for  pleas- 
ure, and  the  manufacturers  for  relaxation.  The  job- 
bers' first  session  was  short  and  formal  and  soon  freed 
them  for  enjoyment  of  the  surrounding  attractions. 
The  ladies  were  piloted  to  the  historic  land  marks  of 
Monterey,  returning  in  time  for  lunch.. 

The  afternoon  automobile  trip  over  the  seventeen- 
mile  drive  was  the  San  Francisco  manufacturers'  treat 
and  was  so  largely  attended  as  to  require  two  relays  of 
machines.  The  guests  were  served  with  refreshments 
at  Pebble  Beach  Lodge,  where  several  of  the  San 
Francisco  delegation  received  them.  The  trip  was 
made  without  noteworthy  incident  or  accident,  except 
that  one  poor  party  walked  three  miles  before  their  dis- 
abled machine  was  repaired.  The  receiving  party  distin- 
guished themselves  on  the  homeward  trip  by  some 
clever  masquerading  and  a  mock  funeral  in  honor  of 
one  of  their  own  number  who  was  resurrected  too 
late  in  the  day  to  participate  in  the  trip. 


ijai  li.ul    ^Ml^iion. 


This  is  the  beginning  of  another  story ;  "they're 
here !"  Toot,  toot,  toot,  bang,  bang,  bang,  red  fire, 
and  in  so  short  a  time  that  the  party  hardly  realized 
that  they  were  out  of  their  car  than  they  found  them- 
selves whizzing  in  automobiles  through  one  of  the 
most  beautiful  parks  in  the  world,  lighted  for  the  occa- 
sion, and  greeted  at  the  doors  of  Del  Monte  by  the 
warm-hearted  Western  men  and  women.  Who  but  H. 
R.  ^^'arner  and  his  able  staiif  of  assistants  could  have 
in  the  short  space  of  thirty  minutes  cleared  that  office 
of  several  truck  loads  of  baggage  and  housed  two  hun- 
dred guests  comfortably  in  their  rooms  as  if  they  had 
been  there  a  week. 

The  ladies  soon  retired,  but  the  men — oh,  where 
were  they?  Ask  Billy,  the  bar-keep:  Jimmie.  the  pool 
room  man  :  Dick,  the  porter :  the  maze,  the  great  oaks, 
the  palms,  or  even  old  Monterey.  They  won't  tell ; 
neither  will  we,  for  we  don't  know.  But  one  thing 
sure,  an  Eastern  tenderfoot,  male  or  female,  out  for 


Tuesday  evening  a  concert  was  given  in  the  ball 
room  by  some  of  the  more  talented  guests,  who  re- 
ceived the  well  merited  applause  of  all  present.  A 
start  was  also  made  on  the  pool  tournament.  After 
concert  suppers  were  enjoyed  until  an  early  hour  on 
Wednesday  morning,  though  the  most  irrepressible 
were  not  subdued  until  3  a.  m. 

Wednesday  morning,  while  the  jobbers  were  in 
convention  assembled,  the  ladies  viewed  the  submarine 
gardens  and  the  manufacturers  played  the  qualifying 
round  at  golf.  Unfortunately  the  phonographic  records 
of  the  fruitless  search  for  lost  balls  cannot  be  here 
reproduced,  which  is  perhaps  just  as  well. 

Wednesday  afternoon  the  jobbers  played  golf,  the 
nineteenth  hole  soon  becoming  the  center  of  attraction. 
The  marksmen  shot  clay  pigeons  and  the  tennis  en- 
thusiasts started  their  games. 

Wednesdav  evening  before  retiring  for  the  night 
the  sun   peeped   out  and  the  picture    that    presented 
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EVENT. 

Trap    Shooting     1. 

.\ppro;iching  and  Putting  Contest  2. 

Runner-Up  Jobbers'  First  Flight   3. 

Manufacturers'   Qualifying   Round    4 

Best  Score  Jobbers'  Qualifying  Round   5. 

First    Men's    Tennis   Tournament    6. 

RunuL-r-Up   Manufacturers'  First  Flight    7. 

Winner    Manufacturers'    First    Flight    8. 

Winner  Jobbers'   Third   Flight    9. 

W'inner  Jobbers'   Second  Flight    10. 

Women's    Putting    Contest     11. 

Men's  .\pproaching  and  Putting  Contest   12. 

First  Women's  Tennis  Tournament   13. 

Winner  Manufacturers'  Third  Flight   14. 

Second  Men's  Tennis  Tournament   15. 

Winner  Jobbers'  First  Flight    16. 

Second   Women's   Tennis  Tournament    17. 

First    Pool   Tournament 18. 

Second   Pool   Tournament    19. 

Winner   Manufacturers'  Second   Flight    20. 

Men's   Driving   Contest    21. 


Events,   Trophies  and  Winners. 

TROPHY.  WINNER. 

Tankard    A.   E.   Drendell. 

Cup.     Donated  by  Shreve  &  Co E.  M.  Demming. 

Cup     C.    C.    Sibley. 

Goblet.     Donated   by   Hotel    Del   Monte.. R.  J.  Davis. 
Goblet.     Donated   by   Hotel   Del    Monte.. R    D.   Holabird. 

Military  Brushes    H.  I.  Sackett. 

Cup     T  E.  Bibbins. 

Goblet    W.  J.  Grady. 

Cup     Chas. White.   (H.V.Carter.tied) 

Goblet.     Donated  by  T.  E.  Bibbins C.  P.  Hill. 

Cologne  Bottle.    Donated  by  T.  E.  Bibbins.  Mrs.  E.  W.  Rockafellow. 

Flask.     Donated  by  T.  E.  Bibbins E.  M.  Demming. 

Candy  Jar    Miss  K.  Carter. 

Goblet    E.  K.  Patton 

Silver  Deposit  Bottle  G.  R.  Jones. 

Cup.     Donated  by  T.  E.  Bibbins   Fred  Fullerton. 

Bridge  Whist  Set    iNIrs.  H.  G.  Aylsworth. 

Cup  W.  T.  McCullough. 

Silver  Deposit  Bottle   W.  S.  Berry. 

Cup    B.  M.  Downs. 

Tankard.     Donated  by  Andrew  Carrigan  H.  E.  Sanderson 


itself  caused  him  to  cry  himself  to  sleep.  The  ladies 
thought  it  was  rain.  Spike  tails  were  pressed  and  ball 
jjowns  donned  for  a  night  of  dancing. 

Thursday  opened  bright  with  the  sun  staring  them 
in  the  face,  as  much  as  to  say,  "Do  your  worst,  I'rn 


Trap-Shooting, 


here  for  the  day."  With  sunshine  added  to  the  radi- 
ance of  the  beautiful  women  and  the  glorious  scene, 
it  was  like  a  transformation.  All  talk  of  the  west  coast 
of  Florida,  the  salubrious  climate  of  Spain  and  Italy 
ceased,  Del  Monte  had  added  to  her  million  and  more 
admirers,  the  electrical  jobbers,  the  manufacturers,  and 
their  ladies  of  the  United  States.  The  finals  in  the 
several  contests  of  tennis,  golf  and  pool  were  finished, 
the  ladies  putting  contest,  the  whist,  500,  keeno,  and 
old  maid  gambling  games  were  decided. 

As  the  notice  on  the  bulletin  board  read  "Dress 
for  the  Spanish  dinner  as  you  please,  but  come,"  every- 
one was  soon  ready  for  the  bursting  of  the  bomb.  This 
Spanish  dinner  was  held  in  the  opera  house  of  old 
Monterey.  Again  the  wonderful  ability  of  Boniface 
Warner  as  an  entertainer  and  host   was   exemplified. 
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Ladies'  Putting  Contest. 


Places  had  been  set  for  250  (you  will  note  each  event, 
the  number  has  been  increased,  at  this  time  nearly 
all  the  guests  of  Del  Monte  had  joined  the  jobbers' 
party).  Arrangements  were  so  perfect  that  it  took 
but  a  short  time  for  everyone  to  find  their  proper  place. 

The  toastmaster  requested  the  guests  to  be  seated, 
this  was  followed  by  a  bombardment  of  serpentine 
from  the  "gringos,"  some  dozen  or  fifteen  of  the  bright 
lights  of  the  East  and  West,  who  donned  the  Spanisl; 
costume.  In  one  short  minute  where  all  ha'd  been  clear 
overhead,  was  now  a  perfect  maze  of  spider  webs  in 
all  colors  of  the  rainbow.  Thousands  of  strands  of  this 
colored  paper  festooned  and  draped  in  the  most  fan- 
tastic shapes,  only  as  accident  could  design,  no  art 
could  have  formed  a  more  beautiful  picture.  This  was 
allowed  to  remain  but  a  few  moments  as  things  and 
things  and  things  were  to  happen.  Each  guest  liter- 
ally tore  himself  loose  and  soon  the  floor  was  carpeted 
with  paper. 

The  menu  was  a  simple  Mexican  dish  known  as  ;i 
a  "hot  tamale,"  a  dish  of  enchiladas  and  Mexican 
"Hades"  stew ;  following  this  was  an  ice  cream  to  cool 
off.  During  the  dinner  the  following  musical  program 
was  given : 

Selection Spanish  Orchestra 

Feliciano    Gra-xioln.    Director. 

El  Chirrion  (The  Whip  Dance) Scnorita  Dulce  Oslo 

La   Cacucha    (Dance) Senorita  Jobinita  Gra.xiola 

La   Paloma    ( Song) Senorita  Frances  Diaz 

La  Esmeralda  de  Portola  (Dance)    .' Chiquita  Beatrice  Osio 

A   Gypsy  Maiden   (Solo)    Parker 

Miss  Pickering. 

El  Jarabe   (Mexican  Jig) 

Senor  Roman  Valencia  y  Senora  Jnanita  Cl,i,\ 

La  Contradanza  (Mexican  Figure  Dance) 

Senoras:    Marta    Cooper,    Margarita    Estrada,  Ray    Baubian. 

Julia  Trenner,  Dulcie  Osio,  Maria  Baddres. 
Sciiores:     F.    Graxiola.   Vicente   Estrada,   Esteben    Davis,   L. 
Trenner,  Jose  Madriaga,  Y.  A.  Dutra. 
L;i   Barsnbiana    By  the   Compam 

After  the  dinner  the  tables  were  cleared  from  the 
room  and  the  debonnaire  Andrew  Carrigan,  from  the 
stage,    announced    the    winners    and    distributed    the 


prizes  in  a  novel  and  enjoyable  wa}-,  calling  upon  some 
member  of  the  audience  to  deliver  the  presentation 
speech.  Not  one  word  of  the  speeches  will  we  attempt 
to  chronicle,  or  we  would  have  to  give  them  all.  Be- 
fore half  of  the  prizes  had  been  distributed  it  became 
a  case  of  grab-bag,  as  those  who  did  not  win  prizes 
were  impatient  for  the  dances.  A  quarter  of  a  serpen- 
tine football  match  was  played,  then  dancing  and  jollity 
ad  libitum. 

Among  those  who  did  not  stay  away  were  P.  J. 
.Aaron,  Western  Electric  Co.,  .Seattle,  Wash. ;  R.  Ack- 
crman.  Western  Electric  Co.,  Salt  Lake  City,  Utah ; 
Mr.  and  Mrs.  W.  L.  Adams,  Union  Hardware  &  Elec- 
tric Supply  Co.,  Providence,  R.  1.;  Harry  Adams,  R. 
P..  Corey  &  Co.,  New  York,  N.  Y. ;  D.  E.  Albert,  Los 
Angeles,  Cal. ;  Mr.  and  Mrs.  F.  T.  .A.ndrea,  Julian 
.\ndrea  &  Sons  Co.,  Milwaukee,  Wis.;  F.  N.  .\verill, 
Fobes  Supply  Co.,  Portland,  Ore.;  W^  B.  Ayer,  Bel- 
cher-Loomis  Hardware  Co.,  Providence,  R.  I.;  Mr. 
and  Mrs.  H.  G.  Aylsworth,  Aylsworth  Agencies  Co., 
San  Francisco,  Cal.; 

F.  C.  Barrington,  Columbian  Electric  Co.,  St. 
Joseph.  Mo.;  F.  M.  Bernardin,  The  B-R  Electric  & 
Tel.  Mfg.  Co.,  Kansas  City,  Mo.;  Mr.  and  Mrs.  W.  S. 
Berry,  Western  Electric  Co.,  San  Francisco,  Cal.; 
H.  D.  Betts,  Thomas  &  Betts,  New  York,  N.  Y. :  T.  E. 
Bibbins,  General  Electric  Co.,  San  Francisco,  Cal.; 
Julian  Binford,  Jr.,  Tower-Binford  Electric  &  Mfg-  Co  . 
Richmond,  Va. ;  H.  W.  Bliven,  Harvey  Hubbcll  C(\. 
Bridgeport,  Conn.;  Mr.  and  Mrs.  F.  N.  Boyer,  General 
Electric  Co.,  Chicago,  111.:  Air.  and  Airs.  W.  W.  Briggs. 
Westinghouse  Electric  &  Alfg.  Co.,  San  Francisco, 
Cal. ;  Mr.  and  Mrs.  John  W.  Brooks,  Pass  &  Seymour 
Co.,  Syracuse,  N.  Y. ;  ]\Tr.  and  Mrs.  Chas.  E.  Browne, 
American  Electrical  Supplv  Co..  Chicago,  111. ;  W.  A. 
Browne,  M.  B.  Austin  &  Co.,  Chicago,  111. :  T.  E.  Bur- 
ger, Western  Electric  Co.,  Los  Angeles,  Cal. ; 

Mr.  and  Mrs.  Andrew  Carrigan  and  daughter, 
Dunham,  Carrigan  &  Hayden  Co.,  San  Francisco,  Cal.; 
H.  A'^.  Carter  and  daughter.  Pacific  .States  Electric  Co  , 
San  Francisco,  Cal. :  C.  H.  Carter,  Pacific  States  Elec- 
tric Co..  Los  .A-ngeles,  Cal.:  Mr.  and  Mrs.  J.  O.  Case, 
General  Electric  Co.,  Los  .Angeles,  Cal.;  B.  C.  Chase, 
Los  Angeles,  Cal. ;  James  Clark,  Jr.,  James  Clark,  Jr. 
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Ladies  at  Pebble  Beach   Lodge. 


Electric  Co.,  Louisville,  Ky. ;  R.  F.  Cleavenge,  Pitts- 
burg, Pa. ;  Mr.  and  Mrs.  Geo.  A.  Cole,  John  R.  Cole  Co., 
Los  Angeles ;  Mr.  and  Mrs.  John  R.  Cole,  John  R.  Cole 
Co.,  San  Francisco,  Cal. ;  Mr.  and  Mrs.  John  J.  Cooper, 
Mountain  Electric  Co.,  Denver,  Colo. ;  Mr.  and  Mrs.  C. 
E.  Corrigan,  National  Metal  Moulding  Co.,  Pittsburg, 
Pa.;  Mr.  and  Mrs.  N.  C.  Cotabish  and  daughter.  Na- 
tional Carbon  Co.,  Cleveland,  Ohio. ;  J.  Robert  Crouse, 
Cleveland,  Ohio;  Mr.  and  Mrs.  H.  H.  Cudmore,  Bril- 
liant Electric  Co.,  Cleveland,  Ohio; 

Mr.  and  Mrs.  A.  D.  Dana,  Chicago  Fuse  Mfg.  Co., 
New  York,  N.  Y. ;  Mr.  and  Mrs.  J.  C.  Davidson,  Hen- 
drie  &  Bolthoff  Mfg.  &  Supply  Co.,  Denver,  Colo.;  C. 
C.  Davis,  General  Electric  Co.,  San  Francisco,  Cal.; 
R.  J.  Davis,  Century  Electric  Co.,  San  Francisco,  Cal.; 
Judge  T.  M.  Debevoise,  New  York  City. ;  C.  R.  Deder- 
ick,  C.  R.  Dederick  Electric  Supply  Co.,  Portland, 
Ore.;  W.  M.  Deming,  General  Electric  Co.,  Schenec- 
tady, N.  Y. ;  V.  R.  Despard,  Pass  &  Seymour,  Syra- 
cuse, N.  Y. ;  Mr.  and  Mrs.  D.  D.  Dickey,  National 
Carbon  Co.,  Cleveland,  Ohio;  R.  J.  Dinwiddle,  Salt 
Lake  City,  Utah;  B.  M.  Downs,  Brookfield  Glass  Co., 
New  York,  N.  Y. ;  Mr.  and  Mrs.  T.  W.  Dunk,  Florida 
Electric  Co.,  Jacksonville,  Fla. ;  A.  E.  Drendell,  Dren- 
dell  Electric  &  Mfg.  Co.,  San  Francisco,  Cal.;  E.  J. 
Dwyer,  Holabird  Electric  Co.,  Seattle,  Wash. : 

J.  S.  Eells,  Pacific  States  Electric  Co.,  San  Fran- 
cisco, Cal. ;  F.  W.  Eastman.  Stanley  &  Patterson  Co., 
New  York,  N.  Y. ;  Mr.  and  Mrs.  Albert  H.  Elliott  and 
daughter,  San  Francisco,  Cal. 

Mr.  and  Mrs.  P.  M.  Fletcher,  Fletcher-Stanley  Co., 
New  York,  N.  Y. ;  E.  N.  Fobes,  Fobes  Supply  Co., 
Seattle,  Wash.;  Frank  Fowden,  Brooks-Follis  Co.,  San 
Francisco,  Cal.;  H.  F.  Frosch,  Federal  Electric  Co., 
San  Francisco,  Cal.;  Mr.  and  Mrs.  F.  W.  L.  Fullerton, 
Fullerton  Electric  Co.,  New  York,  N.  Y. : 

A.  C.  Garrison,  Columbia  Incandescent  Lamp  Co., 
St.  Louis,  Mo. ;  L.  V.  Garron,  Frank  H.  Stewart  Elec- 
tric Co.,  Philadelphia,  Pa. ;  Mr.  and  Mrs.  V.  F.  Gates, 
National  Metal  Moulding  Co.,  Pittsburg.  Pa. ;  Mr.  and 
Mrs.  J.  F.  Gilchrist  and  children,  Chicago,  111.;  S.  W. 
Gilman,  San  Francisco,  Cal. ;  F.  B.  Gleason,  Western 
Electric  Co.,  San  Francisco,  Cal. :  Mr.  and  Mrs.  W.  L. 
Goodwin,  Pacific  States  Electric  Co.,  San  Francisco. 
Cal.;  Mr.  and  Mrs.  W.  J.  Grady,  Faries  Mfg.  Co.. 
Decatur.  111.;  Mr.  and  Mrs.  E.  C.  Graham.  National 
Electric  Supply  Co..  Washington,  D.  C. :  N.  W.  Gra- 
ham, Holabird,  Reynolds  Co.,  Los  Angeles,  Cal.;  Mr. 


T.  H.  Green,  Wheeler-Green  Electric  Co.,  Rochester, 
N.  Y. ;  Mr.  and  Mrs.  S.  B.  Gregory,  Arrow  Electric 
Co.,  San  Francisco,  Cal. ;  Mr.  and  Mrs.  L.  Griesser, 
Cleveland  Electric  Supply  Co.,  Cleveland,  Ohio. 

H.  S.  Hadley,  Harvey  Hubbell  Co.,  Bridgeport, 
Conn.;  C.  W.  Hahn,  San  Francisco,  Cal.;  C.  B.  Hall, 
Pasadena,  Cal.;  A.  H.  Halloran,  Journal  of  Electricity, 
Power  &  Gas,  San  Francisco,  Cal. ;  Mr.  and  Mrs.  C. 
M.  Hamilton,  F.  Bissell  Co.,  Cleveland,  Ohio;  E.  D. 
Hand,  Decker  Electric  Co.,  San  Francisco,  Cal.;  Mr. 
and  Mrs.  F.  S.  Hardy,  Frank  S.  Hardy  &  Co.,  Boston, 
Mass. ;  Ross  Hartley,  Pacific  States  Electric  Co.,  Port- 
land, Ore. ;  Mr.  and  Mrs.  N.  G.  Harvey  and  daughter, 
Illinois  Electric  Co.,  Chicago,  111. ;  C.  B.  Hawley,  Salt 
Lake  City,  Utah;  D.  C.  Hemingray,  Hemingray  Glass 
Co.,  Covington,  Ky. ;  Mr.  and  IMrs.  J.  A.  Herr,  Sprague 
Electric  Co.,  San  Francisco,  Cal. ;  Mr.  and  Mrs.  W.  R. 
Herstein,  Electric  Supply  Co.,  INTemphis,  Tenn. ;  Mr. 
and  Mrs.  C.  P.  Hill,  Double-Day  Hill  Electric  Co., 
Pittsburg,  Pa. ;  Mr.  and  Mrs.  C.  C.  Hillis,  Electric  Ap- 
pliance Co.,  San  Francisco,  Cal.;  Chas.  I.  Hills.  Frank- 
lin Incandescent  Lamp  Co.,  New  York,  N.  Y. ;  J.  L. 
Hinds,  Crouse,  Hinds  Co.,  Syracuse,  N.  Y. ;  R.  D. 
Holabird,  Holabird,  Reynolds  Co.,  San  Francisco,  Cal.; 
H.  H.  Hornsby,  Sprague  Electric  Co. ;  New  York,  N. 
Y.;  Mr.  and  Mrs.  J.R.  Hughes.  New  York,  N.  Y.; 
Chas.  Hudson,  Los  Angeles,  Cal. ; 

Spencer  Isely,  Milwaukee,  Wis. ; 

G.  R.  Jones,  North  Shore  Electric  Co.,  Chicago. 
III.;  Paul  Joyslin,  Western  Electric  Co.,  Dallas,  Tex.; 

Geo.  E.  Kellogg,  Central  Electrical  Supply  Co., 
New  York,  N.  Y. ;  Mr.  and  Mrs.  R.  C.  Kemp  and 
daughter,  Montana  Electric  Co.,  Butte,  Mont. ;  G.  I. 
Kinney,  Fort  Wayne  Electric  Co.,  San  Francisco,  Cal.; 
L.  W.  Kittman,  Chicago,  111.;  Mr.  and  Mrs.  P.  S. 
Klees,  Franklin  Electrical  Mfg.  Co.,  Hartford,  Conn. ; 
B.  F.  Klein  Brass  Fixture  Co.,  Cleveland.  Ohio;  L.  W. 
Korsemeyer,  Korsemeyer  Co.,  Lincoln,  Neb.;  Robert 
Kuhn,  American  Electric  Heater  Co.,  Detroit,  Mich. ; 
Mr.  and  Mrs.  E.  J.  Kulas,  Tungstolier  Co.,  Cleveland, 
Ohio ; 

L.  A.  Landan,  New  York  City,  N.  Y. ;  H.  M.  Lau- 
ritzen,  Holophane  Co.,  San  Francisco,  Cal. :  C.  W.  Lev- 
eridge.  New  York.  N.  Y. ;  A.  W.  Lindgren,  Minneapo- 
lis Electrical  Engineering  Co..  Minneapolis,  Minn. ; 
Mr.  and  Mrs.  C.  J.  Litscher,  C.  J.  Litscher  Electric  Co., 
Grand  Rapids,  Mich.:  F.  W.  Loomis,  Holophane  Co., 
San  Francisco,  Cal.;  M.  E.  Logan,  San  Francisco,  Cal; 
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Mr.  and  Mrs.  \V.  W.  Low,  Electric  Appliance  Co., 
Chicago,  111. ; 

Mr.  and  .Mrs.  \V.  T.  McCullough,  McCullougli 
Elec.  Co.,  Pittsburg,  Pa.;  J.  W.  McDowell,  Man- 
hattan Electrical  Supply  Co.,  New  York,  N.  Y. ;  Mr. 
and  Mrs.  M.  :McGraw,  Interstate  Elec.  &  Mfg.  Co., 
Sioux  City,  Iowa;  H.  F.  McGregor,  Providence,  R.  I.; 
D.  S.  McGonigle,  B-R  Elec.  &  Tel.  Co.,  Kansas  City, 
Mo.;  Mr.  and  Mrs.  C.  T.  McKinstry,  The  Erner  Elec. 
Co.,  Cleveland,  Ohio;  J.  R.  McNaughton,  McNaugh- 
ton-McRay  Elec.  Co.,  Detroit,  Mich.;  A.  P.  Manning, 
Cutler-Hammer  Mfg.  Co.,  New  York,  N.  Y. ;  Mr.  and 
Mrs.  W.  W.  Merrill,  Chicago  Fuse  Mfg.  Co.,  Chicago, 
111.;  L.  H.  Mertz,  Pacific  Electric  Heating  Co.,  Ontario, 
Cal. ;  A.  G.  Monroe,  Nebraska  Electric  Co.,  Omaha, 
Neb.;  Mr.  and  Mrs.  R.  C.  Murdock,  Iron  City  Elec. 
Co.,  Pittsburg,  Pa.;  F.  H.  Murray,  Los  Angeles,  Cal.; 

F.  S.  Mills,  H.  W.  Johns-Manville  Co.,  Los  Angeles; 

Mr.  and  Mrs.  R.  F.  Oakes,  American  Ever  Ready 
Co.,  San  Francisco,  Cal. ;  L.  J.  O'Brien,  New  England 
Elec.  Supply  Co.,  Hartford,  Conn.;  W.  I.  Otis,  Otis 
&  Squires  Co.,  San  Francisco,  Cal. ;  Franklin  Over- 
baugh.  General  Secretary  National  Electrical  Jobbers' 
Association.  Chicago,  111.; 

Mr.  and  Mrs.  A.  D.  Page  and  daughter,  General 
Electric  Co.,  Harrison,  N.  J.;  A.  H.  Patterson,  Phoe- 
nix Glass  Co.,  New  York,  N.  Y. ;  Mr.  and  Airs.  G.  L. 
Patterson,  Stanley  &  Patterson,  New  York,  N.  Y. ;  F. 

G.  Patterson,  New  York,  N.  Y. ;  A.  N.  Palmer,  Phil- 
lips Insulated  Wire  Co.,  Pawtucket,  R.  I. ;  E.  K.  Pat- 
ton,  Bryant  Electric  Co.,  Chicago,  111. ;  R.  L.  Phelps, 
Safety  Insulated  Wire  &  Cable  Co.,  San  Francisco, 
Cal. ;  Mr.  and  Mrs.  J.  G.  Pomeroy,  Adams-Bagnall  Co., 
Chicago,  111. ;  F.  H.  Poss,  Holophane  Co.,  San  Fran- 
cisco, Cal. ;  Mr.  and  Mrs.  F.  S.  Price,  Pettingell- 
Andrews  Co.,  Boston,  Mass. ;  J.  P.  Provost,  Union 
Electric  Co.,  Pittsburg,  Pa. ; 

Mr.  and  Mrs.  T.  C.  Ringgold,  Central  Electric  Co.. 
Chicago,  111.;  Mr.  and  Mrs.  E.  W.  Rockafellow,  Wes- 
tern Electric  Co.,  New  York,  N.  Y. ;  R.  L.  Robertson, 
San  Jose,  Cal.;  Mr.  and  :\lrs.  P.  H.  Rutter,  Newark. 
Elec.  Supplv  Co.,  Newark,  N.  J. ;  J.  F.  Ryan,  Port- 
land, Ore.;  S.  P.  Russell,  H.  W.  Johns-Manville  Co.. 
San  Francisco ; 

H.  I.  Sackett,  Buffalo,  N.  Y. ;  Mr.  and  Mrs.  S.  H. 
Sands,  Elec.  &  Mfg.  Co.,  Wheeling,  W'est  Virginia ; 
H.  E.  Sanderson,  Bryant  Electric  Co.,  San  Fran- 
cisco, Cal.;  R.  F.  Sanford,  San  Francisco,  Cal.;  Mr. 
and  Mrs.  E.  M.  Scribner  and  children,  Arrow  Electric 
Co.,  Chicago,  III.;  R.  H.  Scranton,  American  Elec. 
Heating  Co.,  Detroit,  Mich.;  Mr.  and  Mrs.  E.  L. 
Scott,  Kansas  City  Elec.  &  Tel.  Supply  Co.,  Kansas 
City,  Mo. ;  :\Ir.  and  Mrs.  L.  A.  Schwab,  Monarch  Elec. 
&  Wire  Co.,  Chicago.  111.;  Mr.  and  Mrs.  H.  B.  Scott. 
Syracuse  Elec.  Co.,  Syracuse,  N.  Y. ;  Mr.  and  Mrs. 
W.  H.  Seaver,  American  Steel  &  Wire  Co.,  San  Fran- 
cisco, Cal. ;  A.  A.  Serva.  Fort  Wayne  Electric  Co., 
Fort  Wayne,  Ind. ;  I.  A.  Shorno,  Portland,  Ore. :  W.  H. 
Seldon,  Miller-Seldon  Elec.  Co..  Detroit.  Mich.:  Air. 
and  Mrs.  C.  C.  Sibley.  Sibley  &  Pitman,  New  York, 
N.  Y. ;  F.  F.  Skeel,  Crouse-Hinds  Co..  Syracuse,  X.  Y. : 
Mr.  and  Mrs.  G.  I.  Smith  and  children.  J.  F.  Buchanan. 
Elec.  Supply  Co.,  Philadelphia,  Pa.;  M.  F.  Steel.  Ben- 
jamin Electric  Mfg.  Co.,  San  Francisco,  Cal.;  Air.  and 


Airs.  F.  H.  Stewart,  F.  H.  Stewart  Elec.  Co.,  Philadel- 
]  hia,  Pa.;  Air.  and  Airs.  F.  E.  Stow,  H.  C.  Roberts 
Elec.  Supply  Co.,  Philadelphia,  Pa.;  Airs.  W.  E. 
Strater,  Louisville,  Ky. ;  Air.  and  Airs.  E.  B.  Strong, 
Journal  of  Electricity,  Power  &  Gas,  San  Francisco, 
Cal. ;  J.  D.  Sweeney,  Royal-Eastern  Elec.  Supply  Co., 
New  York,  N.  Y. ;  Air.  and  Airs.  J.  E.  Swisher,  Globe 
Elec,  Co.,  Dayton,  Ohio; 

Air.  and  Airs.  Samuel  H.  Taylor,  Elec.  &  Alfg.  Co., 
San  P^rancisco,  Cal. ;  F.  S.  Terry,  National  Lamp  Asso- 
ciation, Cleveland,  Ohio;  Mr.  and  Airs.  J.  B.  Terry,  J. 
G.  Terry  Co.,  Cedar  Rapids,  Iowa ;  W.  J.  Toncin,  An- 
sonia  Elec.  Co.,  Ansonia,  Conn. ;  Mr.  and  Mrs. 
O.  C.  Turner,  Southern  Wesco  Supply  Co.,  Birming- 
ham, Ala. ; 

J.  A.  Vandegrift,  National  Electric  Lamp  Associa- 
tion, San  Francisco,  Cal.;  H.  F.  Van  Riper,  Seattle, 
Wash.;  H.  B.  VanzwoU,  Sunbeam  Incandescent  Lamp 
Co.,  Chicago,  II!.;  \\'.  II.  Vanzwoll,  Chicago,  III.; 

Mrs.  Annie  Warner,  Philadelphia,  Pa.;  T.  G. 
\\  haling,  Westinghouse  Lamp  Co.;  Bloomfield,  N.  J.; 
Air.  and  Airs.  Chas.  F.  White,  Geo.  H.  Buckminster. 
Co..  Boston.  Alass. ;  C.  E.  Wiggin,  Dunham.  Carrigan 
iV  Havden  Co.,  San  Francisco,  Cal.;  H.  S.  Wilson,  F. 
H.  Stewart  Elec.  Co..  Philadelphia,  Pa.;  A.  E.  Wil- 
l-.ams.  Colonial  Elec.  Co.,  Warren,  Ohio ;  H.  B.  Wood- 
ill.  Woodill-Hulse  Co.,  Los  Angeles,  Cal.;  F.  H.  Wood- 
ward. Ruud  Automatic  Gas  Heater  Co.,  San  Fran- 
cisco. Cal. ; 

Garnet  Young.  Tel.  &  Elec.  Equipment  Co.,  San 
I'Vancisco,  Cal. 


LAMP  ASSOCIATION  DISSOLVES. 

The  Association  of  Licensed  Alanufacturers  of 
Incandescent  Lamps  has  dissolved.  This  association 
manufactures  lamps  under  patents  of  the  General 
Electric  Company,  which  as  licensor,  it  is  alleged,  has 
heretofore  fixed  the  prices,  terms  and  conditions  under 
which  lamps  covered  by  patents  owned  by  it  arc 
manufactured  and  sold.  These  manufacturers  will 
continue  as  licensees  of  the  General  Electric  Company, 
but  the  formal  association  is  discontinued.  The  com- 
panies involved  in  the  dissolution  are  as  follows : 
General  Electric  Company,  Westinghouse  Electric  & 
Alanufacturing  Company,  Westinghouse  Lamp  Com- 
pany. National  Electric  Lamp  Company,  Aetna  Elec- 
tric Company,  American  Incandescent  Lamp  Compan}'. 
Banner  Electric  Company,  Brilliant  Electric  Company. 
liryan-AIarsh  Company,  Buckeye  Electric  Company, 
Capital  Electric  Company,  Colonial  Electric  Company, 
Columbia  Incandescent  Lamp  Company,  Economy 
Electric  Company.  Franklin  Electric  Manufacturing 
Company,  General  Incandescent  Lamp  Company. 
Independent  Incandescent  Lamp  Company,  Kentucky 
Electric  Company.  Liberty  Electric  Alanufacturing 
Company,  Alunder  Electric  Company,  Standard  Elec- 
tric Alanufacturing  Company,  Sterling  Electric  Alanu- 
facturing Company,  Sunbeam  Incandescent  Lamp 
Company.  Warren  Electric  Specialty  Company,  Gil- 
more  Electric  Company,  Fostoria  Incandescent  Lamp 
Company,  New  York  &  Ohio  Company  and  Shelby 
Electric  Company. 
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PACIFIC  COAST  A.  I.  E.E.  CONVENTION. 

The  Los  Angeles  convention  of  the  American  In- 
stitute of  Electrical  Engineers  opened  on  Tuesday, 
April  2Sth,  at  the  Hotel  Alexandria,  with  a  large  initial 
attendance.  The  first  meeting  was  called  to  order  at 
II  o'clock  by  the  chairman  of  the  Los  Angeles  Section, 
Mr.  J.  E.  !^IacDonald.    In  a  few  words  he  introduced 


we  will  cook,  wash  and  run  our  sewing  machines  with 
it.  I  can  remember,  forty  years  ago,  when  our  only 
electrical  men  were  the  telegraph  operators  and  even 
but  few  of  these  could  work  by  sound  only,  but  re- 
quired the  tape  and  recording  instruments.  Our  city 
can  develop  120,000  h.p.  in  electrical  energy  from  its 
water-pc:)wer  and   there  are  many   more  opportunities 


Ualpli    W.     l'..|.e. 

Mayor  George  Alexander,  who  gave  a  short,  but  appro- 
priate speech  welcoming  the  delegation  to  Los  Angeles. 
In  part  he  said :  "We  have  come  to  realize  electricit}- 
as  one  of  the  greatest  inventions  of  man  and  even  now 
we  look  towards  its  use  to  accomplish  many  things 
which  must  be  done  for  us.  In  a  short  time  we  may 
expect  its  use  in  the  home,  to  displace  all  drudgery ; 


outside  of  this.  This  is  to  be  used  in  the  homes  and 
we  have  the  best  country  in  the  world  for  homes." 

The  chairman,  with  a  short  introduction,  appointed 
Mr.   Ralph  D.   Mershon  as  temporary  chairman. 

The  first  paper  read  was  that  of  Mr.  O.  D.  Ensign 
and  Jas.  M.  Gaylord,  on  "Transmission  Applied  to  Irri- 
gation."    Mr.   Ensign   did   not   read   the  paper,  which 
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is  devoted  to  a  description  of  the  Minidoka  irrigation 
and  power  project  in  Idaho  and  the  Salt  River  project, 
in  Arizona,  both  built  by  the  United  States  Reclama- 
tion Service,  of  which  Messrs.  Ensign  and  Gaylord  are 
engineers.  Those  papers  are  valuable,  in  that  they  not 
only  describe  the  systems  but  gives  much  valuable  data 
on  costs. 

Regarding  irrigation,  Mr.  Ensign  stated  that  the 
actual  cost  of  irrigating  50,000  acres  was  $1.50  per  acre 
per  annum,  and  the  construction  charge  about  $40  per 
acre,  including  the  proportionate  cost  of  power  canals 
and  controlling  works  at  the  laterals. 

Mr.  Ensign  spoke  briefly  on  a  number  of  government 
projects  not  described  in  the  paper.  In  the  develop- 
ment of  irrigation  works  natural  power  sites  are  often 
created  by  diversion  works.  The  law  is  so  broad  that 
it  allows  the  Reclamation  Service  to  develop  available 
power  and  utilize  it  for  pumping. 

The  new  runners  in  the  turbine  at  the  Roosevelt 
Dam    power-house    have    increased    the   unit    capacity 
from  6500,  as  reported,  to  7500  kw.,  as  corrected. 
Discussion  on  Transmission  Papers. 

The  paper  by  Mr.  R.  J.  C.  Wood  on  "Transmission 
Systems,  from  an  Operating  Standpoint,"  was  next 
read  by  the  author.  The  discussion  on  both  transmis- 
sion papers  was  opened  by  Mr.  A.  H.  Babcock,  who 
asked  a  number  of  questions  as  to  more  definite  data 
on  the  proper  use  of  capacity  formulas  in  line  calcu- 
lation, also  as  to  the  probability  of  more  than  one  wire 
of  a  line  breaking  at  one  time.  He  said  that  there  had 
been  criticism  of  the  high  tension  conductors  in  the 
Fruitvale  power  house  of  the  Southern  Pacific  Com- 
pany, and  thought  that  future  changes  would  justify 
this   action. 

C.  L.  Cory  commented  on  the  fact  that  a  less  per- 
manent form  of  construction  than  that  described  by 
Messrs.  Ensign  and  Gaylord  was  often  permissible  in 
private  irrigation  plants  whose  load  had  not  yet  been 
developed.  He  also  raised  the  question  as  to  what  is 
to  be  done  with  the  power  from  these  plants  duritig 
that  part  of  the  year  when  pumping  is  not  necessary. 

E.  F.  Scattergood  remarked  that  information  on 
bad  features  of  operation  was  even  more  interesting 
than  the  good  features.  He  also  asked  if  there  was 
anything  that  could  prevent  the  Government  from 
selling  its  surplus  power. 

Paul  M.  Downing  corroborated  Mr.  Wood's  unsat- 
isfactory estimate  of  automatic  regulators  for  voltage 
at  the  power  house  end.  His  experience  shows  that  in- 
telligent hand  operation  is  more  efficient.  Mr.  Down- 
ing disagreed  with  Mr.  Wood's  stricture  of  synchro- 
nous regulating  apparatus  on  account  of  its  first  cost 
and  advocated  the  use  of  synchronous  condensers  on 
lines  carrying  induction  motors.  He  emphasized  the 
seriousness  of  leakage  as  compared  with  the  in  fre- 
quency of  lightning  on  the  Pacific  Coast. 

Mr.  Jas.  A.  Lighthipe  spoke  of  the  unexpected 
growth  of  loads  for  developed  power  and  commented 
on  the  great  increase  in  transmission  voltages  in  recent 
years. 

Ralph  Bennet  spoke  of  the  use  of  100,000  volts  by 
the  Great  Western  Power  Company  and  of  the  advan- 
tages of  tower  support  with  suspension  insulators  over 
the  old  wooden  poles  and  arms. 

C.  W.  Koiner  spoke  of  the  value  of  the  cost  data 


in  the  paper  on  "Transmission  as  Applied  to  Irriga- 
tion," and  its  reasonableness  as  compared  with  the  cost 
of  rehabilitating  Eastern  farms  and  Southern  planta- 
tions. 

L.  J.  Corbett  presented  some  interesting  data  on 
conditions  in  the  Northwest,  especially  around  Spo- 
kane. He  stated  that  100  days  is  the  usual  length  of 
the  irrigation  season  in  that  vicinity. 

Ralph  D.  Mershon,  the  chairman,  warned  against 
the  use  of  a  high  voltage  exc.ept  where  it  is  economi- 
cally justified  and  emphasized  its  folly  on  lines  whicli 
distribute  more  power  to  small  consumers  than  is  trans- 
mitted to  more  distant  ones.  He  spoke  of  the  success 
obtained  with  the  horn  type  of  lightning  arresters  and 
graded  gaps  in  the  East.  He  also  described  Mr.  L.  C. 
Nicholson's  method  of  removing  a  short  circuit  from 
the  line  by  short-circuiting  the  generating  station 
and  then  removing  it  in  less  than  five  cycles. 
This  is  automatically  done  by  flap  switches  or 
leaf  steel  springs  bent  back  to  a  tension  of  thirty 
pounds  and  released  by  triggers  in  case  of  a  short. 
After  the  switch  is  sprung  an  expulsion  fuse  breaks  the 
short  circuit  thus  created.  He  questioned  the  depth 
from  which  water  can  be  profitably  pumped  and  spoke 
of  the  danger  of  a  pump  robbing  neighboring  ground. 
This  latter  point  was  more  extensively  discussed  by  Mr. 
I.ighthipe. 

In  closing  the  discussion  Mr.  Ensign  emphasized 
the  necessity  for  concrete  construction.  He  stated  that 
the  economic  depth  of  pumping  depended  upon  the  crop 
to  be  irrigated,  being  profitably  conducted  at  200  ft. 
for  oranges  and  only  30  ft.  for  alfalfa.  As  the  power  is 
usually  developed  by  the  water  being  used  for  irriga- 
tion there  is  seldom  any  power  developed  in  the  sea- 
sons of  no  irrigation.  Where  surplus  power  is  gener- 
ated, as  at  the  Minidoka  project,  it  is  sold  at  a  low  rate 
to  encourage  the  development  of  the  surrounding  ter- 
ritory. Mr.  Ensign  also  gave  an  exhaustive  summary 
of  the  irrigation  law  and  its  workings. 

Mr.  R.  J.  C.  Wood,  in  closing  the  discussion  on  his 
paper,  stated  that  the  approximate  formula  for  calcu- 
lating transmission  lines  was  applicable  up  to  150  mile 
lines,  beyond  which  the  accurate  formula  should  be 
used  as  a  correction.  Experience  shows  that  more  than 
one  wire  seldom  breaks  before  the  power  can  be 
switched  oflf.  He  suggested  an  amperage  rating  for 
switches  as  being  preferable  to  a  kilowatt  basis.  Ad- 
journment was  then  taken. 

Electric  Furnaces. 

At  the  afternoon  session,  after  some  introductory 
remarks  by  Secretar)^  Pope,  C.  F.  Elwell's  paper  on 
"The  Refining  of  Iron  and  Steel  by  Induction  Type 
Furnaces,"  in  the  absence  of  the  author,  was  read 
by  C.  W.  Koiner.  Brief  discussions  were  given  by  R. 
W.  Van  Norden,  E.  W.  Paul,  J.  J.  Frank.  H.  H.  Sin- 
clair, R.  W.  Sorenson,  C.  W.  Koiner  and  Budd  Frank- 
field,  consisting  most  of  queries  which  were  not  satis- 
factorily answered  in  the  absence  of  the  author. 

Ciscoidal  Oscillations. 

Under  the  temporary  chairmanship  of  K.  B.  Mil- 
ler, Mr.  Campbell's  paper  on  "Ciscoidal  Oscillations" 
was  read  by  title. 

C.  L.  Cory  gave  an  able  and  comprehensive  ex- 
planation of  the    theory    of    ciscoidal    oscillations    in 
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simplified  language.  Temporary  Chairman  K.  B.  Alil- 
ler  believes  that  this  paper  is  a  classic  and  will  be 
ci  great  value  in  future  telephone  developments.  It 
is  like  much  of  Maxwell's  work  in  that  it  is  ahead  of 
its  time. 

Redondo  Trip. 

On  Tuesday  afternoon  adjournment  was  taken  at 
4  130  o'clock  and  a  half  hour  later  the  members  boarded 
a  special  train  of  the  Los  Angeles-Pacific  Railway,  the 
objective  point  being  Redondo  Beach  where  dinner 
was  to  be  served  and  a  visit  made  to  the  modern  gen- 
erating plant  of  the  Pacific  Light  &  Power  Company. 
A  round-about  route  was  chosen,  passing  through  the 
beautiful  residence  suburb  of  Hollywood,  the  Sol- 
diers' Home,  Santa  Monica,  Ocean  Park,  Venice,  and 
the  string  of  gay  beach  towns  between  those  points 
and  Redondo. 

Upon  arrival  at  Redondo,  the  party  of  about  120 
spent  nearly  an  hour  in  examining  the  power  plant. 
This  plant  has  a  generating  capacity  of  about  30,000 
kw.  and  is  interesting  in  that  it  illustrates  the  sweep- 
ing progress  that  has  been  made  in  changing  from 
reciprocating  engines  to  turbines.  Built  two  years 
ago,  this  plant  was  equipped  with  3  four-cylinder,  cross 
compound  Corliss  engines  driving  5000  kw.  3-phase 
18,000  volt  generators.  This  plant  when  installed  was 
said  to  represent  the  very  highest  progress  in  recipro- 
cating engine  design  and  the  test  efficiencies  reported 
were  uncommonly  high.  During  the  last  year,  the 
plant  has  been  overhauled  and  enlarged  and  two  12,000 
kw.  Curtis  turbine  driven  vertical  sets  have  been  in- 
stalled. Each  one  of  these  machines  is  capable  of 
delivering  as  much  power  as  the  combined  output  of 
the  three  older  sets  and  both  together  occupy  only 
about  as  much  space  vertically  and  horizontally  as 
one  of  the  older  sets.  Much  interest  was  manifested 
in  the  intake  for  condenser  water  from  the  ocean  and 
the  new  pumping  plant  instalkd  in  connection  there- 
v/ith. 

By  the  time  the  crowd  were  again  gathered  to- 
gether it  did  not  require  much  persuasion  on  the 
part  of  the  party  leaders  to  get  them  to  the  pavilion 
on  the  beach  where  a  good  dinner  was  ready.  All 
were  seated  by  eight  o'clock  and  the  well  served  meal 
v>fas  greatly  enjoyed  with  the  accompaniment  of  much 
fun  and  joshing. 

Mr.  McDonald  acted  as  toastmaster  and  called 
on  a  number  of  those  present  to  respond.  Among 
those  who  spoke  were  Messrs  Lighthipe,  Babcock, 
Pope,  Mershon,  Cory  and  Foster.  The  speeches,  while 
full  of  fun  and  wit  of  the  scintillating  variety,  such  as 
is  inspirited  by  the  various  "juices"  with  which  electri- 
cal engineers  are  most  familiar,  were  also  more  or  less 
dignified  and  instructive.  At  eleven  o'clock  the  party 
boarded  the  "special"  for  the  return  trip  to  Los 
Angeles. 

Telephone  Papers. 

The  second  day's  session  was  called  to  order  at 
10:00  a.  m.  by  the  temporary  chairman,  Mr.  K.  B.  Mil- 
ler. The  paper  by  Mr.  Chas.  S.  Winston  on  "New  Au- 
tomatic Telephone  Equipment,  was  presented  by  the 
author.  This  paper  is  a  technical  description  of  a 
modern    automatic  system. 

Chairman    Miller   remarked   that   this   paper   is   a 


frank  discussion  of  apparatus  not  yet  in  general  use 
and  work  regarding  which  the  developers  generally 
wish  to  keep  silent.  The  paper  is  directed  more  to  the 
semi-automatic  system.  Mr.  Edward  D.  Clement  was 
then  introduced. 

The  paper  by  Mr.  Clement  on  "The  Semi-Auto- 
matic  Method  of  Handling  Telephonic  traffic,"  was 
then  read. 

The  sole  purpose  of  developing  the  auto-manual 
systems  is  to  develop  economies.  Telephone  develop- 
ment having  been  very  wasteful;  does  away  with 
branch  exchanges,  bringing  all  operations  to  one  point. 
The  paper  was  read,  very  full  interpretations  were 
given  in  going  into  more  detail  to  explain  apparatus 
and  amplify  the  reasons  for  all  devices  used. 

The  system  is  absolutely  secret,  as  the  oper- 
ator after  calling  the  party  is  automatically  discon- 
nected from  the  subscribers  and  has  no  further  con- 
trol over  them.  Adjournment  for  lunch  was  then  taken. 
The  afternoon  session  was  called  to  order  by  Mr. 
Miller,  temporary  chairman  of  the  telephone  com- 
mittee. 

The  paper  by  Mr.  Brown  on  "Some  Recent  Devel- 
opments in  Railway  Telephony,"  was  given  by  the 
author.  This  was  deemed  advisable  before  discussing 
the  two  previous  telephone  papers.  Mr.  Brown  ab- 
stracted his  paper,  explaining  details  to  some  length. 

Chairman  K.  B.  Miller,  in  introducing  the  discus- 
sion on  the  telephone  papers,  divided  it  into  two  sec- 
tions, the  automatic  and  the  automanual  systems,  and 
the  railway  telephone  paper. 

J.  W.  Gilkyson,  as  the  Los  Angeles  manager  of 
the  manual  system,  did  not  wish  to  malign  the  auto- 
matic method,  but  believes  that  the  semi-automatic 
will  be  the  neutral  factor  in  ultimately  bringing  the 
other  two  together. 

Leo  Keller,  chief  engineer  of  the  Los  Angeles 
Home  Telephone  Company,  quoted  from  a  letter  from 
a  German  correspondent,  in  which  he  describes 
the  installation  of  a  half-automatic  exchange  in  Am- 
sterdam with  the  view  of  ultimately  making  it  full 
automatic.  His  view  of  the  local  situation  is  that  the 
semi-automatic  is  but  a  step  toward  the  full  auto- 
matic. 

A.  H.  Griswold  stated  the  main  object  of  a  tele- 
phone company  was  to  provide  service  that  is  reliable, 
efficient  and  popular.  The  question  of  providing  the 
best  type  of  equipment  at  the  least  ultimate  cost  is 
secondary  to  giving  the  public  what  they  want.  He 
asked  information  as  to  how  calls  could  be  reverted  in 
the  automanual  system  and  as  to  how  simultaneous 
connections  were  provided  for. 

H.  A.  Foster  spoke  of  the  advantages  of  the  man- 
ual system  and  the  liability  for  mistakes  with  the 
automatic. 

A.  H.  Babcock,  speaking  as  a  subscriber,  and  not 
as  an  engineer,  spoke  of  the  central  as  the  weak  link 
in  the  chain  of  the  manual  system,  because  of  the  mis- 
takes that  she  is  continually  making. 

R.  W.  Pope  commented  on  the  satisfactory  opera- 
tion of  private  branch  exchanges  in  the  New  York 
manual  system. 

J.  W.  Gilkyson  called  attention  to  the  fact  that 
in  the  manual  system  all  mistakes  are  charged  to  the 
operator  and  that   like   mistakes  on   the  part  of  the 
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View    of   Echo    Mountain    an  1    Pasailena    from    Mt.    Lowe    Above  the   Clouds. 


subscriber  are  overlooked.     An  alirupt   man   is   likely 
to  get  poorer  service  than  one  who  is  courteous. 

Mr.  Newell  spoke  of  the  advantages  of  the  auto- 
matic with  a  foreign  population.  Leo.  Keller  corrob- 
orated his  views. 

W.  D.  Moore  described  the  operation  of  the  obser- 
vation board  that  automatically  shows  when  the  sub- 
scriber takes  the  receiver,  when  the  operator  plugs  in 
to  answer,  the  moment  she  rings,  the  moment  the  sub- 
scriber takes  the  receiver  to  answer,  the  moment  he 
hangs  up  and  the  moment  the  disconnection  is  made. 
This  shows,  among  other  things,  that  but  o.i  per  cent 
of  the  entire  number  of  connections  completed  were 
rung  in  error.  Air.  Moore  thinks  that  the  automatic 
will  be  the  stepping  stone  to  the  semi-automatic  in 
the  larger  cities  where  busy  men  do  not  care  to  manip- 
ulate the  instruments  themselves.  Smaller  cities  can 
be  well  served  by  the  automatic. 

Mr.  Schuler  of  Santa  Barbara  spoke  of  the  better 
service  given  by  the  semi-automatic  because,  as  shown 
by  a  personal  canvas,  a  large  percentage  of  subscribers 
preferred  to  give  the  number  to  the  operator. 
Mt.  Lowe  Trip. 

H.  B.  Tupper  explaiiied  the  use  of  automatic  stick- 
down  keys  in  the  manual  system,  whereby  the  sub- 
scriber can  easily  notify  the  operator  of  failure  in 
making  a  connection. 

The  second  day  session  terminated  at  4:00  p.  ni. 
as  the  second  outing  which  had  been  planned  for  the 
members  of  the  convention  and  their  ladies  followed. 
The  party  numbering  about  150  gathered  at  the  depot 
of  the  Pacific  Electric  Railway,  and  at  5  :oo  o'clock 
boarded  special  cars  to  be  taken  to  the  Alpine  Tavern 
on  Mt.  Lowe. 

This  trip  took  the  party  through  the  cities  of  Pasa- 
dena and  Altadena,  and  aside  from  showing  many 
beautiful  homes  and  lovely  landscapes,  gave  the  engi- 
neers an  opportunity  to  observe  what  is  perhaps  the 
finest  piece  of  interurban  railroad  in  the  world. 

The  cars  were  left  at  Rubio  canyon,  one  of  the 
many  rugged  gulches  of  the  San  Gabriel  range,  and 
at  an  elevation  above  sea  level  of  about  2300  ft.  Here 


transfer  was  made  to  the  famous  incline  road  which 
follows  the  precipitous  slope  of  Echo  Mountain  to 
its  summit  where  is  situated  the  Lowe  observatory. 
This  incline  is  operated  by  a  1^4  in-  steel  cable,  there 
being  two  cars,  fastened  to  either  end  of  the  cable, 
the  one  ascending  as  the  other  descends.  The  total 
length  of  this  incline  is  3000  ft.  and  the  vertical  rise, 
1700  ft.,  and  the  grade  at  the  steepest  part  is  63  per 
cent. 

From  Echo  Mountain  to  the  Alpine  Tavern,  the 
line  is  nominally  an  ordinary  trolley  road,  having  a 
gauge  of  36  in.  A  ride  over  this  road  however  will 
convince  the  engineer  that  there  is  nothing  ordinary 
about  it  as  the  many  difficult  engineering  problems 
are  thoroughly  impressed  upon  those  who  may  be 
fortunate  enough  to  take  the  trip. 

The  Alpine  Tavern  is  at  an  altitude  of  over  5000 
ft.  and  the  members  of  the  party  found  the  huge  fire- 
place and  hospitable  welcome  much  to  their  liking. 
Dinner  was  ready  for  the  hungry  party,  and  all  agreed 
that  no  mistake  had  been  made  in  coming  to  this 
famous  resort.  There  was  no  attempt  at  speech- 
making  as  the  time  for  return  was  limited,  therefore, 
after  a  big  dinner,  the  cars  were  again  entered  and 
the  descent  begun. 

Upon  arriving  again  at  Echo  Mountain,  the  night 
panorama  of  the  San  Gabriel  valley  was  spread  out 
far  below.  In  the  foreground,  but  far  below,  the  myriad 
lights  of  Pasadena  sparkled  and  glistened  like  an  in- 
verted firmament,  much  farther  the  lights  of  Los 
Angeles  could  be  seen,  and  still  farther  at  distances 
of  fifty  miles  or  more,  the  glow  of  lights  from  the 
many  beaches  on  the  Pacific  Ocean  could  be  distin- 
guished. 

The  party  arrived  in  Los  Angeles,  late  in  the 
evening,  tired  but  happy. 

Telephone  Discussion. 

The  telephone  discussion  was  concluded  on  Thurs- 
day morning  with  K.  B.  Miller  acting  as  chairman. 
He  spoke  of  the  importance  of  railway  dispatching  by 
means  of  the  telephone  and  suggested  the  advisa- 
bility of  a  separate  circuit  for  operating  the  selective 
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bells  on  the  dispatching  system  instead  of  loading  on 
already  overloaded  circuit  with  selective  ringing  appa- 
ratus as  well  as  a  multiplicity  of  talking  circuits. 

L.  B.  Cramer  questioned  whether  time  is  saved  by 
the  arrangement  permitting  the  signalling  to  be  inter- 
rupted for  conversation.  He  recommended  larger  call- 
ing bells  and  even  an  auxiliary  bell  for  this  purpose. 
He  spoke  of  the  tendency  to  plug  the  talking  button. 
He  also  compared  two  makes  of  retardation  coils,  and 
spoke  of  the  efforts  of  telegraph  operators  to  hamper 
telephone  dispatching. 

Ralph  Bennett  asked  whether  selective  apparatus 
could  be  designed  to  work  in  the  presence  of  high  volt- 
age transmission  lines. 

R.  W.  Pope  recalled  early  experiences  with  the 
telegraph  and  its  advantages  in  receiving  by  sound 
without  the  necessity  of  holding  a  receiver  to  the  ear. 
K.  B.  Miller  also  spoke  of  the  dispatcher's  objec- 
tion to  wearing  a  harness,  and  of  the  failure  of  loud- 
speaking    telephones. 

C.  F.  Elwell  told  of  the  successful  use  of  tele- 
phones for  train  dispatching  in  Australia  ten  years 
ago    by    means    of    code    ringing. 

S.  G.  McMeen  showed  that  a  well-balanced  tele- 
phone line  is  not  affected  by  external  transmission 
lines. 

J.  A.  Lighthipe  traced  the  early  difficulties  in  the 
manufacture  and  use  of  telephone  equipment,  contrib- 
uting some  interesting  personal  experiences. 

S.  J.  Lisberger  described  an  automatic  dispatch- 
ing telephone  system  for  electric  sub-stations  in  use 
in  San  Francisco. 

Chas.  S.  Winston,  in  closing  the  discussion  on 
"New  Automatic  Telephone  Equipment,"  stated  that 
no  satisfactory  means  of  reverting  calls  on  a  two-wire 
automatic  system  has  yet  been  devised,  but  that  little 
trouble  has  been  experienced  because  of  their  infre- 
quency.  The  chance  of  two  subscribers  plugging  in 
on  the  same  line  simultaneously  is  small  and  this  is 
not  likely  to  cause  trouble.  He  also  spoke  of  the  diffi- 
culty of  handling  measured  service  with  automatic 
equipment.  While  service  is  important  it  is  subsid- 
iary to  cost  of  installation. 

Edward  C.  Clement  spoke  of  the  pioneer  work  of 
Americans  in  the  telephone  field.  He  stated  that  the 
automanual  was  an  attempt  to  give  the  subscribers  the 
individual  attention  of  an  operator  at  a  minimum  cost 
to  the  company.  This  system  relieves  the  operator 
from  much  strain  and  reduces  the  number  of  com- 
plaints. Measured  service  is  possible  by  means  of 
the  telechrometer,  which  is  based  upon  a  logical  plan 
to  show  the  total  time  and  distance  talked  during  a 
month. 

Gregory  Brown  did  not  think  it  necessary  to  have 


pressed  the  thanks  of  the  Institute  fur  Mr.  McMeen's 
hard  work  in  getting  together  the  material  for  the 
meeting. 

Continuity  of  Service  in  Transmission  Systems. 
R.  J.  C.  Wood  suggested  that  instead  of  opening  a 
short  circuit,  with  its  attendant  danger  of  burning  the 
line  in  two,  that  it  is  better  practice  to  lower  the 
voltage  and  thus  clear  the  short  circuit.  Cutting  in  on 
the  line  every  thirty  seconds  would  severely  tax  the 
generators  and  transformers.  He  inquired  as  to  the 
success  with  electrolytic  lightning  arresters  and  as  to 
the  size  of  the  insulators.  With  regard  to  locating 
trouble  on  the  lines  he  wanted  to  know  if  the  operator 
plugs  the  line  in  on  the  bus. 

P.  M.  Downing  complimented  the  author  on  his 
honesty  in  tabulating  interruptions  to  service  and 
giving  their  causes.  He  commented  on  the  few  in- 
stances of  poles  burning  out  due  to  leakage  over  the 
insulators  and  spoke  of  the  lack  of  a  satisfactory  device 
for  automatically  cutting  out  a  line  in  trouble.  Reverse 
current  relays  are  inadequate  when  the  voltage  drops 
below  a  certain  point.  An  ordinary  induction  watt- 
meter with  the  disc  fixed  so  that  as  the  current  reverses 
the  meter  will  turn  in  the  opposite  direction  will  indi- 
cate in  which  direction  the  current  is  fed  and  thus 
shows  the  line  in  trouble. 

E.  F.  Scattergood  agreed  with  the  practice  of  tying 
the  generating  stations  solidly  to  the  transmission  lines 
andnot  using  automatic  devices,  which  are  likely  to  go 
out  together  and  cause  more  trouble  than  they  prevent. 
G.  H.  Stockbridge,  in  speaking  on  the  subject  of 
running  the  two  lines  parallel  through  automatic 
switches  in  the  substations,  asked  if  experiments  had 
been  made  on  similar  paralleling  at  the  generating 
station.  When  two  lines  are  running  on  the  same 
poles  he  finds  it  essential  that  the  inspecting  lineman 
ground  both  ends  of  the  circuit.  The  burning  of 
poles  with  the  type  of  insulator  employed  can  be 
largely  eliminated  by  placing  a  piece  of  galvanized  iron 
on  top  of  the  lower  cross-arm  to  provide  a  conductor 
for  the  leakage  current.  Local  experience  with  air 
gaps  has  been  somewhat  unsatisfactory.  The  discharge 
point  varies  greatly  with  atmospheric  conditions,  while 
safe  in  dry  weather  it  discharges  in  foggy  weather. 

Rudolph  W.  Van  Norden  spoke  of  the  similarity 
of  problems  in  operating  different  plants  which  should 
form  the  best  guide  for  the  designing  engineer.  He 
instanced  particularly  the  successful  Pacific  Coast 
experience  with  non-automatic  apparatus. 

C.  O.  Poole  spoke  of  several  features  in  the  Sno- 
qualmie  system  which  illustrates  points  upon  which  he 
has  often  debated.  As  to  the  segregation  of  multiple 
circuits  by  automatic  switches  he  believes  that  a  good 
non-automatic  is  much  better  than  a  poor  automatic. 


a  separate  signalling  wire  as  the  high  impedance  of     jhe  practice  in  Southern  Nevada  has  been  to  install 


selectors  do  not  materially  load  the  line.  Various 
simple  arrangements  allow  ringing  till  answer  is  given. 
A  satisfactory  loud-speaking  instrument  will  undoubt- 
edly soon  be  developed.  Repeating  and  writing  all 
dispatching  orders  is  sufficient  safeguard  against  acci- 
dents 


automatic  oil  circuit  breakers  on  branch  lines  and  also 
to  protect  substation  devices.  These  are  more  reliable 
on  the  high-tension  than  on  the  low-tension  side.  He 
inquired  as  to  whether  the  circuit  breakers  would  drop 
after  a  short  circuit  due  to  the  line  or  capacity  reactance 
and  as  to  the  method  of  testing  the  line,  also  as  to  what 


S    G.  McMeen  expressed  the  thanks  of  the  teleg-  tvpe  of  ammeters  were  used  on  the  high-tension  side, 

raphy  and  telephonv  committee  for  the  prompt  work.  Ralph    Bennett   stated   that   when    safety   devices 

forbearance,  patience  and  attendance  of  the  authors  of  were   installed    on    the   high-tension    side    of   a    delta- 

the  telephone  papers      Chairman  A.  E.  McDonald  ex-  connected  ioo,ooo-volt  system,  the  surges  broke  down 
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the  installation.     They  have  experienced  little  or  no 
trouble  at  such  high  voltage. 

C.  L.  Cory  also  spoke  of  the  value  of  these  definite 
and  accurate  records  operating  facts  in  arriving  at 
effective  conclusions. 

Electricity  in  the  Lumber  Industry. 

E.  J.  Barry's  paper  on  "Electricity  in  the  Lumber 
Industry,"  in  the  absence  of  the  author  was  read  by 
R.  W.  Sorenson. 

R.  L.  Noggle  spoke  of  the  saving  in  insurance 
costs  accomplished  by  substituting  electrical  drive  for 
engine  drive  in  sawmills. 

J.  A.  Lighthipe  inquired  whether  a  portable  elec- 
tric saw  had  yet  been  devised  for  the  logging  camp. 

C.  Pemschel  in  a  written  communication  asked  for 
further  data  on  the  mill  operation,  the  size  of  the  cut 
and  the  feed  as  well  as  the  edgers.  He  questioned  the 
use  of  75  h.p.  motors  in  driving  the  planers  unless 
operated  as  a  group. 

J.  A.  Lighthipe  and  Chairman  MacDonald  cited  a 
number  of  instances  which  proved  that  75  h.p.  was  not 
too  much  to  drive  a  planer  in  a  rough  lumber  camp. 

Ralph  Bennett  cited  an  electric-driven  sawmill 
installation  using  30  h.p.  to  drive  the  planers.  He  also 
described  the  conditions  at  a  redwood  mill  in  Southern 
California.  Monorail  systems  are  preferable  to  storage 
battery  yard  locomotives. 

Power  Diagram  Indicator. 

Professor  Harris  J.  Ryan  briefly  explained  the 
theory,  construction  and  purposes  of  his  power  diagram 
indicator  for  high-tension  circuits,  Ralph  L.  Mershon 
acting  as  temporary  chairman. 

E.  F.  Scattergood  inquired  as  to  the  practicability 
and  portability  of  the  instrument  outside  of  the 
laboratory. 

C.  L.  Cory  spoke  of  its  value  in  measuring  very 
small  values  and  showed  that  the  ability  to  measure  .03 
watt  at  9000  volts  corresponded  to  one-three-hundred- 
thousandth  of  an  ampere.  He  traced  its  analogy  to  the 
steam  engine  indicator  and  indicated  its  practical 
applications. 

J.  J.  Frank  pointed  out  the  value  of  the  instrument 
in  measuring  losses  at  high  potentials  because  of  its 
recognition  of  the  wave-shape,  which  is  not  done  by 
the  spark-gap. 

R.  L.  Mershon  asked  information  on  a  simple 
method  of  obtaining  a  known  load  to  calibrate  the 
instrument.  He  wished  to  know  if  measurements  had 
been  made  as  to  the  effect  of  moisture  on  the  corona. 
He  also  expressed  his  admiration  for  the  paper  and  the 
work  it  evidences.  He  sees  in  it  particularly  a  valuable 
start  in  the  solution  of  the  insulation  problem,  which 
seems  to  depend  upon  getting  away  from  organic 
materials.   ^ 

Professor  Ryan  stated  that  arrangements  had  been 
made  for  manufacturing  the  instrument  in  a  fairly 
portable  form.  He  explained  how  by  means  of  a 
synchronously  revolving  mirror  it  can  be  used  to  study 
wave-forms  and  briefly  answered  the  other  questions 
which  had  been  asked. 

Professor  Ryan  then  abstracted  Professor  Adams' 
paper  on  the  economy  and  limiting  value  of  voltages 
as  illustrated  in  a  number  of  curves  shown. 

Mr.  A.  H.  Babcock  then  took  charge  as  temporary 


chairman  while  a  paper  was  read  descriptive  of  the 
1200-volt  railway  of  the  Central  California  Traction 
Company  as  written  by  S.  L.  Napthally. 

C.  H.  Masson  told  of  the  inception  of  this  road  and 
Ralph  Bennett  also  spoke  briefly. 

The  Status  of  the  Consulting  Engineer. 

Chairman  A.  H.  Babcock  at  this  point  introduced 
a  subject  which  was  touched  upon  by  Mr.  L.  B.  Still- 
well  in  the  meeting  at  San  Francisco  a  year  ago,  on 
the  growing  tendency  of  the  manufacturing  companies 
doing  consulting  engineering  work  free  of  charge  for 
their  customers.  The  reasons  given  for  this  is  that 
in  the  beginning  there  were  no  college  courses  cover- 
ing this  work  as  there  was  no  science  to  be  taught. 
All  investigation  and  experimental  work  was  carried 
on  in  the  factories,  the  only  places  where  information 
could  be  secured.  The  manufacturers  have  therefore 
become  accustomed  to  furnishing  charts  with  all  sorts 
of  information.  President  Stillwell's  remarks  led 
some  to  believe  that  some  sort  of  concerted  action 
would  be  taken  in  the  East  if  not  in  the  West  to  change 
this  relation  between  manufacturer  and  purchaser. 

Mr.  Mershon  advanced  the  opinion  that  no  action 
had  so  far  been  taken.  He  expressed  the  opinion  that 
it  was  an  economic  subject,  that  if  the  consulting  engi- 
neer be  an  economic  superfluity,  he  at  least  should  get 
out  of  the  business.  The  question  is  therefore  is  or 
is  he  not  an  economic  superfluity.  If  not,  something 
should  be  done  at  once. 

Manufacturers  are  heartily  in  favor  of  having 
work  done  by  the  consultant,  as  the  expense  of  this 
work  where  they  have  to  bear  it,  is  heavy.  Concerted 
action  is  necessary  either  to  abolish  this  free  work  or 
make  a  regular  schedule  of  charges. 

Recently  there  has  been  organized  the  American 
Institute  of  Consulting  Engineers,  they  should  take 
this  question  up  carefully  if  they  show  that  their  ex- 
istence is  justified  then  they  should  take  up  the  matter 
with  the  manufacturers.  Many  of  the  engineers  in  the 
employ  of  the  manufacturers  expect  eventually  to  go 
into  independent  consulting  work,  if  there  is  no  work 
for  them  to  do  another  complication  is  introduced. 

Mr.  Mershon  explained  that  what  he  said  was  not 
in  extenuation  of  the  cause  of  the  consulting  engineer 
but  to  set  engineers  thinking  on  a  proper  solution  of 
the  problem,  either  for  or  against. 

Air.  Babcock  then  took  up  the  subject  from  the 
point  of  the  engineering  student.  He  said  that  college 
graduates  were  not,  as  a  rule,  self-reliant  enough  to 
succeed  in  their  work,  in  other  words  there  must  be  a 
period  of  several  years  of  seasoning.  It  is  perfectly 
natural  for  the  young  engineer  to  lean  toward  the  man- 
ufacturer for  his  sources  of  information  and  eventu- 
ally become  dependent  on  him.  The  manufacturer  in 
turn  expects  something.  This  is  absolutely  destructive 
to  independent  thought  and  action.  Good  character  is 
the  only  guide  as  to  how  far  it  is  right  to  depend  on 
the  manufacturer,  in  other  words  a  man's  conscience 
must  tell  him  what  to  do. 

Mr.  Ensign  gave  examples  of  where  bids  for  equip- 
ment differed  greatly  and  how  an  absolute  knowledge 
of  conditions  governing  the  situation  was  necessary  on 
the  engineer's  part  to  form  a  decision.  Mr.  Scatter- 
good,  brought  out  the  point  that  the  profession  as  a 
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profession  had  a  purpose  and  should  not  be  controlled 
by  industrial  conditions.  He  showed  where  engineer- 
ing work  for  a  company  done  by  its  own  engineer 
will  give  better  results  than  that  done  by  the  engineer 
of  the  manufacturer  who  is  building  apparatus  for  the 
company.  One  reason  is  that  the  manufacturer  is 
too  far  away  and  his  engineer  is  not  familiar  with 
the  local  conditions,  the  other  is  that  his  greatest  en- 
thusiasm is  naturally  toward  the  manufacturer,  his 
employer  is  an  influence  which  prevents  the  sort  of 
development  work  and  healthy  conditions  toward  the 
company  which  would  otherwise  prevail.  Corporation 
engineers  are  continually  being  imposed  upon  through 
friendship  to  members  of  the  corporation  or  otherwise. 
These  people  get  free  advice  and  then  employ  cheap 
and  poor  talent  to  carry  out  work.  Here  however  the 
corporation  engineer  has  the  opportunity  t<j  refer  the 
applicant  to  a  consulting  engineer,  thus  saving  his 
time  and  putting  the  work  where  it  legitimately  be- 
longs. 

Mr.  Scattergood  hoped  that  the  same  free  ex- 
pression of  opinion  on  this  subject  would  prevail  in 
Eastern  meetings. 

Professor  Harris  J.  Ryan  of  Stanford  University 
then  took  up  the  matter,  as  relating  to  college  work. 
He  said  that  the  co-operation  of  consulting  engineers 
with  the  college  men  was  of  greatest  importance,  espe- 
cially in  tiding  over  the  two  or  three  years  of  uncer- 
tainty after  graduation.  The  manufacturers  are  of 
great  help  here  and  the  work  in  the  factories  gives 
experience  and  reliance.  The  colleges  are  trying  to 
prepare  the  student  to  safely  cross  this  time  of  un- 
certainty and  welcome  co-operation. 

Mr.  Babcock  gave  instances  of  his  advice  to  col- 
lege men  who  applied  for  positions  with  his  company. 
He  said  that  he  told  them  to  take  the  students'  course 
with  a  manufacturing  company  for  two  years  and  then 
bring  in  his  application. 

Chairman  ^^IcDonald  then  took  the  chair  and  in  a 
few  well  chosen  words  thanked  the  members  for  their 
eager  participation  in  the  discussions,  etc. 

Mr.  Mershon  remarked  that  if  the  presence  of  the 
eastern  members  were  necessary  to  the  success  of  these 
meetings,  he  hoped  that  condition  would  continue  to 
obtain. 

Mr.  Scattergood  reiterated  his  belief  in  the  im- 
portance of  these  meetings  and  regretted  that  Presi- 
dent Jackson  could  not  have  attended. 

The  chairman  called  attention  to  several  letters 
from  members  regretting  their  inability  to  attend  and 
read  one  in  particular  from  President  Jackson. 

Letters  were  also  received  from  Messrs.  L.  B. 
Stillwell,  Sprague,  Murray,  Dunn  and  Jackson  of  Chi- 
cago. The  convention  was  then  adjourned  with  in- 
struction to  the  members  to  meet  the  following  morn- 
ing at  8:30  at  the  Arcade  depot  of  the  Southern  Pacific 
for  an  all-day  trip  to  the  Edison  Company's  plant  in 
San  Bernardino  County. 

The   Riverside   Trip. 

The  last  day  of  the  session  was  given  entirely  to 
entertainment  and  from  this  point  of  view  was  destined 
to  be  the  crowning  event.  For  this  day  the  members 
and  their  wives  and  ladies  were  to  be  guests  of  the 
Southern  California  Edison  Company. 

The   party   boarded   a   special   train   of   four   cars 


on  the  Southern  Pacific  road,  at  8  130  a.  m.  There  were 
220  all  told  and  it  made  a  merry  train  load.  The  ride 
L)f  two  hours  through  the  San  Gabriel  Valley,  through 
the  orange  orchards  was  a  source  of  constant  admira- 
tion to  those  who  had  never  been  through  the  section. 
At  Pasadena  a  brass  band  welcomed  the  special  with 
lively  tunes,  and  hundreds  of  oranges  and  masses  of 
roses  were  distributed  to  the  party. 

The  party  passed  through  the  city  of  Redlands 
and  disembarked  at  the  Union  Ice  Co.'s  plant  near 
Mentone.  A  short  visit  was  made  here  for  the  pur- 
pose of  viewing  the  first  three-phase  synchronous 
motor  ever  built.  This  motor  drives  an  ice-machine 
and  has  been  in  daily  operation  for  17  years.  The 
development  of  long-distance  transmission  started  at 
this  point  and  the  motor  was  naturally  of  great  his- 
torical  interest   to  the  engineers   present. 

Waiting  for  the  party  at  this  point  were  auto- 
mobiles, tallyhoes,  carry-alls,  and  almost  every  sort 
of  comfortable  conveyance  which  could  be  procured  in 
the  county,  for  the  transportation  of  the  party  to  the 
power  plants,  about  thirty  conveyances  in  all.  From 
this  point  the  drive  was  through  a  wild  uncultivated 
country,  following  a  steady  rise,  a  distance  of  six 
miles.  The  drive  while  slow,  was  a  delight  as  the  day 
was  perfect,  the  air  clear  and  the  view  of  the  moun- 
tains, culminating  in  the  peak  of  San  Jacinto  a  mag- 
nificent spectacle  not  soon  to  be  forgotten. 

The  party  then  left  to  retrace  part  of  the  way  to 
.Mill  Creek  No.  i  where  lunch  was  served.  And  about 
this  time  the  lunch  was  more  important  than  all  of  the 
power  houses  on  earth.  It  was  a  wonderful  lunch. 
Spread  out  in  two  long  lines  under  the  trees  were  the 
tables  and  on  them  was  almost  everything,  at  least 
it  looked  that  way.  First  there  was  fried  chicken,  it 
was  said  that  one  hundred  and  forty-five  of  them 
were  served,  then  there  were  cold  meats  of  all  sorts, 
all  one  could  eat,  then  there  was  asparagus  and  olives, 
and  salads  and  hot  biscuits  and  finally  real  good  old- 
fashioned  strawberry  short-cake,  big  plates  of  it  with 
lots  of  strawberries..  It  is  rumored  that  several  of 
the  San  Francisco  delegation  who  were  sitting  near  the 
heads  of  the  tables,  after  they  had  finished  all  they 
were  supposed  to  eat,  went  down  to  the  other  ends, 
pretending  they  were  late  comers  and  had  lunch  all 
over  again. 

The  return  was  made  through  the  orange  groves 
Id  Redlands  where  the  special  train  was  in  waiting. 

The  hosts  had  arranged  many  pleasant  surprises 
for  the  benefit  of  the  party,  but  here  Mr.  Lighthipe 
gathered  the  party  together  and  then  ordered  a  special 
eclipse  of  the  sun  for  their  benefit,  which  was  greatly 
appreciated. 

The  special  was  again  boarded  and  the  party  was 
landed  at  Riverside,  going  to  the  "Mission  Inn"  for 
dinner  and  entertainment. 

It  was  with  the  grea-test  reluctance  that  the  party 
dragged  themselves  away  at  9  :oo  o'clock  to  again  enter 
the  special  for  the  return. 

Stragglers  late  that  night  stopped  to  look  and 
listen  to  the  happy  crowd  which  filed  through  the 
Arcade  depot,  all  swelling  the  chorus  of  "Auld  Lang 
Syne,"  a  reflection  of  the  pleasure  afiforded  by  the 
hosts  under  the  care  and  leadership  of  Mr.  J.  A. 
Lighthipe  and  B.  F.  Pierson. 
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-All  imprnui])!!!  (lisciission  litirins.;  the  Institute 
meeting  at  l,os  .\iigeies  regarding  the  sales  engineer's 
Consulting  encroacliment  into  the  consultant's 

Engineers  practice    was    ably    epitomized    by 

Not  an  Economic  Ralpli  I..  Mershon  in  tlie  lead- 
Superfluity  i„g  question,  "Is  the  consulting 
engineer  an  ecnnoniic  superfluity?"  The  answer  to 
this  impersonal  (|ucry  is  vital  to  the  future  of  engineer- 
ing develo])ment  ;•  it  can  be  solved  by  an  equally  un- 
sentimental analysis  of  existing  conditit)ns,  for  it  re- 
(juires  merely  proof  of  the  fact  that  there  is  work  for 
the  consulting  engineer  and  that  he  is  the  best  cjual- 
ificd  for  its  performance. 

If  jtidgment  were  based  upon  the  recent  idleness 
(if  many  of  the  profession,  it  might  seem  that  they 
are  not  needed  for  much  of  the  engineering  work  now 
being  done;  or  at  least  that  the  men  paying  for  the 
Vvork  do  not  recognize  the  important  function  of  the 
consultant  as  distinguished  from  the  sales  engineer 
who  supplies  apparatus  or  from  the  operator  who  runs 
it.  It  can  be  but  a  matter  of  a  few  years,  however, 
before  the  mistakes  thus  made  may  demand  compe- 
tent rectification  and  engiiteers  will  be  as  busy  patch- 
ing the  old  as  planning  the  new  work. 

The  consulting  engineer  is  a  judge,  not  an  advo- 
cate. He  is  as  likely  to  advise  against  as  in  favor  of  a 
project.  If  his  opinion  is  favorable  it  is  his  province 
to  devise  the  most  feasible  method  of  development.  He 
must  be  able  to  form  a  mental  image  of  the  completed 
installation  as  an  artist  does  of  a  picture  he  has  yet 
to  paint.  His  skill  consists  in  the  pre-determination 
of  equipment  and  methods.  He  is  necessarily  a  man 
of  broad  and  varied  experience  and  possessed  of  a 
specialized  knowledge  which  guides  him  in  untried 
fields  and  enables  him  to  meet  unusual  conditions. 

The  engineer  for  the  manufacturer  is  as  obviously 
unfitted  for  such  discriiriination  as  is  the  attorney  for 
the  defense  disqualified  from  charging  the  jury.  Yet 
in  his  limited  field  the  salesman  with  engineering 
knowledge  can  be  of  great  value  to  the  purchasing 
client  because  he  knows  what  apparatus  is  best 
adapted  to  certain  needs.  The  fault,  if  there  be  any, 
lies  not  with  the  sales  engineer,  but  with  the  buyer 
who  is  not  as  familiar  with  engineering  as  with  law, 
and  who  consequently  does  not  realize  that  while  he 
may  confer  with  the  salesman  he  should  consult  with 
an  independent  engineer. 

The  work  of  the  consulting  engineer  is  as  impor- 
tant and  distinctive  as  that  of  a  federal  judge  or  of  an 
architect.  His  horizon  is  broader  than  that  of  the 
specializing  salesmen  and  his  judgment  is  correspond- 
ingly sounder.  He  is  most  emphatically  not  an  eco- 
noinic  superfluity,  for  without  him  all  methods  of  de- 
veloping material  resources  would  be  decided  not  by 
reason,  Init  by  sentiment  induced  by  partisan  argu- 
ment. 
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PERSONALS. 

John  A.  Britton  and  wife  sailed  tor  Honolulu  this  week. 

A.  C.  Balch  of  Los  Angeles  was  a  San  Francisco  visitor 
last  Monday. 

Thomas  Mirk,  of  Hunt,  Alirk  &  Co.,  left  for  San  Diego 
last  Monday. 

A.  D.  Page,  manager  of  lamp  sales  for  the  General  Elec- 
tric Company,  is  at  Seattle. 

Rufus  W.  Keeler,  electrician,  recently  returned  to  San 
B'ranclsco  after  an   Eastern   trip. 

T.  G.  Whaling  of  the  Westinghouse  Lamp  Company  re- 
turned to  New  York  from  the  Pacific  Coast. 

J.  B.  Hunter,  the  City  Engineer  of  Denver,  Colo.,  arrived 
at  San  Francisco  last  week  on  a  vacation  trip. 

R.  D.  Holabird  of  the  Holabird-Reynolds  Electric  Company 
o;  San  Francisco  is  making  a  month's  trip  East. 

A.  S.  Work,  representing  the  Railroad  Supply  Company  at 
Sacramento,  was  at  San  ITrancisco  last  Saturday. 

Robert  Kuhn  of  the  American  Electric  Heater  Company 
left  for  Detroit  this  week,  going  via  Los  Angeles. 

Guy  W.  Talbot  has  been  elected  president  of  the  Pacific 
Power  &  Light  Company,  with  offices  at  Portland,  Ore. 

W.  W.  Low  of  the  Electrical  Appliance  Company  of  Chi- 
cago sailed  from  San  Francisco  last  Wednesday  for  Hono- 
lulu. 

C.  I.  Hills  of  the  Franklin  Incandescent  Lamp  Company 
of  New  York  left  during  the  past  week  for  the  East,  via 
Seattle. 

Gilbert  Woodill  of  the  Woodill-Hulse  Electric  Company, 
Los  Angeles,  spent  a  few  days  at  San  Francisco  during  the 
past  week. 

W.  H.  Powell,  chief  electrical  engineer  of  the  Allis- 
Chalmers  Company,  is  visiting  the  San  FVancisco  office  of  that 
corporation. 

K.  G.  Dunn,  electrical  engineer  with  Hunt,  Mirk  &  Co., 
returned  to  San  Fi'ancisco  last  Tuesday  after  a  trip  covering 
Portland,  Seattle  and  Aberdeen,  Wash. 

H.  L.  Jackman,  general  manager  of  the  Humboldt  Gas  & 
Electric  Company,  which  is  now  owned  by  the  H.  M.  Byllesby 
interests,  recently  arrived  at   San   Francisco  from   Eureka. 

C.  S.  S.  Forney,  president  of  the  Southern  Counties  Gas 
Company,  operating  plants  at  Covina,  FuUerton,  Orange,  Ana- 
heim and  other  towns  in  Southern  California,  is  at  San  Fi-an- 
cisco. 

Williams  S.  Turner,  formerly  manager  of  the  North- 
western offices  of  W.  S.  Barstow  &  Co.,  has  opened  offices 
as  consulting  electrical  engineer,  in  the  Spaulding  Building, 
Portland,  Ore. 

M.  L.  Dozier,  who  recently  resigned  as  assistant  general 
manager  of  the  Northern  Electric  Railroad  Company,  recently 
visited  San  Francisco.  He  will  engage  in  business  for  him- 
self at  Sacramento. 

J.  B.  Rowray  has  resigned  as  superintendent  of  the  north 
division  of  the  Pacific  Electric  Railway  of  Los  Angeles  to 
become  superintendent  of  the  Northern  Electric  Railway  of 
Chico,  Cal. 

L.  B.  Cramer,  electrical  engineer  of  the  Oregon  Electric 
Railway  Co.,  inspected  the  high-tension  power  plants  of  San 
Francisco  and  vicinity  after  attending  the  American  Institute 
sessions  at  Los  Angeles,  and  departed  last  Monday  for  Port- 
land. 


.1.  D.  Schuyler,  a  hydraulic  engineer  of  Los  Angeles,  who 
has  been  connected  with  important  hydroelectric  projects  on 
the  Pacific  Coast  and  in  foreign  countries,  was  a  San  Fran- 
fisco   visitor   last   week. 

C.  W.  Koiner,  of  Pasadena,  has  been  engaged  by  the  City 
of  San  Bernardino,  Cal.,  to  value  the  power  plant  and  distrib 
uting  system  of  the  Lytle  Creek  Power  Co.,  with  a  view  to 
imrchasing  the  property. 

Louis  C.  Kelsey,  civil  engineer.  Selling  Building,  Portland, 
Ore.,  has  been  employed  by  the  city  of  Elma,  Wash.,  to  pre- 
pare plans,  specifications  and  estimates  for  increasing  the 
water  supply  by  means  of  pumping.  Bids  for  construction 
will  be  invited  later. 

Paul  C.  Funk,  formerly  superintendent  of  the  gas  de- 
partment of  the  Coast  Counties  Light  &  Power  Company, 
and  more  recently  manager  of  the  Tonopah  Gas  Company, 
i;  now  with  Van  E.  Britton,  gas  engineer,  as  construction 
foreman,   at   Willows,    Cal. 

A.  M.  Hunt  has  been  appointed  by  the  San  Francisco 
Board  of  Works  as  consulting  engineer,  at  a  salary  of  $300 
a  month,  to  direct  the  construction  of  the  Geary-street  muni- 
cipal railroad.  He  assisted  in  the  preparation  of  the  original 
electric  railway  data  when  the  project  was  first  taken  under 
consideration  several  years  ago. 

The  Electric  Club  of  San  Francisco,  which  is  composed 
principally  of  United  Railroads  power  station  operators, 
gave  an  annual  banquet  on  Monday,  April  24th.  Mr.  W.  T. 
Bivins,  Chief  Engineer  of  Electrical  Equipment  of  the  United 
Railroads  of  San  Francisco,  was  their  guest.  The  members 
present  were:  F.  W.  Bruckmann.  O.  E.  Davis,  J.  L.  French, 
H.  L.  Hiett,  W.  F.  Lange,  W.  V.  Smith,  J.  M.  Williams,  E.  H. 
Zenner. 


OBITUARY  NOTICE. 
Albert  C.  McDavid,  who  was  well  known  in  Central  and 
Northern  California  as  right-of-way  agent  for  the  Pacific  Gas 
&  Electric  Company,  died  from  heart  failure  at  Smartsville 
a  few  days  ago.  He  was  36  years  of  age  and  left  a  widow, 
who  was  formerly  Miss  Katherine  Dyer  of  Sacramento.  The 
remains  were  sent  to  McDavid's  old  home  in  Illinois  for  in- 
terment. 


TRADE    NOTES. 

The  Union  Gas  &  Electric  Company  of  Cincinnati  has  just 
placed  with  the  General  Electric  Company  at  Schenectady, 
N.  Y.,  the  largest  single  order  for  arc  lamps  ever  received 
by  a  manufacturer.  This  order  calls  for  6000  of  the  company's 
latest  type  of  series  luminous  arc  lamps,  together  with  a 
complete  mercury  arc  rectifier  station  equipment  of  9000 
lamps  capacity. 

The  Pelton  Water  Wheel  Company  has  been  awarded  the 
V  ater  wheel  central  for  the  new  "booster"  installation  for  the 
municipal  lighting  system  of  Seattle,  Wash.  A  2500-h.p. 
Pelton-Francis  turbine,  of  the  overhung  spiral-case  type,  ope- 
rating at  720  r.p.m.,  under  a  head  of  3S0  feet,  will  be  installed. 
Water  will  be  taken  from  the  city  reservoir  at  Volunteer  Park 
and  dropped  to  Lake  Union,  where  the  generating  set  will  be 
located.  It  will  be  automatically  controlled  from  a  sub- 
station two  miles  away. 

\'au  E.  Britton  is  installing  for  the  Northern  California 
Power  Company  at  their  plant  at  Red  Bluff  a  high  pressure 
boosting  system  consisting  of  a  Rix  enclosed  type  compressor, 
motor  driven  with  two  storage  tanks,  and  about  a  mile  of 
high  pressure  pipe,  which  bisects  the  city,  and  is  tied  in  at 
necessary  points  with  the  present  low  pressure  distributing 
system  by  means  of  reducing  governors.  By  means  of  this 
installation  a  constant  and  uniform  pressure  will  be  main- 
tained at  all  times  on  the  low  pressure  system  regardless  of 
the  consumption. 
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990,331.  Hydrocarbon-Oil  Burner.  Charles  W.  Brewbaker 
ai.tl  George  R.  Shanklin,  Portland,  Ore.;  said  Brewbaker  as- 
signor to  Ella  M.  Brewbaker,  PortUind,  Ore.  In  a  hydrocarbon 
burner  the  combination  of  a  retort  consisting  of  a  horizontall.v 
arranged  U-shaped  pipe,  the  parallel  members  thereof  being 
sjiaced  apart;  a  riser  from  said  retort,  a  horizontal  pipe-ex- 
tension from  such  riser  to  approximately  the  center  of  the 
retort,  the  outer  end  of  such  pipe-extension  being  closed  and 
having  a  bottom  discharge  orifice  located  centrally  above  the 


retort;  a  mixing  chamber  suspended  from  said  horizontal  pipe- 
extension  of  the  retort  and  under  the  discharge  orifice  of  said 
pipe-extension,  said  mixing  chamber  comprising  a  hollow  body 
open  at  the  bottom  and  provided  with  air  apertures,  one  or 
more,  in  its  sides;  and  a  nipple  of  smaller  cross  section  than 
the  mixing  chamber  suspended  centrally  within  the  mixing 
chamber;  the  lower  end  of  said  nipple  extending  below  the  air 
apertures  in  the  sides  of  the  mixing  chamber;  and  the  parts 
being  arranged  to  position  the  inlet  end  of  the  nipple  below 
the  orifice  of  the  horizontal  pipe-extension  of  the  retort. 

990,622.  Steam-Generator.  John  P.  Badenhausen,  Seattle, 
Wash.  A  steam  generator  comprising  uprights  having  longi- 
tudinally-disposed channeled  seats  at  their  upper  ends,  longitu- 
dinal beams  superposed  on  the  said  uprights  and  disposed  in 
the  said  channeled  seats  thereof,  saddles  resting  on  the  said 


longitudinal  beams,  hangers  connected  with  the  beams,  and 
spaced  drums  connected  together  and  communicating  with 
each  other;  one  of  the  said  drums  resting  In  the  said  saddles, 
and  another  drum  being  connected  to  the  said  hangers. 

990,744.  Fuel-Oil  Regulator.  Edgar  Mawer  Jones,  Mo- 
renci,  Ariz.  A  fuel  oil  regulator,  comprising  a  steam  casing 
having  an  inlet  and  an  outlet  orifice;  an  oil  casing  having 
an  inlet  and  an  outlet  orifice;  slide  valves  mounted  in  said 
casings  and  arranged  to  close  said  outlet  orifices;  a  connecting 
rod  uniting  said  valves;   a  piston  head  mounted  In  a  steam 


chamber  in  open  communication  with  the  pressure  chamber 
connected  with  the  surface  to  which  fuel  is  being  supplied 
tinough  the  said  regulator;   an  air  duct  for  supplying  air  to 


said  furnace;  an  intake  valve  for  said  duct;  and  means  for 
operatively  connecting  said  intake  valve  with  said  piston  head 
to  operate  in  unison  with  the  said  first  mentioned  valves. 

990,235.  Junction-Box  Structure  for  Electrical  Conductors. 
("liarles  W,  Davis,  Edgeworth,  Pa.,  assignor  to  Standard 
Underground  Cable  Company,  Pittsburg,  Pa.  A  junction  box 
for  multiple-conductor  cables  consisting  of  a  casing,  a  parti- 
tion extending  upward  from  the  lowermost  wall  of  the  casing 
nnd  dividing  the  space  within,  the  space  on  one  side  of  said 


partition  being  further  divided  into  a  plurality  of  separate 
compartments,  and  an  orifice  for  the  introduction  of  a  cable 
formed  in  the  junction-box  wall  and  opening  into  each  of  such 
compartments,  and  pole-pieces  extending  through  said  parti- 
tion and  into  each  of  said  compartments,  substantially  as  de- 
scribed. 

990,362.  Impact  Water-Wheel.  John  Kincaid,  Vancouver, 
British  Columbia,  Canada.  In  an  impact  water  wheel,  a  cup 
lor  the  reception  of  the  water  jet  the  side  of  which  cup  into 
which  the  jet  is  received  being  approximately  a  spherical  seg- 


ment and  thereafter  in  plan  curving  inward  around  the  edge 
of  the  wheel  to  which  the  cups  are  secured  toward  the  axis  of 
rotation,  and  a  series  of  sharp  edged  ridges  in  the  bottom 
of  the  cup  following  generally  the  curvature  of  the  outside 
edges  of  the  cup. 
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A  NEW  TYPE  OF  SYNCHROSCOPE. 

The  infallibility  and  simplicity  of  the  lamp  method  of  syn- 
chronizing machines  has  kept  it  from  being  displaced  by  the 
rotating  synchroscope.  In  fact,  the  rotating  synchroscope  is 
usually  used  in  conjunction  with  a  synchronizing  lamp  In  order 
to  guard  against  disaster  In  event  of  failure  of  the  synchro- 
scope. However,  this  arrangement  is  unsatisfactory,  since  it 
requires  the  attendant  to  divide  his  attention  between  two 
objects. 

The  lamp  method,  when  the  lamps  are  connected  to  syn- 
chronize light,  gives  an  accurate  Indication  of  the  equality 
of  frequency,  but  the  phase  displacement    which    must    be 


denser  is  connected  in  series  with  the  movable  coil  and  a 
slightly  inductive  resistor  is  connected  in  series  with  the  fixed 
coil.  This  movement  is  combined  with  a  synchronizing  lamp 
mounted  Inside  the  case  and  behind  the  dial.  The  lamp  is  con- 
nected across  the  secondary  of  a  special  three-legged  trans- 
former, the  primaries  of  which  are  connected  to  each  of  the 
circuits  to  be  synchronized.  The  connections  are  shown  in 
Fig.  4.  The  condenser,  transformer  and  resistor  are  mounted 
in  a  separate  box. 

It  is  well-known  that  a  good  wattmeter  will  show  no  de 
flection,  when  the  current  and  e.  m.  f.  are  in  exact  quadrature; 
that  is,   when   the  currents  in  its  two  circuits  are  in  exact 


Fig.    1.      Front    \i.\v    Synchroscope. 
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Fig.  3.  Phantom  view  showing  the 
relative  position  of  the  lamp, 
pointer  and   scale. 
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Fig.    4.     Circuit    diagram. 


Fig.   2. 


View. 


Judged  by  the  brightness  of  the  light  can  be  determined  only 
in  the  roughest  sort  of  a  way.  For  instance,  it  requires  a 
phase  displacement  of  16  degrees  to  produce  a  change  in 
e.  m.  f.  across  the  lamp  of  1  per  cent;  therefore,  a  slight  error 
in  the  judgment  of  the  brightness  of  the  light  may  cause  con- 
siderable shock  when  the  machine  is  thrown  onto  the  line. 

The  Weston  Electrical  Instrument  Company  has  recently 
brought  out  a  new  type  of  synchroscope,  which  is  so  combined 
with  a  synchronizing  lamp  as  to  be  infallible  and  at  the  same 
time  it  gives  precise  indication  of  the  phase  difference  between 
the  two  machines  to  be  synchronized. 

This  synchroscope  consists  of  an  electrodynamometer 
movement  similar  to  the  new  Weston  single-phase  wattmeter, 
which  was  described  in  our  issue  of  April  15,  1911.  The  mov- 
able and  fixed  coils  are  both  wound  with  fine  wire;   a  con 


quadrature.  In  the  present  instrument,  by  properly  choosing 
the  constants  of  the  two  circuits  the  currents  in  these  circuits 
can  be  brought  into  exact  quadrature  when  the  e.  m.  f.'s  of  the 
two  machines  are  exactly  in  phase;  that  is,  a  good  electrody- 
namometer movement  when  connected  in  this  way  is  capable 
of  handling  phase  coincidence  with  great  accuracy. 

With  this  arrangement  alone  there  would  be  no  way  of 
distinguishing  phase  coincidence  from  phase  opposition,  and 
also  no  way  of  determining  whether  the  incoming  machine  is 
fast  or  slow  when  the  frequency  is  not  right.  In  the  Weston 
synchroscope  these  highly  desirable  characteristics  are  at- 
tained in  a  most  ingenious  way,  namely:  by  mounting  the 
pointer  behind  a  translucent  glass  scale  and  illuminating  it 
from  behind  with  a  small  synchronizing  lamp. 

The  pointer  stands  normally  in  the  middle  of  the  scale 
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and  is  deflected  to  the  right  or  left,  depending  upon  the  direc- 
tion of  the  resultant  torque;  that  is,  upon  whether  the  current 
in  one  circuit  lags  or  leads  with  respect  to  that  in  the  other. 
Therefore,  when  the  frequency  of  the  incoming  machine  differs 
from  that  of  the  line,  the  relative  phase  position  of  the  two 
waves  will  vary  continuously  through  complete  cycles  of  360 
time  degrees;  each  cycle  corresponding  to  two  reversals  of  the 
torque  and  thus  the  pointer  will  swing  back  and  forth  over 
the  scale.  However,  on  account  of  the  lamp  which  glows  only 
during  that  part  of  the  cycle  while  the  waves  are  in  appro.<i- 
raate  phase  coincidence,  the  pointer  is  seen  only  during  every 
other  swing;  that  is,  it  appears  to  rotate  continuously  in  one 
direction  or  the  other.  The  direction  of  apparent  rotation 
depends  on  whether  the  incoming  machine  is  fast  or  slow  and 
the  speed  of  rotation  is  a  measure  of  the  amount  by  which 
the  frequency  differs  from  that  of  the  system. 

It  Is  not  immediately  apparent  why  the  direction  of  ap 
parent  rotation  indicates  fast  or  slow.  Probably  the  best  way 
to  demonstrate  what  goes  on  is  to  plot  two  waves  that  differ 
in  frequency  and  then  construct  the  torque  curves  which  cause 
the  motion  of  the  pointer.    This  has  been  done  in  Fig.  5.    The 


Fit 


Diagram  showing  relation   between  current 
torque,    speed,    phase,    etc. 


two  waves  at  the  top  are  those  impressed  across  the  two' pri- 
maries of  the  lamp  transformer  and  the  resultant,  which  is 
shown  dotted,  represents  the  current  through  the  lamp.  It  re- 
quires a  certain  value  of  current  to  make  the  lamp  glow  and 
it  has  been  assumed  that  when  the  ma.ximum  value  of  the 
current  does  not  fall  outside  the  limits  of  the  shaded  area  that 
the  lamp  would  remain  dark.  The  periods  of  light  and  dark 
ness  are  shown  below  the  top  set  of  curves. 

The  middle  set  of  curves  is  constructed  from  the  up|)er  sot 
by  assuming  the  fast  wave  to  be  that  of  the  incoming  machine, 
and,  therefore,  it  is  shifted  ahead  90-time-degrees  or  a  quarter 
period.  These  currents  are  active  in  the  coils  of  the  instru- 
ment and  the  torque  is  equal  to  their  instantan-eous  product. 
These  products  have  been  taken  and  are  plotted  as  curves 
bounding  the  shaded  areas.  It  is  seen  that  zero  torque  occurs 
simultaneously  with  maximum  light  and  ma.ximum  darkness 
and  that  the  maximum  positive  and  negative  torques  occur 
at  the  transition  points  between  light  and  darkness;  there- 
lore,  the  pointer  is  seen  only  w'hile  swinging  to  the  right  ami 
appears  to  rotate  in  that  direction  when  the  incoming  machiii'' 
is  fast. 

The  lower  set  of  curves  is  exactly  similar  to  the  middle 
set,  except  that  the  slow  wave  has  been  considered  as  b' • 
longing  to  the  incoming  machine.  In  this  case  the  ijointer 
goes  from  right  to  left  during  the  period  of  light.     These  indi 


cations  are  absolutely  infallible,  since  the  pointer  can  be  seen 
only  in  shadow  on  the  translucent  glass  scale  by  light  from  the 
synchronizing  lamp. 

When  the  frequency  is  right  the  torque  will  cease  to  fluc- 
tuate and  the  pointer  will  come  to  rest.  The  value  of  the 
torque  depending  upon  the  amount  by  which  the  e.  m.  fs.  of 
the  machines  differ  in  phase.  The  deflection  per  unit  phase 
displacement  is  large  and  fairly  uniform,  except  at  synchro- 
nism where  it  is  very  large.  A  displacement  of  5  degrees  from 
synchronism  will  produce  a  deflection  of  V2  inch. 

The  chief  advantage  of  this  synchroscope  is  its  infalli- 
bility; however,  it  is  also  extremely  accurate  and  convenient 
to  use.  There  being  no  sliding  contacts  the  rotation  is  smooth, 
steady  and  continuous  up  to  the  very  instant  of  exact  syn- 
chronism. 

The  accuracy  is  i)ractically  unaffected  by  changes  in  fre- 
quency and  voltage  over  a  wide  range  of  variation.  For  in- 
stance, a  110-volt,  60-cycle  synchroscope  under  test  from  40  to 
SO  cycles  and  from  95  to  130  volts  indicated  true  synchronism 
within  1  degree  phase  difference. 


NEW    WESTINGHOUSE    ENGINE-DRIVEN    INTERPOLE 
GENERATORS. 

The  increasing  use  of  electric  power  deiuands  overload 
capacities  in  direct-current  generators,  together  with  sparkles? 
commutation  and  the  highest  degree  of  mechanical  excellence. 
The  new  standard  line  of  Westinghouse  Type  Q  interpole 
direct-current  generators  thoroughly  fulfills  requirements  and 
furnishes  the  most  desirable  engine-driven  generator  yet  pro- 
duced for  direct-current  two-wire  or  three-wire  service. 

Prominent  characteristics  of  Type  Q  generators  are  inter- 
pole construction,  thorough  ventilation  and  ruggedness  with 
relatively  light  weight.  The  interpole  construction  provides 
perfect  commutation,  with  a  definite  brush  position  covering 
all  ranges  of  load.  Heavy  overloads  may  be  imposed  without 
si)arking  or  fiashing  and  wear  on  commutators  and  brushes 
is  reduced  to  a  minimum.  The  ventilation  of  all  current- 
carrying  parts  and  of  the  armature  cores  of  type  Q  machines 
is  such  that  there  can  be  no  hot  spots  at  points  dangerous  to 
the  insulation.  The  frames  are  of  cast  steel,  a  material  of 
high  magnetic  permeability,  which  furnishes  ample  strength 
with  ecenomy  of  both  weight  and  space,  contributing  to  good 
ventilation,  low  freight  charges  and  easy  handling. 

The  rotors  or  armatures  of  type  Q  generators  are  de- 
signed for  direct  mounting  on  the  shaft  of  the  prime  mover, 
which  may  be  of  any  type  of  suitable  speed.  The  stators  or 
fields  are  arranged  for  mounting  on  masonry  foundations  or 
directly  on  the  bedplate  of  the  prime  mover. 

Ventilation  has  received  particular  attention  in  the  design 
of  these  machines.  The  design  of  all  the  windings  is  such 
as  to  give  shallow  coils  with  the  result  that  the  heat  in  any 
part  has  but  a  very  short  distance  to  travel  to  the  surface 
Irom  which  it  is  radiated.  This,  with  very  complete  and  thor- 
ough system  of  air  circulation,  insures  an  entire  absence  of 
hot  spots  and  a  uniformity  of  temperature  never  before  ob- 
tained in  similar  machines.  These  features  enable  these  gen- 
erators to  stand  heavy  overloads  without  injury. 

Type  Q  generators  are  standardized  for  desirable  and 
usual  ratings  from  25  kilowatts  to  1000  kw.  with  speeds  con- 
forming to  the  best  engine  practice.  Up  to  100  kw.  in  capacity 
the  standard  voltages  are  125  or  250.  FYom  100  to  300  kw 
these  machines  are  wound  for  125,  250  or  600  volts,  and  frcm 
300  to  1000  kw.  they  are  w^ound  for  250  and  600  volts.  Ma- 
chines of  250-volt  rating  are  regularly  equipped  for  three-wire 
operation. 

Most  electrical  troubles  in  a  direct-current  generator  arise 
from  faulty  commutation,  especially  during  overloads.  They 
begin  with  sparking,  which  burns  away  the  copper  and  brufh, 
causing  high  mica,  roughness  of  surface,  flashing,  break-downs 
in  installation  and  deterioration  in  brushes,  brush  holders  and 
commutators. 
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In  a  non-interpole  generator,  sparking  is  primarily  due  to 
a  local  magnetic  field  surrounding  a  coil  which  is  being  com- 
mutated.  This  field  sets  up  an  e.  m.  f.  in  the  commutated 
coil,  in  such  a  way  as  to  oppose  the  reversal  of  the  current 
in  the  coil,  and  thus  tends  to  cause  sparliing  as  the  coil  or 
commutator  bar  leaves  the  brush.  The  action  increases  with 
the  current  or  load  and  is  especially  destructive  on  heavy 
overloads. 

In  a  non-interpole  machine  sparkless  commutation  may 
be  obtained  if  the  brushes  can  be  so  located  that  the  arma- 
ture coils  shortcircuited  by  them  are  brought  into  a  magnetic 
field  of  exactly  the  right  direction  and  strength  to  neutralize 
the  effect  of  the  local  field  at  the  moment  of  commutation. 

Such  a  field  is  found  to  exist  near  the  tips  of  the  pole 
pieces  and  it  has  been  customary  to  advance  the  generator 
lirushes  sufficientlj'  to  bring  the  armature  ceils  within  it  dur- 
ing commutation;  but  this  field  varies  in  strength  under 
various  conditions  of  load.  Instead  of  becoming  stronger  as 
desired  with  increase  of  load,  it  actually  becomes  weaker. 

In   type  Q  generators   the   proper  conditions  for  commu- 


Westinghouse    Type    Q    Generator. 

tation  are  obtained  liy  the  use  of  small  poles,  interspaced  be- 
tween the  main  poles.  The  interpoles  have  their  windings  in 
series  with  the  armature  and  set  up  a  magnetic  field  which 
annuls  the  effect  of  the  field  formed  by  armature  magnetiza- 
tion and  generates  in  the  commutated  coil  an  e.  m.  f.  which 
assists  the  reversal  of  the  current.  Since  the  interpo'e  coils 
are  in  series  with  the  armature,  the  interpole  field  strength 
varies  in  proportion  to  the  load  and  it  thus  has  the  proper  cor 
rective  effect  at  all  loads. 

Since  the  e.  m.  f.  due  to  the  interpole,  which  assists  re- 
versal, has  a'  definite  position  under  the  interpole,  the  coil 
being  reversed  must  be  located  accurately  with  respect  to  this 
reversing  e.  m.  f.  Therefcre,  the  correct  position  of  the 
brushes  must  be  determined  accurately  before  the  generator  is 
put  in  service.  When  this  point  has  been  properly  located, 
shifting  the  brush  position  is  not  only  unnecessary  but  detri- 
mental. With  Westinghouse  development  of  the  interpole 
principle,  experience  has  proven  that  sparkless  commutation 
is  obtained  under  practically  all  conditions,  from  no  load  to 
very  heavy  overloads. 


A    NEW    LINE    OF    CONVERTIBLE    SWITCHBOARDS. 

The  Western  Electric  Company  has  just  placed  on  the  mar 
ket  a  new  line  of  telephone  switchboards,  which  will  fill  a  long- 
felt  want  among  small  telephone  companies.  This  type,  known 
as  the  Magneto  Convertible  Non-Multiple  Switchboard,  is  so 
designed  that  it  can  be  used  originally  for  magneto  service 
and  then  converted  at  will  for  central  battery  operation. 

These  convertible  switchboards  are  recommended  for  use 
ill  new  exchanges  where  the  present  conditions  call  for  mag 
neto  service,  but  where  central  battery  service  will  eventually 
be  used.  Their  use  makes  possible  the  greatest  economy 
right  at  the  start  when  magneto  service  is  required.  Later 
when  it  becomes  more  economical  to  operate  the  exchange 
on  a  central  battery  basis  the  common  battery  lines  can  be 
added  as  needed,  and  the  switchboard  will  operate  just  as 
economically  as  a  central  battery  equipment.  Oftentimes  it  is 
advantageous  to  make  this  change  from  magneto  to  central 
battery  gradually.  This  convertible  switchboard  allows  both 
kinds  of  service  at  the  same  time. 

The  magneto  exchange  requiring  additional  lines  to  take 
care  of  its  growing  business  until  the  time  when  it  will  find 
central  battery  operation  more  economical,  will  find  these 
convertible  switchboards  great  money-savers.  One  or  more 
sections  equipped  for  magneto  service  can  be  installed,  and 
when  the  time  comes  for  changing  to  central  battery  operation 
the  transiticn  can  be  made  without  any  loss  of  equipment. 

These  switchboards  are  made  in  two  sizes,  the  No.  125'j, 
having  a  capacity  of  330  magneto  or  common  battery  lines,  30 
pairs  of  cords  and  30  transfer  circuits,  and  the  No.  1246,  hav- 
ing a  capacity  of  165  magneto  or  common  battery  lines,  15 
jiairs  of  cords  and  15  transfer  circuits.  They  are  so  designed 
and  constructed  that  any  number  of  sections  can  be  readily 
lined  up  together,  so  as  to  make  a  switchboard  with  several 
positions  without  making  a  single  change  in  the  woodwork 
ol  the  cabinet,  and  the  sections  when  so  arranged  present  the 
appearance  of  one  continuous  cabinet. 

An  important  feature  of  these  switchboards  is  the  cord 
circuits  These  circuits  are  extremely  flexible,  for,  without 
disturbing  the  wiring  of  the  board  and  adding  but  a  few  pieces 
of  apparatus  five  different  combinations  can  be  made,  as  fol- 
lows: 

1.  Straight   Magneto    (without   condensers). 

2.  Magneto  with  "non-hang-up"  feature. 

3.  Combination  cord  circuit  capable  of  connecting  two 
magneto  lines  or  one  magneto  line  and  one  central  battery  line. 

4.  Special  combination  cord  circuit,  capable  of  con- 
necting two  central  battery  lines,  one  magneto  line  and  one 
centra!  battery  line. 

5.  Universal  cord  circuit,  capable  of  connecting  two  mag- 
neto lines,  two  central  battery  lines  or  one  magneto  and  one 
central  battery  line. 

6.  Straight  central,  capable  of  connecting  two  central 
battery  lines. 

Any  of  these  changes  can  be  made  easily  and  quickly. 
For  example,  the  addition  of  the  converting  relay,  which 
changes  the  cord  circuit  from  magneto  to  common  battery 
operation,  is  made  by  simply  cutting  the  loop  wires  back  of 
the  switchboard  and  soldering  the  relay.  To  change  any  line 
from  magneto  to  central  battery  operation  is  equally  simple. 
It  is  only  necessary  to  change  a  couple  of  strap  wires  on 
the  signal  itself. 

The  well  known  combined  jack  and  signal,  used  in  the 
company's  No.  1800  type  switchboard,  is  used  in  this  board, 
and  most  of  the  apparatus  used  is  standard,  having  been  em- 
ployed in  many  of  the  company's  switchboard  circuits  for 
years. 

These  magneto  convertible  switchboards  are  character- 
ized by  easy  and  economical  operation,  accessibility  of  all 
parts,  low  maintenance  expense  and  are  readily  adaptable 
to  every  service  condition. 
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NEWS  NOTES 


FINANCIAL. 

HAINES,  ORE. — By  a  vote  of  almost  three  to  one  Haines 
taxpayers  have  voted  in  favor  of  a  $20,000  bond  issue  for  the 
purpose  of  installing  a  city  water  system.  The  City  Council 
will  advertise  for  the  bonds  at  once. 

ELMA,  WASH. — The  clerk  has  been  instructed  to  adver- 
tise for  bids  tor  $10,000  bond  issue,  the  date  of  opening  the 
bids  being  fixed  for  Tuesday,  May  16th.  The  funds  are  to  be 
used  for  the  betterment  of  the  water  supply  system.  Louis 
C.  Kelsey  of  Portland  is  to  plan  the  work, 

MORGAN  HILL,  CAL.— At  the  meeting  of  the  Board  of 
Trustees  last  week  an  ordinance  was  introduced  and  rel 
ferred  to  the  ordinance  committee  consisting  of  Trus- 
tees Baird,  Beach  and  Lynch,  caling  a  special  election 
to  submit  to  the  voters  of  Morgan  Hill  the  question  of  voting 
$13,000  bonds  for  the  acquisition,  construction  and  completion 
o;"  a  system  of  water-works  for  the  town. 

ALAMEDA,  CAL.— Bonds  to  the  amount  of  $175,000  will 
probably  be  issued  by  this  city  within  the  next  few  months 
to  raise  money  for  several  necessary  public  improvements. 
The  municipal  electric  light  plant  needs  $100,000  for  a  new 
building  and  new  machinery,  the  fire  department  has  made 
application  for  an  automobile  ladder  truck,  the  school  de- 
partment asks  for  $3500  for  the  purchase  of  the  lot  adjoining 
the  Porter  school,  and  the  water  front  committee  ask  for 
$10,000  for  the  construction  of  a  municipal  wharf  on  the  city 
estuary  front  property  at  the  foot  of  Grand  street.  A  special 
bond  election  will  probably  be  held  in  July. 


ILLUMINATION. 

OREGON  CITY,  ORE.— A.  L.  Beatie  has  presented  a  25- 
year  gas  franchise. 

EVERETT,  ORE.— The  Everett  Gas  Company  has  asked 
for  a  franchise  for  the  construction,  maintenance  and  opera- 
tion of  gas  pipes  and  gas  mains  upon  streets  in  this  city. 

NEWBERG,  ORE. — The  local  electric  company  is  contem- 
plating extensive  improvement  to  its  plant  in  the  near  future. 
Manager  Edwards  states  that  the  increasing  business  necessi- 
tates heavier  machinery. 

SAN  JACINTO,  CAL. — Plans  are  being  carried  out  for  ex- 
tension of  the  electric  lighting  system  of  San  Jacinto.  New 
and  more  powerful  engines  will  be  installed  at  once  and  elec- 
tricity will  be  furnished  for  operating  pumping  plants,  as  well 
as  for  lighting  purposes. 

MADERA,  CAL. — F.  C.  Roberts  has  made  application  to 
the  Board  of  Trustees  to  lay  gas  pipes,  mains  and  conduits  in 
all  of  the  streets,  alleys  and  highways  of  the  city  of  Madera. 
Sealed  bids  will  be  received  by  the  Board  up  to  7:30  p.  m.. 
May  13th,  1911,  for  the  sale  of  this  franchise. 

REDWOOD  CITY.— The  United  Gas  &  Electric  Company 
has  started  the  construction  of  a  light  and  power  line  to 
Woods.  It  will  extend  northward  to  the  Josselyn  place  and 
southward  to  the  Family  Club.  The  line  will  cost  about  $10,- 
000.  The  gas  and  electric  company  announces  that  the  rate 
charged  for  gas  on  the  peninsula  will  be  reduced  during  the 
next  month  to  $1.25  per  1000  cubic  feet.  The  present  rate 
is  $1.50  per  1000. 

WILLOWS,  CAL. — All  of  the  material  and  machinery  for 
the  Willows  gas  plant  is  on  the  ground,  and  unless  some  un- 
forseen  event  occurs  it  will  be  making  and  distributing  gas 
by  June  1st.  More  than  half  of  the  mains  have  been  laid, 
and  the  service  gang  will  begin  work  next  week  connecting 
up  the  various  consumers.     Davis  &  Famum  Mfg.   Company 


who  have  the  contract  for  the  erection  of  the  gas-holder 
which  is  of  the  steel  tank  type,  are  rushing  the  work  with  all 
icssible  speed,  and  by  the  end  of  next  week  will  have  the 
tank  portion  completed.  The  material  for  the  holder  part  has 
already  been  shipped  from  the  factory. 

S.4CRAMENTO,  CAL.— Electrical  current  was  turned  into 
the  second  district  underground  system  being  completed  by  the 
Sacramento  Electric,  Gas  &  Railway  Company  for  the  first 
time  last  week.  The  system  was  found  to  work  well.  The 
second  district  of  the  underground  system,  just  being  com- 
pleted, lies  between  Fi-ont  and  Fitth  streets.  As  soon  as  the 
new  system  is  in  constant  use  poles  will  be  removed  between 
Front  and  Fifth  in  the  business  district.  Workmen  are  now 
engaged  in  excavating  for  the  undergi-ound  system  of  the 
third  district,  between  Seventh  and  Twelfth  streets,  the  first 
district  between  Fifth  and  Seventh  having  been  completed  for 
some  time. 

BAKERSFIELD,  CAL.— Work  will  begin  immediately  on 
tlie  first  of  the  sub-stations  to  be  built  at  different  points  in 
this  section  of  the  county  by  the  San  Joaquin  Light  &  Power 
Corporation.  Moron  and  Maricopa  have  first  call,  the  site 
being  so  situated  as  to  serve  both  communities  and  the  sur- 
rounding country.  George  R.  Stebbins,  who  has  been  for  some 
months  foreman  of  construction  at  the  power  plant  in  Bakers- 
field,  has  left  that  work  and  will  be  in  full  charge  of  sub-station 
construction,  although  all  of  it  is  under  the  supervision  of 
General  Superintendent  Peart.  When  the  Maricopa-Moron 
house  is  finished  Stebbins  will  build  another  at  McKittrick 
and  after  that  Famosa  will  be  provided  with  a  station.  Each 
building  will  be  constructed  of  steel  and  concrete,  will  cover 
an  area  of  50x30  feet  and  will  be  30  feet  high. 

PORTLAND,  ORE.— The  Pacific  Power  and  Light  Com- 
pany has  purchased  all  the  properties  of  the  following  com- 
panies, and  hereafter  they  will  be  operated  by  and  in  the  name 
of  Pacific  Power  and  Light  Company:  Hood  River  Light  and 
Power  Company,  electric  light  and  water  systems  at  Hood 
River,  Oregon;  Klickatat  Light  and  Power  Company,  electric 
light  system  at  Goldendale  and  Centerville,  Washington; 
Tucannon  Power  Company,  electric  light  systems  at  Pomeroy 
and  Marengo,  Washington;  Dayton  Electric  Company,  electric 
light  system  at  Dayton,  Washington;  Waitsburg  Electric 
Light  Company,  electric  light  system  at  Waitsburg,  Washing- 
ton. The  construction  department  is  now  at  work  building  22 
miles  of  66  kv.  line  between  The  Dalles  and  Hood  River,  Ore- 
gon, and  the  company  expects  to  begin  construction  on  ap- 
proximately 75  miles  of  66  kv.  line  which  will  connect  the 
present  system  at  Walla  Walla  to  Waitsburg,  Dayton,  Prescott, 
Turner,  Marengo  and  Pomeroy,  hoping  to  have  this  line  fin- 
ished by  September. 


TRANSPORTATION. 

REDDING,  CAL. — Five  thousand  dollars  will  be  raised  in 
Shasta  County  as  its  share  toward  making  a  reality  of  the 
west  side  electric  road  from  Woodland  to  Kennett. 

PORTLAND,  ORE.— Terminal  facilities  for  the  Oregon 
Electric  road  have  been  secured  in  McMinnville,  to  which 
place  a  branch  line  from  the  main  road,  running  south  from 
Portland,  will  be  built. 

SAN  JOSE,  CAL. — A  great  suburban  loop  on  the  eastern 
side  of  the  Santa  Clara  valley,  similar  to  the  Saratoga-Los 
Gatos  loop  on  the  western  side,  is  one  of  the  first  railway 
extensions  proposed  by  the  new  owners  of  the  Hanchett  sys- 
tem. 
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SAN  FRANCISCO,  CAL. — Plans  for  a  local  electric  service 
between  this  city  and  the  Haggin  Grant  have  received  a  tem- 
porary setback  through  the  refusal  of  the  Northern  Electric 
ti  allow  the  use  of  its  bridge  over  the  American  River  to  the 
Sacramento  Electric,  Gas  &  Railway  Company. 

PASCO,  WASH. — A.  M.  Wehe,  of  Milwaukee,  is  gathering 
data  regarding  the  feasibility  of  constructing  an  electric  stree'. 
railway  here  and  eventually  extending  it  to  Pendleton,  Ore., 
and  Walla  Walla  points.  It  the  deal  is  consummated  the  en- 
terprise will  be  backed  by  Milwaukee  capitalists. 

OAKLAND,  CAL. — An  ordinance  has  been  granted  to  the 
Oakland  Traction  Company  for  a  35-year  franchise  to  lay  down 
and  operate  a  street  railroad  with  all  necessary  convenient 
side  tracks,  switches,  connections,  poles,  wires  and  appliances 
to  be  oijerated  by  electricity  over  certain  streets  in  Oakland, 
beginning  at  Hopkins  street. 

GLENDALB,  CAL. — E.  Goode,  builder  and  former  owner 
of  the  Glendale  &  Eagle  Rock  Railway,  is  planning 
several  street  railways  for  this  section.  The  largest 
project  will  be  known  as  the  Everett  Railway,  which  will  con- 
nect with  the  Yellow  Rock  car  line  at  Glassell  ranch  and  will 
run  from  there  to  Workman  ranch  to  Haines  property  in 
Glendale,  from  there  it  will  run  along  Eighth  street  to  Everett, 
to  Fourth  street,  along  Fourth  street  to  Glendale  avenue,  to 
connect  with  the  Glendale-Eagle  Rock  line.  Another  will  run 
from  Haines'  property  to  SchoU  canyon,  and  another  from 
Fourth  and  Brand  Boulevard  to  Griffith  Park. 

OAKLAND,  CAL.— Within  a  month  the  Southern  Pacific 
Company  will  commence  the  reconstruction  of  the  Seventh 
street  tracks  to  make  the  line  part  of  the  local  electric  rail- 
road system  which  is  fast  being  installed  by  the  company. 
As  soon  as  the  necessary  material  arrives  on  the  ground  the 
erection  of  poles  for  the  carrying  of  power  wires  will  be 
rushed  through.  Surveyors  are  now  at  work  at  different  points 
along  Seventh  street  getting  the  necessary  data  for  the  engi- 
neers to  commence  work.  Before  the  end  of  the  month  con- 
tracts will  be  let  by  the  Southern  Pacific  for  the  paving  of  the 
thoroughfare  for  its  entire  length  in  accordance  with  the  terms 
of  the  franchise  granted  by  the  City  Council.  The  company 
will  also  pay  for  the  lighting  of  the  street  during  the  life  of 
the  franchise  and  in  addition  will  pay  $5000  a  year  for  15  years 
and  $8500  annually  for  20  years  to  the  city  for  the  privilege 
of  the  franchise.  Surveys  and  other  preliminary  work  are 
being  carried  on  at  the  Sixteenth  street  station,  where  the  new 
$300,000  passenger  depot  is  to  be  built  in  connection  with  the  • 
main  line  and  the  Berkeley  local  electrical  system. 

OAKLAND,  CAL.— W.  R.  Alberger,  vice-president  of  the 
Oakland  Traction  and  Key  Route  Companies,  has  been  ap- 
pointed to  succeed  W.  F.  Kelly,  resigned.  Numerous  other 
changes  in  the  personnel  of  the  officials  of  the  two  companies 
were  made  at  the  meeting  of  the  directors.  Alberger  will 
still  retain  the  position  and  title  of  vice-president.  The  posi- 
tion of  general  manager  and  that  of  assistant  general  manager 
are  to  be  abolished  when  Kelly  leaves  his  work.  Alberger 
will  assume  the  general  supervision  of  both  companies.  The 
active  management  of  the  two  corporations  will  remain  in  the 
hands  of  the  executive  board,  consisting  of  F.  M.  Smith,  E. 
A.  Heron,  Alberger  and  a  few  others.  These  men  have  at  all 
times  been  in  control  of  the  systems  of  the  two  concerns, 
despite  the  fact  that  officials  have  been  appointed  as  the 
heads  of  these  departments.  J.  Q.  Brown,  who  acted  as  assist- 
ant general  manager  to  Kelly,  was  appointed  to  the  position 
of  superintendent  of  all  the  engineering  departments,  chief 
engineer  of  mechanical  and  electrical  departments  and  pur- 
chasing agent  for  both  companies.  Edwin  M.  Boggs,  who 
has  been  with  both  corporations  for  many  years,  was  ap- 
pointed to  the  position  of  chief  engineer  of  construction  and 
maintenance  of  way.  J.  P.  Potter,  superintendent  of  the  sys- 
tems, was  appointed  general  superintendent  of  the  marine 
and  rail  transportation  departments. 


MODESTO,  CAL.— The  Tidewater  &  Southern  Railroad 
has  come  out  with  a  definite  announcement  which  means  that 
the  Modesto  Interurban  line,  the  tracks  of  which  are  already 
laid  from  this  city  to  Empire,  will  be  in  operation  within  90 
days,  and  the  proposed  line  between  Modesto  and  the  Stanis- 
laus River  to  the  north  will  be  rushed  to  completion  and  also 
running  within  a  few  months.  An  interurban  line,  14  miles  in 
length,  will  be  constructed  at  once  and  operated  on  the  com- 
p'etion  of  the  construction  from  the  Stanislaus  River  on  the 
north  through  Modesto,  to  Empire  on  the  east.  Byron  A. 
Hearce,  as  general  manager  of  the  company,  makes  the  an- 
nonncement  that  capital  stock  in  the  railroad  will  be  sold  at 
tl.e  rate  of  $1  a  share,  and  that  positively  all  the  money  se- 
cured in  this  manner  will  be  devoted  to  the  construction  cf 
the  line  from  the  Stanislaus  River  to  Modesto,  a  distance  of 
seven  miles,  and  the  equipment  of  the  line  from  this 
city  to  Emprle.  Twenty-five  per  cent  of  the  funds 
are  to  be  paid  at  the  time  of  the  purchase  of  the  stock, 
l''i  iier  cent  on  the  grading  of  the  roadbed  from  this  city  to 
(l:e  Stanislaus  River,  25  per  cent  on  the  delivery  of  the  rails 
and  ties  for  this  portion  of  the  road  at  Modesto  and  25  per 
cent  when  the  first  car  is  run.  While  the  work  on  the  seven 
miles  of  line  from  this  city  to  the  Stanislaus  River  will  be 
ri:shed  to  completion  at  once,  the  order  for  cars  for  the 
Modesto  Interurban  road  has  already  gone  in  and  the  line  to 
Empire  will  be  run  on  the  receipt  of  these  cars,  which,  at  the 
outside,  will  be  within  90  days. 


TRANSMISSION. 

KjVLAMA,  WASH. — The  Oregon-Washington  Corporation 
is  preparing  the  installation  of  12,000  h.|i.  electric  plant  at  the 
old  site  on  the  Kalama  river. 

NEW  WESTMINSTER,  B.  C— The  Western  Canada 
Power  Company  is  now  surveying  the  .Johnstone  road  for  the 
construction  of  towers  and  poles  for  a  power  service. 

WALLOWA,  ORE.— The  McCulIy  &  Rumble  Company 
plans  to  build  a  pow'er  plant  in  Wallowa  canyon,  capable  of 
generating  1000  horsepower.  Construction  work  will  begin 
about  the  1st  of  August. 

P.ONNERS  FERRY,  IDAHO.— A.  H.  Featherston,  owner 
of  the  Bonner  Water  &  Light  Company,  here,  with  General 
Manager  H.  A.  Gale,  are  looking  over  the  plant  to  determine 
the  improvements  to  be  made  this  year.  The  power  plant 
will  be  enlarged. 

SEATTLE,  WASH. — The  public  utilities  committee  of  the 
City  Council  has  reported  for  passage  the  bill  providing  for 
the  installation  of  an  auxiliary  power  plant  at  the  foot  of 
Nelson  place,  on  Lake  Union,  to  utilize  the  waste  waters  from 
the  Valunteer  Park  reservoirs. 

PASCO,  WASH. — E.  Tapan  Tannatt,  consulting  engineer, 
516  Empire  State  Building,  Spokane,  has  been  engaged  by 
this  municipality  to  set  a  price  for  the  purchase  of  the  fran- 
chise and  property  holdings  of  the  Pacific  Power  &  Light 
Company,  in  connection  with  the  latter's  power  plant,  which 
the  city  proposes  to  purchase. 

VANCOUVER,  B.  C. — The  Howe  Sound  Power  Company, 
Ltd.,  has  applied  for  water  rights  for  power  purposes  on 
Furry  Creek.  The  application  for  the  right  to  store  water 
in  connection  with  the  power  plant  covers  the  construction 
ol  dams  at  the  outlet  of  two  lakes.  The  dams  will  be  30  ft. 
in  height  and  will  increase  the  area  of  the  lakes  to  122  acres. 

SAN  FRANCISCO,  CAL.— At  the  last  meeting  of  the  exec- 
utive committee  of  the  Great  Western  Power  Company  the 
expenditure  of  $1,000,000  was  authorized  to  increase  the 
capacity  of  the  present  hydro-electric  generating  station  at 
Las  Plumas,  on  the  Feather  River,  and  to  start  work  en  a 
second  development  above  Las  Plumas.  The  company  now 
has  55,000  h.p.  installed  in  its  hydroelectric  generating  sta- 
tion at  Las  Plumas,  which  will  ultimately  be  doubled. 
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Allis-Chalmers  Co 19 

Milwaukee.  Wis. 

San  Francisco.  Jackson  Bide.  2nd 

and  Natonia. 
Los  Angeles.  129-131  E.  Fifth. 
Portland.  92  Firtt. 
Seattle.  115  Jackson. 

Aluminum  Co.  of  America 4 

Pittsburgh,  Pa. 

San  FranCiCco,  Monadnock 
Bldg. 

Los  Angelv/8.  Paclflo  Elec- 
tric Bide. 

Seai\le,  Colman   Bldg. 

Ami-rican  Circular  Loom  Co 

bOston,  45  MUk. 
San  Francisco,  770  Folsom. 
Seattle,  416  American  Bank 
Building. 

American  Electrical  Heater  Co 17 

Detroit.    U.    S.    A. 

AyUworth  Agencies  Co 

San  Francisco.  143  Second. 

B 

Barnes-Lindsley  M(g.  Co 20 

Portland.  Ore. 

Bay  Citiei  Home  Telephone  Co.  . 
San     Francisco,    33S    Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 2 

New  York.  27  Thames. 
Chicago.     120-128     S.     San- 
gamon. 
San     Francisco,     161     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 

Boston,  246  Summer. 

Boneslell  6c  Co 5 

San   Francisco,   118   First. 

Bridgeport  Brass  Company 4 

Brlilgeport,  Conn. 

c 

Chicago  Fuse  Mfg.  Co 

Chicago,        1014-1020       W. 

Congress  st. 
New  York,  1  Hudson  st. 

Colonial    Electrical  Agency  Co.__ 
San     F>anclsco,     676     Mis- 
sion. 

Crocker- Wheeler  Co 

San  Francisco,  185-7  Fre- 
mont. 


D.  &  W.  Fuse  Co 17 

Providence.  R.  I. 

Dearborn  Drug  &  Chem.  Works  __  10 
Chicago,   Postal  Bldg. 

-^in    I'laiieisco.    301    Front. 
Los   Angeles,  366   E.   2d. 

Duncan  Elec.  Mfg.  Co 

LHfayette,   Indiana. 

««n   Francisco.  61  Second. 

Dunham,  Carrigan  &  Hayden 1 5 

San  Francisco 


Economy  Electric  Co.,  The. 
Warren.     Ohio. 


Electric  Cntrlr  &  Mfg.  Co.,  The 
N>w    York.    50    Church. 
Pittsburg.   616   Frlck   Bldg. 
Chicago.    135    Adams, 


Birmingham,   827   Brown- 
Marx    Bldg. 

EUectric  Goods  Mfg.  Co 

Boston,  Mass. 

San   Francisco,  1(6  Second. 

Electric  Storage  Battery  Co 5 

Philadelphia,  Pa. 

San    Francisco.  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co 

Chicago,  481  Wabash  ave. 
San  Francisco,  158  1st  St. 
Los  Angeles,   423   E.  3d  st. 

Farnsworth  Electrical  Works 20 

San   Francisco.   132-138   2d. 

Fort  Wayne  Electric  Works 

Fort    Wayne,    Ind. 

San   Francisco,  604  Mission. 

Seattle.  Colman  Bldg. 


General  Electric   Co 18 

Schenectady,  N.  Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle.  Colman  Bldg. 
Portland,   Worcester   Bldg. 
Atlanta.    Ga. 
Baltimore.    Md. 
Boston,  Mass. 
Buffalo,  N.  Y. 
Butte.    Mont. 
Charleston,  W.  Va, 
Charlotte.   N.    C. 
Chicago.   111. 
Cincinnati.    O. 
Cleveland.   O. 
Columbus.   O. 
Denver,    Colo. 
Detroit.  Mich. 
Indianapolis.    Ind. 
Kansas    City.    Mo. 
Minneapolis,    Minn. 
Nashville.  Tenn. 
New   Haven.  Conn. 
New    Orleans.    La. 
New  York.  N.  Y. 
Philadelphia,    Pa. 
Pittsburg.    Pa. 
Richmond.    Va. 
Salt  Lake  City.  Utah. 
St.   Louis.    Mo. 
Syracuse.  N.  T. 
1.  .lie.  Wash. 

Goeriz,  O.  C.  &  Co 17 

San    Francisco,   916    Postal 
Tel.  Bldg. 

H 

Habirshaw  Wire  Co 13 

New  York.  253  Broadway. 

Hammel  Oil  Burner  Company  __ 
Los  Angeles,   640  N.  Main. 

Hughes  &  Co.,  E.  C 5 

San        Francisco,        147-161 
Minna. 

Hunt,  Mirk  &  Co 6 

San   Francisco.  141  Second. 


Ide  &  Sons ,  A.  L 

Springfield,  111. 

Indiana  Rubber  &  Ins.  Wire  Co 

Jonesboro.    Indiana. 

J 

Johns-Manville  Co.,   H.   W 

New    York.    100   William. 
San     Francisco.     169     New 

Montgomery. 
Los  Angeles.  222-224  North 

Los    Angeles    St. 
Seattle.  676  1st  Ave.  So. 


K 

Kellogg  Switchb'd  &  Supply  Co.. 
Chicago. 
San    Francisco,    88    First. 


Kelman  Electric  &  Mfg.  Co. 4 

Los  Angeles,  Cal. 

Klein  &  Sons,  Mathias 20 

Chicago.  Station  U-29. 


ison  St. 


Locke  Insulator  Mfg.  Co 4 

Victor.   N.    Y. 

San  Francisco.  Monadnock 
Bldg. 

Los  Angeles.  Pacific  Elec- 
trical Bldg. 

Seattle,    Colman    Bldg. 

M 

Machinery  &  Supply  Co 1  I 

San  Francisco.  7th  &  Harris 

Moore.  Chas.C.  &  Co.  Engineers.       3 
San  Francisco.  99  First. 
Los       Angeles.       American 

Bank  Bldg. 
Seattle.  Mutual  Life  Bldg. 
Port  Ian <1. Wei Is-FargoBldg. 
Salt  Lake  City.  Atlas  Blk. 
New  York  City.  Fulton 
Bldg. 

N 


New  York  Insl'ld  Wire  Co 17 

New   York.   114   Liberty. 
San  Francisco.  770  Folsom. 
Seattle.  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 1 

Mansfield.  Ohio. 

San   Francisco.  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonite  Co 20 

New  York.  263  Broadway. 


Pacific  Gas  &  Elect.  Co..  The...  10 
San    Francisco. 

Pacific  Meter  Co. 10 

San     Francisco.    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The   .__ 
San    F^ranclsco. 

Partnck  Carter  &  Wilkins  Co..__l  1 
Philadelphia.  22d  and  Wood 

Pelton  Water  Wheel  Co.,  The...  1  1 
San    Francisco,    2219    Har- 
rison   St. 


Pierson.  Roeding  &  Co 4 

Han    Francisco.  Monadnock 

Bldg. 
Los  Angeles.   Pac.   Electric 

Bldg. 
Seattle.  Colman  Bldg. 


Portland  Wood   Pipe  Co. 
Portland.  Ore. 


Schaw-Batcher  Co.  Pipe  Works. .  1  1 
Sacramento.  Cal..  211  J  St. 
San  FranoUco.  16*  Market. 

Southern  Pacific  Co. 17 

San  Francisco.  Flood  Bldg. 

Sprague  Electric  Co. 5 

New     York     City,     E27-6S1 

W.    34th. 
San  Francisco.  Atlas  Bldg. 
Seattle.  Colman  Bldg. 

Standard  Und.  Cable  Co 20 

San  Francisco.  First  Na- 
tional   Bank   Bldg. 

Los  Angeles.  Union  Trust 
Bldg. 

Seattle  Offlce.  Lowman 
Bldg. 

Sterling  Paint  Company, 10 

San   Francisco.    118   FIrat. 


Technical  Book  Shop 16 

San  Francisco,  604  Mission. 

Thomas  and  Sons  Co..  R 13 

New    York,    227    Fulton. 
East  Liverpool,  Ohio. 

Thompson  Co.,  The  Chas.  C.- 
Chicago,    546-549    Wabash 
ave. 

Tracy  Engineering  Co 10 

San  Francisco.  461  Market. 
Los    Angeles. Central    Bldg. 


w 


Wagner  Electric  Mfg.  Co.. 
St.    LouLs.   Mo. 


Western  Electric  Co 5 

San  Francisco.  680  Folsom. 
Oakland.   607    16th. 
Los  Angeles.  119  E.  7th 
Seattle.     1518  First  Ave.  So. 

Western  Wireless  Equipment  Co..  10 
San  Francisco.  Grant  Bldg. 
7th    and    Market. 

Westinghouse.  Elec.  &  Mfg.  Co — 

Pittsburg.   Pa. 

Los  Angeles,  627  So.  Main. 

nenver.    429    17th. 

Seattle.    Central    Bldg. 

Salt  Lake  City.  212-214 
So.  W.   Temple. 

.San    Francisco,    165   2d. 

Spokane,    Columbia   Bldg. 

Portland,    Couch    Bldg. 

Butte,    Lewlsohn    Bldg 

Canada.  Canadlan-Wesi- 
Inghouse  Co..  Ltd..  Ham- 
ilton.   Ontario. 

Mexico,  G.  &  O..  Branlff  A 
Co..   City   of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.    Pa. 

San   Francisco,   141  Second 

Weston  Elect'l.  Instrument  Co 9 

Waverly    Park.    N.    J. 
New   York.    114   Llh»rtv 
San       Francisco.       ««I-»I4 
Mission. 


Wilbur.  G.  A -- 

San    Franclseo.    11   ■•e»B*. 
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CONTINUITY  OF  SERVICE  IN  TRANSMISSION  SYSTEMS 


BY  MAGNUS  T.  CRAWFORD. 


The  object  of  this  paper  is  to  give  the  results  of  a 
number  of  years  of  operation  of  the  Snoqualmie  Falls 
Transmission  system  of  the  Seattle-Tacoma  Power 
Company  and  to  deduce 
therefrom  practical  con- 
clusions as  to  the  ef- 
fectiveness of  the  meth- 
od of  operation  used. 
The  discussion  will  be 
confined  entirely  to  the 
transmission  system. 
and  the  possibilities  of 
insuring  cont  i  n  u  o  u  s 
service  by  means  of 
auxiliary  steam  plants 
will  not  be  considered. 
Each  high-tension  sys- 
tem is  a  problem  in  it- 
self and  must  be 
worked  out  with  re- 
spect to  its  individual 
features  and  conditions, 
such  as  generating  ca- 
pacity in  kilowatts, 
length  of  lines,  size  of 
wires,  ratio  of  resist- 
ance and  reactance,  line 
voltage  and  climatic 
conditions.  It  is  be- 
lieved however,  that  a 
log  of  the  operating  re- 
sults of  a  particular 
system  is  worthy  of 
record,  if  the  conditions 
of  operation  are  cor- 
rectly described. 

The  general  features 
of  the  system  are  shown  in  the  accompanying  diagram 
and  illustrations. 

'A  paper  presented  at  the  Pacific  Coast  Meeting  of  the 
American  Institute  of  Electrical  Engineers,  Los  Angeles,  April 
25-28,    1911. 


The    Snoqualmie    Frills    Power    Plant. 


A  good  description  of  the  original  installation  as 
completed  in  1900  may  be  found  in  Engineering  News. 
December  13,  1900,  and  the  evolution  of  the  transmis- 
sion line  was  described 
in  a  paper  read  before 
the  Seattle  Section  of 
the  A.I.E.E.,  December 
19,  1908,  published  in 
the  Proceedings,  and  in 
the  Journal  of  Electric- 
ity Power  and  Gas  Apr. 
24,  1909.  The  present 
]iaper  covers  only  the 
four  years  1907,  1908, 
1909  and  1910. 
Outline  of  System  of 
Operation. 
In  the  operation  of 
high-voltage  lines  on 
the  Snoqualmie  system 
the  high-voltage  line 
switches  are  non-auto- 
matic electrically-oper- 
ated by  remote  control 
except  those  used  in 
throwing  the  lines  in 
multiple  at  substations, 
which  are  instantane- 
ous overload  release 
switches.  The  Falls 
operator  has  on  his 
switchboard  an  indicat- 
ing ammeter  and  the 
control  handle  for  an 
electrically-operated  re- 
mote-control oil  switch 
for  each  outgoing  high- 
voltage  line. 

The  generator  oil  switches  are  kept  blocked  in 
Milid  on  the  bus  bars  except  when  synchronizing 
a  new  machine.  If  the  Snoqualmie  system  is  run- 
ning in  parallel  with  the  Electron  system  or  with 
other  generating  systems  as  is  frequently  the  case,  the 
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connection  i.s  made  witli  in.stantaneous  overload-re- 
lease circuit-breakers,  and  a  similar  connection  is  made 
with  the  steam  plant  at  Seattle. 

When  a  short  circuit  comes  on  the  system  all  au- 
tomatic circuit  breakers  coiraecting  other  systems  and 
all  switches  for  multiple  connections  drop  out  at  once, 
leaving  each  line  separate  clear  to  the  Falls.  The 
Falls  operator  first  lowers  the  voltage  and  gets  the 
speed  of  the  machinery  under  control.  It  is  then  usu- 
ally apparent  on  the  line  ammeters  which  line  is  short 
circuited,  and  if  it  does  not  burn  clear  in  a  few  seconds 


SEATTLE 

*  — B800  Kw. 

TRANSFORMCnS 

J  — 100  «*,    ROTARIES 


0000  VOLT  TIE  LINE  TO 

9.E.C0.  GEN.9T*.  ^  jqOO  VOLT  TIE  LINE  TO 

STEAM  PLANT 
1000  KW.GEN. 
1  — lOO  KW.  ROTAftir 


aOOPO    KW.    OENEWATOR* 


,  ROTARY 

— r  — POLE  S»  TCM  -t.  tJ   TRANSFORMER  BANKS 

-r     4^AlR-aREAK 

_rT.,OU.*bVv'iTCM  -^S    LIGHTNING  ARRESTER 

l~TisoQOO  VOLTS 
^'%>(2300  VOLTOIL  ^GROUND 

^       SWITCH 
y^  AUTOMATIC  TRIO 

Diagram    of    GO.nOO-Volt    Transmission    Sy.'Jtem. 


it  is  opened  with  the  remote-control  oil  switch.  The 
voltage  is  then  slowly  brought  back  to  normal  and  only 
a  part  of  the  load  is  lost.  The  substation  operators 
then  open  their  end  of  their  line  at  the  pole  switch,  and 
linemen  are  sent  out  to  the  defective  section  of  the  line. 
This  is  located  by  opening  all  pole  switches  in  the  line 
and  then  testing  out  one  section  at  a  time,  starting  at 
the  Falls,  until  a  section  is  found  which  shows  trouble. 
If  it  is  not  apparent  to  the  Falls  operator  which 
line  is  in  trouble,  the  short  circuit  is  fed  thirty  seconds, 
and  one  of  the  lines  opened,  and  if  it  still  does  not  clear 
it  is  fed  thirty  seconds  longer  on  the  other  line,  and  the 
station  is  never  shut  down  as  long  as  it  can  be  kept 
running.  Two  large  water  rheostats  of  iron  wire  im- 
mersed in  the  tailrace  and  provided  with  oil  switches 
are  thrown  on  the  generator  bus  whenever  a  heavy 
load  is  to  be  dropped,  as  in  opening  a  short  circuited 
line,  and  serve  to  aid  the  control  of  speed  and  voltage. 
In  extreme  cases  where  trouble  holds  and  all  lines  are 


LOG  OF  OPERATING   RESULTS. 
1907. 
Generator  capacity  12000  kw.,  step-up  transformers  15,000 
kw.      Transmission    30,000    volts    three-phase,     neutral     un- 
grounded. 

Poles.     Cedar,  average  height  40  to  50  ft.  (12.19  to  15.24  m.) 

Spans.  135  to  160  ft.  (41.14  to  48.76  ni.)  average  length; 
up  to  1000  ft.   (304. S  m.)   at  river  crossings. 

Lines.  Falls  to  Renton  20  miles  (32.18  km.)  two  pole 
lines.  Renton  to  Seattle  13  miles  (20.92  km.),  two  pole  lines. 
Renton  to  Tacoma  26  miles  (41.84  km.)  by  one  pole  line  and 
34  miles  (54.71  km.)  by  the  other.  Falls  to  Everett,  40  miles 
(64.37  km.)  one  pole  line.  Tacoma  to  Smelter  at  Point  De- 
fiance, 6  miles  (9.65  km.)  one  pole  line.  Total  172  miles 
(276.8  km.) 

Wires.  Falls  to  Renton  No  4/0  seven-strand  aluminum. 
Renton  to  Seattle  and  Tacoma,  No.  2/0  seven-strand  alumi- 
num. Falls  to  Everett,  No.  4  solid  copper.  Tacoma  to  Smel- 
ter, No.  4  solid  copper. 

Spacing.  7  by  9  ft.  (2.13  by  2.74  m.)  and  7  ft.  (2.13  m.) 
orjuilateral  triangles. 

Insulators.  One  piece,  triple  petticoat  porcelain,  6  in. 
(15.24  cm.)  diameter,  Redlands  pattern.  White  imperial  por- 
celain on  main  lines.  Brown  porcelain  on  Everett  line,  not 
tested  before  installation. 

Pins.     Locust  wood,  impregnated  with  paraffine. 

Cross  Arms.  Four  by  5V^  in.  (10.1  by  11.13  cm.)  to  5  by  G 
in.  (12.7  by  15.24  cm.)  select  Washington  fir. 

Switches.  At  Falls,  non-automatic  remote  control,  ver- 
tical break  oil  switches  in  brick  compartments.  At  Renton, 
Seattle  and  Tacoma,  non-automatic  lever  control,  rotating 
horizontal  break  oil  switches  in  iron  tanks.  At  small  sta- 
tions and  for  throwing  lines  in  multiple,  fused  air  break 
"jack"  switches  or  fused  horn  switches. 


Protective  Apparatus, 
series  resistances. 


Multigap  lightning  arresters  with 


1908. 
Wood  pins  changed  to  malleable  iron  on  corners  and  im- 
portant points. 

1909. 
Transmission  voltage  raised  to  60,000  volts  on  December  6, 
1909,  using  same,  wires,  poles  and  cross  arms. 

Insulators.  Four-piece  brown  porcelain  of  standard  de- 
sign, each  tested  to  120,000  volts,  and  made  with  threaded 
IV2  in.  (3S.1  mm.)   pin  hole. 

Pins.     Malleable  cast  iron  with  threaded  head. 

Switches.  At  Falls  and  Renton,  non-automatic  remote 
control,  vertical-break  oil  switches  in  steel  tanks.  At  Seattle, 
Tacoma  and  Everett,  non-automatic  lever  control  rotating 
horizontal-break  oil  switches  in  iron  tanks.  At  small  sub- 
stations, series  trip  coil  actuated  automatic  overload  release, 
rotating  horizontal  break  oil  circuit-breakers  in  iron  tanks. 

Disconnecting  Switches.  Out-door  pole  top  type,  three- 
pole  double  break,  consisting  of  contact  jaws  mounted  on  line 
insulators  with  connecting  blades  rotating  in  a  horizontal 
plane. 

Protective  Apparatus.  Aluminum  cell  electrolytic  light- 
ning arresters  installed  at  each  end  of  each  line. 

1910. 
Additional  8750  kw.   generator  put  in  service  in  Novem- 
ber, with  7500  kw.  additional  step-up  transformer  capacity. 
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Pole-top  Construction  on  Main 
Lines.      (60,000    volts). 


Pole-top    Construction    at 
Square   Turns. 
(60,000   volts). 


Pole-top  Construction  wliere 
two  lines  are  on  tlie  same 
pole,  showing  guard  wires 
over  railroad.    (60,000  volts). 


Standard  Pole  Switch. 
(60,000   volts). 


opened,  the  station  is  run  on  the  water  I'heostats  and 
each  Hne  thrown  in  again  at  intervals  until  one  is 
found  that  is  clear. 

Substation  operators  open  all  high-tension 
switches  when  power  goes  off  the  line  and  immediately 
make  connections  with  another  generating  system  or 
steam  plant,  and  pick  up  the  local  load  until  power 
comes  on  the  lines  again. 

The  details  of  the  system  of  upkeep  employed  in 
connection  with  the  transmission  system  have  been 
carefully  worked  out,  as  a  great  many  of  the  interrup- 
tions in  service  may  be  avoided  by  proper  maintenance 
of  the  lines.  Eight  patrolmen  are  employed  and  each 
held  responsible  for  the  condition  of  a  part  of  the  line. 
They  are  stationed  at  a  transforming  station  as  near 
as  possible  to  the  middle  of  their  patrol,  and  furnished 
with  a  residence  and  a  telephone  from  the  private  line. 
Patrolmen  are  furnished  with  a  saddle  horse  and  saddle 
bag  containing  telephone  test  set,  sundry  tools  and 
material,  and  once  each  week  they  carefully  inspect 
their  section  of  the  line.  All  badly  broken  insulators 
are  replaced  and  any  other  necessary  repairs  made. 
Every  two  miles  along  the  line  a  small  booth  is  fast- 
ened to  a  pole,  and  a  stock  of  insulators,  pins,  cross 
arms,  line  wire,  etc.,  are  kept  locked  up  therein,  so 
that  in  case  of  trouble,  material  for  repairs  will  always 
be  within  one  mile. 

Each  patrolman  also  has  charge  of  the  pole 
switches  in  his  territory  and  once  a  month  ne  makes 
a  complete  and  thorough  examination  of  each  switch, 
keeping  the  parts  well  oiled  and  in  perfect  alignment. 
Each  week  he  makes  a  written  report  on  a  printed  form 
of  the  results  of  his  line  patrol  and  switch  examination. 

When  any  repair  work  is  to  be  done  on  a  high- 
tension  line,  it  is  killed  and  opened  by  an  air-break 
switch  at  each  end,  and  the  lineman  working  on  the 
line  makes  a  solid  short  circuit  and  ground  at  the  point 
where  he  is  working,  with  a  flexible  cable  provided  for 


the  purpose.  All  lines  are  in  charge  of  the  station 
operator,  and  linemen  notify  the  operator  by  telephone 
when  a  line  is  desired,  waiting  until  he  is  told  the  line 
is  dead  before  doing  any  work  thereon.  All  communi- 
cations between  employees  in  connection  with  high 
\oltage  are  repeated  back  to  the  speaker,  and  are  writ- 
ten down  in  the  station  log  book.  These  precautions 
are  necessary  to  reduce  mistakes  to  a  minimum. 

Explanation  of  Tables. 

The  following  tables  and  curves  show  a  log  of  the 
operation  of  the  transmission  system  for  the  last  four 
years.  All  cases  of  trouble  on  the  high-tension  lines  or 
in  transformers  that  caused  an  appreciable  disturbance 
of  the  line  voltage  are  recorded,  but  short  circuits  on 
low-tension  distribution  systems  and  other  troubles  not 
chargeable  to  the  transmission  system  are  excluded. 
The  times  given  as  "shut  down"  are  cases  where  power 
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.Service    Interruptions    on    the    Sno(iualnne    Transmission 
System. 

was  off  the  high  tension  lines  of  the  Snoqualmie  sys- 
leni  long  enough  to  switch  out  the  defective  line.  The 
actual  service  interruptions  were  of  very  short  dura- 
tion, as  power  was  usually  obtained  immediately  from 
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Date 

1907 
Jan.    2 
9;55  p. m. 

Jan.    3 
1:10  a.   m. 

April    23 
4:15    p.  m. 

April   24 
6:04    p.  m. 

June    24 
2:15    p.  m. 

July  23 
8:30  p.  m. 

August    1    » 
7:50  p.  ni. 

Sept.   5. 
1:15   p.  m. 

Sept.   11 
12:45    p.  m. 

Oct.    16 
10:00    a.  m. 

Nov.   22 
2:45   p.  m. 


Extent 

Short 

voltage 

dip 

Short  voltage 
dip 


Load 
dropped 

About   half 


Prolonged  voltage       Nearly  all 
dip 


Four  seconds 
voltage  dip 

Shut  down 
Shut   down 


Small 
All 
All 


Eight    seconds  One-fourth 
voltage  dip 

Dip  in  voltage  One-fourth 

l)il)   in    voltage  Nearly   half 

Small   \'oltage   dip  Small 

Shut   down  All 


Nov.   23  Frequent   successive     "  About   half 

5-6   p.  m.  voltage  dips 


Dec.    4 
3:30  p.  m. 

Dec.    23 
4:00  p.  m. 


Six  second 
dip 

.Shut   down 


One-fourth 


All 


1908 
Jan.   12 
5:00   p.  m. 

Voltage   dip 

.About   half 

April   24 
3:50  a.  m. 

Ten   seconds 
voltage  dip 

Small 

April   24 
4:20   a.  m. 

Short  voltage  dip 

Small 

May   2 
1:50   p.  m. 

Short  voltage  di 

P 

Small 

July   2 
.3  :l.j   p.  m. 

Ten  seconds 
voltage  dip 

One-fourth 

-August   3 
9:45   p.  m. 

Short  voltage  d 

P 

Small 

Oct.   22 
4:32   a.  m. 

Voltage  dip 

Nearly    half 

1909 

Jan.   3 
8:10  p.  m. 

Short   voltage   d 

P 

Small 

Jan.   19 
2:30  p.  m. 

Shut   down 

All 

March   26 
5:00   a.  m. 

.Short  voltage   d 

P 

Small 

April   4 
8:45   p.  m. 

Long  voltage  d 

P 

One-fourth 

April   29 
8:20   a.  m. 

Voltage  dip 

Nearly   half 

May   10 
11:25  a.  m 

Shut  down 

All 

July   2 
5:15   p.  m. 

Shut   down 

All 

July   3 
12:35  a.  m. 

Heavy   voltage   i 

ip 

Small 

July  15 
10:30   a.  m. 

Voltage  dip 

Half 

August   2 
12:15   p.  m. 

Sixty   seconds 
voltage   dip 

Over  half 

SERVICE   INTERRUPTIONS. 


Remarks. 


Snow  on  outlets  at  transformer  house  at  Falls  makes  short  circuit  on  power 
line  by  starting  an  arc.  Falls  operator  opened  power  line  and  cleared  trouble, 
throwing  on  ■water  rheostats  until  load   returned. 


iiiie   uy  SLariirig  an  arc.      rails  operator  opeiieu  p 
throwing  on  water  rheostats  until  load  returned. 


None  Short   circuit   on   light   line,   burned    clear.      Cause   unknown. 


August   16 
5:20   p.  m. 


Shut   down 


All 


Telephone  wires  blown  into  high-tension  wires  near  Seattle  by  high  wind. 
Burned   clear. 

Short  circuit  on   system,   cause   unknown.     Burned   clear. 

Solid  short  circuit  on  both  lines  holds  until  lines  are  opened.  Cause  unknown. 
No  trouble  found  when  lines  are  put  in  again. 

Piece  of  iron  wire  thrown  over  both  lines  near  Tacoma.  Falls  operator  pulled 
the  short  circuit  30  seconds  on  each  line  before  shutting  down,  but  unable 
to  burn  clear. 


Arc  started  by  lightning  between   wires  at  outlets  in   Seattle  substation 
clear   by    lowering  voltage. 

Severe  short  circuit  comes   on   light    line   but    is   burned   clear. 


Bui'ned 
Cause   unknown. 


Short    circuit    appears    on    both 
Caused   by   limb   from   liurning 


Lightning   storm    between    Renton    and    Tacoma. 
lines   but   burns   itself  clear. 

I>ight  short  circuit  on   power  line  is  burned  clear 
tree   between   Auburn   and   Tacoma. 

Wooden  insulatoi-  pins  burned  off  on  corner  pole  between  Renton  and  Kent 
causing  short  circuit  and  ground  on  light  line.  Arcing  ground  burns  up  nearly 
two  spans  of  wire  at  point  of  break.  Surges  burn  up  multigap  lightning 
arresters  in  stations  and  cause  pins  to  burn  oft  at  other  points  on  lines  where 
insulators    were    defective. 

Trouble  develops  from  burned  Insulator  pins  at  different  points  probably  at 
places  where  insulators  were  cracked  by  surging  ground  of  Nov.  22.  Pole  near 
Everett  was  set  on  fire  and  Everett  line  was  out  until  repaired.  One  wire  of 
light  line  in  Seattle  burned  off  cross  arm  and  came  across  13,000-volt  lead  of 
S.  E.  Co.  As  Seattle  power  line  was  cut  out  for  repairs  at  other  points,  Seattle 
was  out  eight  minutes.  One  transformer  punctured  at  Seattle.  Falls  line  also 
down  from  burned  oft  pins  near  Renton  but  cut  out  before  causing  damage, 
and    repairs    made. 

Short  circuit  appeared  on  light  line  and  is  burned  clear.  Low  tension  wires 
got  tangled  up  on  pole  in  Auburn  and  one  of  them  swings  up  over  liigh-tension 
line  and  is  burned  off.     Caused  by  high  winds. 

Heavy  wind  storm  blows  limb  of  tree  into  light  line  near  Issaquah,  blows  do"wn 
power  line  near  Kent  and  light  line  near  Auburn,  all  at  same  time.  Last  two  places 
were  where  pins  were  nearly  burned  off.  Falls  operator  lowered  voltage  and 
stayed  in  on  eacli  line  separately  for  60  seconds,  but  was  unable  to  clear 
trouble.  Station  ran  on  water  rheostats  until  troubles  were  located  and  one 
line   repaired   through. 

Short  circuit  on  branch  line  to  smelter  in  Tacoma.  High-tension  fuses  in  Tacoma 
substation  did  not  open  and  short  circuit  was  pulled  30  seconds  by  Falls  oper- 
ator and  burned  clear.     Cause  unknown. 

Tree  blown  into  Falls  light  line  one-half  mile  (0.8  km.)  from  Renton.  Light  line 
opened  and   trouble  cleared. 

Everett  line  down  near  Snohomish  due  to  defective  insulators.  Everett  line 
opened   and   trouble   cleared. 

Defective  insulators  on  line  to  Tacoma  lets  wires  down  on  cross  arm.  Cross  arm 
burned   off,   clearing   trouble. 

Short  circuit  and  ground  on  power  line  due  to  defective  pole  switch  at  Seattle. 
Seattle  operator  knew  location  of  trouble  and  cleared  it  by  opening  high- 
tension    line   oil   switch. 

500-kw.  transformer  burned  out  at  Lewis  &  Wiley's  pumping  station.  Cleared 
by    high-tension    fuse    in    substation. 

Short  circuit  on  line  to  dredger  in  Tacoma  harbor  cleared  by  high-tension  fuse. 
Caused  by  salt  water  fog  where  line  runs  about  30  ft.  (9.14  m.)  from  surface 
of  water,  and  spacing  between   wires   only  3V2   ft.    (8.9   cm.) 

Short  circuit  on  Tacoma  dredger  line.  Cleared  by  higli-tension  fuses.  Caused 
by  salt  fog. 

Line  to  Tacoma  smelter  was  connected  to  both  light  and  power  lines  at  Tacoma 
substation  when  a  land  slide  carried  away  several  spans.  Falls  operator  low- 
ered voltage  and  kept   each  line  in   30  seconds  before   opening. 

500-kw.  transformer  burned  out  at  Lewis  &  Wiley's  pumping  plant.  Cleared  by 
high-tension    fuse    in    substation. 

Severe  short  circuit  on  Tacoma  dredger  line  holds  until  voltage  is  lowered. 
Probably   from   salt   fog. 

Transformer  burned  out  and  grounded  on  Tacoma  smelter  line.  Discharges  light- 
ning arresters   in   Seattle  and  Tacoma  substations. 

Burning  tree  falls  into  Tacoma  power  line  near  Auburn,  breaking  down  four 
spans  of  line,  causing  arcing  ground  that  results  in  puncture  of  No.  1  gener- 
ator armature.  Lines  opened  until  defective  generator  could  be  cut  out  and 
load    picked    up    on    rest    of    station. 

While  Tacoma  power  line  was  cut  out  for  work  thereon,  light  line  was  con- 
nected to  both  Falls  lines  and  a  tree  was  blown  into  the  light  line  near  Auburn, 
making  a  short  circuit  and  ground  which  would  not  burn  clear.  Both  lines 
had  to  be  opened   until  detective   line   could   be  switched   out  at   Renton. 

Short  circuit  on  power  line  burned  clear.  Linemen  repairing  break  of  July  2d 
on  a  dark  night  left  telephone  wire  across  line,  and  when  line  is  switched  in 
at  Renton   telephone   wire   is   fused. 

Short  circuit  on  light  line  near  Seattle,  cause  unknown.  Light  line  opened,  clear- 
ing  trouble. 

Falls  line  cut  out  for  linemen  to  work  on  about  3  miles  (4.S  km.)  from  Renton. 
A  solid  short  circuit  and  ground  put  on  wires  where  they  were  working  with 
a  piece  of  ^-in.  (6.35  mm.)  steel  mast  arm  rope,  as  a  safety  precaution.  By 
mistake  line  was  reported  clear  and  switched  in  at  Renton  end  with  short 
circuit  still  on  and  Renton  multiple  switch  closed  solid.  Falls  operator  lowered 
voltage  and  pulled  the  short  circuit  by  way  of  light  line  and  Renton  multiple 
switch.  In  about  60  seconds  the  H-in.  (6.35  mm.)  steel  rope  was  fused  clear 
of  the   line,  and  water   rheostats  "were   thrown   on    genei'ator   bus. 

Steam  shovel  gets  into  line  at  Seattle,  letting  down  two  spans  and  causing  arcing 
ground  and  short  circuit  that  punctures  two  transformers  and  No.  5  generator 
at  Falls.     Station  shut  down  until  defective  apparatus  could  be  cut  out. 
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Date  Extent  dropped 

August   26  Short  voltage   dip  Small  Short  circuit  in  500-kw.  transformer  at  Lewis  &  Wiley's  pumping  plant.     Cleared 

2:50  p.m.  by  high-tension  fuse  in  substation. 

Sept.   4  Voltage  dip  Everett  only       Short  circuit   on    Everett   line,   cause    unknown.      Cleared   by   high-tension   fuse   on 

2:35  p.m.  Everett    line. 

Sept.   13  Voltage  dip  Everett  only       Short    circuit    on    Everett    line    caused    by    blasting    stump    into    line.      Cleared    by 

12:15  p.  m.  fuses    on    Everett    line. 

Sept.  16  Shut  down  All  Seattle   light   line   short   circuit   and   grounded   by   blasting   stumps   near   Seattle. 

3:20  p.m.  Arcing  ground  punctures  No.  3  generator  armature  and  station  is  shut  down. 

Sept.   24  Shut   down  All  Pile   driver   knocks   down    long    span     in     Everett     line     across     Snohomish     River. 

7:00   p.m.  Fuses    blow    on    Everett    line   and    start    arc   across    wires,    short    circuiting   high 

tension   bus   in    transformer   house   at   Falls:    station   shut    down    until    bus   could 

be  cleared. 

Sept.   26  Voltage   dip  Everett  only       Short   circuit   on    Everett   line   cleared   by    fuses.      Pile    driver   strikes    line    at   Sno- 

7:12   p.  m.  homish. 

Sept,  27  Voltage  dip  Small  Pole  switch  at  Puyallup  does  not  close  properly  and  starts  arc  across  wires  when 

2:40  p.m.  opened.      Burned    clear   by    lowering   voltage. 

Sept.  30  Heavy  voltage  dip       One-fourth       SOO-kw.   transformer  burned   out  at   South   Tacoma  pumping  station.     Cleared   by 

8:05  p.m.  fuses    in    substation. 

Oct.   31  Shut   down  All  Light  line  cut  out  for  work  thereon  when  power  line  was  torn  down   by  blasting 

10:35  a.  m.  stumps  near  Kent.     Falls  operator  was  unable  to  burn   the  trouble  off  and  cut 

both   lines  out   until   Renton    switched   clear  of   the   trouble. 

Nov.    IS  No  shut   down  Half  Floods  and  high  winds  washed   out   12   poles  carrying  both   light  and  power  lines 

1:30  p.m.  of  system  near   Tacoma.   and    they    were    blown    over.      Trouble    reported    and    lines    opengd 

before    they   went    down.      AVires   not    broken    and    poles   were    pulled    up    clear 

of  the  ground  and   lines  cut  in. 

Nov.   25  Shut   down  All  Flood    "washes    out    Everett    line    near    Snohomish.      Wires    and    switching    in    tem- 

9:00  a.m.  porary    condition    at    Falls   during   change    to    60,000    volts,    and    unable    to    clear 

without    shut    down. 

Uec.   5.  SYSTEM   CHANGED   FROM   30,000   TO   60.000   VOLTS  WITHOUT   INTERRUPTION 

IN   SERVICE. 

Dec.   6  Heavy  voltage   dip       Over  half         Limb   of  tree  blown   into  light   line   2M   miles    (4   km.)    from   Falls   breaking  wires 

10:2S   p.  m.  and    causing   short  circuit    and    arcing    ground.      Electrolytic    lighting    arresters 

discharged  taking  heavy  surges  off  of  line.  Light  line  opened  by  operator 
clearing   trouble:    water   rheostats    thrown    on    until    load    returned. 

Dec.   20  Volt.age  dip  Small  Pole   switch   arced   across   at    Renton    when    opening   Tacoma    light    line.      Switch 

10:15  a.  m.  closed  again  and  dip  of  voltage  breaks  arc. 

Dec.   27  Heavy  voltage  dip       One-fourth       Short   circuit   on    Everett   line   cleared   by   opening   line   switch   at    Falls.      Caused 

3:10  p.m.  by  blasting  stump  into  line  a  few  miles  from  the  Falls,  breaking  wires. 

Jan.   25  Voltage   dip  Nearly   half       Severe   short   circuit   cleared   by   opening  light   line.      Multiple   switches   at   Seattle 

8:07  p.  m.  and    Tacoma   drop    out.      Trouble    caused    by    high    wind    blowing    over    a    corner 

pole    near    Kent,    the    line    falling    into    a    lead    of    telephone    wires.      Telephone 

system   damaged   but   slightly. 

April    16  Slight  voltage   dip  and        None  Ground  appears  on   system  but  burns  clear  in  a  few  seconds.     Caused  by  blasting 

12:25  p.  m  swinging  of  ground  stumps  300  ft.   (91.44  m.)    from   line  near  Milton.     Large  rock  breaks   one   wire 

detector  of   line   and   it   falls  to   ground    burning  off  clear   at   Falls   end.      Trouble    located 

and    line   cut   out   and   repaired. 

April   24  Voltage  dip  Small  Pole  switch  on  Tacoma  light  line  arced  across  at  Renton  when  opening  charging 

9:05  a.m.  current  of  line  with  blades  set  too  close.     Cleared  by  opening  light  line  at  Falls. 

May   23  Voltage   dip  Small  Light  short  circuit   burns  clear  at   once.     Tree  fell   across   light  line   near  Renton 

8:15  p.m.  but  did  not  break  wires.     Renton  operator  notified  of  trouble  and  opens  line  at 

Renton. 

June   12  Slight  voltage   dip  Small  Surge    appears   on    light    line   and    ground    detector,    clearing   immediately.     Trans- 

11:35   p.m.  formers    at    .South    Tacoma    pumping    station    burned    out.      Trouble    cleared    by 

high-tension  fuse  in  substation.  This  substation  owned  and  operated  by  con- 
sumer. 

July    16  Prolonged  Over  half       Pole     switch     at     Renton    arced    across    when    opening    charging    current    of    line, 

9:15  a.  m.  voltage  dip  with  blades  set   too  close.     .Short  circuit   appears  on   both   lines  and   Falls   oper- 

ator opened  light  line.  As  this  did  not  clear  trouble  light  line  was  closed  again 
and  power   line  opened  clearing   trouble. 

July   26  Heavy  voltage  dip  Half  Short  circuit   appears  on   Everett   line  and   is   burned   clear.     Cause   unknown. 

8:10  a.  m. 

July   26  Shut  down  All  Tree    blew    across    Everett    line    breaking    wires    down.      Remote    control    handles 

9:45  a.  m.  for    line    switches    were    in    a    temporary    location    at    one    side    of    switchboard 

while  some  new  panels  were  being  put  into  position.  Operator  made  mistake 
in  switchiing  and  had  to  open  all  lines  and  throw  on  rheostats  until  generators 
could  be  controlled. 

.\ugust   22  Slight  voltage   dip  Small  Ground  appears  on  light  line,  discharging  electrolytic  lightning  arresters.    Burns 

1 :35  p.  m.  itself  clear.     Cause  unknown. 

August   26  Slight  voltage   dip  None  Ground    develops    and    clears    itself.      Cause    unknown. 

6:35  p.  m. 

Hept.   3  Voltage  dip  Half  Telephone  wires  pulled  across  power  line  in   Seattle  by  careless   lineman.      Power 

1X15  line  opened  by   operator  and   trouble  cleared.     Half  of  load   dropped   as  Tacoma 

was  running  on  power  line  with  light  line  cut  out  temporarily. 

^^ept.   7  Voltage  dip  One   fourth       Short  circuit  on   Everett   line  from  unknown  cause.     Trouble  clears  when    Everett 

11:05  a.m.  line    is    cleared. 

Oct    4  Shut  down  All  Corner   pole    cut    down    with    an    axe    near   Tacoma.    both    light    and    power    lines 

11 '25   p  m  falling  across   county  road   and   telephone   lead.     Falls   operator   unable    to   burn 

clear  and  both  lines  left  out  until  defective  section  could  be  opened.  Tele- 
phone Company's  system  not   damaged  severely. 

Oct.   5  Voltage  dip  Small  Short   circuit   on    light   line   burns    itself   clear.      Cause   unknown. 

11:15  a.  m. 

Oct    17  Voltage   dip  Small  Short   circuit   cleared   by    opening  Everett    line.      Stump   blasted    into   line    by   con- 

3:15  a.  m.  tractor  building  new  railroad  near  line. 

Oct.   30  Heavy  voltage  dip         Over  half       Short  circuit  appears  on  both  lines  but  burns  itself  clear.     Cause   unknown. 

11:03   a.  m. 

Nov    4  Two  successive  One-fourth       Stump  blasted   into   Everett   line.     Trouble   burned   clear. 

5:40  p.  m.  voltage  dips 

Nov    •'5  Voltage  dip  One-fourth       Sliort   circuit  appears   and    is   burned   clear   in    a   few   seconds.    Caused   by   blasting 

8:05  p.m.  piece   of  stump  into  Everett  line. 

j)gp    5  Three   severe  Halt  Malicious    persons    throw    piece     of     half-inch    (14.7    mm.)    steel    cable    over    both 

7-00   D  m  voltage   dips  light  and  power  lines  about  three  miles   14.82  km.)  from  Renton  on  Seattle  lines. 

&  V'  Steel    cable    was    burned    in    two    and    trouble    cleared    on    power    line    although 

line  wires  were  badly  scarred.  On  light  line  one  line  wire  was  burned  in  two. 
fell  to  ground  and  burned  off  clear  of  ground  on  Falls  side.  Falls  operator 
did  not  open  any  lines,  as  short  circuit  appeared  the  same  on  each  and  was 
burned   clear. 

Dec    11  Voltage  din  Small  Defective  insul.itor  on  pole  switch  at  Seattle  punctures  and  starts  arc  to  ground. 

12-15  a  m  vunasc  u  t.  Electrolytic  lightning  arresters  flash  over,  taking  surge  to  ground  and  trouble 

■     ■  burns  itself  clear. 
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another  system  or  steam  plant  at  Seattle,  Tacoma  and 
Everett. 

The  conditions  of  transmission  are  somewhat  se- 
vere, as  the  lines  pass  through  rough  country  and  along 
country  roads.  The  land  is  being  cleared  for  agricul- 
tural purposes  and  for  new  railroads,  so  that  a  great 
deal  of  blasting  and  grading  is  being  carried  on,  caus- 
ing much  trouble.  The  pole  line  has  been  built  ten 
years,  and  has  not  the  mechanical  factor  of  safety  of  a 
new  line.  The  tables  show  how  the  troubles  resulting 
from  these  adverse  conditions  were  handled  with  a 
minimum  disturbance  to  service,  as  out  of  the  total  of 
66  cases  of  trouble  given  in  the  table.  52.  or  about  80 
per  cent,  wer^  handled  without  an  interruption  of  ser- 
vice. 

During  the  latter  part  of  1907  considerable  trouble 
was  caused  by  burned  wooden  pins.  These  pins  had 
been  in  service  nearly  seven  years,  and  the  threaded 
tops  were  softened  to  pulp,  apparently  by  the  action 
of  nitric  acid  formed  from  the  air  and  moisture  hv  the 
leakage  currents. 

TABLE    II. 
SUMMARY    OF    SERVICE    INTERRUPTIONS    1907-S-O-lO. 

Voltage   (lips. 
Dropping  Dropping 
Shut       Half       Quarter     Total 
downs     load  load         case.s 

1.  Defective   line  construction,    fail- 

ure of  switches,  insulator.s,  etc.    1  2  7  10 

2.  Failure  in  transformers 0  1  5  6 

3.  Malicious    interference,    blasting 

stumps,  etc 6  1  7  14 

4.  Winds,   fires,   floods,  fogs,   etc....  fi  6  G  l.S 

5.  Lightning 0  1  1  2 

6.  Mistakes    by    employees 0  2  13 

7.  Unknown    .    1  4  8  13 

Totals 14  17  35  66 

Note. — Of  the  fourteen  cases  of  shut  down,  seven  occurred 
during  the  half  of  1909  when  the  system  was  running  on  one 
line  during  working  hours  to  permit  reconstruction  for  60,000 
volts.  During  the  other  3%  years  the  average  was  two  cases 
of   shut  down   per   year. 

The  line  was  gone  over  by  patrolmen  and  on  all 
turns  and  important  places  the  wood  pins  were  replacerl 
by  malleable  iron  pins,  and  no  more  trouble  resulted 
from  this  cause.  With  the  weak  points  thus  fixed  the 
system  gave  practically  continuous  service  during  the 
year  1908.  During  1909  the  work  of  re-construction  for 
60,000  volts  was  in  progress  and  nearly  half  of  the 
system  was  cut  out  during  working  hours  for  work 
thereon,  and  the  switching  was  in  a  temporary  condi- 
tion £t  many  places.  These  circumstances  made  it 
difficult  to  handle  trouble  without  interruption  of  ser- 
vice. During  the  year  since  the  change  to  60,000  volts 
there  have  been  only  two  shut-downs  out  of  23  cases 
of  trouble,  showing  the  method  of  operation  is  equal]  v 
successful  at  the  increased  voltage. 

The  duplicate  high  voltage  lines  are  known  bv  the 
names  light  and  power  lines  respectively,  and  are  di- 
vided into  sections  known  by  the  names  of  the  principal 
stations  toward  which  they  lead  from  the  iunctinn 
point  at  Renton. 

Discussion  of  Results. 

Before  discussing  the  above  results,  a  definition  of 
continuous  service  is  necessary.  In  cases  where  only 
a  voltage  dip  is  shown,  the  bus  voltage  of  115  volts  dip- 
ped down  to  some  value  between  40  and  9o"volts  for  a 
few  seconds  and  then  returned  to  normal.  To  the 
lighting  consumer  this  is  not  objectionable  if  it  does 


not  occur  too  frequently.  To  the  small  power  con- 
sumer, such  as  shops  and  industries  using  motors  in 
small  units,  generally  speaking  it  is  not  a  serious  incon- 
venience, as  the  motors  will  often  come  back  up  to 
speed  and  will  at  most  only  require  restarting.  In  the 
case  of  very  large  power  units,  they  will  usually  stay 
in  on  the  line  unless  they  are  heavily  loaded  or  the 
dip  is  too  prolonged. 

The  500-kw.  synchronous  converters  on  the  sys- 
tem almost  always  stay  in  and  are  not  cut  off  until  the 
current  goes  cleear  ofT  the  line.  On  the  other  hand  if  the 
voltage  dip  is  very  sudden  in  its  return  to  normal,  as 
where  a  short  circuit  is  opened  at  its  maximum  and  a 
Tirrill  regulator  has  held  up  the  generator  voltage, 
large  synchronous  machines  are  much  more  apt  to  be 
thrown  out.  In  the  above  table  there  are  52  cases  where 
the  voltage  dipped  but  the  system  was  not  shut  down, 
and  in  only  17  of  these  cases  was  the  dip  sufficiently 
prolonged  to  lose  any  considerable  amount  of  load.  In 
the  other  cases  practically  all  the  large  motors  stayed 
on  the  line.  It  seems  reasonable  then  to  conclude  that 
moderate  voltage  dips  of  short  duration  do  not  con- 
stitute an  interruption  worth  considering. 

In  cases  where  the  voltage  gets  to  a  very  low 
\alue  and  does  not  return  to  normal  for  ten  seconds  or 
more,  the  most  of  the  power  load  will  be  dropped,  but 
the  lighting  load  will  b--  retained.  The  power  con- 
sumer is  then  put  to  the  inconvenience  of  stopping 
work  long  enough  to  start  up  his  motors  again.  The 
railway  station  operator  must  .syncTironize  his  convert- 
ing units  again,  but  if  the  drop  is  not  over  thirtv  sec- 
onds they  should  still  have  considerable  speed  and  this 
should  only  be  a  few  minutes  work,  which  is  not  a 
hardship  to  railway  service.  Some  power  installations 
will  suffer  great  inconvenience,  such  as  for  instance  an 
ammonia  compressing  outfit,  and  also  some  electrolytic 
processes,  where  even  a  momentary  shut  down  will 
cause  heavy  loss.  However,  such  consumers  will  only 
form  a  small  percentage  of  the  average  power  com- 
pa'ny's  business,  and  any  expensive  equipment  to  insure 
them  absolutely  continuous  service  should  be  a  part 
of  their  own  installation. 

In  cases  where  power  goes  completely  off.  all  load 
is  dropped  and  all  consumers  suft'er  maximum  of  in- 
convenience until  service  is  resumed.  The  gross  in- 
come of  the  power  company  practically  ceases  and  the 
operating  expenses  continue,  besides  the  loss  in  good 
will  which  can  not  be  measured.  If  service  is  resumed 
within  five  minutes,  the  average  consumer  will  not 
suffer  serious  loss,  but  where  the  shut  down  extends 
over  thirty  minutes  or  an  hour  the  financial  loss  and 
inconvenience  is  very  considerable  to  all  parties  con- 
cerned. A\'e  may  then  conclude  that  prolonged  voltage 
dips  are  an  inconvenience  but  if  of  infrequent  occur- 
rence are  not  serious  menaces  to  satisfactory  service, 
whereas  complete  shut-downs  cause  heavy  loss.  Speak- 
ing from  the  average  consumers  viewpoint,  commer- 
cially continuous  service  may  include  infrequent  volt- 
age dips  and  very  rare  shut-downs  of  periods  never 
exceeding  five  minutes. 

Causes  of  Troubles.  The  first  two  causes  in  Table 
II  are  defective  construction  and  apparatus,  and  burn- 
outs of  machinery.  By  testing  all  line  insulators  for  a 
voltage  a  little  over  twice  normal  and  carefullv  testing 
all  machinery  winding  before  installation  the  entire 
.\vstem  may  be  made  to  withstand  double  normal  volt- 
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Center   View   Shows    Porcelain    Insulator  and    Iron    Pin    for   30,000  Volt  Line.     Pictures  on  either  side  show  type  of  tie  and  60,000 

Volt    Insulator,   4/0   Seven-Strand   Aluminum   Cable  With   No.    2  Tie    Wire. 


age  for  several  minutes  without  failure  of  insulation. 
This  means  that  transient  voltages  considerably  in  ex- 
cess of  double  normal  voltage  can  be  withstood,  as 
brought  out  by  Steinmetz  and  Hayden  in  a  paper  be- 
fore the  A.I.E.E.  in  June,  1910.  By  installing  protect- 
ive apparatus  such  as  air  relief  gaps  which  are  set  to 
break  down  at  double  voltage  and  which  have  a  time 
lag  much  lower  than  that  of  the  insulation  of  the 
system,  practically  all  destructi\'c  surges  can  be  taken 
off  the  system.  This  may  be  done  by  installing  electro- 
lytic lightning  arresters  at  the  entrance  to  all  important 
stations.     If  linhtnincf  becomes  so  troulilesome  as  lo 


30,000-Volt  Entrance  Construction 


Malleable  cast  iron  pins.  Cross- 
arm  pin  fits  lV2-in.  hole  in 
old  cross-arms.  T-headed 
bolt  slips  into  a  seat  on  a 
shoulder  cast  on  inside  of 
shank  at  bottom,  and  is 
tightened     up     under     cross- 

•  arm.  Weights  3^4  and  7  lb. 
Ultimate  strength  ISOO  lb. 
at    line    wire.     (60,000    volts). 


sluilU'r  insulalurs  mu  the  line  where  it  >trikes  at  some 
distance  from  an  arrester,  relief  gaps  may  be  installed 
at  each  insulator  if  necessary,  by  means  of  arcing- 
rings  as  described  by  Nicholson  in  a  paper  before  the 
A.I.E.E.,  March  30,  1910.  In  this  plant,  however, 
lightning  strokes  on  the  line  are  very  rare,  and  by  using 
wood  poles  and  cross  arms,  an  entire  pole  may  be 
burned  down  without  interrupting  service  if  the  wires 
are  not  broken.  The  first  two  causes  of  trouble  and 
also  the  sixth  can  thus  be  reduced  to  a  minimum  by 
l)roperly  testing  the  insulation  of  apparatus  and  the 
installation  of  protective  apparatus. 

Pdasting  stumps  is  a  source  of  nuicli  annoyance  in 
this  section  of  the  countrv,  and  can  best  be  handled  bv 


a  campaign  of  publicity.  The  patrolman  on  each  sec- 
tion of  the  line  should  make  it  his  business  to  become 
personally  acquainted  with  all  the  ranchers  enroute  and 
keep  his  eye  open  for  all  evidences  of  preparation  for 
clearing  land,  and  when  he  sees  blasting  is  to  be  done 
call  attention  to  the  notices  of  warning  kept  on  each 
pole,  and  show  every  desire  to  cooperate  with  the 
parties  concerned  and  have  the  line  killed  before  blast- 
ing is  done.  Deliberate  interference  should  be  prose- 
cuted vigorously  by  arrest  and  fine  where  possible. 

Troubles   from   winds,    fires,    floods,   etc.,   can   be 
mitigated  by  using  a  very  large  factor  of  safety  in  the 


I'.nt  i;inr,'    j'libes  al   .-^iilista  uons 
(60,000   volts). 

mechanical  construction  of  the  line,  and  by  putting  the 
high  tension  wires  at  a  good  height  above  all  telephone 
and  other  wires  easily  broken.  Structures  in  soft  soil 
should  be  set  solidly  in  rock  boxes  and  well  braced, 
lines  taken  via  separate  routes  whenever  possible,  and 
alwavs  on  separate  pole  lines.  All  large  trees  that  can 
blow  into  the  line  should  be  bought  and  cut  down,  and 
the  brush  kept  closely  cut  on  the  right  of  way. 
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Mistakes  of  employees  can  be  reduced  by  provid- 
ing them  with  definite  written  instructions  on  their  du- 
ties and  course  of  action  under  various  conditions  and 
by  providing  them  with  the  best  working  equipment. 
Station  operators  in  a  plant  employing  non-automatic 
operation  are  very  important  units  in  the  system;  a 
little  welfare  work  and  good  pay  to  good  men,  and  in 
fact  anything  that  will  make  them  take  interest  in 
their  work  and  pride  in  good  results  will  prove  an  ex- 
cellent investment. 


Switching    and     Lightning    Arresters    at    Snoqualmie 
Falls. 

Results  of  -Method  of  ()])eration.  The  standard 
practice  in  the  operation  of  duplicate  transmission  lines 
is  to  install  automatic  overload  relays  and  circuit 
breakers  on  each  line  at  the  generating  station,  and  re- 
verse current  relays  with  automatic  circuit  breakers 
at  the  substation.  Even  with  complicated  systems  this 
idea  may  be  carried  out  so  that  theoretically  a  short 
circuit  anywhere  on  the  system  will  automatically  he 
cleared  and  the  defective  line  cut  out.  The  experience 
of  this  company  has  been  that  practically  better  results 
can  be  obtained  by  placing  the  control  of  the  high- 
tension  lines  in  the  hands  of  a  carefully  trained  oper- 
ator. From  the  operation  of  this  system  it  is  believed 
that  the  non-automatic  method  of  operation  is  less  apt 
to  produce  destructive  oscillations  when  a  short  circuit 
is  being  cleared  from  the  system.  Taking  for  instance 
a  case  where  a  piece  of  iron  wire  is  thrown  across  the 
line.  There  being  no  automatic  regulation  except  slowly 
acting  water  wheel  governors,  the  speed  and  voltage 
of  the  generating  units  dip  severely.  The  operator  en- 
'■ourages  this  and  blocks  the  action  of  the  governors, 
feeding  the  short  circuit  at  the  reduced  voltage.  The 
low-frequency  high-power  surge  first-set  up  by  the 
short  circuit  may  thus  lie  reduced  in  intensity,  being 
also  dissipated  by  the  resistance  and  cushioned  by  the 
reactance  of  the  line,  and  the  station  is  then  simply 
running  on  a  severe  overload  for  a  few  seconds.  If  it 
is  apparent  which  line  is  short  circuited,  it  may  then 
be  opened  with  safety.  Tf  on  the  other  hand  the  volt- 
age and  speed  are  automatically  held  up  as  far  as  pos- 
sible by  Tirrill  regulators  and  governors,  and  the  surge 
is  ruptured  at  a  point  other  than  zero  in  the  wave,  a 
destructive  potential  will  result  which  may  cause 
damage. 


In  the  case  of  an  arcing  ground  a  more  severe 
condition  exists  than  in  a  short  circuit,  as  in  cases 
where  one  line  wire  is  whipping  around  on  the  ground, 
making  and  breaking  contact.  In  this  system  where 
the  neutral  is  ungrounded  severely  unbalanced  strains 
may  be  produced  in  this  way,  as  is  shown  by  the  punc- 
turing of  generator  and  transformer  windings  in  such 
cases.  An  arcing  ground  was  not  always  visible  on 
the  line  ammeter,  and  an  electrostatic  ground  detector 
was  installed  on  the  generating  bus.  This  indicates 
promptly  all  high-tension  grounds,  and  the  telephone 
circuit  along  the  same  poles  is  an  instantaneous  indi- 
cator showing  which  line  is  grounded.  Grounded  lines 
are  cut  out  without  attempting  to  burn  clear,  and  the 
installation  of  electrolytic  arresters  on  the  lines,  trans- 
formers with  reinforced  insulation  on  the  end  coils  and 
static  relief  gaps  on  the  generating  bus  liars  has  given 
entire  freedom  from  trouble  from  arcing  grounds,  as 
shown  by  the  absence-of  failures  of  insulation  since  the 
installation  of  the  new  equipment  in  1909. 

Since  the  change  to  60,000  volts  it  has  been  the 
practice  to  open  the  defective  line  if  it  does  not  burn 
clear  in  about  five  to  eight  seconds  instead  of  holding 
for  thirtv  seconds.  By  the  installation  of  a  Tirrill  regu- 
lator with  a  special  relay  for  lowering  the  voltage  dur- 
ing a  short  circuit  the  operator  does  not  have  to  look 
after  the  voltage,  and  with  accurately  reading  dead- 
beat  line  ammeters  he  is  able  to  see  the  situation  in- 
side of  five  seconds.  This  equipment  has  been  recently 
installed.  The  switches  for  multiple  connections  now 
installed  on  the  low-tension  side  at  substations  work 
instantly  instead  of  in  the  slow  uncertain  manner  of  the 
old  30,000-volt  fuses  used  for  this  purpose,  so  that 
much  better  performance  can  be  expected  in  handling 
short  circuits  in  the  future. 

This  method  of  operation  is  applicable  to  a  system 
of  several  generating  stations,  by  giving  each  generat- 
ing station  a  certain  amount  of  transmission  system, 
and  then  using  instantaneous  automatic  circuit  break- 
ers at  the  point  of  connection.  These  circuit  break- 
ers can  be  set  to  carry  the  full  value  of  interchange 
current  =0  that  the  plants  can  be  operated  in  parallel 
and  with  any  desired  sharing  of  load ;  but  when  a  short 
circuit  comes  on  the  line,  that  line  and  its  generating 
station  will  immediately  be  separated  from  the  rest  of 
the  system  and  can  clear  its  own  trouble.  Mr.  Down- 
ing's  paper  before  the  San  Francisco  meeting  in  May. 
1910.  on  the  "High  Tension  Network  of  a  General 
Power  System"  describes  a  system  operated  in  this 
way. 

It  is  apparent  from  this  pajicr  that  there  are  a 
number  of  features  which  an  engineer  could  employ  in 
building  a  new  line  that  would  prevent  many  interrup- 
tions, such  as  stringing  the  lines  at  a  greater  height 
and  supporting  them  on  strong  structures  along  private 
right-of-way,  to  avoid  interference.  Tlie  desirability  of 
continuous  service  depends  on  tlie  character  of  the 
power  business  served,  and  a  balance  may  be  struck  at 
a  point  where  further  investment  to  secure  greater  re- 
liabilitv  mav  not  be  warranted. 


Eectrolytic  iron  of  great  purity  can  be  obtained 
from  mild  steel  anodes.  It  requires  i  kw.-hour  to  refine 
2  lb.  of  iron  and  the  cost  of  labor,  maintenance  and 
fixed  charges  has  been  estimated  at  $10  per  ton  of  iron 
produced. 
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WASHINGTON    PUBLIC    SERVICE   COMMIS- 
SION. 

The  newly  created  Public  Service  Commission  in 
the  State  of  Washington  consists  of  three  members 
appointed  by  the  Governor  with  the  consent  of  the 
Senate,  for  six-year  terms.  Each  commissioner  is  to 
receive  a  salary  of  $5000  a  year.  A  secretary  to  receive- 
$2000  a  year  salary  is  to  be  appointed  by  the  commis- 
sion. Other  officers  of  the  commission  are  to  be  a 
rate  clerk  and  statistician  at  not  more  than  $3000  a  year, 
an  engineer  at  not  more  than  $3000  a  year,  an  inspector 
of  safety  appliances  at  not  more  than  $3000  a  year,  an 
expert  accountant  at  not  more  than  $1800  a  year,  a 
stenographer  at  not  more  than  $1800  a  year,  and  such 
engineers,  inspectors,  accountants  and  other  assistants 
as  the  commission  may  deem  necessary.  The  commis- 
sion is  to  have  jurisdiction  over  all  public  service  com- 
panies in  the  State. 

The  commission  is  authorized  to  fix  rates,  fares  or 
charges,  and  where  rates,  fares  or  charges  are  insuffi- 
cient to  yield  reasonable  compensation  the  commis- 
sion is  empowered  to  determine  the  charges  and  to  fix 
the  same  by  order.  It  is  also  given  power  to  fix  joint 
rates  and  through  routes  on  railroads.  Every  public 
service  company  is  to  notify  the  commission  of  every 
accident  which  results  in  death  or  injury  to  any  person. 
The  commission  is  authorized  to  investigate  all  acci- 
dents and  to  order  repairs  or  changes  in  railroad  prop- 
erty wherever  it  deems  changes  or  repairs  necessary.  It 
may  even  compel  the  suspension  of  traffic  until  repairs 
are  made. 

Copies  of  all  complaints  are  to  be  served  upon  the 
companies  affected  and  not  less  than  ten  days  are  to 
intervene  between  the  date  of  service  of  the  complaint 
and  the  hearing.  All  orders  and  findings  rendered  by 
the  commission  are  to  become  operative  twenty  days 
after  service,  unless  the  commission  deems  that  addi- 
tional time  is  reasonably  necessary  to  comply  with 
the  order.  Every  company  that  violates  an  order  of 
the  commission  is  liable  to  a  fine  of  $1000  a  day  for 
each  ofifense  and  every  officer  or  employe  of  a  com- 
pany who  violates  an  order  of  the  commission  is  to 
be  deemed  guilty  of  a  gross  misdemeanor. 

Appeal  for  a  writ  to  review  the  finding  of  the  com- 
mission may  be  made  to  the  Superior  Court  of  the 
county  in  which  the  proceeding  was  instituted  within 
thirty  days  of  the  date  of  the  order  of  the  commission, 
and  the  court  is  empowered  to  restrain  the  commission 
from  enforcing  its  order  pending  the  determination 
of  the  suit.  Appeal  from  the  finding  of  the  Superior 
Court  may  be  made  to  the  Supreme  Court  of  the  State, 
The  transcript  of  the  proceeilings  before  the  Superior 
Court  is  to  constitute  the  record  on  appeal  to  the 
-Supreme  Court. 

When  complaint  has  been  made  to  the  commission 
concerning  the  reasonableness  of  any  rate  or  charge 
and  the  commission  has  determined  that  the  charge  is 
excessive,  the  commission  may  order  the  company  to 
pay  to  the  complainant  the  amount  of  the  overcharge 
with  interest  from  the  date  of  collection.  If  the  over- 
charge is  not  paid  within  the  time  fixed  in  the  order, 


suit  may  be  instituted  to  recover  same,  and  the  findings 
and  order  of  the  commission  are  to  be  prima  facie  evi- 
dence of  the  facts  therein  stated.  "All  complaints  con- 
cerning over-charges  shall  be  filed  with  the  commis- 
sion within  two  years  from  the  time  the  cause  of  action 
accrues,  and  the  petition  for  the  enforcement  of  the 
order  shall  be  filed  in  the  court  within  one  year  from 
the  date  of  the  order  of  the  commission." 

The  commission  is  authorized  to  inspect  the  books 
and  other  documents  of  any  public  service  company 
and  to  examine  under  oath  any  employe.  Every  com- 
pany is  to  report  annually  to  the  commission  and 
answer  specifically  all  questions  propounded  by  the 
commission.  The  annual  reports  are  to  include  the 
amount  of  capital  stock  issued,  the  dividends  paid,  the 
surplus  fund,  if  any,  the  number  of  stockholders,  the 
funded  and  floating  debts  and  the  interest  paid  thereon, 
the  cost  and  value  of  the  company's  property,  details 
of  franchises  and  equipment,  the  number  of  employes 
and  the  salaries  paid  each  class,  the  accidents  to  pas- 
sengers, employes  and  other  persons,  the  cost  of  the 
accidents,  the  amounts  expended  for  improvements 
and  such  information  in  relation  to  rates,  charges  and 
contracts  as  the  commission  may  require.  The  com- 
mission is  also  empowered  to  require  any  public  serv- 
ice company  to  file  a  monthly  report  of  receipts  and 
e.xpenses. 

In  regard  to  the  valuation  of  the  property  of  the 
puldic  service  corporations  the  measure  says  in  part: 

"The  commission  shall  ascertain  the  cost  of  con- 
struction and  equipment  and  the  cost  of  reproducing 
in  its  present  condition  the  property  of  every  public 
service  company ;  the  amount  and  present  market  value 
of  the  capital  stock  and  funded  indebtedness  of  every 
company ;  in  the  case  of  companies  engaged  in  inter- 
state business,  the  relative  value  of  the  use  to  which 
such  property  in  this  State  is  actually  put  in  the  conduct 
of  interstate  business  and  State  business  respectively : 
the  total  market  value  of  the  property  of  each  company  ; 
the  time  intervening  between  the  expenditure  of  money 
in  the  cost  of  construction  and  the  time  when  returns 
in  the  shape  of  dividends  were  first  received  ;  the  ])rob- 
able  earning  capacity  of  each  company  under  the  rates 
now  charged  and  the  sum  required  to  meet  fixed  charges 
and  operating  expenses,  and  in  case  of  a  company 
doing  interstate  business  the  probable  earning  capacity 
I  if  intrastate  business  and  the  sum  required  to  meet 
fixed  charges  and  operating  expenses  on  intrastate 
business,  and  the  relative  proportion  of  intrastate  and 
interstate  business,  the  relative  proportion  of  the  oper- 
ating expenses  connected  therewith,  the  relative  pro- 
])ortion  of  the  revenue  which  should  be  derived  there- 
from ;  the  density  of  traffic  and  of  population  tributary 
tti  every  compan_\- :  the  existence  of  grades,  curvatures 
and  other  physical  conditions  afifecting  the  movement 
'il  traffic  and  business  of  common  carriers,  and  whether 
the  expenditures  made  in  procuring  property  were 
justified  by  the  existing  conditions,  and  whether  the 
money  expended  has  been  reasonable  for  the  present 
needs  of  the  company,  and  for  such  needs  as  may  rea- 
sonably be  expected  in  the  immediate  future." 

The  sum  of  $118,146.68,  or  such  sum  as  may  be 
necessary,  is  appropriated  to  carry  out  the  provisions 
of  the  act. 
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AN  ELECTRIC  FURNACE  FOR  ZINC 
SMELTING.' 

UY    KR.XNCIS    A.    J.    FITZ    GERALD. 

There  is  no  branch  of  metalhirg^-  which  is  appar- 
ently more  suited  to  electric  furnace  treatment  than 
that  of  zinc  smelting.  The  regular  method  of  zinc 
smelting  is  extraordinary  in  its  crudity,  inefficiency 
and  expense,  hence  the  relatively  high  cost  of  heat  gen- 
erated electrically  is  not  by  any  means  so  serious  a  con- 
sideration as  in  certain  other  metallurgical  processes. 
Moreover  the  electric  furnace  possesses  certain  char- 
acteristics which  make  it  specially  applicable  to  the 
conditions  of  ;:inc  smelting.  In  the  following  paper  it 
is  proposed  to  describe  briefly  a  new  form  of  electric 
furnace  originally  designed  for  zinc  smelting,  although 
it  has  useful  applications  in  other  kinds  of  work. 


larger  unit  than  a  zinc  retort.  When  it  comes  to  apply- 
ing fuel  heat  to  such  a  process  numerous  difficulties 
arise  which  are  sufficiently  plain  without  mentioning 
them  in  detail.  This  naturally  led  to  the  idea  of  using 
an  electric  furnace  and  many  experiments  with  various 
kinds  were  made.  Finally  Mr.  John  Thomson  and  the 
author  designed  a  furnace  which  was  used  on  a  large 
scale  in  the  working  of  the  Imbert  Process.  One  of 
these  furnaces  of  150  kilowatt  capacity  was  constructed 
and  worked  under  the  author's  supervision  in  Hohen- 
lohehutte,  Upper  Silesia,  with  highly  satisfactory  re- 
sults. 

In  order  to  design  a  satisfactory  furnace  it  was 
necessary  to  keep  certain  points  in  view :  The  furnace 
must  be  gas  tight ;  the  temperature  must  admit  of  care- 
ful regulation  ;  the  construction  must  be  rugged  so  as  to 


Fig.  2. 

It  is  not  intended  to  discuss  here  the  metallurgy 
of  zinc  smelting,  but  to  appreciate  properly  the  electric 
furnace  which  will  be  described  it  will  be  necessary 
first  briefly  to  consider  the  particular  method  of  zinc 
production  for  which  the  furnace  was  designed.  It 
has  long  been  known  that  when  zinc  sulphide  and 
metallic  iron  are  strongly  heated  the  following  reaction 
takes  place : 

ZnS  -1-  Fe  =  Zn  +     FeS 

Init  the  reaction  does  not  seem  to  be  complete  unless 
there  is  a  rebtively  large  excess  of  iron,  or  un- 
less the  temperature  of  the  reaction  is  very  high, 
Imbert,  however,  discovered  that  by  using  suitable 
"dissolvents"  this  objection  to  the  process  is  overcome. 
Imbert,  for  example,  found  that  ferric  oxide  and  iron 
sulphide  mixed  together  in  the  proportion  of  one  part 
and  three  parts  respectively  formed  a  fluid  bath  at  a 
temperature  between  1000  degrees  and  tioo  degrees 
Centigrade,  and  that  this  bath  would  "dissolve"  six 
parts  of  blende.  Now  when  the  blende  is  "dissolved" 
in  a  bath  in  this  way  the  reaction  with  iron  mentioned 
above  takes  place  with  the  greatest  ease,  is  complete, 
works  at  a  comparatively  low  temperature  and  as  a 
residue  produces  two  distinct  substances  =^  A  slag  con- 
sisting of  the  gangue  from  the  ore  and  a  ferrous  matte 
which  may  be  used  for  the  regeneration  of  iron,  etc. 

A  great  many  experiments  were  made  with  this 
process  and  the  results  were  highly  satisfactory,  except 
that  it  was  difficult  to  construct  a  suitable  furnace  for 
the  purpose.  Obviously  working  the  process  in  the 
ordinary  zinc  retort  furnace  would  not  be  satisfactory, 
for  the   process   should   be   carried   out   with    a   much 

'  Presented  before  the  Congre.s.s  of  Teohnnlosy  .at  the  Fif- 
tieth Anniversary  of  the  Granting-  of  tlie  Charter  of  the  Massa- 
chusetts Institute  of  Technology. 
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Stand  severe  usage ;  the  heat  losses  must  be  reduced  to 
a  minimum  since  electrically  generated  heat  is  always 
expensive. 

In  Figs.  I  and  2  are  shown  respectively  a  longi- 
tudinal section  and  transverse  section  of  the  furnace 
with  the  cover  removed.  The  walls  of  the  furnace  are 
double  with  air-spaces  i  which  are  designed  to  pre- 
vent the  loss  of  heat  by  conduction  through  the  walls. 
The  furnace  is  provided  with  carbons  T,  T,  C  and  C. 
The  two  former  serving  as  terminals  which  are  con- 
nected to  the  source  of  current  by  means  of  cable  indi- 
cated by  F  and  G,  while  the  two  latter  are  simply  con- 
nector terminals  which  form  the  other  terminals  of  the 
two  sections  of  the  resister  R.  R.  and  are  connected  by 
E.  Rearing  on  the  terminals  T,  T  and  the  connector 
terminals  C.  C.  are  channels  B,  B  which  are  connected 
with  each  other  by  the  tensions  rods  S,  S.  The  chan- 
nels are,  of  course,  insulated  from  the  terminals.  The 
furnace  is  lined  with  a  suitable  refractory  M  and  is 
])rovided  with  a  tap-hole  at  H.  The  resistor  of  the  fur- 
nace is  built  up  of  a  series  of  corrugated  plates,  which 
are  illustrated  in  Fig.  3  ;  the  lower  photograph  show- 
ing an  end  view  of  the  plate,  while  the  above  shows 
the  shape  in  which  the  plates  are  cut  as  viewed  from 
the  front.  In  Fig.  4  is  shown  a  view  of  the  plates  set 
up  so  as  to  form  a  resistor.  Considering  one  of  the 
plates  it  is  to  be  noted  that  the  thickness  is  not  the 
same  from  top  to  bottom,  but  increases  from  the  bot- 
tom up  so  that  when  put  in  place  they  form  an  arch 
of  very  long  radius  as  shown  in  Fig.  4.  Because  of  the 
interlocking  of  the  plates  this  arch  form  is  not  neces- 
sary, but  seems  to  be  desirable  in  the  preliminary  as- 
semblage and  is  also  utilized  to  produce  a  somewhat 
greater  current  density  along  the  lower  surface  of  the 
resistor.  The  cover  of  the  furnace,  which  is  not  shown 
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in  the  illustration,  carries  feeding  tubes  by  means  of 
which  the  ore  mixture  may  be  fed  into  the  bath  below 
the  resistor. 

The  peculiar  construction  of  the  resistor  plates  has 
two  purposes ;  to  give  a  sufficiently  high  resistance  to 
the  resistor  and  at  the  same  time  to  form  an  interlock- 
ing device  so  that  even  if  no  arch  form  is  given  to  the 
resistor  yet  it  will  not  fall  down.  A  furnace  was  built 
with  plates  having  these  dimensions :  Length  at  top, 
405  mm.  16  inches ;  length  at  bottom,  255  mm.  10  in. ; 
width  165  mm.  6.5  inches.  The  two  sections  of  the  re- 
sistor contained  71  plates  each.  This  when  cold  had  a 
resistance  of  0.200  ohm  and  when  running  at  the  full 


most  satisfactory.  In  the  Hohenlohehutte  experiments 
thernio  couples  of  pyrometers  were  placed  in  several 
parts  of  the  furnace  to  study  the  temperature  condi- 
tions carefully.  It  was  found  that  the  most  accurate 
regulation  of  the  temperature  in  the  furnace  was  possi- 
ble, the  workman  in  charge  adjusting  the  rate  of  gen- 
eration of  energy  in  the  resistor  so  as  to  keep  the 
needle  of  the  pyrometer  stationary. 

The  furnace  is  a  highly  efficient  one.  In  one  of  the 
earlier  models  where  the  heat  insulation  was  far  from 
being  satisfactory  careful  determinations  of  all  heat 
losses  were  made.  When  working  at  temperatures  be- 
tween 1250  degress  and  1260  degrees  C.  the  total  heat 


Fig.  :!. 


capacity  of  150  kilowatts,  and  with  a  temperature  in 
the  furnace  of  1400  degrees  C,  the  resistance  was 
00375  ohm.  This  resistance  is  due  almost  altogether 
to  the  contact  resistance  between  the  plates,  for  by 
calculating  the  resistance  of  the  carbon  itself  we  find 
that  it  would  not  amount  to  more  than  0.00064  ohm. 

In  order  to  regulate  the  rate  of  generation  of 
energy  in  the  resistor  there  must  be  some  means  of 
varying  the  voltage  at  the  terminals  of  the  furnace.  At 
Hohenlohehutte,  as  well  as  in  the  FitzGerald  and 
Bennie  Laboratories  where  these  furnaces  have  been 
worked,  this  is  done  by  means  of  a  transformer  with 
several  taps  brought  out  from  the  primary  coils  which 
allow  the  voltage  on  the  secondary  circuit  to  be  varied 
from  50  to  100  volts  in  2.5  volt  stops,  and  from  100  to 
200  volts  in  5  volt  stops. 

It- will  be  seen  that  the  weakest  part  in  this  fur- 
nace is  the  carbon  resistor,  due  to  the  fact  that  if  work- 
ing in  an  oxidizing  atmosphere  the  resistor  will  be 
destroyed.  In  the  particular  work  for  which  it  was 
designed,  however,  there  would  be  no  danger  of  this 
because  the  furnace  is  filled  with  vapor  of  metallic 
zinc.  During  the  process  of  heating  the  furnace,  or  at 
any  time  when  zinc  vapors  were  not  generated,  there 
would  be  danger  of  burning  through  air  leaking  in  ;  but 
this  is  easily  overcome  by  keeping  a  reducing  atmos- 
phere in  the  furnace  slightly  above  external  pressure. 
It  has  been  found  by  actual  experiment  that  a  furnace 
of  this  type  running  continuously  for  two  months 
showed  no  appreciable  wear  of  the  resistor. 

The  regulation  of  temperature  in  this  furnace  is 


Fig.    4. 

losses  were  33  kilowatts,  and  when  working  at  tem- 
peratures between  1400  degrees  and  1450  degrees  C. 
the  heat  losses  were  42  kilowatts.  Consequently  when 
the  furnace  is  working  at  full  capacity,  150  kilowatts, 
the  thermal  efficiency  at  1250  degrees  is  78  per  cent 
and  at  1425  degrees  C.  is  jz  per  cent.  No  exact  deter- 
minations of  the  eft'iciency  of  later  models  have  been 
made,  but  it  is  known  to  be  much  higher  than  those 
given  above. 

The  metallurgical  end  of  the  problem  has  not  been 
completely  worked  out,  but  the  satisfactory  working 
of  the  furnace  has  been  clearly  demonstrated,  and  fur- 
naces built  on  similar  principles  have  been  used  ex- 
perimentally with  great  success  in  the  melting  of 
aluminum,  copper,  brass,  etc.  This  is  thought  to  be 
of  some  interest,  as  a  development  in  the  use  of  electric 
furnaces  using  the  heat  generated  by  the  passage  of  an 
electric  current  through  a  resistor.  There  is  a  tendency 
in  electric  furnace  work  to  employ  the  arc  which  is 
often  a  mistake  because  of  the  difficulty  in  regulating 
the  temperature.  Finally,  the  furnace  described  above 
from  its  construction  lends  itself  readily  to  adaptations 
which  permit  of  using  the  combined  heat  eft'ects  of  fuel 
and  electricity,  and  it  is  thought  that  a  great  future  is 
in  store  for  furnaces  of  that  type. 


Electrical  heating  of  water  requires  no  watts  to 
raise  i  quart  from  60  to  220  degrees  P.,  the  boiling 
point.  Immersion  heaters  have  an  eff'iciency  of  about 
90  per  cent. 
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ESSENTIAL    FACTORS    IN    THE    FORMATION 
OF  PRODUCER  GAS. 

"Essential  Factors  in  the  Formation  of  Producer 
Gas"  is  the  title  of  Bulletin  No.  7,  just  issued  Ijy  the 
Bureau  of  Mines.  The  authors.  J.  K.  Clement,  L.  H. 
Adams,  and  C.  N.  Haskins  detail  an  investigation  of 
the  chemical  and  physical  processes  that  take  place 
in  the  gas-producer  in  which  they  kept  in  view  not 
only  the  possibility  of  increasing  the  efficiency  of 
the  producer  as  a  source  of  energy  and  the  ensuing 
benefits  to  the  public  of  cheaper  power  and  greater 
utilization  of  low  grade  fuels,  but  also  the  application 
of  the  results  to  the  problems  of  lioiler-furnace  opera- 
tions. 

In  experiments  made  by  one  of  the  authors  at  the 
Bureau's  Experiment  Station  it  was  found  that  the 
temperature  in  the  fuel  bed  of  the  gas-producer  varied 
greatly  in  dififerent  parts  of  the  bed.  In  order  to  ascer- 
tain the  conditions  of  temperature  most  favorable  to 
the  efficient  operation  of  the  producer,  it  became  nec- 
essary to  determine  the  temperature  required  for  the 
formation  of  carbon  monoxide  and  hydrogen. 

Among  other  reasons  for  investigating  the  condi- 
tions for  the  reduction  of  carbon  dioxide  by  carbon 
was  that  a  small  quantity  of  carbon  monoxide  is  in- 
variably contained  in  the  flue  gases  of  boiler  furnaces 
and  it  was  hoped  that  means  might  be  suggested  of 
preventing  its  formation  and  the  resulting  loss  in  fur- 
nace efficiency. 

These  investigations  demonstrated  that  a  very 
high  temperature  is  necessary  for  the  production  of 
carbon  monoxide  from  carbon  dioxide  and  carbon. 
These  conditions,  however,  which  argue  against  oper- 
ating the  fuel  bed  and  the  gas  producer  at  extremely 
high  temperatures — above  1300  C. 

A  very  hot  fuel  bed  means  that  the  gases  will 
leave  the  producer  at  a  high  temperature,  and  thus 
lower  the  efficiency  of  the  producer.  The  gain  in 
capacity  would,  therefore,  be  accompanied  by  a  loss 
in  efficiency,  unless  the  heat  of  the  gases  could  be 
used  for  generating  steam  or  preheating  the  air  blast. 
A  high  temperature  also  favors  clinkering.  In  the 
application  of  the  results  of  these  experiments  to  com- 
mercial producers  and  furnaces  it  will  be  necessary,  of 
course,  to  consider  the  other  questions  which  are 
involved. 

Various  explanations  have  been  suggested  to 
account  for  the  presence  of  small  amounts  of  carbon 
monoxide  in  the  flue  gases  of  boiler  furnaces.  Perhaps 
the  one  generally  accepted  by  engineers  is  that  the 
oxygen  of  the  air  first  unites  with  carbon  fo  form  car- 
bon dioxide,  and  that  as  this  gas  passes  up  through 
the  bed  it  combines  with  carbon  in  accordance  witli 
the  equation  CO=  +  C  =  2CO. 

Assuming  this  to  be  the  correct  explanation,  then 
the  questions  to  be  solved  are  what  conditions  favor 
this  reaction  and  what  conditions  will  tend  to  retard 
it.  It. has  been  shown  by  the  authors  that  the  higher 
the  velocity  of  the  gas  and  the  thinner  the  fuel  bed 
the  less  will   be   the   percentage   of  carbon   monoxide 


formed.  A  heavy  fuel  bed  in  the  boiler  furnace  would 
therefore  favor  the  formation  of  carbon  monoxide. 
Also,  the  greater  the  supply  of  air  to  a  given  depth 
of  bed  the  less  would  be  the  percentage  of  this  gas 
formed ;  therefore  with  a  hot  fuel  bed  the  formation 
of  a  small  amount  of  carbon  monoxide  is  inevitable. 
In  order  that  this  carbon  monoxide  may  be  burned  to 
carbon  dioxide  in  some  way  sufficient  air  must  be 
added  to  the  hot  gases  as  they  leave  the  top  of  the 
fuel  bed. 

Tlie  bulletin  also  contains  a  chapter  by  J.  W.  Cle- 
ment and  L.  H.  Adams  on  "Effective  Temperatures 
for  \\'ater-Gas  Ceneration." 

The  results  presented  show  that  a  high  rate  of 
gasification  combined  with  a  high  percentage  of  car- 
bon monoxide  and  a  low  percentage  of  carbon  dioxide 
and  water  requires  a  high  temperature  in  the  fuel  bed. 

The  higher  the  temperature  the  better  will  be  the 
quality  of  the  gas  and  the  greater  the  capacity  of  the 
j-'roducer. 

The  use  of  large  amounts  of  steam  is  inconsistent 
with  the  realization  of  high  temperature,  and  is,  there- 
fore, to  be  avoided. 

.Although  these  investigations  were  undertaken 
primarily  to  determine  the  conditions  governing  the 
formation  of  producer-gas,  the  results  have  an  impor- 
tant bearing  on  the  water-gas  process. 

They  show  that  although  with  very  low  rates  of 
steam  supply  the  decomposition  of  the  steam  may  be 
complete  at  iioo  degrees  C,  with  higher  rates  of 
steam  supply,  such  as  are  desirable  in  practice,  a  much 
higher  temperature,  1300  degrees  or  1400  degrees  C, 
is  required  to  obtain  complete  decomposition.  The 
highest  efficiency  will  be  obtained  by  raising  the  tem- 
perature of  the  bed  during  the  blast  as  high  as  is  pos- 
sible without  injury  to  the  producer.  As  the  bed  cools 
during  the  run  with  steam,  the  steam  should  Ije  grad- 
ually reduced,  and  when  the  temperature  has  dropped 
to  1000  degrees  C,  the  steam  should  be  cut  off. 

The  bulletin  is  of  a  scientific  character  and  will  be 
of  interest  to  engineers  engaged  in  gas  producer  and 
gas  engine  work.  Copies  may  be  obtained  by  address- 
ing the  Director  of  the  Bureau  of  Alines.  Washington. 
B.C. 


ELECTRICITY  AND  CROPS. 

Professor  J.  H.  Priestley,  of  Bristol  University, 
England,  in  the  course  of  a  paper  on  "Electricity  as  a 
Factor  in  Crop  Production."  described  in  detail  the 
numerous  methods  in  which  electricity  has  been  either 
directly  or  indirectly  utilized  in  the  production  of  a 
crop,  with  a  \\c\v  to  either  accelerating  or  increasing 
the  yield.  In  one  particular  instance  the  discharge  of 
high  tension  electricity  from  overhead  wires  had  re- 
sulted in  an  increase  of  39  per  cent  in  a  field  of  wheat. 
He  pointed  out  that  while  the  precise  effect  of  elec- 
tricity on  the  physiology  of  plants  was  still  in  doubt, 
the  three  factors  affected  were  the  air,  the  plant  and 
the  soil.  On  one  farm  a  network  of  electric  wires  was 
erected  over  various  fields  of  wheat,  while  other  fields, 
where    the    same    kind    of    wheat    was     grown,     were 
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left  in  their  natural  state.  The  electrified  wheat  ga\e 
a  yield  per  bushel  varying  from  13  to  39  per  cent  in 
excess  of  the  yield  of  the  non-electrified  wheat.  In 
these  experiments  the  tension  was  transformed  100,000 
volts,  the  wires,  however,  carrying  only  010  amp. 

Exactly  what  the  electrical  discharge  does  is  not 
clear,  but  Mr.  Priestley  claimed  for  it  a  tonic  or  bracing 
effect  raising  the  tone  of  the  plant  and  increasing  the 
momentum  of  development.  Miss  Dudgeon,  of  Dum- 
fries, has  investigated  the  effects  of  the  Cooper-Hewitt 
mercury-vapor  lamp,  and  shows  reason  for  believing 
that  its  blue-violet  light  helps  plants  grown  under  it  to 
greater  sturdiness.  The  leaf-cells  in  the  treated  plants 
show  a  markedly  greater  accmnulation  of  green  color- 
ing matter  or  chloroplasm.  Air.  Priestley  fully  en- 
tiorsed  the  value  of  Miss  Dudgeon's  experiments.  The 
light  in  question  also,  he  thought,  "increased  the 
strengthening  fibre"  in  the  plants  submitted  to  it. 
He  said  that  Miss  Dudgeon  had  found  the  Cooper- 
Hewitt  mercury-vapor  lamp  "extraordinarily  effica- 
cious, producing  accelerated  germination,  increased 
growth,  greater  depth  of  color,  and,  more  important 
still,  no  signs  of  the  lanky,  unnatural  extension  of  the 
plant  usually  associated  with  forcing."  The  following 
figures  show  how  many  days  earlier  Aliss  Dudgeon's 
seeds  germinated  under  the  lamp  than  in  the  control 
greenhouse:  French  beans,  8;  carrot,  15;  cauliflower, 
20;  lettuce,  6;  oats,  5;  barley,  5;  wheat,  8.  The  lamp 
was  4  ft.  above  the  seeds,  and  the  light  was  turned 
on  two  hours  daily  after  daylight. 

The  lecturer  also  described  some  experiments  of 
his  own  at  Bristol,  in  which  he  employed  a  quartz  mer- 
cury-vapor lamp  which,  he  found,  permits  many  more 
of  the  ultra-violet  rays  from  the  luminous  vapor  to 
pass  out  into  space,  so  that  it  is  possible  to  study  the 
effects  due  more  particularly  to  these  rays,  and  to  in- 
stitute comparisons  between  plants  grown  directly  in 
the  light  and  others  grown  behind  the  shelter  of  a 
glass,  i.  e.,  with  most  of  the  ultra-violet  rays  cut  oft". 
He  found  that  in  the  case  of  mustard  seeds  the  process 
of  germination  was  enormously  accelerated.  Further, 
seedlings  can  be  grown  for  some  time  close  to  the 
lamp  itself,  the  plants  developing  being  extraordinarily 
sturd3^  and  of  quite  a  dift'erent  shade  of  green  from 
the  normal  ones.  The  eft'ect  of  the  quartz  mercury- 
vapor  lamp  at  close  range  is  to  retard  or  to  entirely 
inhibit  growth  but,  at  great  distances,  or  behind  a 
glass  screen,  it  has  a  marked  accelerating  and  invig- 
orating effect  if  used  as  complementary  to  ordinary 
daylight.  One  extraordinary  result  obtained  was  that 
in  the  case  of  the  mustard  seedlings  exposed  to  the 
lamp  at  close  range  the  plants  are  of  an  absolutely- 
glabrous  type,  instead  of,  as  usual,  very  hairy.  The 
plants  close  to  the  lamp  do  not  possess,  either  on 
stem  or  leaves,  a  single  hair.  Further  away  from  the 
lamp  hairs  develop  only  upon  the  side  away  from  the 
light,  and  shaded  behind  glass  the  plants  are  approxi- 
matel}'  as  hairy  as  usual.  Thus  it  is  clear,  said  the  lec- 
turer, that  light  of  a  specific  color  properly  controlled 
will  enormously  accelerate  germination,  a  matter  of 
profound  importance  for  putting  valuable  crops  on  an 
early  market.  The  same  electric  light  helps  the  plants 
to  robustness,  a  matter  of  great  import  with  manv 
valuable  but  only  semi-hardy  crops. 


ALUMINUM  WIRE  FOR  MOTOR  FIELD  COILS. 

The  International  Street  &  Interurban  Railway 
Association  reports  that  twenty-five  electric  railway 
companies  in  Europe  are  employing  aluminum  field 
coils  in  their  motors.  The  section  of  aluminum  wire 
to  provide  the  same  amount  of  conductivity  as  copper 
must  be  1.687  times  as  large  at  zero  degrees  C.  or  1.645 
times  as  large  at  100  degrees  C.  The  actual  coil,  how- 
ever, is  no  larger,  because  it  has  been  found  possible 
to  oxidize  the  surface  of  the  aluminum  wire  so  that 
no  textile  insulation  is  required.  The  weight  of  the 
coils  is  about  50  per  cent  to  55  per  cent  that  of  a 
corresponding  copper  coil.  This  weight  amounts  to 
about  250  lb.  for  a  two-motor  car.  The  cost  is  also 
lower,  even  including  the  value  of  the  scrap,  which  is 
higher  for  copper  than  for  aluminum. 

Most  companies  use  cambric,  paper  or  other  in- 
sulation between  the  different  la)'ers  of  the  aluminum 
field  coils,  but  none  between  wires  composing  the  same 
layer. 

Several  methods  are  employed  for  oxidizing  the 
wire  in  order  to  provide  the  non-conductive  surface. 
One  company,  while  the  coil  is  being  wound,  moistens 
thf  cambric  insulation  between  the  coils  and  also  the 
wire  itself  with  the  brush.  When  the  coil  is  finished 
and  before  the  outer  insulation  is  put  on  a  current  is 
passed  through  the  coil  suft'icient  to  raise  the  tem- 
perature of  the  wire  to  about  100  degrees  C.  The 
insulation  resistance  of  the  surface  of  the  wire  then 
gradually  attains  its  normal  value.  Another  company 
anneals  the  aluminum  wire  by  raising  it  to  a  tempera- 
ture of  200  degrees  to  300  degrees  C.  before  the  coil  is 
wound,  ^^'ater  is  applied  as  before,  but  the  coil  is 
baked  in  an  oven  and  the  process  is  repeated  once  or 
twice.  The  General  Omnibus  Company  coats  the  wire 
and  coil  with  a  plastic  material  having  a  clay  base 
which  gives  a  minnmified  coil. 

In  addition  to  the  other  advantages  of  the  use  of 
aluminum  the  maintenance  of  the  coil  is  low  because 
its  lightness  reduces  the  injurious  effect  of  the  jars  to 
wdiich  these  coils  are  subject.  Care  must  be  taken  in 
winding  to  avoid  joints  in  the  wire,  because  it  is  dif- 
ficult to  make  satisfactory  joints,  and  care  should  be 
taken,  when  soldering  on  the  field  coil  terminals,  to 
avoid  the  formation  of  oxide  on  the  surface  of  the 
aluminum  wire. 


DEFINITION   OF  AN  ENGINEER. 

In  the  course  of  an  address  before  the  Technical 
Publicity  Association  of  New  York,  Pjarrett  Smith  of 
the  Stone  and  Webster  Engineering  Corporation  said : 

"There  are  so  many  men  with  ordinary  endow- 
ments doing  work  that  enables  them  to  pass  as  engi- 
neers because  it  is  related  to  engineering,  that  the 
impression  of  the  outsider  regarding  the  profession 
of  engineering  is  apt  to  be  erroneous.  By  the  same 
token,  the  impression  of  the  education  of  which  these 
workers  are  the  product  is  apt  to  be  erroneous. 

"An  engineer  is  a  man  who  conceives  a  new  system 
or  arrangement  of  known  elements,  to  meet  conditions 
in  a  way  that  will  confer  some  economic  or  industrial 
advantage  upon  his  constituents,  and  then  actually 
creates  this  system  or  arrangement.  An  engineering 
education  simply  develops  this  faculty  and  the  judg- 
ment which  goes  with  it.  " 
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Short 
Circuits 


I,.  C.  Nicholsons  startling  method  of  removing  a 
^horl  circuit  from  a  transmission  line  li}'  sliorting  the 
Removing  generating-  station  is  like  fighting 

lire  with  fire.  As  described  by  R. 
L.  Mershon  at  the  Los  Angeles 
meeting  of  the  .\.  I.  E.  E.,  quick- 
acting  switches  automatically  short-circuit  the  station 
for  five  cycles  when  it  is  broken  by  expulsion  fuses. 
This  takes  the  voltage  from  the  line  and  so  clears  the 
short. 

The  object  of  this  method  is  apparently  to  prevent 
the  system  from  being  shut  down  or  to  avoid  pulling 
the  shorted  line  from  the  network.  Where  power  is 
delivered  to  a  system  from  one  plant  or  from  several 
plants  tied  together  through  transmission  lines  which 
join  at  points  remote  from  any  of  the  generating  sta- 
tions, this  heroic  treatment  would  seem  practical,  pro- 
vided all  apparatus  in  the  power-houses  is  designed 
to  withstand  the  ensuing  strains.  Where  there  are 
several  plants  it  would  be  necessary  to  localize  the 
break  and  exercise  the  Nicholson  treatment  through 
the  plant  directly  connected  with  the  trouble.  The 
other  plants  would  be  unafifected  except  as  they  had 
felt  the  short-circuit.  This  all  presupposes  a  short- 
circuit  which  will  clear;  that  is,  that  there  is  no  line 
damage  whereby  any  wire  of  the  circuit  has  fallen 
against  another  wire  or  the  ground.  Except  to  prove 
that  it  would  not  be  of  use,  the  system  would  be  of 
no  value  in  this  latter  case  and  would  serve  only  as  an 
indicator. 

As  to  damage  to  instruments  and  apparatus  in  the 
power-house,  every  plant  should  be  designed  to  with- 
stand short-circuits,  no  matter  where  they  may  occur, 
and  this  might  be  near  the  power-house  as  elsewhere. 

In  the  West  several  generating  plants  are  often 
connected  not  only  through  the  transmission  net- 
work, but  also  connected  directly  to  each  other  through 
a  transmission  line.  Several  circuits  may  also  radiate 
in  as  many  directions,  each  supplying  a  power  dis- 
trict, and  to  still  further  complicate  matters,  they  may 
be  connected  at  other  points  with  the  network.  Upon 
evidence  of  a  short-circuit  on  one  line,  it  is  customary 
to  immediately  disconnect  at  both  ends  by  the  use 
of  circuit-breakers.  This  saves  other  circuits  and  in 
most  cases  will  not  throw  synchronous  apparatus  out 
of  step.  Much  doubt  has  been  expressed  by  operators 
if,  in  such  systems,  it  would  be  wise  to  adopt  the  Nich- 
olson plan.  , 

Many  of  the  Western  plants  do  not  use  automatic 
controlling  apparatus  or  even  voltage  regulators,  and 
this  plan  has  its  adherents  because  a  heavy  short- 
circuit  causing  a  tendency  to  lower  line  voltage  and 
frequency  will  in  most  cases  extinguish  itself,  causing 
no  further  damage  than  a  momentary  dip  in  lighting 
service  and  seldom  throwing  synchronous  apparatus 
out  of  step.  The  personal  equation  enters  largely  in 
the  methods  of  operation  of  complicated  networks  and 
it  would  probably  take  much  demonstration  under  all 
of  the  many  peculiar  and  unlooked-for  conditions  giv- 
ing rise  to  the  causes  of  short-circuits  before  the  aver- 
age operator  would  care  to  depend  upon  the  proposed 
method  of  overcoming  short-circuits. 
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PERSONALS. 

C.  E.  Sloan  is  at  Newman  on  engineering  work. 

Frank  W.  Eastman,  representing  Stanley  &  Patterson  of 
New  York,  is  at  San  FVancisco. 

H.  B.  Squeers,  of  the  sales  staff  of  Otis  &  Squires,  San 
Francisco,  is  at  New  York  City  on  business. 

F.  L.  Robson,  of  the  firm  of  Sloan  &  Robson,  returned  to 
San  Francisco  last  Tuesday  from  Madeleine,  Cal. 

J.  J.  O'Brien,  one  of  the  vice-presidents  of  H.  M.  Bylles- 
by  &  Co.,  of  Chicago,  left  last  week  for  the  North. 

H.  R.  Noack,  of  Peirson,  Roeding  &  Co.,  returned  to  San 
Francisco  last  week  from  a  Northern  California  trip. 

B.  M.  Downs,  vice-president  of  the  Brookfield  Glass  Com- 
pany, has  returned  East  from  the  Pacific  Coast  via  Seattle. 

H.  A.  Wood  returned  to  San  Francisco  during  the  past 
week,  after  a  trip  to  San  Diego  on  electrical  engineering  busi- 
ness. 

W.  W.  Rockefellow,  sales  manager  of  the  Western  Elec- 
tric Company,  has  returned  to  New  York  from  a  visit  to  the 
Pacific   Coast. 

Robert  Carter,  superintendent  of  the  Coast  Counties  Light 
&  Power  Company,  has  returned  to  Santa  Cruz  after  visiting 
San  Francisco. 

M.  C.  Miller,  assistant  to  the  president  of  the  Allis- 
Chaluaers  Company,  spent  the  past  week  at  the  San  FVancisco 
officfe  of  the  corporation. 

J.  S.  Cain,  who  has  a  controlling  interest  in  the  Hydro- 
electric Company  which  has  reluiilt  its  iiower  station  near 
Bodle,  is  at  San  Francisco. 

Leon  M.  Hall,  who  left  last  Tuesday  for  Carson  and  Reno, 
Nevada,  will  make  some  electrical  engineering  investiga- 
tions in  that  part  of  the  country. 

F.  G.  Baum,  of  F.  G.  Baum  &  Co.,  returned  to  his  San 
Francisco  office  during  the  past  week,  after  making  an  engi- 
neering examination  in  the  interior  of  California. 

H.  H.  Hornsby,  sales  manager  of  the  Sprague  Electric 
Company's  conduit  and  supply  department,  left  last  Tuesday 
for  Portland,  after  spending  some  time  in  California. 

R.  S.  Masson,  chief  engineer  of  the  Electric  Operating  & 
Construction  Company  of  New  York,  and  general  manager 
of  the  Arizona  Power  Company,  is  at  San  Francisco. 

J.  H.  Thatcher,  general  manager  of  the  Pacific  Telephone 
&  Telegraph  Company  with  headquarters  at  Portland,  recently 
returned  to  Oregon  after  paying  a  visit  to  the  San  Francisco 
office. 

E.  C.  Bradley,  general  manager,  and  G.  B.  Bush,  general 
commercial  superintendent,  of  the  Pacific  Telephone  &  Tele- 
graph Company,  recently  returned  to  San  Francisco  after  a 
tour  of  the  Pacific  Northwest., 

George  A.  Damon,  managing  engineer  for  the  Arnold 
Company,  in  charge  of  their  work  at  Los  Angeles,  has  been 
appointed  dean  of  the  school  of  engineering  at  the  Throop 
Polytechnic    Institute,    Pasadena,    Cal. 

Norman  Macbeth,  formerly  in  charge  of  the  illuminating 
engineering  laboratories  of  the  Welsbach  Company,  is  now 
illuminating  engineer  of  the  Westinghouse  Electric  &  Manu- 
facturing Company  and  the  Westinghouse  Lamp  Company. 

L.  H.  Newbert,  the  present  manager  of  the  Pacific  Gas  & 
Electric  Company's  Redwood  district,  will,  on  June  1st,  take 
charge  of  the  new  appliance  department,  with  headquarters 
at  San  Francisco.  To  fill  the  vacancy  caused  by  his  appoint- 
ment E.  W.  Florence,  district  manager  of  the  Pacific  Gas  & 
Electric  Corporation  at  Fresno,  has  been  transferred  to  the 
Redwood  district.  W.  H.  Henderson,  manager  of  the  Colusa 
district,  has  been  transferred  to  Fresno. 


Chief  Engineer  Straubeck,  of  the  Wailuka  Plantation  in 
the  Hawaiian  Islands,  recently  spent  several  days  at  San 
Francisco  as  the  guest  of  W.  Jamieson,  first  assistant  engineer 
of  the  Merchants  Exchange  Building.  Mr.  Straubeck  is  on  his 
way  to  Germany  for  a  vacation. 

R.  L.  Mershon  left  for  the  East  last  Sunday,  after  inspect- 
ing a  number  of  electric  power  plants  around  San  Francisco 
Bay.  In  company  with  A.  H.  Babcock,  he  visited  the  power 
station  and  repair  shops  of  the  Southern  Pacific  Company's 
new  electric  lines  in  Alameda  County. 

M.  Takahashi,  electrical  engineer  with  the  Ashio  copper 
mine  of  Japan,  is  inspecting  a  number  of  hydroelectric  power 
plants  in  California  in  the  course  of  a  tour  around  the  world. 
Mr.  Takahashi  is  making  an  especial  study  of  transmission 
line  practice  and  also  of  the  application  of  electricity  to 
mining. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  has  returned  from 
San  Diego,  where  his  firm  has  a  large  steam  and  electrical 
engineering  contract  with  the  San  Diego  Consolidated  Electric 
Light  &  Power  Company.  A  low-pressure  turbine  is  to  be 
installed  in  connection  with  a  large  reciprocating  engine  and 
generators. 


OBITUARY. 

Richard  Spencer,  formerly  manager  of  the  Los  Angeles 
branch  of  the  Western  Electric  Company  and  recently  in 
charge  of  their  Buffalo  house,  died  at  Danville,  N.  Y.,  on 
May  6,  1911. 

Peter  J.  Lynch,  who  died  at  Seattle  May  1st,  after  an 
illness  of  only  two  days,  was  the  district  superintendent  of 
the  Pacific  Telephone  &  Telegraph  Company  in  the  Puget 
Sound  territory.  He  was  well  liked  in  California,  where  he 
held  various  official  positions  with  the  company  for  twenty 
years.  He  was  superintendent  at  Oakland  for  several  years 
and  for  one  year  acted  as  manager  of  the  Philippine  Telephone 
&  Telegrajih  Company  with  headquarters  at  Manila.  Mr.  Lynch 
was  aged  forty-one  years  and  left  a  wife  and  one  daughter. 


MEETING    NOTICES. 

The  May  meeting  of  the  San  Francisco  Section  of  the 
American  Institute  of  Electrical  Engineers  will  be  devoted  to 
an  inspection  of  the  new  Fruitvale  power  plant  of  the  Southern 
Pacific  Company.  The  meeting  will  be  held  on  the  evening  of 
May  19th. 

The  thirty-fourth  convention  of  the  National  Electric 
Light  Association  will  be  held  in  New  York  city,  opening  on 
May  29th  and  continuing  until  June  2d.  The  convention  will, 
without  question,  be  the  largest  in  the  point  of  attendance  yet 
held  by  the  organization.  The  remarkable  success  which  has 
attended  this  association  is  well  merited.  It  has  done  more 
for  its  industry  than  any  other  industrial  association  in  this 
country.  Through  the  interchange  of  ideas  at  its  conventions 
rates  have  been  universally  reduced,  service  improved  and  a 
better  understanding  secured  with  the  public.  According  to 
Secretary  T.  Commerford  Martin  the  growth  in  membership 
during  the  past  year  has  been  large. 

At  the  meeting  of  the  American  Society  of  Mechanical 
Engineers  in  New  York,  on  May  9th,  several  important  papers 
on  the  subject  of  patents  were  presented  and  discussed  by 
E.  W.  Marshall,  D.  H.  Haywood  and  E.  J.  Prindlow.  At  the 
spring  meeting  of  the  society,  to  be  held  in  Pittsburg,  Pa., 
May  30th  to  June  2d,  cement  manufacture  will  be  one  of  the 
principal  subjects  considered.  Among  the  other  papers  to  be 
presented  are  "Commercial  Application  of  the  Turbine  Turbo- 
Compressor,"  by  R.  H.  Rice;  "Purchase  of  Coal  on  the  Heat- 
Unit  Basis."  by  Dwight  T.  Randell;  "Energy  and  Pressure 
Drop  in  Compound  Steam  Engines,"  by  F.  E.  Cardello.  There 
are  also  to  be  sessions  on  Gas  Power,  Machine-Shop  Practice 
and  Steel-Works  Practice. 
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ELECTRIC    RAILWAY    DICTIONARY. 

An  Electric  Railway  Dictionary  has  been  compiled  by 
Rodney  Hitt  under  the  direction  of  a  committee  appointed 
by  The  American  Electric  Railway  Association  and  published 
by  the  McGraw  Publishing  Company  of  New  York.  This  is  <i 
step  towards  standardizing  the  nomenclature  of  electric  car 
construction.  It  is  arranged  in  two  sections,  the  first  giving 
an  alphabetical  list  of  definitions  and  the  second  a  logical 
presentation  of  illustrations.  This  volume  o£  over  four  hun- 
dred 9  X  12  pages,  while  intended  primarily  for  electric  railway 
men,  should  be  of  interest  and  value  to  every  electrical 
engineer. 


NEW  CATALOGUES. 

Thomas  &  Betts  have  given  their  line  of  boxes,  locknuts 
and  checknuts  to  Otis  &  Squires  for  the  Pacific  Coast. 

The  General  Electric  Company  has  just  issued  Bulletin 
No.  4S20,  which  supersedes  its  previous  bulletin  on  Curve 
Drawing  Ammeters  and  Voltmeters. 

Catalogue  No.  25  from  the  Chicago  Fuse  Mfg.  Co.  Is  de- 
voted to  Stamped  Steel  Switch  and  Outlet  Boxes,  giving  illus 
t rations,  dimensions  and  prices. 

Fancleve  Specialty  Co.,  Jamaica  Plain  Station,  Boston, 
Mass.,  have  issued  a  complete  catalogue  of  fittings  for  metal 
and  wood  moulding,  armored  cable,  conduit  and  miscellaneous 
uses.  , 

Railroad  electrification  is  the  subject  of  Circular  No.  1.517 
from  the  Westinghouse  Electric  &  Mfg.  Co.,  giving  illustra- 
tions and  descriptions  of  a  number  of  foreign  and  domestic 
electric  railway  installations. 

The  General  Electric  Company  has  just  issued  an  attract 
ive  pamphlet  entitled,  "Charging  the  'Electric'  at  Home."  This 
pamphlet  describes  briefly  that  Company's  Mercury  Arc  Recti- 
fier as  used  for  charging  the  batteries  for  electric  runabouts. 

The  New  York  &  Ohio  Company,  of  Warren,  Ohio,  are 
issuing  two  Illustrated  folders,  one  giving  a  revised  price 
schedule,  and  the  other  a  revised  discount  schedule  for  the 
"Packard"  incandescent  lamps. 

Allis-Chalmers  Company  have  issued  Bulletin  No.  1622, 
in  which  is  given  a  description  of  the  Manhattan  High  Pre'> 
sure  Fire  Service  System,  together  with  some  of  the  results 
which  have  been  attained   with  its  use. 

Bulletin  No.  4799,  recently  Issued  by  the  General  Electric 
Company,  illustrates  and  describes  in  considerable  detail  sev- 
eral types  of  revolving  field  alternators  manufactured  by  this 
company.  Both  horizontal  and  vertical  shaft  alternators  are 
illustrated. 

"Westinghouse  Static  Protective  Ap|)aratus,"  Folder  4110. 
is  an  attractive  little  publication  recently  issued  by  the  West- 
inghouse Electric  &  Manufacturing  Company,  East  Pittsburg, 
Pa.  This  folder,  as  the  name  imjilies,  covers  the  line  of 
static  protective  apparatus  as  manufactured  by  the  West- 
inghouse Company. 

Chas.  C.  Moore  &  Co.,  engineers,  are  distributing  a  hand- 
some leather-bound  memoranda  book  with  renewable  insert. 
Each  sheet  is  perforated  so  that  it  may  be  easily  torn  out 
in  part  or  in  whole  as  the  note  has  been  properly  attended 
to.  This  feature  makes  it  particularly  valuable  to  the  engi- 
neering fraternitiy  for  whose  use  it  has  been  especially  de 
signed. 

The  General  Electric  Company  has  issued  an  attractive 
bulletin,  which  illustrates  and  describes  its  Electric  Fans  for 
the  coming  season.  These  fans  are  made  for  either  alternat 
ing  or  direct  current,  and  in  various  styles  and  sizes  to  meet 
various  conditions.    The  publication  lists  fans  suitable  for  the 


home,  office,  and  restaurant,  and  fans  which  can  be  placed  on 
desk  or  table,  or  fastened  to  the  wall  or  ceiling.  The  bul- 
letin, which  is  No.  4806,  lists  also  various  small  power  motors. 

The  General  Electric  Company  reports  a  contract  for  the 
season's  requirements  and  an  initial  order  of  5004  Calorite 
Leaf  Unit  flat  iron,  equipped  with  the  "external  spring"  attach- 
ment plug,  from  H.  M.  Byllesby  &  Co.,  for  their  various  prop- 
erties. Also  another  order  for  6000  flat  Irons  of  the  same  de- 
scription from  the  Southern  California  Edison  Co.,  of  Los 
Angeles   and   vicinity. 

Bulletin  No.  4822,  just  Issued  by  the  General  Electric 
Company,  illustrates  and  describes  its  GE-98  railway  motor, 
which  was  designed  to  meet  the  demands  of  heavy  city  and 
suburban  service,  and  is  suitable  for  either  two  or  four-motor 
equipments.  The  motor  is  rated  at  50  h.p.  The  publication 
contains  dimension  diagrams,  characteristic  curves  and  a 
table  of  schedule  speeds. 


TRADE     NOTES. 

The  Kellogg  Switchboard  &  Supply  Company  has  closed 
a  contract  with  the  Farmers'  Telephone  Company  of  Omak, 
Wash.,  for  complete  central  office  equipment  for  the  system. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
Pittsburg,  Pa.,  has  just  received  a  contract  from  the  British 
Columbia  Electric  Railroad,  of  British  Columbia,  for  two  45- 
ttn  locomotives  with  quadruple  equipments  of  No.  301  inter- 
pole  railway  motors  and  automatic  unit  switch  control. 

The  salesmen  of  the  Kellogg  Electric  &  Supply  Company 
are  distributing  a  unique  paper  match  holder.  Each  match 
is  labeled  w'ith  the  name  of  an  apparatus  type.  On  the  re- 
verse side  of  the  folder  is  given  the  company  name  and  the 
principal  types  of  apparatus  manufactured.  Small  cases  in 
variously  colored  leathers  hold  these  match  folders,  making 
an   attractive  advertising  novelty. 

The  Pelton  Water  Wheel  Company  has  been  awarded  a 
Government  contract  for  all  of  the  hydraulic  work  and  equip- 
ment for  the  new  power  plant  near  Fallon,  Nev.,  in  connec- 
tion with  the  Truckee-Carson  project.  The  contract  covers 
two  double-discharge  Pelton-FYancis  turbines  (spiral  case 
type)  of  830  h.p.  each,  to  operate  at  514  r.p.m.  under  a  head 
of  about  105  feet  of  water.  Pelton  oil  pressure  governors  and 
Pelton  relief  valves,  of  special  design,  will  be  used. 

The  Cutler-Hammer  Mfg.  Co.  announces  the  establishment 
of  a  new  department  to  be  devoted  exclusively  to  the  design 
and  manufacture  of  electrical  appliances  for  industrial  heat- 
ing. The  resources  of  the  company's  large  and  thoroughly 
equipped  New  Yerk  factory  will  be  principally  devoted  to  the 
manufacture  of  this  class  of  apparatus,  under  the  direct  super- 
vision of  Mr.  W.  S.  Hadaway,  Jr.,  who  for  many  years  has 
specialized  on  applications  of  electric  heat  to  industrial 
purposes. 

The  Washington  Water  Power  Company  have  just  placed 
an  crder  with  the  General  Electric  Company  for  two  of  the 
largest  waterwheel  driven  generators  ever  constructed  for 
their  Long  Lake  plant.  These  will  be  three-phase  generators 
of  the  horizontal  type  and  will  have  a  capacity  of  13900  k.v.a. 
and  will  be  of  so  liberal  design  as  to  be  able  to  carry  a  25 
per  cent  overload  continucusly.  They  will  operate  at  a  speed 
or  200  r.p.m.  and  will  generate  current  at  a  potential  of 
4000  volts.  Four  of  these  generators  will  eventually  be  in- 
stalled at  this  plant.  They  are  driven  by  I.  P.  Morris  hori- 
zontal twin  turbines  each  cf  22.500  capacity  at  full  gate,  oper- 
ating under  a  head  of  170  feet.  These  are  the  largest  water- 
wheels  that  have  ever  been  constructed.  The  dam  is  183  feet 
high  at  the  deepest  section  and  is  the  highest  spillway  dam 
that  has  ever  been  constructed.  The  potential  of  the  trans- 
mission line  will  be  60,000  volts  for  the  present,  although  the 
plant  is  designed  for  110. 
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991,074.  Compound  Hydro-Steam  Engine.  David  Mac- 
lean, Calexico,  Cal.  In  a  compound  hydro-steam  engine  hav- 
ing several  injectors  connected  to  a  steam  line,  which  pro- 
ject their  several  jets  of  water  directly  upon  the  first  series. 


of  a  plurality  of  series  of  buckets  combined  with  a  segmental 
drum  and  a  frame  within  which  the  several  series  of  deflec- 
tors are  attached. 

990,927.  Electrically-Heated  Cooker.  Charles  E.  Terwil- 
liger,  Santa  Cruz,  Cal.  A  cooking  device  of  the  class  de- 
scribed comprising  a  casing,  inner  and  outer  shells  disposed 
therein,  a  heat  retaining  filling  between  the  shells,  a  cooking 
utensil   within  the  inner  shell,  a  heating  element   under  the 


utensil,  a  chambered  liolder  of  non-conducting  material  dis- 
posed at  the  bottom  of  the  inner  shell  and  containing  the 
said  element,  conductors  embedded  in  the  said  holder  for 
supplying  current  to  the  heating  element,  and  a  fuse  device 
mounted  on  the  casing  and  connected  with  the  said  con- 
ductors. 

991,314.      Rotary     Pump.      Ira     Huyd     Humphreys,   Denver, 
Colo.     In   a   rotary    pump,   the   ccmbination   with   a   casing,  of 


one  section  of  said  runner  having  a  passage  for  the  webs  of 
the  blades,  a  chamber  formed  between  the  ends  of  the  two 
sections,  a  stationary  shaft,  and  a  cam  on  the  stationary 
shaft  received  in  the  chamber,  adapted  to  engage  the  inner 
ends  of  the  blades  and  force  them  outwardly. 

991,384.  Electric  Reciprocating  Engine.  William  Armor 
Stedman,  Millers,  Nev.  An  electric  reciprocating  engine  com- 
prising a  solenoid  having  a  series  of  distinct  superposed  sec- 
tion windings,  the  middle  winding  being  connected  in  series 
with  each  of  the  end  windings:  an  operating  electric  circuit 
suitably  connected  with  an  electric  source  embodying  said 
middle  winding  and  one  of  said  end  windings  of  said  sole- 
noid: an  independent  electric  circuit  embodying  a  resistance 
coil    and     connected     with     the     inactive    end    coil    of    said 


solencid;  a  supporting  frame  for  said  solenoid:  a 
rotary  switch  having  a  plurality  of  curved  metal  sectors, 
a  rotary  switch  having  a  plurality  of  curved  metal  sectors 
cylindrica'Iy  arranged  and  adapted  to  be  rotated:  a  plurality 
of  brushes  adapted  to  electrically  contact  with  said  sectors, 
said  brushes  forming  the  terminals  of  the  said  operating  and 
independent  circuits;  and  means  for  adjusting  the  said  termi- 
nals to  vary  the  relative  distances  between  the  said  termi- 
nals to  effect  a  prolongation  of  the  circuit  closure  in  one  of 
the  said  end  windings. 

931,372.  Automatic  Fusible  Lightning  Arrester.  Andrew 
Iieid,  Colorado  City,  Colo.  In  a  lightning  arrester,  a  housing, 
a  plurality  of  fuses,  a  pivotally  mounted  weighted  lever  con- 
nected with  one  end  of  each  of  said  fuses,  moans  for  connect- 
ing said   fuses   with   a   line   wire,   and   means   for  connecting 


having  slots  therein,  doub'e  blades  received  in  the  slots, 
webs  connecting  the  blades  of  each  double  blade  together, 
a  runner  mounted  in  the  casing  made  in  sections,  said  runner 


said  levers  to  the  earth,  said  means  including  a  wire,  a 
liracket  pivotally  connected  with  each  of  said  levers,  and  a 
contact  member  connected  with  each  of  said  levers  arranged 
to  engage  said  brackets  respectively  as  said  fuses  are  broken. 
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INDUSTRIAL 


AN   AUTOMATIC   FLOAT  SWITCH. 

An  automatic  float  switch  of  new  design  has  recently 
been  placed  upon  the  market  b.v  the  Westinghouse  Electric 
&  Manufacturing  Company.  The  new  design  embodies  sev- 
eral features  that  recommend  it  highly  for  the  control  of 
motors  driving  pumps  that  empty  into  reservoirs,  on  drain 
sumps,  sewers,  etc.  The  operation  of  the  switch  is  entirely 
automatic  and  the  mechanism  requires  no  attention  beyond 
an  occasional  inspection  and  oiling.  The  switch  is  operated 
by  a  cylindrical  steel  float  which  plays  between  brass  stops 
on  a  vertical  rod,  as  illustrated;  the  stops  are  adjusted  to 
the  upper  and  lower  water  levels.  When  the  float  presses 
against  either  stop,  a  U-shaped  tripping  lever  attached  to 
the    float-rod    engages    a    pivoted    weight-arm    and    carries    it 


Allt<rmHti 


I'loat     Switili 


upward  and  around  iiast  the  vertical  position.  The  weight- 
arm  then  fal's,  engages  an  arm  on  the  switch  drum  shaft,  and 
snaps  the  switch  open  or  closed,  according  to  the  direction 
in  which  the  weight-arm  is  thiown.  A  buffer  receives  the 
force  of  the  weight-arm's  fall.  When  the  float-rod  is  attached 
to  the  tripping  lever,  the  pump  will  be  started  when  the  float 
presses  on  the  lower  stop  and  hence  is  properly  arranged  for 
filling  reservoirs.  With  the  rod  attached  to  the  other  side 
of  the  lever,  the  switch  is  adjus-ed  for  drainage  purj  oses, 
as  the  motor  will  be  started  when  the  float  presses  against 
the  upper  stop.  The  switch  is  of  the  drum  type  with  renew- 
able contacts  and  fingers. 

The  float  and  float-rod  are  heavily  galvanized  and  are 
enamelled  and  baked.  This  finish  effectually  prevents  rust. 
The  standard  float-rod  permits  maximtmi  variations  in  level 
of  six-feet. 

These  switches  are  made  in  two  styles— double-pole  for 
direct  current,  and  single-phase  alternating  current  motors, 
and  three-pole  for  polyphase  motors.  The  maximum  capacity 
of  these  switches  is  50  amperes  at  55n  volts.  The  motor  is 
connected  directly  across  the  line  and  hence  can  be  used  only 
with  motors  that  do  not  require  starting  voltage. 


A  NEW  SUSPENSION  CLAMP  FOR  HIGH  TENSION  CON 
DUCTORS. 
In  the  transmission  of  high  tension  electric  currents 
using  suspension  type  insulators,  it  is  common  practice  to 
use  stranded  conductor  either  of  copper  or  aluminum.  In 
order  to  suspend  the  conductor  from  the  lower  unit  of  each 
series,  a  clamp  of  some  form  is  used.  Heretofore,  most  of 
the  clamps  were  made  of  metal  but  a  new  design,  invented 
by  Mr.  R.  A.  Willson,  General  Superintendent  of  Railways, 
Washington  Water  Power  Co.,  of  Spokane,  Wash.,  and  used 
with  great  success  on  their  transmission  lines  since  their 
construction  early  In  1910,  makes  use  of  two  wood  clamping 
blocks  in  place  of  the  metal  clamps  as  ordinarily  used.  One 
of  the  chief  advantages  of  this  clamp  is  that,  the  wood  being 
soft  to  a  certain  degree,  the  clamping  members  will  not 
injure  the  cable.  This  is  especially  advantageous  where 
aluminum  cable  is  used,  as  it  is  well  known  that  aluminum 
cab'e  can  be  seriously  Injured  by  being  clamped  too  tightly. 
Referring  to  the  illustration,  the  clamp  is  attached  to  the 
clevis  casting  of  the  lower  insulator  unit  by  means  of  the  sus- 


WoocU  11     Suspension    Olamp    tor    Higli    Ten.sion     Insulator. 

pension  member  "A,"  which  is  attached  to  the  clamping  mem- 
beis  "E"  by  means  of  the  U  bolts  "B."  Grooves  are  provided 
at  the  top  and  bottom  "G"  of  the  clamping  members  for  the 
infertion  of  arcing  horns  or  rods.  The  illustration  shows 
the  arcing  rod  "P"  placed  at  the  top  where  it  is  ordinarily 
used.  In  order  to  prevent  destruction  of  the  clamp  or  cable 
by  a  flash-over,  the  arcing  horn  is  electrically  connected  to 
the  cable  by  means  of  the  aluminum  strip  "C."  The  screws 
"D"  are  for  the  purpose  of  facilitating  the  assembly  of  the 
c'amp  on  the  line  as  they  prevent  the  members  from  dropping 
apart.  The  clamp  Is  pivoted  at  "A"  so  that  breaking  of  the 
conductor  will  allow  the  clamp  to  swing,  thus  preventing 
kinking  of  the  conductor.  The  clamp  is  somewhat  more  ex- 
pensive to  produce  than  some  other  designs,  but  the  results 
in  service  seem  to  abundantly  justify  the  expenditure. 

Mr.  Willson  has  made  arrangements  with  The  Ohio  Brass 
Company  of  Mansfield,  Ohio,  to  manufacture  and  market  this 
clamp. 


DATA  ON  DECORATIVE  STREET  LIGHTING. 

"The  Illumination  of  the  Streets"  is  the  title  of  a  brochure 
just  issued  by  the  Holophane  Company.  While  intended  for 
popular  distribution  rather  than  for  engineers,  the  booklet 
contains  some  valuable  data  on  the  subject  and  should  be 
appreciated  by  all  who  are  interested  in  the  so-called  "boule- 
vard  lighting"  Installations. 

The  Holophane  Company's  street  lighting  units  have 
several  definite  advantages  over  other  equiimient,  according 
to  the  data  given.  The  units  are  the  result  of  a  long  series 
of  investigations  and  experiments  by  the  Holophane  engi- 
neers, and  are  designed  to  give  the  maximum  of  even  illumi- 
nation upon  the  streets  and  sidewalks  with  the  minimtmi  of 
objectionable  glare.  The  comparative  photometric  curves 
published  would  indicate  that  the  units  are  successful  in 
boll)  directions. 
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Artistic  appearance,  however,  lias  not  in  this  case  been 
sacrificed  to  engineering  considerations.  The  Holophane  units 
are  especially  attractive  and  the  various  designs  have  a  wide 
ri'nge  or  adaptability.  A  sketch  of  a  lantern  for  residential 
districts  strikes  a  new  note  in  street  lighting  equipment,  while 
even  the  standard  shapes  for  the  lighting  of  business  thor- 
oughfares have  an  air  cf  distinction  quite  unusual. 

In  view  of  the  great  interest  everywhere  manifested  in 
improved  street  lighting,  this  publication  of  the  Holophane 
Company  comes  at  an  opportune  moment  and  should  prove 
of  more  than  passing  interest. 


MOTORS,     CONTROLLERS     AND     RESISTANCES     FOR 
ELECTRIC    VEHICLES. 

In  order  to  meet  the  requirements  of  automobile  manu- 
facturers the  General  Electric  Company's  motors  for  electric 
vehicles  are  made  in  six  sizes,  which  cover  all  classes  of 
service  from  the  runabout,  speedy  roadster  and  light  delivery, 
to  the  3  and  o-ton  trucks. 

They  are  designed  for  single-motor  drive  through  counter 
shaft  with  double-reduction  chain  transmission.  This  design 
saves  weight,  space  and  cost,  and  gives  high  rotative  speed 
which  insures  electrical  efficiency.  It  also  conserves  the 
battery,  thereby  increasing  the  possible  mileage,  and  permits 
the  mounting  of  the  motor  on  the  chassis  well  up  from  the 
ground. 

The  mechanical  construction  is  very  simple.  The  frame 
and  one  head  is  made  from  a  single  piece  of  cylindrical  steel 
casting,  machined  from  end  to  end,  thus  combining  minimum 


Motoi'    for    Electric    Vehicles. 

weight  with  maximum  strength.  The  heads  are  fitted  with 
improved  annular  ball  bearings,  which  increase  the  efficiency, 
reduce  the  overall  length  of  the  frame,  and  require  only  occa- 
sional lubrication.  Furthermore,  in  order  to  facilitate  repairs, 
the  form  of  the  construction  adopted  permits  the  removal  of 
the  shaft  without  disturbing  the  commutator  or  winding. 

Liberal  electrical  factors  permit  operation  at  high  over- 
loads for  considerable  periods  of  time  without  injury.  The 
commutators  have  a  large  number  of  bars,  and  special 
graphite  brushes  of  large  area  render  the  current  per  square 
inch  of  brush  contact  lower  thail  that  usually  obtaining  in 
electric  motor  practice,  This  is  important  where  a  storage 
battery  is  the  source  of  power. 

Since  a  suitable  controller  is  fully  as  important  as  a 
proper  motor  for  the  satisfactory  operation  of  electric  vehicles, 
all  automobile  controllers  made  by  the  General  Electric  Com- 
pany embody  the  continuous  torque  principle.  This  design 
insures  freedom  from  jolts  due  to  opening  of  circuit  in  passing 
from  series  to  multiple  connection  of  field  coils,  thus  en- 
hancing the  pleasure  of  operating  the  smaller  vehicles,  and 
adding  to  the  life  of  large  trucks. 

With  single  motor  equipment,  series-parallel  arrangement 
of  fields  is  the  standard  form  of  control,  resistances  being 
used  on  intermediate  steps.  The  controllers  for  pleasure 
vehicles  are  provided  with  a  comparatively  large  number  of 


points,  to  permit  of  running  slowly  through  traffic  congested 
city  streets,  or  at  higher  speeds  over  park  and  country  road- 
ways.   This  fine  gradation  of  speed  is  not  required  in  the  case 


ContruUer   for    Klectric   Vehicle   Motor.s. 

of  commercial  trucks,  however,  and  their  controllers  have 
only  a  sufficient  number  of  notches  to  safeguard  the  chain  or 
gearing  of  the  transmission. 

The  latest  design  of  controller  is  of  the  cylindrical  drum 
type,  operated  by  a  pinion  and  sector  at  one  end.  The  sector 
is  mounted  on  a  countershaft  which  carries  the  operating 
lever  or  handle.  The  drum  contacts  are  made  of  drawn 
copper  tubing  screwed  in  place  on  a  treated  wood  frame. 
Horn  fibre  spacers  are  inserted  to  insure  smoothness  of  opera- 
tion and  to  prevent  sparking.  The  contact  fingers  are  of  rolled 
copper  stock,  secured  to  phosphor  bronze  springs.  The  con- 
troller is  designed  throughout  to  withstand  rough  usage,  and 
many  of  tho  parts  can  be  used  for  different  systems  of  con- 
nection. The  operating  handle  is  made  from  drop-forged  steel, 
and  can  be  formed  to  suit  the  requirements  of  the  various 
makes  of  automobile,  as  to  shape  of  seat  and  body  outlines. 


Cast-lioii    Grill    Resistance    for    Electric    Vehicles. 

The  resistance  provided  is  of  the  cast-iron  grid  resistor 
type,  universally  recognized  as  the  most  suitable  for  electric 
vehicle  service.  It  is  of  sturdy  construction,  heavily  insulated 
with  mica,  and  provided  with  drop-forged  termijials.  All  ter- 
minals, leads  and  contacts  of  each  component  part  are  marked 
with  letters  corresponding  to  those  on  the  wiring  diagram 
furnished,  so  that  the  necessary  connections  can  be  made 
properly  by  those  who  do  not  possess  special  electrical 
knowledge. 


The  Davis  &  Farnum  Mfg.  Company,  of  Waltham,  Mass  , 
have  been  awarded  contracts  for  the  erection  for  the  Pacific 
Gas  &  Electric  Company  of  a  100.000  cubic  ft,  gas  holder  at 
Chico,  and  a  1.50,000  cu.  ft.  gas  holder  at  Petalunia,  They 
have  just  completed  the  building  of  a  holder  at  Oroville,  for 
the    Oro   Water,   Light   &    Power   Company. 
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FINANCIAL. 
ONTARIO,  CAL.— The  remaining  $80,000  of  the  $175,000 
water  bond  issue  of  which  $95,000  were  sold  December  5, 
1910,  have  been  sold  to  the  Ontario  National  Bank,  at  a  pre- 
mium of  $3775.  The  next  highest  of  seven  bids  offered  was 
that  of  Wm.  R.  Staats,  Los  Angeles,  for  $3710. 

SAN  FRANCISCO,  CAL.— The  $238,000  6  per  cent  Stock- 
ton Water  Company  bonds,  which  matured  April  1,  1911,  have 
been  redeemed  as  fast  as  presented,  and  only  a  very  small 
portion  of  the  amount  have  not  been  taken  up.  As  soon  as 
these  are  presented,  the  mortgage  will  be  cancelled. 

ORLAND,  CAL.— Bonds  for  the  sum  of  $50,000  for  the 
municipal  water  and  sewer  systems  carried  at  the  election 
held  in  this  city  by  a  vote  of  123  to  3  for  the  bonds.  It  is 
proposed  to  use  $25,000  of  this  sum  for  the  construction  of 
a  sewer  system  and  the  balance  for  a  municipal  water  system. 

SAN  FRANCISCO.  CAL.— By  a  compromise  between  the 
gas  company  and  the  Board  of  Supervisors  it  has  been  agreed 
that  the  gas  rate  litigation,  which  has  been  in  the  Federal 
courts  for  three  years,  shall  be  settled  by  the  equal  division 
of  the  impounded  15  per  cent  and  the  establishment  of  a  rate 
of  85  cents  and  80  cents  for  the  year  beginning  in  July. 

KLAMATH  FALLS,  ORE.— The  properties  of  the  Klam- 
ath Falls  Light  &  Water  Company,  of  Klamath  Falls,  Ore., 
have  been  purchased  by  the  Klamath  Falls  Power  Company, 
the  transaction  involving  about  $500,000.  The  purchase  in- 
cludes two  plants  in  Klamath  Falls,  the  transmission  lines 
throughout  the  city  and  those  extending  to  several  towns  about 
25  miles  away.  The  company  is  said  to  be  a  subsidiary  of 
the  Siskiyou  Electric  Light  &  Power  Company,  of  Yreka,  Cal., 
which  was  recently  denied  a  franchise  for  transmitting  energy 
to  Klamath  from  its  station  en  the  Klamath  River,  about  20 
miles  distant. 

SANTA  BARBARA,  CAL.— At  a  recent  meeting  of  the 
directors  of  the  Santa  Barbara  Gas  &  Electric  Company  it 
was  decided  to  ask  stockholders  to  ratify  a  bond  issue  of 
$1,000,000.  The  new  bonds  are  to  bear  6  per  cent  interest, 
the  plan  being  to  substitute  them  for  the  5  per  cent  issue 
of  the  same  amount  which  it  has  been  found  difficult  to  float. 
This  plan  will  not  increase  the  bonded  indebtedness  of  the 
company,  and  will  offer  a  more  attractive  bond  to  investors. 
At  present  $680,000  of  the  5  per  cent  bonds  are  held  as  se- 
curity for  loans.  The  5  per  cent  bonds  will  be  called  in  as 
soon  as  the  6  per  cent  issue  is  placed  on  the  market. 

BAKER  CITY,  ORE.— A.  B.  Sterns,  City  Clerk,  will  re- 
ceive bids  until  5  p.  m.,  the  29th  of  May,  for  improvement 
bonds  of  the  City  cf  Baker,  Oregon,  the  total  amount  of  the 
issues  being  $140,000,  issued  in  amounts  of  not  less  than  $500 
each,  to  be  issued  for  the  improvement  of  the  city  water 
system  in  the  sum  of  $90,000:  for  the  construction  of  new 
reservoir  in  the  sum  of  $25,000,  and  for  paving  of  street  inter- 
sections in  the  sum  of  $25,000.  Bids  must  be  separately  made 
for  each  of  said  issues  and  may  be  for  the  whole  or  any  part 
of.  Each  of  said  bonds  is  to  bear  date  of  July  1,  1911,  pay- 
able 20  years  from  its  date  and  will  bear  interest  from  said 
date  of  issue.  Each  bid  to  be  accompanied  by  a  certified 
check,  payable  to  the  mayor  in  the  sum  of  5  per  cent  of  the 
amount  of  bid. 

SAN  FRANCISCO,  CAL.— The  sale  of  $1,110,000  worth  of 
the  Hetch  Hetchy  water  bonds  by  Treasurer  McDcugald  at 
par  over  the  counter  has  been  authorized  by  the  Supervisors. 
The  offering  is  the  amount  for  which  no  bids  were  received  in 
April,  and  the  money  realized  from  their  sale  is  to  go  for 
the  construction  of  the  Lake  Eleanor  dam,  the  building  of 


about  80  miles  of  roadway,  later  to  be  used  largely  for  the 
conduit  line,  and  other  work  in  the  mountains.  The  sum 
of  $10,000  was  appropriated  for  the  use  of  the  city  engi- 
neer in  carrying  on  the  survey  and  preliminary  work  around 
Lake  Eleanor,  and  $5000  for  the  use  of  the  city  attorney 
in  presenting  the  city's  case  before  the  board  of  army  engi- 
neers on  the  question  of  revoking  the  Hetch-Hetchy  portion 
of  the  Garfield  grant. 


INCORPORATIONS. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Electric  Vehicle 
Company  has  been  incorporated  with  a  capital  stock  of  $200,- 
000,  by  S.  Hendricks,  P.  L.  Lindley,  W.  L.  Crawford,  C.  E. 
Nestor  and  J.  A.  Lighthipe. 

CHELAN,  WASH.— The  Rubin  Electric  Power  &  Lum- 
ber Company,  capital  $500,000,  has  been  incorporated  by  Wm. 
H.  Schokel  of  St.  Paul,  Minn.,  Chas.  Rubin,  of  Chelan.  The 
latter  is  superintendent  and  manager. 

SAN  FRANCISCO,  CAL.— Articles  of  incorporation  of  the 
Sacramento  &  Folsom  Railway  Company  have  been  filed.  The 
road  is  to  embrace  a  distance  of  twenty-two  miles  and  has  a 
capital  stock  of  $1,000,000,  of  which  amount  $26,000  is  paid 
up.  The  directors  are  Francis  V.  Keesling,  Herman  H.  Grau, 
Ernest  L.  Brune,  J.  W.  Cook  and  K.  Grau. 

SAN  ANDREAS,  CAL.— Articles  of  incorporation  of  the 
Sacramento  Power  &  Water  Company  have  been  filed  here. 
A  part  of  the  scheme  is  to  provide  Calaveras,  Sacramento, 
Amador,  El  Dorado  and  other  counties  with  water.  The  in- 
corporators are:  Charles  Chapman  of  San  Francisco,  Charles 
Barsotti  of  San  Andreas,  John  Muldoon  of  Berkeley,  Dudley 
Smith  of  Oakland,  and  C.  J.  Lancaster  of  Alameda.  The  cap- 
italization is  $2,500,000,  of  which  each  director  has  subscribed 
for  $500  worth  of  stock. 

VALLEJO,  CAL. — Amended  articles  of  incorporation  of 
the  Vallejo  &  Northern  Electric  Railroad,  showing  an  increase 
of  capital  stock  from  $2,500,000  to  $10,000,000  have  been  filed 
with  the  Secretary  of  State  by  Melville  Dozier.  Report  has 
it,  however,  that  when  the  Vallejo  and  Northern  increased 
its  capital  stock  it  had  the  sole  view  of  building  its  road  up 
the  Sacramento  Valley  from  Vallejo  to  meet  the  Northern 
Electric.  This  will  give  the  latter  road  a  valley  and  water 
route  to  San  Francisco  The  proposed  extension  will  bring 
the  road  to  Sacramento  by  way  of  Suisun  and  Woodland.  A 
branch  of  the  road  is  now  operating  from  Vallejo  into  the 
rich  Napa  Valley. 


TRANSMISSION. 
MARCI'S,  WASH.— This  place  has  accepted  the  offer  of 
H.   V.   Gates   of   Hillsboro,   Ore.,   to   furnish    Marcus   with   an 
electric  lighting  system. 

NYSSA,  ORE. — The  Kingman  colony  is  having  surveys 
made  for  an  electric  plant  on  Snake  River.  The  project  is  in- 
tended to  cover  5200  acres. 

SEATTLE,  WASH.— The  Council  has  authorized  an  ex- 
penditure of  $75,000  for  the  construction  of  a  new  power 
plant  on  Lake  Union  at  the  foot  of  Nelson  Place.  The  plant 
will  be  operated  by  water  power  and  will  generate  2000  h.p. 
daily. 

HOOD  RIVER,  ORE.— The  Pacific  Power  &  Light  Com- 
pany is  making  preparations  for  improvements.  A  power  line 
is  to  be  extended  to  The  Dalles.  No.  4  copper  wire  will  be 
used.  It  is  announced  $1,000,000  will  be  expended  in  these 
improvements. 
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ELMA,  WASH.— The  Olympia  Railway  &  Power  Company 
has  asked  for  a  franchise  to  erect  poles  and  wires  in  the 
streets  for  the  purpose  of  furnishing  light  and  power. 

ROSEBURG,  ORE.— The  plant  3  miles  north  of  Roseburg 
which  supplies  the  city  with  water  and  electric  power  and 
light  was  destroyed  by  fire.  Loss  $50,000.  Kendall  Bros., 
Pittsburg,  Pa.,  owners. 

NEZ  PERCE,  IDAHO.— President  Z.  A.  Johnson  of  the 
Nez  Perce  &  Idaho  Railway,  owner  of  the  Nez  Perce  power 
and  light  plant  near  Greer,  is  contemplating  developing  the 
power  site  to  its  full  capacity,  1500  h.p. 

LEWISTON,  IDAHO.— The  Lewiston-Clarkston  Improve- 
ment Company  has  been  granted  a  franchise  to  supply  this 
place  with  electrical  current  for  heating,  lighting  and  power 
purposes.    Harry  L.  Powers  is  manager  of  the  company. 

PLACERVILLE,  CAL.— Henry  A.  Meyers  has  filed  a  no- 
tice of  an  appropriation  of  15,000  miners'  inches  of  the  water 
of  the  middle  fork  of  the  Cosumnes  River.  The  announced 
intention  is  to  store  all  the  water  in  excess  of  a  flow  of  5000 
inches  in  a  reservoir  to  be  made  by  the  construction  of  a 
dam  100  feet  high  across  the  Middle  Fork  of  the  Cosumnes 
River.  The  purposes  of  the  appropriation  are  to  generate 
electric  power  and  to  furnish  water  for  irrigation  near  the 
town  of  Plymouth.  The  proposed  reservoir  will  store  an 
amount  of  water  equivalent  to  a  flow  of  400,000  inches  for 
24  hours. 

SAN  FRANCISCO,  CAL.— A  rumored  disagreement  in 
matters  of  policy  between  the  officers  of  the  Great  Western 
Power  Company  was  reported  in  recent  press  dispatches 
from  Oroville  as  the  cause  of  the  recent  resignation  of  H.  H. 
Sinclair  as  vice-president  of  the  company.  This  rumor  Mr. 
Sinclair  denies  in  a  communication  just  made  public,  explain- 
ing that  his  relations  with  the  other  officers  and  directors 
of  the  company  are  very  pleasant,  and  that  while  the  de- 
mands upon  his  time  made  by  personal  interests  in  Southern 
California  necessitated  his  resignation  as  manager  he  will, 
at  the  request  of  the  directors,  supervise  the  large  amount 
of  construction  work  for  which  the  company  recently  set 
aside  nearly  $2,000,000.  This  extension  of  the  company's 
power  system  is  made  necessary,  Mr.  Sinclair  explains,  by 
the  rapid  expansion  of  the  business  of  the  company,  espe- 
cially since  its  entry  Into  the  distributing  field  in  San  Fran- 
cisco. 


TRANSPORTATION. 

MODESTO,  CAL.— At  last  the  protestants  against  the 
granting  of  a  franchise  to  the  Tidewater  &  Southern  Railway, 
on  Ninth  street,  in  this  city,  have  come  to  an  agreement  with 
the  railroad  people  on  every  provision  of  the  franchise  ordi- 
nance before  the  Board  of  Trustees,  and  the  ordinance  will 
be  passed  at  the  next  meeting. 

SACRAMENTO,  CAL.— A  deed  just  executed  is  said  to 
pave  the  way  for  the  early  building  of  a  street  railway  through 
Elmhurst  by  the  Sacramento  Electric,  Gas  &  Railway  Com- 
pany. The  property  was  transferred  from  Louis  P.  Breuner 
to  H.  A.  McClelland,  who  placed  Elmhurst  on  the  market. 
Permission  was  also  obtained,  it  is  stated,  whereby  the  car- 
line  will  be  allowed  to  cross  the  S.  P.  Co.'s  tracks.  The  exten- 
sion of  the  car  system  will  cost  about  $15,000 

SACRAMENTO,  CAL.— The  Sacramento  Electric,  Gas  & 
Railway  Company  will  soon  submit  a  new  ordinance  to  the 
Trustees,  asking  for  a  "cross-town"  franchise.  The  "cross 
city"  line  will  begin  at  Fifteenth  and  I  streets,  thence  on 
Fifteenth  to  K,  thence  on  K  to  Twenty-first,  and  on  Twenty- 
first  to  P.  Not  only  will  this  line  place  the  Western  Pacific 
depot  in  direct  touch  with  the  hotel  district  by  street  cars, 
but  will  also  give  street  car  connection  with  the  depot  from 
the  junction  of  lines  in  the  southern  part  of  the  city  at  M, 
P,  T  and  Twenty-first  and  Fifteenth  streets. 


SAN  FRANCISCO,  CAL.— The  City  Attorney  has  advised 
Mayor  McCarthy  that  the  municipality  can  proceed  at  once  to 
the  construction  of  the  greater  part  of  the  city  road  on  Geary 
street  despite  the  pending  litigation  Involving  part  of  certain 
sections;  also  that  the  city  authorities  have  the  right  to 
deviate  from  the  original  route  described  in  the  bond  issue 
ordinance;  and  finally,  that  when  the  city  desires  cessation 
of  the  operation  of  the  company  now  running  cars  on  Geary 
street  under  temporary  permit  from  the  municipality,  all  it 
has  to  do  is  give  notice,  and  if  the  company  does  not  within 
the  time  allowed  remove  its  rails,  the  city  may  do  so  itself, 
turning  them  over  to  the  company  when  it  sees  fit  to  do  so. 

OAKLAND,  CAL.— The  completion  of  that  portion  of  the 
Oakland  &  Antloch  Electric  Railway  project  between  Walnut 
Creek  and  Oakland  for  the  construction  and  operation  of  which 
a  two-million-dollar  bond  issue  was  recently  authorized,  is 
practically  assured,  through  the  formation  by  a  strong  group 
of  New  York  capitalists  of  an  underwriting  syndicate.  Suffi- 
cient money  has  already  been  subscribed  to  warrant  the 
engineering  firm  of  J.  G.  White  &  Co.  The  contract  calls  for 
a  rock-ballasted  road,  with  heavy  electric  welded  track,  the 
signing  of  a  construction  and  supervision  contract  with  the 
total  mileage  being  17%.  It  is  understood  that  a  profitable 
freight  traffic  is  assured,  contracts  tor  the  handling  of  lime 
and  wine  on  a  large  scale  having  already  been  signed.  The  road 
will  traverse  a  picturesque  country,  and  with  stage  connec- 
tions to  Mt.  Diablo  pleasure  travel  is  expected  to  add  to 
the  traffic  from  the  San  Ramon  Valley  to  Oakland  and  San 
Francisco  via  the  Key  Route,  with  which  the  Oakland  and 
Antioch  has  an  operating  agreement. 

OAKLAND,  CAL.— The  work  of  electrifying  the  Seventh 
street  local  lines  of  the  Southern  Pacific  Company  was  begun 
Saturday,  when  400  men  started  constructing  the  additional 
track  which  must  be  laid  between  East  Oakland  and  Melrose. 
The  new  electric  system  will  necessitate  relaying  of  prac- 
tically all  the  track  in  East  Oakland.  General  Roadmaster 
Corrigan  of  the  Western  division  has  taken  personal  charge 
of  the  first  section  of  the  work,  as  all  the  local  and  main-line 
trains  running  out  of  First  and  Seventh  streets,  have  to  be 
kept  on  schedule  time  during  the  course  of  the  reconstruc- 
tion of  tracks.  FVom  a  point  located  near  the  foot  of  Tenth 
avenue,  through  to  Melrose,  four  tracks  will  be  laid.  The 
two  tracks  next  to  the  bay  will  be  used  exclusively  by  main- 
line trains,  while  the  others  will  be  maintained  for  local 
traffic.  At  Tenth  avenue  the  main-line  tracks  swing  over  to 
First  street,  while  the  local  branch  into  Seventh  street.  The 
entire  Seventh  street  system  will  be  reconstructed  without 
disturbing  the  steam-train  service.  The  remodeling  of  the 
lines  in  Alameda  for  the  electric  system  is  practically  com- 
pleted, but  a  few  more  days  of  work  remaining  before  trains 
can  be  operated  on  both  lines.  In  Berkeley,  too,  the  work  is 
nearly  done,  but  this  portion  will  have  to  await  the  comple- 
tion of  the  Oakland  division  before  being  changed  into  the 
new  service.  The  work  on  Webster  street  will  take  but  a 
short  time,  as  only  one  track  is  used  at  any  time,  and  there 
is  but  a  short  strip  of  road  to  rebuild.  As  fast  as  the  con- 
struction parties  lay  track  on  the  Oakland  system  the  elec- 
trical department  will  set  poles  and  finish  the  work.  The 
entire  broad  gauge  system  is  being  held  back  on  account 
of  the  Seventh  street  line,  due  to  the  delay  incurred  in  secur- 
ing the  franchise.  From  400  to  1000  men  will  be  kept  busy 
from  the  present  time  until  the  whole  work  is  complete. 


ILLUMINATION. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  has 
voted  to  accept  the  bid  of  the  Thos.  Day  Co.  of  San  Francisco, 
$13,360.26,  for  furnishing  electrical  fixtures  for  lighting  the 
Hall  of  Records  building. 

ALAMEDA,  CAL.— An  estimate  for  the  cost  of  recon- 
structing the   municipal   light  plant  has  been  made  by  the 
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electricity    commissioners,    sliowing    the    total    cost    for    the 
proposed  improvements  to  be  $123,700. 

TWIN  FALLS,  IDAHO. — The  Council  has  passed  an  ordi- 
nance granting  to  W.  W.  Seymour  and  F.  C.  Brewer  the  right 
to  maintain  and  operate  gas  plants  and  lay  mains  and  pipes 
for  the  purpose  of  distributing  gas  over  the  city. 

OREGON  CITY,  ORE.— A.  L.  Beatie  has  presented  to  the 
Council  a  gas  franchise  for  which  he  made  application  to 
run  25  years.  This  was  read  the  first  time  and  on  motion  of 
Mr.  iVIeyer  referred  to  the  finance  committee  and  the  city 
attorney. 

LOS  ANGELES,  CAL. — The  Board  of  Supervisors  will 
receive  sealed  bids  up  to  2  p.  m.,  May  29,  1911,  for  a  fran- 
chise granting  the  right  for  a  period  of  40  years,  to  lay,  con- 
struct and  maintain  a  system  of  gas  pipes  under  and  along 
the  public  roads  and  highways  of  Los  Angeles  county. 

WILLOWS,  CAL.— The  Northern  California  Power  Com- 
pany is  about  ready  to  begin  the  erection  of  a  building  over 
its  new  gas  plant,  near  the  water  tower.  The  building  will 
cover  the  tanks,  holders,  containers  and  machinery  of  the  plant. 
It  will  be  built  of  sheet  iron.  The  laying  of  mains  is  now 
going  on. 

VANCOUVER  BARRACKS,  WASH.— The  bids  for  fur- 
nishing electricity  to  the  government  in  this  post  were 
opened,  the  bid  of  the  Mount  Hood  Railway  &  Power  Com- 
pany, of  Portland,  being  the  lowest.  A  75  horsepower  motor 
to  pump  water  for  the  post  will  be  installed  and  will  run 
24  hours  a  day. 

ORANGE,  CAL.— The  Southern  Counties  Gas  Company, 
through  its  representative,  A.  I.  Stewart,  has  requested  the 
City  Council  to  offer  for  sale  a  gas  franchise  in  the  City 
of  Orange.  Mr.  Stewart  states  that  a  high  pressure  line  will 
be  laid  at  once.  Orange  will  be  first  to  get  the  line,  being 
nearest  to  the  supply  plant.  The  franchise  proposed  calls  for 
50  years,  which  was  objected  to  somewhat  by  the  trustees. 

MONROE,  WASH.— At  the  last  meeting  of  the  City  Coun- 
cil the  petition  of  the  Everett  Gas  Company,  of  which  H.  H. 
White  is  representative,  was  read  and  referred  to  the  ordi- 
nance committee.  Mr.  White  agrees  to  start  work  immedi- 
ately upon  the  granting  of  a  franchise  and  extend  the  main 
from  Snohomish  to  this  city. 

PORT  TOWNSEND,  WASH.— The  Western  Steel  Corpor- 
ation, with  principal  place  of  business  in  Seattle,  has  made 
application  to  the  Board  of  County  Commissioners  of  Jeffer- 
son County,  to  grant  to  it  a  franchise  for  a  period  of  50  years 
to  construct  and  operate  a  system  of  gas  mains  and  pipes 
and  a  system  of  electric  wires  for  the  transmission  of  elec- 
tric current. 


WATERWORKS. 

BEND,  ORE. — The  Common  Council  has  granted  a  water 
franchise  for  the  Lytle  Addition  to  Steidl  &  Tweet. 

WINLOCK,  WASH.— Steps  are  now  being  taken  by  the 
Winlock  taxpayers  for  an  adequate  water  system  for  the 
city. 

MEDFORD,  ORE.— The  Jacodson-Bade  Company  has  been 
granted  an  additional  contract  by  the  City  Council  for  the 
laying  of  water  mains  on  E.  Main,  Roosevelt  and  Queen  Anne 
streets. 

SEATTLE,  WASH— The  Board  of  Public  Works  has 
awarded  to  the  Jahn  Contracting  Company,  in  the  Leary 
Building,  the  contract  for  the  Grand  Boulevard  water  mains 
for  $10,408,00. 

COULEE  CITY,  WASH.— The  County  Commissioners 
have  granted  a  franchise  to  the  Northwestern  Improvement 
Company,  a  right  to  lay  mains,  operate  and  maintain  a  water 
system  in  the  town  of  Wheeler. 


MODESTO,  CAL.— Water  Inspector  Davis  and  City  Clerk 
Thompson  have  been  authorized  to  get  bids  on  000  ft.  of  8-inch 
and  1500  ft.  of  4-lnch  waterpipe  for  extensions  to  the  West 
Side  park  and  in  other  suburbs. 

ILO,  IDAHO.— The  City  Council  has  decided  that  Ilo  must 
have  fire  protection  and  has  ordered  two  of  its  members  to 
prepare  the  necessary  plans  to  begin  the  construction  of 
waterworks.  Water  will  be  piped  from  Cold  Springs  Canyon 
and  conveyed  to  a  reservoir  on  the  Old  Ilo  hill. 

WHITE  SALMON,  WASH.— Engineer  Geo.  A.  Kyle  has 
completed  a  survey  for  the  construction  of  an  electric  railway 
from  this  place  to  the  S.,  F.  &  S.  Railway  and  estimates  the 
cost  of  construction  at  $50,000.  Local  capital  will  subscribe 
to  part  of  the  stock  and  the  Mt.  Adams  electric  line  will  sub- 
scribe the  balance  and  construct  the  line. 

SAN  FRANCISCO,  CAL— After  a  conference  between 
Mayor  McCarthy,  members  of  the  public  utilities  committee 
of  the  Supervisors  and  certain  directors  of  the  Spring  Valley 
Water  Company,  it  was  announced  by  the  Mayor  that  the 
water  corporation  was  soon  to  furnish  the  city  officials  with 
a  complete  and  comprehensive  report  on  the  property  now 
owned  by  the  company 

SACRAMENTO,  CAL.— The  scheme  to  sell  to  this  city 
water  rights  near  the  source  of  the  American  River,  whiQh 
are  represented  as  sufficient  to  give  the  city  a  mountain 
water  supply  and  to  develop  29,000  h.p.  for  a  municipal  light- 
ing plant,  will  be  laid  before  the  Chamber  of  Commerce  at  its 
next  meeting.  To  purchase  these  rights  and  to  build  the 
necessary  dams  and  conduits  for  bringing  the  water  to  this 
city  the  cost  is  estimated  at  $.3,000,000. 

SEATTLE,  WASH.— Bids  are  being  received  by  C.  B. 
Bagley,  secretary  of  the  Board  of  Public  Works,  for  the  im- 
provement of  a  portion  of  North  Fiftieth  street.  North  Fifty- 
first  street.  North  Fifty-fourth,  Fifty-fifth,  Woodlawn  circle; 
West  Fifty-fourth,  West  Fifty-second,  First  Avenue  North- 
west, Trinity  Place,  Terrace  Drive,  Scenic  Place,  Second  Ave- 
nue Northwest,  West  Fifty-sixth  street.  Palatine  avenue,  by 
the  construction  of  water  mains,  according  to  plans  on  file  in 
the  office  of  the  Board  of  Public  Works. 

SACRAMENTO,  CAL.— D.  P.  Doake  of  San  Fi-ancisco,  said 
to  represent  certain  capitalists  who  are  alleged  to  have 
secured  certain  water  rights  on  the  McCloud  River,  is  makin.g 
ai.  offer  through  the  Chamber  of  Commerce  to  sell  out  to 
the  city  for  $105,000.  The  matter  is  to  be  discussed  at  the 
next  meeting  of  the  Chamber.  The  plan  is  to  supply  Sacra- 
mento with  McClcud  River  water  through  a  concrete  conduit 
more  than  200  miles  long.  The  estimated  cost  of  installing 
such  a  plant  is  $3,000,000.  Mr.  Doake  and  his  associates  ask 
$105,000  for  the  engineering  work  they  have  done,  for  their 
water  rights  and  for  securing  permanent  rights  of  way.  The 
.Vatomas  Consolidated  owns  valuable  water  rights  on  the 
American  River. 

KINGSBURG,  CAL.— All  the  contracts  for  the  construc- 
tion of  Kingsburg's  municipal  water  system  have  been 
signed,  and  actual  work  is  to  commence  at  once.  The  work 
was  divided  up  into  several  sections,  but  the  principal  con- 
tract has  been  awarded  to  Braun,  Williams  &  Russell,  of  Los 
Angeles,  who  are  to  put  in  the  system  with  the  exception  of 
the  wells,  hose,  power  house  and  the  fire  apparatus,  and 
the  amount  of  their  contract  is  $19,447.10.  A  R.  Gilstrap 
of  this  city  is  to  bore  the  two  8-inch  wells,  which  are  to  be 
100  feet  deep,  for  $250.  Johnson  Bros.,  also  of  this  city,  are 
to  build  the  power  house  for  $1003.  The  contract  to  supply 
1000  feet  of  2V^  inch  fire  hose  was  given  to  the  Bowers  Rub- 
ber Works  for  $900.  The  water  tank  is  to  be  of  steel,  will 
hold  00,000  gallons,  and  will  rest  on  a  steel  tower  100  feet 
high.  The  tank  itself  is  18  feet  in  diameter,  and  31.0  feet 
high. 
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ELECTRICITY  IN  THE  LUMBER  INDUSTRY 


BY   EDWARD   J.   BARRY. 


The  adoption  of  electricity  for  power  in  the  lum- 
ber industry  of  the  Northwest  is  of  comparatively 
recent  date  although  conditions  are  peculiarly  favor- 
able to  its  use.  In  the  greater  number  of  instances 
power  can  be  generated  locally  at  a  cheap  rate 
by  utilizing  the  waste  products  as  fuel.  These 
waste  products  have,  so  far.  little  commercial 
value    and    in    the    past    any    fuel    in    excess    of    the 


up  a  wide  field  for  its  application  to  the  many  demands 
for  power  outside  of  the  sawmill  itself.  A  brief  re- 
cord of  the  use  of  electricity  in  the  mills  of  the  Pot- 
latch  Lumber  Company  at  Potlatch  and  Elk  River, 
Idaho,  illustrates  these  conditions.  The  Potlatch  mill 
with  a  daily  capacity  of  750,000  feet,  is  one  of  the  larg- 
est in  the  West  and  the  power  demand  increased  be- 
yond  the   capacity  of  the  steam   units   which   consist 
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Potlatcli    .'^aTT    Mill. 


quantity  required  for  the  steam  units  and  aux- 
iliary machinery  has  been  conveyed  to  a  burner  and 
destroyed.  Saw  mills,  as  a  rule,  are  situated  in  re- 
mote and  sparsely  settled  districts  where  the  problem 
of  transportation  to  markets  where  the  by-products  of 
sawdust,  shavings  and  inferior  slab  wood  could  be 
used,  makes  it  scarcely  worth  while. 

The  generation  of  electricity   for  power  offers  a 
method  of  conserving  this  wasted  energy  by  opening 

'  Paper  presented  at  the  Pacific  Coast  Meeting  of  the  Ameri- 
can Institute  of  Electrical  Engineers,  Los  Angeles,  April  25-2S, 
1911. 


of  a  1500-h.p.  Corliss  engine,  belt-connected  to  line 
shafting,  for  the  sawmill,  and  one  iioo-h.p.  Corliss 
engine  for  the  planing  mill. 

A  year  ago  one  8oo-kw.  low-pressure,  2200-volt, 
three-phase,  60-cycle  turbine  generator  was  added  to 
operate  on  the  exhaust  of  the  1500  h.p.  engine  and 
has  increased  the  available  horsepower  output  by  60 
per  cent. 

The  turbine  can  also  be  operated  on  live  steam  if 
necessary  in  the  event  of  a  shut-down  of  the  Corliss 
engine. 
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The  output  of  this  8oo-kw.  set  is  used  to  drive  the 
machinery  in  the  box  factory,  a  300-h.p.  motor  driving 
the  blower  on  the  sawdust  conveyor ;  it  suppHes  power 
for  the  machine  shop,  car  shop  and  pump  house ;  lights 
the  mills  and  town  at  night,  and  during  the  summer 
months  supplies  200  h.p.  to  a  local  brick-making  plant. 
No  increase  in  boiler  capacity  has  been  required  and 
operating  conditions  are  such  as  to  occasion  little  extra 
expense  in  the  way  of  attention.  Storage  battery  loco- 
motives are  employed  to  handle  the  lumber  from  saw- 
mill to  dry-kiln  and  from  dry-kiln  to  planing  mill. 
These  locomotives  are  seven  tons  in  weight,  including 
battery,  and  have  a  start-draw-bar  pull  of  3600  lb., 
and  a  running  draw-bar  pull  of  1500  lb.  at  four  miles 
per  hour.  1  wo  40-kw.  belt-driven  units  are  installed 
for  charging  the  six  locomotives  employed.  Four 
spare  batteries  are  kept  in  reserve  and  can  be  placed 
in  position  on  the  locomotives  in  a  few  minutes  in  the 
event  of  a  batterv  failing. 


The  edgers  ha\'e  75  and  50-li.p.  si|iiirri-I  cage 
motors,  respectively. 

The  planers  in  the  planing  mill  are  driven  by 
75-h.p.  motors.  In  cases  where  it  was  considered  de- 
sirable, liberal  use  has  been  made  of  wound-secondary 
motors. 

The  power  equipment  at  Elk  River  consists  of  one 
Soo-kw.,  600-volt,  three-phase,  60-cycle  turbo-gener- 
ator and  one  500-kw.,  turbo-generator.  A  switchboard 
of  eleven  panels  installed  in  the  turbine  room,  controls 
power  and  lighting  feeders  to  the  different  depart- 
ments. For  lighting  the  town  and  outlying  districts 
the  voltage  is  stepped  up  to  2200  volts,  with  2200-220- 
loo-volt  step-down  transformers  at  centers  of  distri- 
bution. 

.\  50-kvv.,  600-220- loo-voIt  transformer  is  used  for 
sawmill  lighting,  and  in  the  event  of  a  burn-out  pro- 
vision has  been  made  at  the  switchboard  for  connec- 
tion to  the  steam  exciter  set,  which  can  be  switched 


Transportation     of    Lumber    Fr.-in     .Miii     i..     \<.i.i     ;.,. 
P^lectric  Storage   Battery    Locomotive. 

Snow  has  given  considerable  trouble  in  former 
y^ars  through  blocking  the  tracks  and  this  winter  there 
was  designed  and  put  into  service  an  electrically- 
driven  snow  brush  which  has  proven  eminently  suc- 
cessful. The  brush  consists  of  a  wooden  cylinder  with 
rattan  canes  projecting  16  in.  (40.6  cm.)  from  its  sur- 
face. This  cylinder  is  driven  by  a  chain  geared  to 
a  15-h.p.  compound-wound  motor  mounted  on  the 
forward  part  of  a  lumber  car.  the  battery  for  driv- 
ing it  being  in  the  rear.  Ater  a  heavy  fall  of  snow  this 
rotary  plow  is  sent  over  the  tracks  clearing  them  com- 
pletely and  allowing  work  to  proceed  without  inter- 
ruption. Lead  batteries  are  at  present  in  use  on  the 
locomotives  but  nickel-iron  batteries  have  been  or- 
dered and  it  is  intended  to  change  over  to  this  type  as 
circumstances  permit. 

When  it  was  decided  to  adopt  electric  drive  for 
the  Elk  River  mill,  at  present  under  construction,  a 
complete  test  was  made  to  determine  the  horsepower 
required  to  drive  the  different  machines' in  the  mills. 

The  machine:  under  test  were  disconnected  from 
the  line  shaftin,g  and  belt-connected  to  a  motor  of  the 
estimated  horsepower.  Wattmeter  readings  were 
taken  over  a  period  of  ten  hours  on  normal  load  and 
from  this  data  the  necessary  information  was  obtained. 

The  band  mills  were  found  to  take  from  30  h.p. 
at  no  load  to  as  high  as  275  h.p.  on  full  load,  and  it 
v.-as  decided  to  install  200-h.p.  wound-secondary  motors 
for  use  at  Elk  River.  There  are  three  motors  of  this 
type. 


lOUi    liiver   Mill   and    Power   Station. 

over  for  this  work  alone.  The  25-kw.  motor-generator 
exciter  set  can  then  be  used  for  both  generators. 

A  50-lamp  regulating  transformer  is  used  for  the 
series  arc  system  on  the  log  pond  and  for  street  light- 
ing in  town.  The  sawmill  is  intended  to  run  nightly, 
thus  making  the  question  of  lighting  one  of  importance. 
This  is  especially  so  in  lumber  grading  which  calls  for 
powerful,  evenly  distributed  light,  with  an  absence 
of  shadows.  Experiments  made  at  Potlatch  have  con- 
\inced  us  that  tungsten  clusters  and  single  drop  lights 
give  the  best  effects  and  in  the  end  cost  least  for  main- 
tenance. Arc  lamps  inside  the  mill  have  been  discarded 
entirely.  In  the  filing  room,  the  saw  sharpeners  and 
stretchers  are  driven  by  individual  motors  of  two  and 
three  h.p.  and  the  small  forge  has  a  motor-driven 
blower.  The  entire  system,  both  power  and  lighting, 
is  installeil  in  conduit,  reducing  the  fire  risk  to  a  mini- 
mum. 

Electricity  will  lie  used  on  the  log  pond  for  dredg- 
ing, as  the  pond  bed  has  a  tendency  to  silt  up  and  im- 
pede the  passage  of  logs  to  the  conveyor. 

It  is  intended  to  use  a  rotary  cutter  directly  in 
front  of  the  intake  of  a  powerful  pump  and  convey 
refuse  to  the  shore  over  pontoons  supporting  the  pipe 
line.  The  pump  and  cutter  will  operate  from  a  barge 
to  which  the  supply  wires  to  the  transformer  will  be 
attached.     The   voltage   will   be   stepped   down   from 
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Switchboard.  500  kw.  and  800  kw.  Turbines,  at  Elk  River  Plant. 


2200  to  440  volts  at  the  motors,  and  three  cable  drums 
will  pay  out  or  haul  in  the  wire  according  to  the  loca- 
tion of  the  dredge.  It  has  been  decided  that  a  35-h.p. 
motor  will  be  required  for  the  pump  and  a  25-h.p.  motor 
for  the  cutter.  If  necessary  a  small  motor  may  be  in- 
stalled for  raising  or  lowering  the  arm  supporting  the 
intake  pipe  and  cutter. 

As  soon  as  weather  conditions  permit  the  Potlach 
Lumber  Company  intends  to  experiment  with  electric 
drive  on  the  logging  machines  in  the  woods,  with  the 
view  of  superseding  the  steam  donkey  engines  at  pres- 
ent in  use.  There  are  many  drawbacks  to  the  use  of 
steam  engines,  not  the  least  of  these  being  the  ever 
present  risk  of  fire  from  cinders  and  sparks.  Every 
care  is  taken  to  minimize  this  risk  but  the  wholesale 
devastation  in  the  forests  of  Idaho,  Washington  and 
Oregon  last  summer  has  naturally  turned  the  attention 
of    lumber    companies    operating    in    the    fire    areas. 


Two    200     h.p.    Motors    Driving    Band    Saws. 

towards  any  method  which  offers  even  a  partial  solu- 
tion of  this  difficulty.  \\'ater  for  the  boilers  must  be 
hauled  wherever  the  donkey  engines  are  located  as  it  is 
useless  to  depend  on  getting  it  locally  except  in  the  rare 
instances  where  a  stream  is  within  reach.  Fuel  has 
to  be  cut  down  and  sawn  into  the  proper  lengths,  creat- 
ing a  considerable  labor  item.  A  watchman  has  to  be 
on  duty  every  night  during  the  winter  to  keep  the 
water  from  freezing,  an  occurrence  more  frequent  than 
desirable,  when  it  comes  to  starting  up  in  the  morning. 
Electric  logging  presents  one  or  two  new  features 
in  transmission  work,  the  chief  difficulty  being  that 
the  location  of  the  consuming  end  of  the  line  must, 
cf  necessity,  change  constantly.  The  transmission  line 
must  be  guarded  against  the  danger  of  falling  trees, 
but  as  it  will  be  always  in  the  rear  of  logging  opera- 


tions it  will  be  possible  to  follow  the  track  over  logged 
oft'  land,  reducing  the  risk  to  a  possible  interruption, 
in  hilly  country,  through  a  tree  rolling  down  from 
higher  ground.  When  a  section  has  been  logged  over 
and  a  permanent  change  has  to  be  made  in  the  direc- 
tion of  the  transmission  line  it  would  appear  that  a 
saving  could  be  efifected  by  installing  light  lattice 
work  steel  towers  in  the  first  instance.  The  towers 
could  be  set  down  and  guyed  to  convenient  stumps. 
The  line  would  parallel  the  logging  railroad  practi- 
cally throughout  its  entire  length  and  when  it  was 
necessary  to  change  the  location  these  towers  could  be 
taken  down  and  loaded  on  the  cars.  The  wires  and 
insulators  would  have  to  be  removed  in  any  case  and, 
as  the  construction  crew  will  be  on  the  spot,  it  would 
take  little  extra  labor  to  remove  the  towers  also. 
The  length  of  s])an  will  be  from  350  to  400  ft.  and  the 


Cliain   Drivi-ii   Coiue.vor  and  Starting  Apparatus  for 
Wound    Secondary    Motor. 

height  of  tower  from  ground  30  ft.  The  size  or  char- 
acter of  the  wire  will  not  be  settled  definitely  until 
the  nature  of  our  requirements  is  known.  The  cur- 
rent will  be  22,000-volt  three-phase.  60-cycle.  At  each 
logging  engine  there  will  be  a  portable  sub-station  con- 
taining one  150-kw.,  three-phase,  22,000-550-volt.  step- 
down  transformer.  From  the  secondary  of  the  trans- 
former a  three-core  steel-armored  flexible  cable  will 
be  led  to  the  motor.  This  cable  will  be  built  up  in 
sections  with  suitable  connectors  until  a  limit  of  1800 
ft.  is  reached,  when  it  will  be  necessary  to  extend  the 
l:ne.  This  distance  will  permit  of  clearing  a  large  area, 
as  the  steel  logging  cable  has  an  eft'ective  reach  of 
3000  ft.  The  motor  will  be  of  150  h.p.  capacity,  and  of 
the  phase-wound  type  driving  by  means  of  friction 
pulleys. 
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A  controlling  panel  with  current-limiting  relay  to 
automatically  introduce  resistance  into  the  rotor  circuit 
in  the  event  of  the  log  striking  an  obstruction,  will  be 
installed  on  the  platform  beside  the  motor.  This  prin- 
ciple has  been  applied  with  success  on  electric  shovel 
work  and  prevents  the  annoyance  of  a  constantly  trip- 
ping circuit  breaker.  A  circuit  breaker  will  be  used  to 
prevent  damage  to  the  motor  should  the  power  demand 
rise  to  an  excessive  value  in  the  event  of  the  ob- 
struction proving  beyond  the  capacity  of  the  machine. 

If  successful  there  is  scarcely  a  limit  to  the  uses 
of  a  power  supply  carried  into  the  forests  and  the 
natural  outcome  would  seem  to  point  to  an  extension 
embracing  a  complete  electrification  of  logging  rail- 
roads. Within  four  miles  of  Elk  River  there  are  two 
waterfalls  of  85  and  102  ft.  (25.9  and  31  m.)  respec- 
tively which  could  supply  upwards  of  5000  h.p.  There 
are  numerous  little  settlements  at  present  remote 
from  any  center  of  power  supply,  which  doubtless 
would  welcome  the  opportunity  to  secure  energy  to 
assist  in  development. 


MOTOR  DRIVE  VERSUS  LINE  SHAFT. 

BY    H.    P.    PITTS.' 

The  tendency  of  modern  shop  equipment  is  toward 
individual  motor  drive.  That  is,  having  a  separate 
motor  for  each  individual  machine,  driving  it  either  by 
gear,  chain,  or  belt.  There  is  a  question  whether  all 
points  are  considered  when  deciding  between  individ- 
ual or  main-shaft  drive.  It  may  be  that  the  individual 
motor,  like  our  modern  card  index  system,  is  just  a 
little  overdone. 

Let  us  consider  the  line  shaft.  In  the  first  place 
ordinarily  too  little  attention  is  given  to  this  part  of 
the  equipment.  In  the  machine  shop  the  highest 
priced  machine  tools  are  operated  by  the  most  skilled 
machinists.  The  shafting  is  in  the  care  usually  of  a 
laborer  whose  duty  it  is  to  "oil  up"  once  a  week  and 
to  let  it  go  at  that ;  he  knows  nothing  about  alignment, 
is  apt  to  pay  no  attention  to  the  fact  that  the  timbers 
to  which  the  hangers  or  bracket  boxes  have  been  bolted 
have  become  twisted  or  have  shrunk,  leaving  the  nuts 
loose,  and  that  the  shaft  becomes  out  of  true,  due  to 
these  apparently  small  matters.  The  overhead  shaft- 
ing should  have  careful  attention,  inasmuch  as  it  is 
sometimes  said  to  utilize  thirty  per  cent  of  the  power 
required  for  the  shop.  The  writer  recently  in  discuss- 
ing this  matter  with  a  well  known  shop  superintendent 
in  San  Francisco  was  informed  that  the  greatest  pre- 
caution was  taken  and  care  given  to  minimize  the  losses 
in  the  shafting  in  his  shop,  so  much  so  that  every  morn- 
ing at  eleven  o'clock  a  skilled  machinist  was  employed 
to  go  over  the  line  shafting  and  countershafting  thor- 
oughly, taking  temperature  of  bearing.s  and  using  a 
pointer  gauge  against  the  shaft  to  determine  whether 
or  not  it  was  ruuning  true.  If  anything  was  found 
requiring  attention  it  was  repaired  during  the  noon 
hour.  This  is  a  very  wise  precaution  and  could  be  in- 
stituted by  every  works  where  shafting  is  the  driving 
element.  The  result  is  that  the  starting  current  on 
the  motor  is  reduced  to  a  minimum  and  the  piece  of 
apparatus  that  is  supposedly  taking  thirty  per  cent  of 
the  power  is  kept  in  as  good  shape  as  the  lathe  oper- 
ated by  the  most  skilled  mechanic. 
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As  a  rule  machine  shops,  when  shaft-driven,  re- 
quire for  their  operation  less  than  thirty  per  cent  of 
the  power  at  which  the  individual  machine  is  rated. 
Therefore,  if  the  machines  are  classified  properly,  and 
the  line  shaft  is  cut  up  into  sections,  and  we  will  say 
ten  or  fifteen  machines  driven  from  each,  a  motor  of 
one-third  the  capacity  of  the  sum  of  the  full  load  re- 
quirement of  each  machine  will  do  the  work  and  give 
y  high  line  shaft  efficiency.  This  is  due  to  the  fact 
that  not  one-fifth  of  the  time  is  a  machine  taking  its 
full  driving  capacity,  notwithstanding  that  it  may  be 
in  operation  nine-tenths  of  the  time,  for  the  reason  that 
part  of  the  time  is  taken  to  set  the  piece  of  work 
up  on  the  machine,  and  part  of  the  time  in  taking 
finishing  cuts,  polishing,  and  so  on.  Now  these  fifteen 
machines  are  never  doing  the  same  operation  at  the 
same  time,  hence  the  motor  has  a  chance  to  equalize 
Itself. 

Let  us  consider  the  individual  drive.  First  of  all 
a  machine  to  be  properly  equipped  should  have  a  motor 
equal  to  the  capacity  of  work  that  the  machine  will  be 
called  upon  to  do.  No  other  machine  is  going  to  help 
it  out.  If  an  overload  is  thrown  on  it  (and  motors 
are  not  built  these  days  to  carry  an  overload  very  long) 
the  motor  will  drop  in  speed.  In  other  words,  the  ma- 
chine cannot  do  more  work  than  the  motor  will  drive. 
If  a  new  steel  tool  be  put  on  the  market  whereby 
increased  speed  may  be  used  (and  the  machine  shop 
practice  has  been  revolutionized  in  this  respect  in  the 
last  ten  years)  a  higher  duty  cannot  be  had  from  this 
machine  on  account  of  the  motor. 

Second,  under  these  conditions  one  is  compelled 
to  buy  fully  three  times  the  motor  capacity.  And  that 
i?  quite  an  item  at  $12  a  horsepower.  Nothing  is  to 
be  gained  in  space ;  in  fact,  countershaft-driven  ma- 
chines are  more  compact  as  to  floor  space.  Under 
either  condition  all  tools  of  the  same  class  will  be 
grouped  and  as  closely  as  possible. 

Modern  shops  have  their  wires  in  conduits  in  con- 
crete floors.  For  the  individual  drive  more  conduits 
will  be  required.  Especially  is  this  last  feature  objec- 
tionable in  cases  where  the  individual  drive  class  of 
machine  has  to  be  moved  and  set  up  in  a  different 
place,  and  such  things  are  not  uncommon.  It  will  never 
be  located  just  right  for  the  conduit  connections.  It 
will  mean  digging  into  the  concrete  and  extending  the 
leads.  There  is  another  feature  of  no  small  importance. 
A  good  talking  point  in  this  class  of  motor  drive  is 
that  the  motor  is  idle  when  the  machine  is  stopped. 
But  it  must  not  be  forgotten  that  the  starting  current 
of  these  motors  runs  into  two  hundred  to  three  hundred 
per  cent  of  the  operating  load.  The  starting  current  is 
going  on  at  a  diminishing  rate,  however,  while  the 
motor  is  accelerating.  Shaft-driven  machines  accel- 
erate much  faster.  It  cannot  be  said  to  be  an  argu- 
ment against  shaft-driven  machines  that  they  take 
up  room  overhead.  There  is  always  lots  of  room  over- 
head ;  it  is  the  floor  space  that  counts.  The  cost  of 
belting  will  not  be  a  much  larger  item  than  the  gear, 
link-chain,  or  belt-drive  of  the  individual  drive. 

It  is  not  the  object  of  this  article  to  discredit  the 
individual  drive  (there  are  places  where  it  is  almost 
indispensable),  but  to  draw  out  a  few  points  to  be  con- 
sidered when  a  man  is  almost  persuaded  to  buy  three 
times  the  motor  capacity  he  really  requires. 
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OIL  BURNERS. 

BY    M.    C.    LORD. 

We  will  take  up  the  different  phases  of  oil  burn- 
ers, dealing  with  the  most  important  (atomization) 
first. 

The  gravity  of  oil  from  different  fields  varies  from 
12  to  32;  in  the  California  oils  12  being  a  heavy  semi- 
solid substance  in  cold  weather,  and  even  some  of  the 
lighter  oils  will  not  flow  freely  in  cold  weather.  This 
necessitates  that  steam  pipes  be  led  into  the  tanks 
in  order  to  get  the  oil  to  flow  to  the  pumps ;  which 
should  be  located  as  near  the  oil  tank  as  possible. 

An  objection  to  heating  the  oil  in  the  tank  is  that  it 
gives  off  gas  which  causes  the  pump  to  lose  its  prim- 
ing. This  is  corrected  by  some  builders  by  means  of 
an  air  chamber  connecting  over  the  suction  valves 
on  the  pump  to  take  up  the  gas  which  would  other- 
wise pass  to  the  burner  and  cause  irregular  action, 
from  which  more  "flash  backs"  occur,  than  from  any 
other  cause. 

The  oil  is  further  heated  by  discharging  into  a 
receiver  connecting  to  the  burner,  and  heated  by  a 
steam  coil  led  into  it,  to  further  liquify  the  oil  and 
assist  in  atomizing. 

Of  the  some  ten  thousand  burners  on  the  mar- 
ket, none  of  them  with  the  use  of  any  agent  (steam  or 
compressed  air)  atomize  the  oil  perfectly,  and  the 
majority  of  burners  depend  on  forcing  the  oil  through 
a  small  orifice  in  order  to  bring  the  greatest  number  of 
particles  of  oil  in  contact  with  the  atomizing  agent. 
The  hair  or  stringy  particles  of  oil  soon  pile  up  in 
the  orifices  and  clog  the  burner. 

The  external  method  of  mixing  the  oil  and  the 
atomizing  agent  at  the  tip  of  the  burner  or  by  means 
of  small  holes  near  the  tip,  increase  this  difficulty. 

The  internal  method  of  mixing  inside  the  body  of 
the  burner  by  small  orifices  makes  the  matter  more 
difficult  because  an  increase  of  the  pressure  does  not 
as  readily  blow  out  the  obstruction  as  would  be  the 
case  if  the  smallest  section  of  the  burner  was  at  the 
tip. 

The  proper  solution  of  the  difficulty  appears  to 
be  in  diverting  the  direction  of  flow  of  the  oil  several 
times  in  the  body  of  the  burner  while  mixing  with 
the  atomizing  agent ;  thus  avoiding  the  passing  of 
the  oil  through  small  orifices,  which  readily  clog  up. 
Where  steam  is  used  as  the  atomizing  agent,  to  which 
there  is  no  great  objection  where  water  is  plentiful, 
more  air  has  to  be  admitted  and  a  great  deal  of  fuel 
can  be  wasted,  even  when  the  fire  does  not  show  it  to 
the  practical  eye,  if  there  is  not  the  proper  amount  of 
air  admitted  at  the  proper  place. 

Frequently  it  is  advisable  to  remove  a  couple  of 
bricks  from  either  side  of  the  furnace,  and  admit  air 
on  either  side  of  the  bridge  wall  at  its  base ,  where  it 
will  strike  the  most  active  point  of  combustion.  Too 
much  air  is  almost  as  bad  as  not  enough.  It  takes  oil 
to  heat  it  and  as  four-fifths  of  the  atmosphere  is  a  non- 
combustible  gas  it  is  an  expensive  waste  of  fuel.  The 
proper  method  is  to  analyze  the  smoke-stack  gases 
and  increase  the  air  until  they  show  a  little  escaping 
oxygen. 

A  great  many  oil  burners  have  been  condemned 
from  improper  installation,  and  boilers  ruined  from  im- 


properly built  bridge  walls  that  deflect  the  flame 
against  the  boiler,  which  is  so  intense  as  to  drive  the 
water  away  from  that  part  of  the  sheet,  and  blistering 
results. 

Bridge  walls  are  an  important  factor,  and  should 
be  built  with  a  view  to  getting  an  even  distribution 
of  heat  as  near  as  possible  over  the  entire  heating  sur- 
face of  the  boiler.  A  few  pounds  of  salt  mixed  with 
the  fire  clay  and  used  as  a  grouting  to  spread  over 
the  brick  will  prolong  the  life  of  the  bridge  wall  as  it 
will  form  a  glaze  that  the  fire  will  not  affect.  Retard- 
ers  placed  in  the  tubes  are  objectionable  because  they 
lessen  the  draft  and  intensify  the  heat  in  the  firebox 
where  it  is  the  greatest,  decreasing  the  life  of  the 
boiler  accordingly. 

A  burner  which  will  show  the  best  results  under 
one  type  of  boiler  with  a  light  oil,  may  not  operate 
at  all  satisfactory,  using  a  low  gravity  oil,  for  the 
burner  may  keep  clear  and  the  flame  be  such  as  to 
give  a  good  heat  distribution  with  a  light  oil,  and  in 
attempting  to  use  a  heavy  oil  get  poor  results.  Hence 
we  see  a  burner  used  successfully  for  a  year  or  more 
and  then  be  displaced  by  another  type  when  the  com- 
pany signs  a  new  oil  contract. 

The  first  requirement  is  an  even  distribution  of 
heat  over  the  entire  heating  surface  of  the  boiler, 
which  may  be  accomplished  by  an  external  atomizing 
burner  using  25  gravity  oil  (which  is  a  light  fuel 
oil)  in  a  water  tube  boiler  distributing  the  flame  mod- 
erately well.  But  if  we  attempt  to  use  14  gravity  oil 
in  the  same  burner,  we  will  find  a  pyramid  of  carbon 
piling  up  in  front  of  the  bridge  wall  which  must  be  re- 
moved. 

This  carbon  means  so  much  of  the  best  of  the 
fuel  wasted  and  it  may  pile  up  sufficiently  to  injure  the 
boiler  by  diverting  the  flame  to  one  spot,  which  we 
find  to  be  frequently  the  case  where  heavy  oil  is  used 
by  an  external  atomizing  burner,  as  the  oil  reaches 
the  point  of  atomization  in  globules,  and  a  great  part 
of  it  is  blown  off  in  a  solid  mass,  part  of  which  burns, 
the  balance  forming  a  pyramid  in  the  furnace  except 
part  of  the  latter  which  pass  up  the  smoke-stack  in 
the  form  of  free  carbon. 

Small  pieces  of  semi-solid  matter  lodge  in  the 
slits  or  holes  in  the  tip  of  the  burner  and  if  the  pres- 
sure banks  up  in  the  atomizing  line  fast  enough,  will 
blow  out  in  a  solid  mass  to  be  partially  consumed 
unless  they  choke  the  burner  and  put  the  fire  out, 
when  there  is  a  good  chance  for  some  one  to  get 
severely  burned,  in  which  case  I  might  mention  that 
cylinder  oil,  or  even  the  crude  oil  itself  is  a  very  good 
remedy  to  apply  to  the  burns. 

Where  oil  below  18  gravity  is  used,  pre-heating  is 
necessary  to  get  good  results.  When  we  are  con- 
fronted with  the  problem  of  getting  rid  of  the  asphal- 
tum  which  will  be  deposited  on  the  walls  of  the  pre- 
heating chamber,  the  easiest  method  to  overcome  this 
difficulty  is  to  fit  the  chamber  with  a  removable  sheet 
iron  lining  which  can  be  taken  out  by  placing  a  re- 
movable head  on  the  pre-heating  chamber  when  it  can 
be  thrown  in  the  furnace  and  the  asphaltum  burned  off 
readily. 

The  i;iil  burning  problem  has  interested  more  in- 
ventors in  the  last  few  years  than  most  anything  else, 
but   there   is   still   a   well-earned   reward   for  the   man 
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who  can  in\'ent  a  burner  wliicli  will  atomize  all  the 
oil  that  passes  through  it. 

A  serious  problem  in  small  isolated  plants  is  the 
getting  up  of  sufficient  pressure  to  atomize  the  oil  in 
starting  fires.  Some  plants  install  small  boilers  which 
are  fired  with  wood  until  they  get  sufficient  pressure 
to  operate  the  burners  under  the  main  boilers.  This 
is  additional  expense  and  loss  of  time. 

The  writer  devised  a  self-atomizing  burner  some 
four  years  ago  and  a  description  of  the  same  may  be 
of  interest  to  some  isolated  engineer  as  the  entire 
burner  can  be  easily  made  on  the  job. 

Fig.  I  shows  the  burner  complete,  which  can  be 
made  from  a  casting  or  sheet  iron  will  do  as  it  will 
be  in  use  only  until  steam  pressure  is  high  enough  to 
run  the  atomizer. 


Self  Atomizing 
Oil  Burner 


A  pan  of  cast  sheet  iron  partially  covered  by  the 
box  B,  contains  the  plate  C  placed  directly  in  the  fur- 
nace door.  Sufficient  oil  and  waste  is  placed  in  the 
pan  P  to  come  up  to  the  point  D  and  is  ignited ;  the 
flame  passes  up  in  the  box  B  heating  the  plate  C  and, 
as  soon  as  the  plate  C  is  hot,  cold  water  is  turned  on 
at  b,  dropping  on  the  hot  plate  through  the  hole  f  in 
box  B.  Immediately  the  water  strikes  the  hot  plate 
it  spreads  over  the  surface  and  the  oil  turned  in  from 
the  pipe  a,  dropping  on  the  film  of  water  confines  it 
on  the  plate  C  where  it  generates  steam,  making  a 
miniature  explosion,  which  passes  through  the  sur- 
face of  the  oil,  atomizing  it  and  giving  a  hot  fire  which 
soon  raises  steam. 


A  new  aluminum  alloy  is  described  in  a  paper 
recently  read  before  the  Birmingham  branch  of  the 
British  Foundrymen's  Association.  The/esult  of  add- 
ing aluminum  to  copper  causes  an  immediate  increase 
both  in  the  strength  and  in  the  ductility  of  the  copper, 
the  ductility  attaining  a  maximum  at  7.35  per  cent 
aluminum.  Beyond  that  it  fell,  and  when  11  per  cent 
was  reached  the  alloj'  became  too  brittle  to  be  of  any 
commercial  value.  Heat  treatment  had  little  efi^ect 
upon  alloys  containing  less  than  7.35  per  cent  alumi- 
num. Beyond  that  they  were  stiffened  by  heat  treat- 
ment at  800  degrees  C.  Alloys  containing  less  than 
7.5  per  cent  aluminum  were  not  amenable  to  cold 
working,  though  they  were  improved  by  hot  rolling. 


THE  COMING  CHICAGO  CONVENTION  OF 
AMERICAN  INSTITUTE  OF  ELECTRI- 
CAL  ENGINEERS. 

L'nusual  interest  is  taken  in  the  forthcoming  an- 
nual convention  of  the  American  Institute  of  Elec- 
trical Engineers,  for  it  will  be  held  in  Chicago  on  June 
26  to  30,  inclusive,  and  it  has  been  many  years  since 
the  convention  met  in  that  city,  although  the  electrical 
attractions  of  Chicago  and  vicinity  are  exceptional  in 
interest  and  variety.  Among  these  points  of  inter- 
est may  be  mentioned  the  Ryerson  Physical  Labora- 
tory of  the  University  of  Chicago,  where  the  atomic 
theor}'  of  electricity  has  been  demonstrated  by  most 
interesting  experiments ;  the  electric  furnaces  in  the 
steel  mills  at  South  Chicago ;  the  enormous  electric 
])lant  at  the  Gary,  Ind.,  steel  works,  driven  by  gas 
engines;  the  great  central  stations  of  Chicago,  famous 
for  their  size  and  modern  design ;  the  hydroelectric 
development  of  the  Chicago  Drainage  Canal ;  "Under- 
.ground  Chicago."  with  its  network  of  electrically  op- 
erated freight  tunnels:  the  latest  large  automatic  tele- 
phone system ;  several  of  the  largest  manually  oper- 
ated telephone  exchanges  in  the  world ;  street  railway 
and  other  substations  of  unusual  interest ;  possibly 
the  largest  street  railway  shops  in  the  world,  with 
electric    drive    throughout. 

The  convention  will  meet  in  the  new  Hotel  Sher- 
man, the  most  recently  completed  of  Chicago's  group 
of  modern  hotels.  The  sessions  will  be  held  in  the 
handsome  Louis  XVI  room,  which  will  seat  700  peo- 
ple and  can  be  connected  with  adjoining  apartments 
to  seat   1500  if  desired. 

While  the  list  of  papers  to  be  presented  at  the  con- 
vention is  not  complete,  the  following  partial  list  of 
papers  that  will  probably  be  presented  shows  the 
diversity  of  subjects  to  be  considered:  "Economical 
Design  of  Direct  Current  Ma,gnets,"  by  R.  Wikander ; 
"Catenary  Span  Calculations,"  by  W.  L.  R.  Robertson ; 
"Currents  in  Inductors  of  Induction  Motors,"  by  H. 
W'eichsel :  "Multiplex  Telephony  and  Telegraphy  by 
Means  of  Electric  Waves  Guided  by  Wires,"  by  Major 
G.  O.  Squier;  "Electrolysis  in  Reinforced  Concrete," 
by  C.  E.  Magnusson  :  "Induction  Motor  Design,"  by 
T.  Hoock :  "The  High  Efficiency  Suspension  Insu- 
lators," by  A.  O.  Austin :  "The  Electric  Strength  of 
Air,'  by  J.  B.  \Miitehead ;  "Electrification  Analyzed, 
and  Its  Application  to  Trunk  Line  Roads,"  by  W.  S. 
Murray;  "Telegraph  Transmission,"  by  F.  F.  Fowle ; 
"The  Cost  of  Transformer  Losses,"  by  R.  W.  Atkinson 
and  C.  E.  Stone ;  "The  Costs  of  Railway  Electrifica- 
tion," by  B.  F.  Wood :  "Induction  Motor  for  Single- 
Phase  Traction,"  bv  E.  F.  W.  Alexanderson  ;  "Mag- 
netic Properties  of  Iron  at  200,000  Cycles,"  by  E.  F. 
W.  Alexanderson:  "Electric  Storage  Batteries,"  by 
Bruce  Ford ;  "The  Characteristics  of  Isolated  Plants," 
by  P.  R.  Moses:  "Elevator  Control,"  by  T.  E.  Bar- 
num. 

A  committee  of  fourteen  local  members  of  the  In- 
stitute has  been  appointed  to  make  the  arrangements 
for  the  convention.  Mr.  Louis  A.  Ferguson,  120  West 
Adams  street,  Chicago,  is  the  chairman  of  this  com- 
mittee. The  program  will  include  visits  to  points  of 
interest  and  various  social  events,  and  it  is  confidently 
expected  that  the  191 1  convention  of  the  Institute 
will  be  the  most  successful  in  its  history. 
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A  CURIOUS  FORM  OF  CONTRACT. 

The  accompanying  contract  is  the  basis  upon 
which  a  75  kw.  electric  power  plant  has  been  installed 
at  Papeete,  whose  streets  had  heretofore  been  lighted 
with  oil  lamps.  The  street  corners  are  lighted  with 
100  c.p.  incandescents.  40  c.p.  bulbs  being  used  else- 
where, and  also  being  used  after  11  o'clock.  Consul 
North  Winship  reports  that  "the  natives  stand  and 
gaze  at  these  wonderful  new  lights  by  the  hour,  and 
many  long  voyages  are  made  by  the  curious  inhabi- 
tants of  neighboring  islands  just  to  have  a  look  at  the 
brilliant  city."  In  addition  to  this  3000-light  plant,  the 
owner  operates  74  telephones  on  the  island  and  main- 
tains a  wireless  telegraph  station. 

Papeete,   28th   December,   1910. 
To  the  Mayor  of  the  City  of  Papeete.  Tahiti: 

Worshipful  Sir: — I  have  the  honor  to  submit  the  following 
proposition  for  the  extension  of  the  electric  lighting  of  the  city, 
which  has  already  been  in  use  for  several, weeks,  but  which  can- 
not be  extended  to  include  all  the  streets  and  places  unless  the 
municipality  engages  to  maintain  this  mode  of  lighting  for  a 
period  sufficiently  long  to  justify  the  necessarily  heavy  expenses 
to  be  incurred  to  light  the  city  entirely,  that  is  to  say,  for  a 
period  of  at  least  five  years. 

I  propose  lighting  until  11  o'clock  at  night  the  Quay  of  Com- 
m.erce  from  Fare  Ute  to  the  Manutention  at  the  corner  of  the 
Hotel  Tiari  Annex.  Rivoli  street,  from  the  East  Bridge  to  the 
Gendarmes  Barracks,  Petite  Poligne  Street.  Market  Place,  and 
the  intersection  of  Bonnard  and  Collette  Streets,  i.  e.  all  the  center 
of  the  city,  with  lamps  identical  to  those  at  present  in  use  for 
street  lighting,  which  light  these  streets  so  well  that  it  would 
be  possible  at  any  point  to  tell  the  time  by  an  ordinary  watch. 

To  produce  such  a  good  lighting,  which  is  equalled  in  very 
few  large  cities  of  the  world,  it  would  be  necessary  to  place  a 
lamp   at  each   street  corner  mentioned. 

At  all  the  other  intersections  of  the  city  streets  the  light- 
ing would  be  done  by  means  of  lamps  of  half  the  power  of  those 
above  described  from  half  an  hour  after  sunset  until  11  o'clock 
at  night. 

At  all  the  extremities  of  the  streets  such  as  following  the 
Ramparts,  and  on  the  main  road,  and  at  Patutoa,  lamps  of  half 
the  power  of  the  above  would  be  sufficient.  These  last  would  even 
then  be  about  S  times  more  powerful  than  the  actual  oil  lamps. 

If  I  stipulated  in  this  manner  the  power  of  the  lamps  to  be 
used  instead  of  speaking  of  their  intensity  in  candles,  or  carcels, 
il  is  because  these  units,  although  they  should,  it  is  understood 
figure  in  the  contract  to  be  made,  offer  no  base  to  the  imagina- 
tion for  the  luminous  intensity,  whereas  when  I  undertake  to 
I'ght  the  principal  streets,  in  such  a  manner  as  to  tell  the  time 
by  a  watch  I  make  clear  the  beauty  of  the  lighting  that  I  offer 
you,  and  the  propositions  indicated  for  the  other  lamps  allow  one 
to  clearly  imagine  their  lighting  power,  much  better  than  would 
be  the  case,  in  mentioning  the  nominal  candle  power  of  each 
lamp. 

From  11  o'clock  at  night  all  the  large  lamps  would  be  put  out, 
and  replaced  by  lamps  of  the  same  lighting  power  as  those  on  the 
ramparts.  I  estimate  the  total  number  of  lamps  necessarily 
lighted  altogether  to  be  93,  (29  large,  11  medium.  55  ordinary') . 

The  lamps  would  be  lighted  as  indicated  above  from  half 
an  hour  after  sunset  until  half  an  hour  before  sunrise,  during 
15  nights  per  month,  all  the  installation  and  upkeep  at  my  ex- 
pense, for  approximately  the  same  price  as  actually  costs  the  oil 
lighting,  i.  e.  7200  frcs.  per  year,  on  condition  that  the  munici- 
pality assists  me  for  the  motive  power  with  water  which  toda> 
runs  to  waste,  i.  c.  the  quantity  of  water  which  would  run  from 
an  opening  of  1}4  in.  or  44  mm.  at  a  pressure  of  3  atmospheres 
from  half  an  hour  after  sunset  to  half  an  hour  before  sunrise. 


If  the  available  pressure  should  be  increased  the  opening  should 
bo  proportionately  diminished. 

To  rebutt  the  pretensions  of  certain  people  interested  to  the 
effect  that  the  quantity  of  water  thus  used  would  be  so  great 
that  the  city's  water  supply  would  be  affected,  it  is  sufficient  to 
draw  your  attention  to  the  tap  which  I  have  the  honor  to  present 
herewith,  which  should  serve  as  maximum  opening  to  my  installa- 
tion and  compare  it  with  the  piece  of  pipe  attached  thereto,  which 
represents  the  dimension  of  most  of  the  supplies  in  the  city  for 
which  a  charge  of  5  francs  per  month  is  made. 

Furthermore  it  is  well  to  call  your  attention  to  the  fact 
that  the  water  plugs  have  a  diameter  of  53  mm.  or  a  superfice 
half  as  large  again  as  the  tap  of  my  hydraulic  motor,  and  every 
one  knows  that  these  water  plugs  remain  open  often  for  several 
days  at  a  time,  the  night  also,  without  depriving  the  city  of 
water.  How  then,  would  it  be  possible  for  a  plug  much  smaller 
and  open  only  during  the  night  to  do  so. 

But,  however,  the  municipality  would  always  have  the  option 
of  stopping  all,  or  part  of  the  water,  that  it  could  supply  me 
with,  witliout  having  to  give  reason  for  so  doing,  only  in  this 
case,  the  price  of  the  lighting  would  necessarily  be  increased  in 
order  to  allow  me  to  pay  for  the  considerably  increased  quantity 
of  combustible  that  would  then  be  necessary,  i.  e.  all  decrease  of 
pressure,  of  quantity  or  hours  of  water  supply,  would  cause  a  sim- 
ple proportional  increase  of  price,  this  increase  being  calculated  on 
the  base  that  the  entire  withdrawal  of  the  hydraulic  power  would 
double  the  price  of  the  lighting.  Also  if  the  city  supplied  me  with 
more  hydraulic  force  than  that  provided  for,  the  price  of  the  light- 
ing would  be  diminished  in  proportion  by  a  rebate  of  10  pei  cent 
for  every  20  per  cent  of  increase  of  hydraulic  power  supplied. 
This  abservation  applies  equally  in  the  case  the  city  supplies  me 
with  hydraulic  power  at  other  hours  than  those  mentioned  above. 
It  would  be  fitting  that  in  this  manner  the  city  should  in  time  be 
lighted  without  cost,  the  supply  of  water  entirely  paying  for  the 
lighting. 

I  should  always  be  held  to  assume  the  entire  lighting  even 
if  the  water  were  entirely  stopped,  for  a  determined  length  of 
time. 

The  15  (lays  of  lighting  per  month  proposed,  could  be  ad- 
vantageously divided  or  sectionized  in  such  manner  that  the 
lamps  would  be  lighted  during  the  hours  and  nights  when  there 
would  be  least  moonlight. 

Furthermore  if  during  a  night  which  should  be  normally 
moonlight,  there  should  be  bad  weather,  the  artificial  light  could 
instantly  replace  it,  shutting  it  off  again  when  the  moon  should 
ccme  from  behind  the  clouds. 

The  city  would  in  this  manner  only  have  to  pay  as  supple- 
ment for  the  few  hours  during  which  the  electric  light  would 
have  been  necessary. 

If  however  at  any  moment  it  should  be  found  that  the  IS 
nights  or  better  the  IS  times  11  hours  or  161  hours  of  lighting 
per  month,  should  not  be  normally  sufficient  no  matter  how 
divided  between  the  30  nights,  of  the  month,  the  Mayor  would 
always  have  the  power  to  increase  the  period  of  lighting  in  con- 
sideration of  increase  proportional  to  those  above. 

If  the  additional  lamps  were  used  only  in  a  temporary  man- 
ner such  as  for  a  fete,  etc.,  the  cost  of  installation  should  natur- 
ally be  supported  by  the  city.  .'\nd  no  derivation  whatever  should 
bo  made  from  my  mains  without  my  consent. 

I  undertake  to  commence  the  proposed  lighting  within  two 
months,  excepting  a  few  lamps  at  a  distance  such  for  example  as 
those  at  Patutoa  and  the  Main  Road,  etc.  For  those  it  w'ould 
piobably  be  necessary  to  wait  about  a  month  or  two  more.  1 
will  furnish  it  is  understood,  guarantees  for  the  performance 
of  the  contract  to  be  made  under  the  conditions  and  with  the 
delays  stipulated. 

I  have  the  honor  to  ask  as  simple  justice  to  render  me  that 
al  the  expiration  of  the  term  I  should  be  given  the  preference 
over  all  others  on  equal  conditions,  for  the  lighting  of  the  city 
by  whatever  system  it  may  be,  according  to  the  progress  that 
science  mav  have  made  from  now.  O.  G.  D. 
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GRAPHICAL    SOLUTION    OF    GEARING    AND 
BELTING  PROBLEMS. 

The  accompanying  straight  line  Oiagrams  give  a 
simple  and  rapid  method  of  computing  gearing  and 
belting.  They  are  used  by  permission  of  the  authors 
from  a  forthcoming  enlarged  edition  of  their  book 
on  "Straight  Line  Engineering  Diagrams."  In  each 
case  the  method  of  operation  can  best  be  understood 
by  a  typical  example,  the  general  principle  depending 
upon  the  use  of  a  string  or  straight  edge  to  carry  a  line 


from  a  known  point  on  one  scale  to  a  known  point 
on  another  scale,  solutions  being  found  at  the  points 
ni  intersection  on  the  remaining  scales.  The  necessity 
of  revolving  the  line  around  a  point  is  indicated  by 
double  arrows. 

Example  for  No.  43. — A  cast  iron  gear  has  the 
following  dimensions:  Pitch  1^/2  in.,  face  4^/2  in.,  num- 
ber of  teeth  30,  diameter  pitch  circle  14.32  in.  What  is 
the  strength  of  the  teeth  and  what  horsepower  will 
it  transmit  at  222  r.p.m.? 
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SoliUicin  :  .Multiply  the  diameter  14.32X222-= 
3179;  from  this  point  on  Scale  No.  8,  run  to  1.5  on  Scale 
No.  2,  and  find  strength  of  rack  tooth  on  Scale  Xo.  4 
equal  to  1500  lb.;  revolve  index  on  this  intersection 
and  connect  to  30  on  Scale  Xo.  (>.  and  find  strength  of 
gear  tooth  1220  on  Scale  No.  5;  re\'oh"e  on  this 
1220  and  connect  to  30  on  Scale  Xo.  6.  and  find 
strength  gear  toor  1220  on  Scale  No.  5  ;  revolve  on  this 
intersection  and  connect  again  to  3179  on  Scale  Xo.  8, 
and  find  horsepower  31  on  Scale  No.  i. 

Had  the  face  of  this  gear  been  onl}-  3  in.  the  h.p. 
would  ha\'e  been  proportionately  reduced,  and  would 
equal  31  X  3  di\-ided  by  4^,  equal  to  20  2/^. 

It  will  be  noticed  by  inspection  of  Scales  2  and  3 
that  I' 2  circular  pitch  is  \ery  iiearl}-  equivalent  to 
2.1  diametrical  pitch.  The  exact  figure  is  2.0944.  Also 
by  inspection  of  .Scales  Nos.  7  and  8.  the  diameter  in 
inclies  multiplied  by  r.p.m.  =  3i79  as  abo\'e.  is  e(|ui\a- 
lent  to  a  velocity  of  pitch  circle  of  835  ft.  per  min. 

Making  the  angle  of  obliquity  20  degrees  instead 
of  13  degrees  adds  about  15  per  cent  to  the  strength 
of  the  gear. 

Example  for  No.  44. — How  many  114).  will  a  belt 
5/16  in.  thick  and  10  in.  wide  transmit  to  a  pulley  20 
in.  diameter,  running  205  r.p.m.?    Laced  Iielt. 

Solution:  Multiply  20  in.  diameter  of  pulley  by 
205  r.p.m.  ^4100:  then  from  4100  on  Scale  No.  5  run 
to  5/16  on  Scale  No.  4,  and  find  on  Scale  Xo.  i  h.p.  ])er 
inch  of  belt  2:  multiply  by  the  width  of  belt  2  X  10  ^ 
20  h.p.  Shi'uld  the  angle  of  contact  be  148  degrees, 
from  2  as  found  on  Scale  No.  i,  run  to  148  on  Scale 
No.  7  and  find  1.8  on  Scale  No.  2.  which  multiplies  by 
the  width    i.8Xio==i8  h.p. 


CONSULAR  NOTES  ON  THE  ELECTRICAL 
INDUSTRY. 

Panama. 

The  only  Icctric-light  conquiu}'  in  Panama  is 
the  Colon  l^le  trie  &  Ice  Supply  (.'omi)any.  which 
has  one  centi  .1  station  and  charges  the  follow- 
ing price.',:  1  jr  installation,  $3;  for  connection. 
$1  ;  for  one  40  vatt  tungsten  lamp.  Si  ;  for  one  16- 
candlepower  caibon-filament  lamp,  $0.50;  for  one  32- 
candlepower  carbon-filament  lamp.  $1  :  and  in  addi- 
tion a  charge  of  $1.75  a  month  is  made  for  each  light. 

The  company  has  a  five-year  contract  with  the 
National  Government,  dating  from  h'ebruary  18.  1909, 
for  the  electric  lighting  of  public  offices,  buildings,  and 
the  streets  of  Colon,  under  which  it  received  for  ser\-- 
ice  during  the  month  of  January  (  k;' i  1  alone  $1733. 
This  would  aggregate  nearly  $20,800  a  year:  and  if  to 
this  amount  is  added  the  $15,000  paid  by  private  con- 
sumers for  current,  some  idea  of  the  comijany's  an- 
nual income  may  be  obtained.  The  company  has  a 
monopoly  of  su  'inlying  Colon  with  ice.  which  it  re- 
tails at  254  cent;  a  pound;  and  in  conjunction  with 
the  ice  plant  then  are  cold  storage  facilities  from  which 
a  neat  sum  is  rej  Jized. 

West    Indies. 

Contracts  fr  r  electric  lighting  have  been  entered 
into  by  the  Coloviial  Government  and  by  the  municipal- 
ities of  Basse  Tcrre  and  Pointe  a  Pitre  severalh'  with  a 
mei  chant  in  the  first-named  city. 

The  municipal  contracts  were  made   four  or  fi\e 


years  ago  and  contain  a  penalty  of  $1  for  each  day's 
delay  after  notification  that  service  is  demanded,  but 
this  notice  has  never  been  given  and  there  are  thus 
no  arrears  to  be  paid.  The  contract  with  the  colony 
was  approved  on  September  1.  19 10.  The  merchant 
has  no  means  for  carrying  out  his  agreement,  and  pro- 
posed to  pay  for  construction  out  of  earnings,  but 
he  is  now  willing  to  cede  his  contract  to  a  construct- 
ing company  until  such  company  shall  be  completely 
reinibursed.  Ample  water  power  is  to  be  had  at  Basse 
Terre.  but  other  power  would  have  to  be  used  at  Pointe 
a  Pitre.  The  total  cost  of  plants  and  lines  has  been 
estimated  at  $55,000  to  $60,000. 

France. 
Electric   Jewel-Box   Alarm. 

A  useful  in\ention  in  the  way  nf  a  cash  and  jewel 
l)ox  with  an  electric  alarm  attachment  has  just  lieen 
]. laced  upon  the  market  in  Paris  and  has  every  pros- 
jiect  of  finding  a  ready  sale  both  here  and  in  the 
L'nited  States,  though  so  far  as  known  there  has  been 
only  one  sample  bo.x  sent  to  the  latter  countr\-  as 
yet.  This  alarm  box  is  said  to  be  the  in\  ention  of 
Mr.  Paul  \\'eber,  of  X'ienna,  .\ustria,  and  is  co\-ere(i 
by  ])atents  in  several  comitries  of  Europe  as  well  as 
in    the    l'nited    .States. 

The  invention,  briefly  described,  is  as  follows:  In 
the  bottom  of  the  jewel  box  is  placed  a  small  mechan- 
ism consisting  of  a  dry  battery,  a  magnet,  and  a  sys- 
tem of  levers,  the  whole  forming  a  device  not  unlike 
a  telegraph  instrument,  which  may  be  electrically 
charged  b}-  mo\ing  a  small  lever  fi.xed  and  concealed 
in  the  side  of  the  box.  The  sound  is  made  b}'  means  of 
c.  bell  and  cla])])er  similar  to  those  on  a  telcjihone  in- 
strument. In  the  center  of  the  bottom  of  the  bo.x  is  a 
small  orifice,  through  which  hangs  suspended  this  pen- 
d.ulum.  .\s  long  as  the  box  is  stationary  this  pendulum 
hangs  per])endicularly  and  does  not  close  the  electric 
circuit.  P>ut  if  moxc'd  imly  in  the  slightest  degree  one 
way  or  the  other. (ir  if  the  bux  is  raised  ot'f  the  table, the 
]icndidum  drops  down,  thu.s  closing  the  circuit  of  the 
electrically  charged  mechanism  and  causing  the  alarm 
to  sound.  It  makes  a  noise  as  loud  as  an  alarm  clock 
and  does  not  cease  ringing  until  it  is  "shut  off."  This 
can  onl}'  be  done  by  openin.g  the  lid  of  the  box  and 
shifiing  a  lever.  It  would  therefore  be  a  noisy  article 
for  a  would-be  thief  to  attempt  to  steal. 

Germany. 

In  a  recent  debate  it  \yas  bri>ught  to  the  attention 
of  the  Reichstag  that  there  are  in  Germany  at  present 
only  three  great  groups  in  the  electrical  industry — 
the  (ieneral  Electrical  Compan_\'.  the  Siemens-Schuck- 
ert  Company,  and  the   Bergmann-Elektrizitaetswerke. 

It  is  rumored  that  eft'orts  are  being  made  to  bring 
about  a  fusion  of  the  Siemens-Schuckert  and  the 
Bergmann  interests.  The  relations  of  the  General 
Electrical  Compaii}'  and  the  Siemens-Schuckert  peo- 
ple are  already  close,  consisting  of  agreements  rela- 
tive to  certain  classes  of  products,  important  contracts, 
etc.  The  fear  was  expressed  in  the  Reichstag  that 
sooner  or  later  the  three  companies  would  join  forces 
and  form  a  monopol}-  at  whose  mercy  would  be  not 
only  private  consumers,  but  also  the  Go\-ernmcnt. 
which  will  be  a  heavy  user  of  current  for  its  electric 
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railways.  Tliese  concerns  manufacture  every  descrip- 
tion of  electrical  supplies,  and  in  addition  install  elec- 
tric plants.  By  reason  of  their  enormous  capital  they 
can  finance  the  plants  which  they  put  up  with  their 
own  products,  engineers,  etc.  Their  contracts  not  iu- 
freciuently  contain  a  clause  binding  the  other  parties 
to  purchase  supplies  only   from   them. 

In  addition  to  these  great  companies  there  are 
numercnis  small  concerns  that  manufacture  one  or  two 
kinds  of  electrical  supplies  and  together  employ  some 
60,000  workmen.  Further,  there  are  in  every  city 
small  firms  which  install  electric  lighting,  etc.  The 
necessity  of  protecting  these  less  powerful  factories 
and  concerns  was  brought  to  the  attention  of  the  Reich- 
stag. 

Sweden. 

A  considerable  increase  was  made  during  1910 
in  the  amount  of  water  power  utilized  for  the  gener- 
ation of  electricity;  21  new  power  stations,  represent- 
ing an  aggregate  of  103,530  horsepower,  were  com- 
pleted. 

Of  this  amount,  40,000  horsepower  is  represented 
by  the  State  installation  at  Trollhatteii,  in  the  Goth- 
enburg consular  district,  already  the  seat  of  extensive 
electric  plants.  The  remaining  63,530  horsepower  is 
represented  by  20  private  plants  located  in  various 
parts  of  Sweden.  It  is  stated  that  new  installations 
now  under  construction  will  add  115,000  horsepower  to 
that  which  was  available  January  i,  191 1.  Of  this 
amount  the  Government  station  at  Porjus  will  pro- 
duce 50,000  horsepower  and  seven  private  plants  the 
remainder.  Five  older  stations,  representing  7650 
horsepower,   were  rebuilt  in   1910. 

The  municipal  electric  power  station  in  Gothen- 
burg secures  part  of  its  current  from  Trollhatten  and 
generates  the  balance  here  in  a  steam-operated  plant. 
Both  alternating  and  direct  current  are  furnished,  the 
rates  per  kilowatt  hour  being  38  cents  for  lighting, 
6.7  cents  for  lifts  and  elevators,  and  4.8  cents  for  motors 
and  power.  The  total  amount  of  electric  power 
brought  to  and  produced  in  Gothenburg  in  1910  (by 
the  public  service,  excluding  private  plants)  aggre- 
gated 16,211,593  kilowatt  hours,  of  which  12,023,839 
came  from  Trollhatten  and  4,187,754  were  generated  in 
the  steam  plant.  The  aggregate  loss  of  energy 
amomited  to  2,424.714  kilowatt  hours,  or  14.95  P^r 
cent. 

The  uses  to  which  the  net  power  was  put  were  : 
Greater  industries,  5,185,928  ;  street  car  lines,  4,165,277  ; 
harbor  cranes  and  derricks,  53,678 ;  Trollhatten  power 
station,  18.630:  pri\ate  lighting,  2,409,002;  private 
motors,   1,453,566:  public  lighting,   163,615. 


HIGH  SPEED  DIFFICULTIES. 

I.V     II.     C.     KEIST. 

The  author  of  this  paper,  which  was  part  of  an 
address  at  the  Clarkson  School  of  Technology,  is 
designing  engineer  with  the  General  Electric  Gom- 
pany.  His  talk  was  concerned  with  some  of  the  prob- 
lems of  the  electrical  engineer  from  the  viewpoint, 
not   of  the  operator.  Init   of  the   designer. — Editor. 

The  high  speeds  of  the  steam  turbine,  as  cfmi- 
pared  with  the  lower  speeds  of  the  reciprocating  engine, 
have    intrixluced   se\-eral   difficulties,    includinr;-    sjreat 


mechanical  stresses  and  difficulty  of  balancing.  The 
high  speed  is  necessary  because  to  get  the  best  re- 
sults, the  velocity  of  the  periphery  of  the  turbine  wheels 
must  have  a  certain  relation  to  the  speed  of  a  jet  of 
steam  as  it  issues  from  an  orifice.  The  maximum  ve- 
k'city  of  steam  coming  from  an  orifice,  with  a 
pressure  used  ordinarily  in  boilers,  say  about  150  lbs., 
is  about  4000  feet  per  second,  or  about  45  miles  per 
minute.  The  highest  efficiency  in  a  steam  turbine 
with  one  wheel  would  be  attained  if  the  speed  of  the 
]ieriphery  of  the  wheel  was  about  equal  to  one-half  of 
the  speed  of  the  jet  of  steam,  but  we  do  not  know  of  any 
way  of  building  a  wheel  that  can  run  at  one-half  the 
speed  of  a  jet  of  steam,  since  the  centrifugal  stresses 
in  the  wheel  become  .so  great  that  any  inetal  that  is 
available  for  the  construction  of  turbine  wheels  would 
fly  to  pieces.  We  must,  therefore,  be  content  lo  run 
at  a  lower  speed  and  a  lower  efficiency.  By  passing 
the  steam  through  two  wheels,  the  wheel  velocity  rriay 
l)e  greatly  reduced  and  still  give  good  efficiency. 
A  further  reduction  in  speed  and  an  increase  in  effi- 
ciency may  be  made  b}'  taking  a  part  of  the  energy 
out  of  the  steam  on  the  first  wheel;  then  allowing  the 
steam  to  come  almost  to  rest  and  starting  it  over 
again  through  a  second  nozzle  against  a  second  wheel 
and  repeating  the  process,  in  some  cases  three  or  four 
times.  This  produces  a  multi-stage  steam  turbine,  and 
enables  us  to  obtain  cjuite  a  high  efficiency  at  speeds 
that  are  safe  with  the  materials  available  for  the  con- 
struction of  the  rotating  parts. 

Steam  turbines  are  generally  used  for  driving 
dynamos.  It  is  easier  and  better  to  connect  a  dynamo 
directly  to  the  shaft  of  the  steam  turbine  than  to  belt 
it;  and  so  it  follows  that  dynamos  must  be  built  for 
the  turbine  speed.  Before  we  had  to  bring  the  speed 
of  the  dynamo  down  to  match  the  engine  speed  at  a 
considerable  inconvenience.  Now,  because  the  steam 
turbine  runs  so  very  fast,  we  must  make  electric  gen- 
erators that  run  faster  than  we  like  to  run  them. 

The  electric  generator,  or  dynamo,  is  a  complex 
machine,  being  built  up  of  a  large  number  of  parts  of 
thin  iron,  of  copper  wire  and  of  insulating  materials. 
The  insulating  materials  consist  of  varnished  cloth, 
paper  and  mica.  All  these  materials  are  of  a  soft  and 
yielding  nature.  This  makes  the  problem  of  holding 
them  together  without  injury,  a  difficult  one  when 
high  speeds  are  encountered.  The  centrifugal  forces 
are  so  great  on  the  surface  of  the  rotors  that  each  pound 
of  material  must  be  held  with  a  pressure  of  4000  lbs.  to 
keep  it  in  its  place.  A  piece  of  copper  wire  must  be 
held  e\-ery  inch  of  its  length  else  it  will  be  bent  and 
deformed.  If  it  is  unsupported  at  an}'  space  along 
its  length,  it  will  bend  into  that  space  almost  as  though 
it  was  putty.  The  speed  of  the  outside  of  the  revolv- 
ing part  of  a  dynamo  driven  by  a  steam  turbine  in 
some  cases  is  more  than  20,000  feet  per  minute,  that 
is,  over  four  miles.  Some  parts  of  the  generator  do 
not  have  sufficient  strength  to  hold  themselves  and 
must  be  held  by  bands  of  steel.  A  band  of  steel  an 
inch  square  in  section  around  some  of  the  revolving 
parts  would  be  strained  to  nearly  12,000  lbs.  to  hold 
its  own  weight.  In  many  places  parts  not  capable  of 
holding  themselves  must  be  supported.  It  must  be 
done  by  material  that  has  considerable  strength  after 
holdine;   its   own    weight.      For   this    reason    materials 
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of  more  than  ordinary  strength  must  be  used.  All 
rings  of  metal  must  be  put  on  the  shaft  firmly  because 
when  they  rotate,  they  enlarge,  due  to  the  centrifu- 
gal stresses,  and  if  they  are  not  shrunk  on  with  con- 
siderable elongation  in  the  first  place,  they  will  be- 
come loose.  To  avoid  this,  the  parts  must  be  put  on 
so  tightly  that  the  metal  will  be  stressed  more  than 
the  stress  that  will  be  produced  by  rotation.  If  this 
is  not  done,  the  ring  will  stretch  enough  to  become 
larger  than  the  shaft  and  will  be  loose.  This  would 
cause  trouble  with  the  balance.  One  time  it  would  be 
touching  on  one  side  of  the  shaft  and  then  on  the 
other.  This  would  cause  the  machine  to  shake  badly 
and  parts  of  it  would  wear  rapidh'. 

One  of  the  difficulties  of  operating  machinery  at 
very  high  speeds  is  to  get  the  rotating  parts  perfectly 
balanced,  so  that  they  will  riui  smoothly  without 
shaking.  Wheels  and  other  revolving  pieces  of  ma- 
chinery are  usually  balanced  by  laying  the  shaft  on 
which  they  are  mounted  on  two  smooth  and  level 
rails,  so  that  the  wheel  and  shaft  may  roll  over  on 
the  rails  readily,  allowing  the  heavy  portion  to  come 
to  the  bottom.  By  adding  the  right  amount  of  weight 
tti  the  rim  of  the  wheel  at  the  top,  the  wheel  may  be 
balanced  so  that  it  will  lie  quiet  with  any  portion  of 
the  rim  at  the  top,  that  is,  it  will  remain  in  any  posi- 
tion to  which  it  is  turned  and  brought  to  rest.  This 
produces  what  is  known  as  a  "static  balance,"  and  for 
most  machinery  it  is  of  sufficient  accuracy  for  prac- 
tical use.  This  method  is  accurate  within  its  limits 
only  for  wheels  or  di.scs  which  do  not  have  much 
length  along  the  shaft.  The  rotating  part  of  an  electric 
generator  usually  has  considerable  length  along  the 
shaft,  the  length  being  frequently  greater  than  the 
diameter.  Such  a  mass  cannot  be  balanced  perfectly 
standing  still,  since  an  irregularity  in  the  balance  on 
one  end  of  the  cylinder  may  be  ofifset  by  a  correspond- 
ing irregularity  on  the  other  end  of  the  cylinder,  so 
that  while  it  is  apparently  in  perfect  equilibrium,  it 
may  not  run  smoothly.  If  two  or  more  wheels  are 
mounted  on  one  shaft,  it  is  necessary  to  balance  each 
wheel  by  itself  before  putting  them  on  the  permanent 
shaft. 

In  building  up  rotors  of  turbine  generators  we 
frequently  build  them  up  in  sections  or  discs  a  few 
inches  in  length,  and  balance  each  section  before  they 
are  all  placed  together  to  form  a  cylinder.  In  nrder 
to  have  such  structures  rotate  without  vibration,  they 
must  be  balanced  by  a  running  balance,  ^^'e  must 
determine  how  much  weight  is  necessarj-  at  each  end 
and  where  it  must  be  located  when  the  part  is  rotating. 
This  work  is  done  by  means  of  balancing  machines. 
These  are  very  ingenious  machines  that  have  been 
devised  during  the  last  few  years,  especially  for  man- 
ufacturing parts  to  be  used  on  steam  turbines  and  on 
machinery  driven  by  steam  turbines.  The  balancing 
by  these  machines  depends  on  a  principle  that  is  not 
very  well  known  except  by  persons  actually  engaged 
in  the  work  of  designing  or  building  high  speed  ma- 
chinery. This  principle  is  that  a  revolving  body  tends 
to  rotate  around  its  center  of  gravity,  and  if  allowed 
to  turn  about  this  point,  it  will  run  sinoMthly.'  The 
behavior  of  a  body  rotating  around  its  center  of  gra\-- 
ity  is  familiar  to  all  of  us  in  the  spinning  of  a  top  when 
it  has  "gone  to  sleep."  A  spinning  top  is  said  to  have 
"gone  to  sleep"  when   after  it  has  started   to  spin   it 


has  made  a  few  g}'rations  and  has  settled  down  so  that 
it  seems  almost  motionless.  By  taking  advantage  of 
this  principle  it  is  possible  to  locate  very  accurately 
just  where  weights  must  be  added  on  a  rotating  body, 
and  by  a  few  trials,  the  correct  amount,  so  that  such 
bodies  can  be  made  to  rotate  without  vibration,  at 
very  high  speeds.  All  parts  must  be  made  rigid  and 
solid,  and  every  precaution  must  be  taken  so  that 
parts  will  not  become  displaced  while  running. 

This  brings  us  to  another  very  interesting  phe- 
nomenon in  connection  with  high  speed  machinery  that 
is  of  sufficient  importance  to  be  studied.  It  is  what  is 
known  as  "critical  speed"  of  a  revolving  structure.  Per- 
haps I  can  convey  some  idea  of  what  we  mean 
by  "critical  speed."  It  is  well  known  to  engineers 
and  musicians  that  a  string  stretched  between  two 
supports,  or  a  reed  or  a  metal  rod  if  supported  firmly 
at  the  ends,  or  at  one  end,  will  vibrate  at  a  definite 
pitch  or  rate  if  the  unsupported  portion  is  displaced 
and  allowed  to  move  freely  on  returning.  The  steel  shaft 
on  which  the  revolving  part  of  a  machine  is  mounted, 
ma}'  be  regarded  as  a  reed  supported  at  both  ends, 
and  it  will  behave  like  a  reed  if  it  is  set  into  vibra- 
tion, that  is,  it  will  vibrate  at  a  definite  rate.  It  is  well 
known  that  a  vibrating  reed  may  be  made  to  vibrate  far- 
ther, although  not  more  rapidly,  by  repeating  impulses 
on  the  reed.  Vibrations  at  any  other  rate  cause  a  dis- 
cord and  tend  to  check  the  vibrations  in  any  given 
reed.  The  pitch  of  a  shaft,  that  is,  the  number  of 
vibrations  that  it  will  respond  to,  is  usually  large — 
perhaps  from  2000  to  3000  per  minute.  If  now,  an  un- 
balanced wheel  is  mounted  on  a  shaft  and  run  at  a 
low  speed,  it  does  not  tend  to  set  up  vibrations  in  the 
shaft  corresponding  to  its  pitch;  but,  as  the  speed 
increases,  there  may  be  a  time  at  which  the  speed,  that 
is,  the  number  of  revolutions  of  the  shaft,  occurs  as 
often  per  minute  as  the  natural  period  of  vibration  of 
the  shaft  regarded  as  a  reed.  Under  this  condition 
the  shaft  will  respond  to  the  impulses  caused  by  the 
turning  of  the  unbalanced  wheel.  Each  revolution 
of  the  shaft  increases  the  amplitude  of  the  vibration 
of  the  shaft,  and  if  the  speed  was  maintained  at  this 
rate  for  any  length  of  time,  the  vibration  of  the  shaft 
might  become  serious  enough  to  permanently  injure  it, 
or  some  other  parts  of  the  machine.  This  speed  is 
what  is  known  as  the  "critical  speed."  In  ordinary 
machinery  this  condition  is  rarely  met  with,  because 
the  pitch  of  a  shaft  is  usually  many  times  that  of  the 
number  of  revolutions,  but  on  steam  turbines  and 
steam  turbine  generators  the  speed  of  the  rotating 
part  is  such  that  we  frequently  run  above  the  critical 
speed.  "Above  the  critical  speed,"  the  revolving  part 
will  rotate  around  its  own  center  and  will  run  particu- 
larly smoothly.  The  revolving  part,  like  the  top.  might 
be  said  to  ha\e  "gone  to  sleep" ;  like  the  top,  to  get 
into  this  state  it  must  first  go  through  several  vibra- 
tions, the  amount  of  such  vibrations  depending  on  the 
degree  of  unbalancing,  the  stiffness  of  the  shaft  and 
other  factors.  As  there  is  some  danger  of  injury 
from  the  vibrations  to  the  parts  in  running  through 
the  critical  speed,  as  I  have  tried  to  point  out,  it  is 
only  under  exceptional  conditions  that  machines  are 
run  above  the  critical  speed.  This  can  usually  be 
avoided  by  increasing  the  stiffness  of  the  shaft,  but 
sometimes  the  limitations  of  the  designs  are  such  that 
this  cannot  be  rlone. 
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Tile  hinilicr  mill  as  a  power  consunu'r  has  long 
been  a  w  ill-o"-thc-\visp  to  the  electric  plant  in  search 
■  of  a  load.  The  old  millnian  argues 
Electricity  in  the  tli^^t  his  waste  wood  is  good  fuel  for 
Sawmill  a   slcam   plant   whose   engine  runs 

the  mill,  only  a  few  of  the  more 
])rogressi\'e  recognizing  the  advantages  of  an  interme- 
diary electric  equipment.  The  greater  flexibility  of 
operation,  the  increased  output  and  tlie  reduced  fire 
hazard  are  well  illustrated  in  the  Potlatch  Lumber 
Company's  i)lant  as  described  in  this  issue.  They 
fully  compensate  for  the  extra  cost  of  electrical  ap- 
|)aratus  as  com])ared  uith  the  old-fashioned  drives, 
especially  as  an  electricall}'-driven  mill  is  often  in- 
surable if  the  power  plant  is  isolated  from  the  mill. 

The  obvious  benefits  to  be  derived  from  such  an 
isolated  plant  suggest  the  further  superiority  of  trans- 
mitted electric  power  from  a  hydroelectric  plant.  As- 
sumin,g  that  the  fuel  cost  is  nil,  the  charges  for  de- 
l>reciation,  maintenance,  interest  and  attendance  of  a 
steam  power  plant  are  seldom  less  than  .007  cents  per 
kw.-hour.  Power  can  be  supplied  at  this  price  or 
lower  to  man_\'  mills  who  could  thus  ol)\Mate  not  only 
the  first  cost  of  installation  and  the  std^sequent  wages, 
but  also  all  near-by  fire  hazards.  The  resulting  bene- 
fits to  the  mill  and  to  the  power  ])lant  are  nnitual. 
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The  proposal  for  an  electric  lighting  system  in  the 
Society  Islands,  as  printed  elsewhere  in  this  issue,  has 
been  the  source  of  no  little  amuse- 
Common  Sense       ment  to  several  engineers  who  are 
In  Contracts  sticklers  as  to  the  form  of  engineer- 

ing contracts  and  specifications. 
We  are  not  informed  whether  the  author  of  this  liter- 
ary engineering  oddity  is  fully  posted  on  the  law  of 
contracts,  but  he  certainly  exhibits  great  common- 
sense  in  presenting  his  proposition  to  the  untutored 
minds  of  the  Mayor  of  Papeete  and  his  counselors. 
There  can  be  no  doubt  as  to  what  he  intends  to  do  and 
how  he  proposes  to  do  it.  As  much  cannot  always  be 
said  of  some  contracts  we  have  read.  Furthermore,  it 
landed  the  job. 


Our  Eastern  visitors  often  ask  why  the  low-head 

power  possibilities  of  the  West  are  not  developed.  The 

,         II       1  great   rivers   of  ^^''ashington,   Ore- 

Low  Head  j  /-  i<-  -.i  ^t    •    i 

lj    J        ..  gon  and  Lahfornia,  with  their  large 

y   rau  ic  ^^^^    ^^^    swift    current,    resemble 

Uevelopment  Eastern    power   sources   and   seem 

to  oiifer  fewer  difficulties  than  do  the  high-head 
streams.  The  Columbia  and  the  Sacramento,  together 
with  their  tributaries,  and  many  other  smaller  streams 
more  remote  from  power  markets,  or  having  less  con- 
stant flow,  have  an  even  grade  and  a  slight  fall  per 
mile.  There  are  a  number  of  sites  where  dams  might 
be  erected  and  power  devoleped,  but  a  brief  calcula- 
tion shows  that  the  ratio  of  cost  to  power  available  is 
out  of  all  proportion  to  that  of  high-head  developments 
higher  in  the  mountains. 

In  the  Northwest  there  have  been  several  success- 
ful low-head  developments  for  irrigation  purposes,  but 
in  California  the  only  example  of  any  size,  the  3700- 
kilowatt  Folsom  plant,  is  inoperative  during  the  sum- 
mer low-water  period  of  the  American  River.  Their 
massive  headworks  and  frequently  long  canals  are 
more  costly  than  man\-  undeveloped  high-head  possi- 
bilities which  long-distance  transmission  renders  avail- 
able. 


The  development  of  the  gas  engine  has  made  pos- 
sible a  prime  mover  of  relatively  high  efficiency,  in- 
„.   ,    „       .  dispensable  to  many  industries.    Its 

High  lension  remarkable    refinements    since    the 

Automobile  introduction    of    automobiles    and 

Ignition  power     boats     well     exemplifying 

that  "necessity  is  the  mother  of  invention,"  and  have 
made  possible  the  use  of  heavier-than-air  flying  ma- 
chines. 

Were  it  not  for  the  electric  spark  the  clumsy  igni- 
tion schemes  of  the  earlier  gas  engines  might  still  be 
in  use.  The  low  tension  make-and-break  spark,  long 
used  as  the  only  dependable  means  of  igniting  the 
compressed  charge  of  hyro-carbon  gas,  has  now  al- 
most been  displaced  by  the  high  tension  jump  spark 
system,  due  to  its  simplicity  and  notwithstanding  its 
uncertain  operation.  The  indifferent  success  of  the 
low  tension  magneto  as  a  substitute  for  primary  or 
secondary  batteries  brought  about  the  high-tension 
magneto. 

Good  results  are  obtained  with  the  jump-spark  if 
all  parts  of  the  apparatus  are  in  working  order,  but 
there  are  several  points  between  the  battery  and  the 
plug   where   troubles    may   be    experienced,    from    the 


exhaustion  of  the  battery  to  the  smutting  of  the  spark 
points.  In  this  system  a  low  tension  current  supplied 
to  the  primary  winding  of  an  induction  coil  is  made 
to  oscillate  through  a  make-and-break  vibrator,  actu- 
ated by  the  iron  core  of  the  coil.  A  pulsating  high 
tension  current  is  supplied  from  the  secondary  wind- 
ing to  the  leads  which  pass  to  the  opposite  sides  of 
the  spark  plugs.  A  condenser  placed  across  this  line 
so  amplifies  the  discharge  between  the  spark  points  as 
to  give  sufficient  heat  to  ignite  the  mixture.  The  string 
of  sparks  delivered  are  not  hot  enough  to  ignite  the 
mixture  instantly,  but  there  is  a  time  element,  both 
in  the  delivery  of  the  spark  and  the  ignition,  which 
necessitates  that  starting  of  the  spark  must  be  ad- 
vanced ahead  of  the  actual  time  that  it  is  desired  the 
explosion  shall  take  place.  The  more  rapid  the  ex- 
plosions, the  greater  must  be  this  advance. 

In  the  development  of  the  magneto  to  simplify  the 
jump  spark  system,  it  was  aimed  to  make  the  action  as 
nearly  automatic  as  possible,  to  eliminate  weak  points 
and  to  supply  a  spark  of  sufficient  rapidity  and  heat 
to  ignite  the  charge  almost  instantaneousl}'. 

Until  recently  little  was  known  about  the  design 
of  induction  coils  and  magnetos  to  obtain  the  best  re- 
sults and  at  the  same  time  be  automatic,  fool-proof 
and  durable  under  the  severe  conditions  found  in  auto- 
mobile work.  Many  clever  devices  have  been  devel- 
oped and  put  to  use,  but  the  practice  as  first  aimed 
at  seems  to  prevail.  The  high  tension  magneto  has 
an  "H"  armature  with  a  single  fine  wire  winding  of 
many  turns  and  generates  a  high  electromotive  force. 
This  is  connected  to  a  revolving  condenser  on  which  is 
mounted  a  make-and-break  switch.  The  e.  m.  f.  is  mo- 
mentarily generated  as  the  armature  breaks  the  mag- 
netic continuity  between  the  pole  pieces  and  for  this 
reason  the  armature  speed  does  not  afifect  the  current 
generated,  except  as  the  increase  of  speed  increases 
the  impulses  of  e.m.  f.  The  condenser  switch  operat- 
ing in  sjmchronism  with  the  revolutions  of  the  arma- 
ture, opens  at  the  proper  time  to  discharge  the  con- 
denser through  the  line  connected  to  the  proper  spark 
plug,  the  distribution  being  accomplished  through  a 
system  of  brushes  or  a  distributer.  The  magneto  is 
driven  through  gears  by  the  engine  shaft  and  the  whole 
may  be  connected  as  a  unit,  afifording  the  utmost  sim- 
plicity and  compactness.  The  spark  from  the  power 
driven  magneto  occurs  at  exactly  the  time  that  the 
explosion  is  desired  and  being  hotter  than  the  ordinary 
battery  jump  spark,  causes  a  more  complete  as  well 
as  a  quicker  ignition  with  a  resulting  greater  efficiency 
in  the  engine  or  more  power  delivered  to  the  shaft. 

But  this  is  not  the  only  advantage,  the  spark 
being  almost  instantaneous,  and  its  point  of  genera- 
tion being  in  synchronism  with  the  speed  of  rotation, 
there  is  practically  no  limit  to  the  speed,  from  the 
electrical  point  of  view,  at  which  the  engine  may  be 
operated.  There  are  variations  in  this  construction, 
for  instance,  one  magneto  has  a  stationary  armature, 
and  between  the  armature  and  the  pole  faces  is  an 
oscillating  iron  shield,  which,  varying  the  flux  between 
the  poles,  causes  the  generating  of  electro-motive  force 
as  before.  While  electricity  has  made  the  light  gas 
engine  possible,  the  refinement  in  the  form  of  the  high 
tension  magneto  has  permitted  improvements  which 
were  undreamed  a  decade  ago.  and  these  improve- 
ments have  made  the  airship  a  reality. 
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PERSONALS. 

E.  J.  de  Sabla  is  making  an  extensive  tour  of  Europe  with 
his  family. 

A.  R.  Maujer,  associate  editor  of  "Power,"  of  New  York, 
is  a  San  Francisco  visitor. 

Leon  Bly,  secretary  of  the  Tehama  Light  &  Power  Com- 
pany of  Red  Bluff,  recently  visited  San  Francisco. 

Charles  L.  Stamps,  Jr.,  a  gas  appliance  manufacturer  of 
Los  Angeles,  recently  paid  a  visit  to  San  FVancisco. 

John  A.  Shackleford  has  been  elected  president  of  Ta- 
coma  Railway  and  Power  Company  of  Tacoma,  Wash. 

August  Herrmann,  who  is  interested  in  the  Cincinnati  Gas, 
Coal,  Coke  &  Mining  Company,  is  a  San  Francisco  visitor. 

F.  F.  Skeel,  manager  of  Crouse-Hinds  Company,  is  at  Los 
Angeles  for  a  week  and  will  return  East  via  San  Fi-ancisco. 

W.  S.  Heger,  manager  for  the  Allis-Chalmers  Company  in 
California,  spent  the  past  week  at  his  Los  Angeles  office. 

H.  R.  Noack,  general  manager  of  Pierson,  Roeding  & 
Co.,  is  making  a  trip  to  New  York  and  the  Eastern  manu- 
facturing centers. 

A  M.  Erwin,  treasurer  of  the  Westinghouse  Electric  & 
Manufacturing  Company,  has  arrived  at  the  San  Francisco 
office  from  Pittsburg. 

H.  F.  Dodge,  division  commercial  superintendent  of  the 
Western  Union  Telegraph  Company,  has  returned  to  his  San 
Francisco  office,  after  a  tour  of  the  Pacific  Northwest. 

Wallace  W.  Briggs,  manager  of  the  Westinghouse  Elec- 
tric &  Manufacturing  Company's  district  agency  with  head- 
quarters at  San  Francisco,  left  last  week  for  East  Pittsburg. 

C.  D.  Heise,  of  the  sales  department  of  the  Westinghouse 
Electric  &  Manufacturing  Company,  has  returned  to  San 
Francisco  after  paying  a  visit  to  the  works  at  East  Pittsbrug. 

Rudolph  W.  Van  Norden  is  in  the  mountains  of  Lake 
County.  California,  on  engineering  work  for  the  Clear  Lake 
Power  &  Irrigation  Company,  for  which  he  is  consulting 
engineer. 

A.  A.  Serva,  sales  manager  of  the  Fort  Wayne  Electric 
Works,  is  at  San  Francisco,  where  he  will  spend  some  time 
with  George  I.  Kinney,  manager  of  the  Pacific  Coast  branch 
office. 

H.  A.  Lardner,  manager  of  the  Pacific  Coast  office  of 
J.  G.  White  Co.,  of  New  York,  spent  the  past  week  in 
Southern  California  looking  over  the  electrical  construction 
work  which  the  firm  has  in  hand. 

F.  I.  Annabel,  formerly  general  superintendent  of  the 
Arizona  and  Swansea  Railroad  at  Swansea,  Ariz.,  has  been 
ajipointed  assistant  superintendent  of  the  northern  division 
of  the  Pacific  Electric  Railway  at  Los  Angeles. 

Rodrick  J.  McHugh,  formerly  a  branch  manager  of  the 
Kellogg  Switchboard  &  Supply  Company,  and  later  connected 
with  the  Arizona  Telephone  Company,  was  at  Los  Angeles  last 
week.  He  now  represents  the  Hughes  Electric  Heating  Com- 
pany on  the  Pacific  Coast. 

George  R.  Field,  assistant  general  manager  of  the  Great 
Western  Power  Company,  has  resigned,  to  take  effect  July  1. 
This  follows  the  resignation  of  H.  H.  Sinclair  as  general 
manager  of  the  same  company,  announced  in  a  recent  issue, 
Mr.  Field  having  decided  on  this  action  at  the  same  time. 
Mr.  Sinclair  and  Mr.  Field  will  probably  retain  a  connection 
with  the  company  in  its  large  construction  work  contemplated 
on  the  Feather  River,  as  the  plans  for  this  work  were  pre- 
pared by  them,  and  it  is  understood  to  be  the  desire  of  the 
officials  of  the  company  that  the  actual  work  should  be  done 
under  their  direction.    In  addition  to  his  other  duties  Mr.  Field 


has  had  the  general  direction  of  the  construction  work  of  the 
company  for  the  past  two  years,  including  the  large  concrete 
dam  at  Big  Bend,  Feather  River,  finished  last  November. 


Newly  elected  members  of  the  American  Institute  of 
Electrical  Engineers  Include  H.  A.  Barre,  electrical  engineer. 
Electric  Operating  Construction  Co.,  Los  Angeles,  Cal.;  H.  S. 
Buchanan,  station  superintendent,  Telluride  Power  Co.,  Provo, 
Utah;  J.  R.  Butler,  construction  engineer,  Northern  Califor- 
nia Power  Co.,  Balls  Ferry,  Cal.;  J.  E.  N.  Carpenter,  electrician. 
Pacific  Gas  &  Electric  Co.,  Sacramento,  Cal.;  W.  C.  Campbell, 
engineering  department.  General  Electric  Co.,  San  Francisco, 
Cal.;  W.  O.  Crooks,  electrician,  Northwestern  Improvement 
Co.,  Cle  Elum,  Wash.;  I.  F.  Dix,  division  plant  engineer.  Pacific 
T.  &  T.  Co.,  Los  Angeles,  Cal.;  B.  G.  Flaherty,  electrician. 
Northwestern  Improvement  Co.,  Cle  Elum,  Wash.;  F.  H. 
Fowler,  assistant  chief  engineer,  LT.  S.  Forest  Service,  San 
Francisco,  Cal.;  J.  A.  Gregory,  manager  record  department. 
Home  Telephone  Co.,  Los  Angeles,  Cal.;  J.  A.  Harris,  chief 
operator  Great  Western  Power  Co.,  Oakland,  Cal.;  O.  B.  Helt, 
sales  agent,  General  Electric  Co.,  Portland,  Ore.;  John  Hood, 
engineering  department.  General  Electric  Co.,  San  Francisco, 
Cal.;  J.  M.  Htmgate,  superintendent  of  sub-stations  Spokane 
&  Inland  Emprise  Railway  Co.,  Spokane,  Wasih.;  J.  C.  Jones, 
salesman  Westinghouse  Electric  &  Manufacturing  Co.,  Salt 
I^ke  City,  Utah;  S.  J.  Keese,  district  manager,  Westinghouse 
Electric  &  Manufacturing  Co.,  Los  Angeles,  Cal.;  G.  L.  Larson, 
assistant  professor  of  mechanical  engineering,  University  of 
Idaho,  Moscow,  Idaho;  J.  S.  La  Sha,  chief  of  engineering 
department,  San  Diego  Consolidated  Gas  &  Electric  Co.,  San 
Diego,  Cal.;  R.  G.  Littler,  manager  West  Coast  Engineering 
Co.,  Portland,  Ore.;  Wm.  Maddock,  superintendent  of  electrical 
distribution,  Los  Angeles  Gas  &  Electric  Corporation,  Los 
Angeles,  Cal. ;  W.  L.  Miller,  superintendent  United  Missouri 
River  Power  Co.,  Helena,  Mont.;  A.  A.  R.  Perrine,  instructor  of 
electrical  engineering,  Montana  State  College,  Bozeman, 
Mont.;  F.  C.  Piatt,  underground  electric  distribution  depart- 
ment, Oakland  Gas,  Light  &  Heat  Co.,  Oakland,  Cal.;  C.  O. 
Smith,  station  operator,  Los  Angeles  Pacific  Co.,  Los  Angeles, 
Cal.;  J.  L.  R.  Wood,  manager  Albany  Iron  Works,  Albany,  Ore.; 
D.  D.  W^right,  salesman,  Wagner  Electric  Manufacturing  Co., 
San    Francisco,    Cal 


TRADE    NOTES. 


The  Fort  Wayne  Electric  Works  secured  the  contract  for 
the  transformer  work  in  connection  with  the  large  hydro- 
electric development  for  the  city  of  Tacoma,  Wash.,  on  the 
Nisqually  River.  Both  power-station  and  substation  trans- 
formers for  the  30,000-kw.  installation  are  included  in  the 
contract. 

The  Pelton  Water  Wheel  Company  of  San  Francisco  has 
been  awarded  the  contract  for  the  impulse  wheels  tor  new 
installation  of  the  Mother  Lode  Mining  Company  in  British 
Columbia.  About  nine  wheels,  varying  from  10  h.p.  up  to 
400  h.p.  each,  will  be  installed  to  operate  under  an  effective 
head  of  about  640  feet.  Each  generator  air  compressor  and 
other  unit  in  connection  with  the  running  works,  will  have  its 
individual  water  wheel,  adapted  to  the  class  of  service  desired. 

The  General  Electric  Company  recently  issued  bulletins 
describing  its  Type  F.  Oil  Switches.  Bulletin  No.  4821  deals 
with  switches  for  use  on  circuits,  the  voltage  of  which  does 
not  exceed  15,000,  and  No.  4823  refers  to  switches  designed 
for  voltages  of  from  22,000  to  110,000.  These  switches  are 
adapted  to  the  requirements  of  modern  stations  employing 
these  switches.  They  are  top  connected  and  are,  therefore, 
adapted  to  overhead  station  wiring.  There  is  a  double  break 
for  each  pole  and  the  break  takes  place  in  oil.  These  switches 
can  be  fitted  with  either  hand  operated  or  solenoid  operated 
mechanism. 
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991,624.  Safety  Device  for  Hydraulic  Systems.  Leopold 
M.  Karnasch,  San  Francisco,  Cal.  A  safety  device  for  a  pipe 
line  comprising  a  by-pass  for  a  siiort  length  of  the  line,  the  by- 
pass being  divided  into  two  sections,  the  ends  of  the  sections 


being  provided  with  nozzles,  spaced  apart  and  facing  each 
other  and  needle  valves  in  the  nozzles  operated  by  a  varia- 
tion in  pressure  in  the  pipe  line  to  varry  the  size  of  the  noz- 
zle openings. 

991,965.  Wire-Tightener,  .lesse  Flint,  Cool,  Cal.,  assignor 
of  one-half  to  George  E.  Lukens,  East  Auburn,  Cal.  The  com- 
bination in  a  wire  tightener,  of  a  lever  having  a  fulcrum,  two 
rods  pivoted  to  the  lever  on  each  side  of  the  fulcrum,  a  car- 
riage slidable  on  the  rods,  said  carriage  comprising  a  plate 

g      ra  a 


v;ith  bent  perforated  flanges  through  which  the  rods  pass, 
and  said  plate  having  a  perforated  platform  extension,  per- 
forated gripping  bars  through  which  said  rods  pass,  said  bars 
loosely  fitting  the  perforations  in  said  platform  extension,  and 
springs  acting  against  the  carriage  and  gripping  bars  to  pre- 
vent the  latter  gripping  said  rods  on  the  return  stroke. 

991,877.  Electrical  Liquid-Heater.  Andrew  P.  Nichols, 
Seattle,  Wash.,  assignor  to  Central  Manufacturing  Company, 
Seattle,  Wash.     In  an  electric  liquid  heater,  in  combination. 


a  superposed  series  of  conductive  plates  spaced  apart,  and 
having  an  insulating  covering  upon  one  side,  said  plates  being 
arranged  with  like  surfaces  of  successive  plates  opposed  and 


having  openings  permitting  passage  of  the  liquid  successively 
through  the  spaces  between  said  plates,  and  means  for  con- 
necting alternate  plates  with  opposite  poles  of  an  electric 
generator, 

992,005.  Balancing  Device  for  Thrust-Bearings.  Carl  A. 
Krogh,  San  Francisco,  Cal.  In  a  centrifugal  pump,  in  com- 
bination with  the  impeller  and  its  shaft,  a  pressure  chamber 
surrounding  the  shaft,  a  hollow  piston  adjustably  connected 
to  said  shaft  and  having  one  side  exposed  to  the  pressure 
in  said  chamber  and  on  its  other  side  to  the  suction  of  the 


pump,  and  a  surrounding  packing  ring  resting  upon  a  seat 
in  said  chamber,  a  loose  collar  mounted  on  said  shaft  above 
said  piston,  provided  with  a  projecting  arm  and  a  valve  in 
said  chamber  mounted  on  said  arm  and  moved  by  the 
longitudinal  movement  of  said  shaft,  and  operative  to  open  • 
and  close  a  communication  between  said  chamber  and  the 
source  of  ])ressure. 

992,084.  Incandescent  Lamp  Lock.  Charles  W.  Trulock, 
Los  Angeles,  Cal.  .\n  incandescent  lamp  lock  comprising  a 
swivel  plug  socket  consisting  of  a  plug  member  and  a  socket 
member  each  having  a  central  terminal,  lugs  carried  by  said 
socket  member,  said  plug  member  being  adapted  to  be  con- 
nected with  a  lamp  socket, an  incandescent  lamp,  adapted  to  be 


connected  witih  said  locket  member,  a  collar  having  connection 
at  one  end  with  said  lamp  socket  and  adapted  to  conceal  said 
adapter,  and  means  carried  by  said  collar  adapted  to  be  actu- 
ated by  a  key  to  engage  one  of  said  lugs  to  hold  said  socket 
member  stationary  to  enable  the  connection  with  or  removal 
of  the  incandescent  lamp  socket  from  said  socket  member. 
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SWITCHBOARD  FREQUENCY  METERS. 
The  accurate  adjustment  of  frequency  is  of  great  economic 
importance,  and,  therefore.  It  is  highly  desirable  to  be  able 
to  measure  frequency  directly.  There  are  several  forms  of 
frequency  meters  on  the  market,  but  none  meets  all  of  the 
requirements  of  general  switchboard  service.  The  Weston 
Electrical  Instrument  Company  of  Newark,  N.  J.,  has  devel- 
oped a  new  type  of  frequency  meter  which  they  claim  meets 
every  requirement  of  switchboard  service. 


Fig.  1.     Front  View  Frequency  Meter. 

The  device  consists  of  a  combination  of  resistors  and 
reactors  connected  to  a  differential  meter  which  is  arranged 
to  indicate  frequency.  The  circuits  are  shown  in  Fig.  3.  They 
form  a  sort  of  Wheatstone  bridge  arrangement.  One  side  of 
the  bridge  consists  of  a  resistor,  the  coils  of  the  instrument 
and  a  reactor  all  in  series,  and  the  other  side  consists  of  a 
reactor  and  resistor.  The  whole  combination  is  connected  In 
series  with  a  reactor  across  the  line,  and  then  a  short  con- 


lished  through  one  coil  and  less  through  the  other,  the  differ- 
ence being  carried  by  the  lead  A. 

The  indicating  instrument  is  a  soft-iron  type  meter  with 
two  field  coils.  These  coils  are  wound  flat  and  slipped  one 
inside  the  other  with  their  magnetic  axes  in  space  quadra- 
ture.    The  working  field  is  the  resultant  of  these  two  quad- 


Fig.  3.     Circuit  Diagram. 

rature  components,  and,  therefore,  its  space  position  depends 
entirely  upon  the  relative  value  of  the  two  component  fields. 
Within  the  field  coils  there  is  situated  an  iron  needle  mounted 
on  a  pivoted  staff  and  left  perfectly  free  to  rotate.  This  needle 
always  aligns  itself  with  the  resultant  field,  and  since  the  re- 
sultant field  occupies  a  definite  position  for  every  combination 
of  current  values  in  the  field  coils,  and  since  the  division  of 
current  between  the  coils  depends  upon  the  frequency,  each 
position  of  the  needle  corresponds  to  a  given  frequency  and 
the  scale  may  be  calibrated  to  read  directly  in  cycles  per 
second. 

By  properly  choosing  the  constants  of  the  circuits  and 
suitably  designing  the  indicating  instrument,  the  scale  has 
been  rendered  uniform  and  open  throughout  its  entire  range 
and  therefore  readings  may  be  made  from  a  distance  based 
upon  the  general  position  of  the  pointer  with  reference  to  the 
scale  as  a  whole. 


Fig.  2.     Interior  View  Frequency  Meter. 


Fig.    4.     Auxiliary    Box. 


nection,  A,  is  made  from  a  point  between  the  two  coils  and  a 
point  between  the  resistor  and  the  reactor  on  the  other  side 
of  the  bridge. 

The  constants  of  the  circuits  are  so  adjusted  that  there 
will  be  no  difference  of  potential  across  the  lead  A  at  normal 
frequency,  then  when  the  frequency  departs  from  normal,  the 
reactance  will  change  and  cause  more  current  to  be  estab- 


A  superficial  consideration  of  the  theory  of  this  instru- 
ment will  show  that  the  accuracy  is  largely  dependent  upon 
the  proper  performance  of  the  reactors.  The  reactors  and 
resistors,  which  are  mounted  together  in  one  auxiliary  box, 
are  shown  in  Fig.  5.  As  may  be  seen,  the  general  appearance 
of  the  construction  is  very  similar  to  that  of  a  core-type  trans- 
former. 
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The  core  material  is  a  special  alloy  steel  having  a  low 
liysteretic  constant  and  high  permeability.  The  laminations  are 
made  extremely  thin  and  are  thoroughly  insulated  to  reduce 
eddy  currents  to  a  minimum.  They  are  firmly  bolted  together 
to  prevent  vibration  and  loosening  of  the  parts  and  therewith 
avoid  changes  in  magnetic  reluctance.  The  air  gaps,  of  which 
there  are  two,  are  made  easily  and  accurately  adjustable  and 
by  virture  of  their  location,  one  in  the  middle  of  each  coil 
they  are  shielded  by  the  conductor  turns  and  thus  the  for- 
mation of  stray  or  leakage  fields  is  preventea.  Stray  fields 
such  as  are  formed  around  unshielded  air  gaps  are  very  objec- 
tionable since  they  vary  with  the  voltage.  In  the  present 
instance  such  troubles  are  practically  nil;  for  example,  this 
frequency  meter  will  indicate  the  correct  value  of  frequnecy 
within  1'/^  per  cent  between  75  and  150  volts. 


Fig.  5.     Reactors  and  Re.sistors. 

The  indications  are  also  independent  of  any  wave  dis- 
tortion which  ordinarily  occurs  in  practice,  the  higher  har- 
monics being  damped  out  by  the  reactor  in  series  with  the 
device. 

The  movable  system  is  extremely  light  and  perfectly 
damped;  therefore,  it  is  sensitive  and  dead  beat  and  will  fol- 
low accurately  every  change  in  frequency. 


WOOD  STRAIN   INSULATORS  FOR  ELECTRIC  LIGHT  AND 
POWER    LINE   CONSTRUCTION. 

It  appears  to  be  a  prevailing  opinion  with  many  elec- 
trical construction  men  that  wood  strain  insulators  are  prop- 
erly used  only  in  street  railway  installations.  That  this  Im- 
pression is  incorrect  is  evidenced  by  the  volume  of  orders 
that  is  being  placed  by  the  manufacturers  by  exclusive  elec- 
tric lighting  and  power  companies,  for  strain  insulators  of 
this  type. 

Wood  strain  insulators  are  cheaper  than  composition 
forms,  and  are  less  effected  by  the  action  of  the  weather. 
Unlike  porcelain  insulators  they  are  not  brittle  and  they 
have  greater  sparking  distances.  They  can  be  used  in  guy 
wires,  at  dead  ends  of  conductors  and  in  practically  any  ap- 
plication for  which  porcelain  and  composition  insulators  have 
been  used  heretofore. 

One  feature  of  the  wood  strain  insulator  that  renders  it 
particularly  desirable  for  insertion  in  existing  guys  is  that  it 
can  be  cut  in  a  guy  wire  without  its  being  necessary  to  splice 
in  an  additional  length  of  wire.  The  reason  for  this  is  that 
the  wood  insulator  is  relatively  long  and  when  one  is  inserted 
in  a  guy  wire  sufficient  slack  will  result  therefrom  to  form 
the  servings. 

Westinghouse  wood  strain  insulators  are  constructed  of 
specially  selected  hickory  which  is  impregnated  with  a  water- 
proof insulating  compound  and  then  given  two  coats  of  var- 
nish, each  of  which  is  baked  on.  The  caps  are  malleable 
mild  steel  pressed  around  the  conical  ends  of  the  staffs  with 
powerful   hydraulic   presses.     It   is   interesting  to   note   that 


there  is  a  certain  angle  of  pitch  for  each  diameter  of  Insu- 
lator that  gives  maximum  holding  power.  The  greater  the 
angle  the  more  the  metal  will  be  disturbed  in  swaging  it  on 
the  wooden  cone  and  the  more  it  is  deformed  the  weaker  it 
will  be.  On  the  other  hand,  the  smaller  the  angle  of  pitch 
the  greater  is  its  wedge  action  tending  to  open  the  cap  after 
it  has  been  given  a  conical  form. 

Tests  demonstrate  that  when  stressed  to  destruction,  95 
per  cent  of  the  Westinghouse  wood  strain  insulators  will  break 
iri  the  wood.  The  caps  seldom  fall  first.  The  average  ultimate 
tensile  strength  of  the  1-inch  diameter  insulator  is  7000  pounds 
and  of  the  lV4-inch  diameter  insulator,  8000  pounds.  The  av- 
erage ultimate  dielectric  strength  of  insulators  measuring 
5  in.  along  the  staff  between  the  caps  is  over  50,000  volts 
when  tested  dry.  This  seemingly  excessive  insulation  is 
advisable  in  order  that  there  will  be  an  adequate  factor  of 
safety  for  pressures  of  600  volts  when  the  insulation  is  dirty 
and  wet.  Wood  strain  insulators  having  an  insulating  dis- 
tance of  12  inches  are  recommended  for  working  voltages  of 
1000  to  2000.  Wood  strain  Insulators  having  lengths  up  to 
48  inches  are  manufactured  by  the  Westinghouse  Company. 

Metal  caps,  carrying  eyes,  clevises,  or  tapped  bosses  can 
be  furnished.  Caps  of  the  same  style  can  be  furnished  on  each 
of  the  ends  or  a  cap  of  one  style  can  be  furnished  on  one  end 
and  a  cap  of  a  different  style  on  the  other  end. 


A  CENTRAL  MINE   POWER   PLANT. 

The  Victor-American  Fuel  Company,  who  own  one  of  the 
most  up-to-date  and  modern  coal  mining  plants  in  the  South- 
west, has  been  operating  steam  plants  at  three  of  its  coal 
properties  near  Gallup,  New  Mexico.  A  short  time  ago,  it 
decided  to  install  a  central  turbine  plant,  and  transmit  power 
from  this  to  its  other  properties.  To  this  end,  the  company 
constructed  a  fireproof  power  house  built  of  brick,  with  steel 
supported  roof  in  which  it  is  installing  one  300  h.p.  water  tube 
boiler,  and  three  100  h.p.  marine  boilers  with  Illinois  stokers, 
space  being  left  for  additional  boilers  to  be  installed  later. 
Steel  coal  bunkers  are  provided  which  receive  coal  from  a 
table  about  200  feet  away.  The  ashes  from  each  boiler  fire 
pot  are  emptied  into  a  special  car  underneath  the  boilers  and 
these  cars  are  run  out  and  the  ashes  emptied  into  a  pit  from 
v/hich  they  are  conveyed  by  an  aerial  tramway  to  an  ash 
dumping  ground  some  2000  ft.  away. 

In  the  generator  room,  tile  present  installation  will  con- 
sist of  2  ATB  500  kw.  2300  volt  three-phase  General  Electric 
horizontal  condensing  steam  turbines  operating  at  a  speed  of 
3600  r.p.ni  and  a  frequency  of  60  cycles,  space  being  left  for 
two  additional  units.  The  exciters  will  consist  of  two  continuous 
current  15  kw.  125  volt  General  Electric  condensing  turbines 
operating  at  a  speed  of  4500  r.p.m. 

The  switchboard  was  purchased  from  the  General  Elec- 
tric Company  and  will  have  Vermont  blue  marble  panels  and 
standard  finished  instruments.  It  will  consist  of  two  15  kw. 
rt.  c.  exciter  panels,  two  500  kw.  a.  c.  turbine  panels,  and  four 
a.  c.  single  circuit  feeder  panels,  with  all  necessary  instru- 
ments, including  wattmeters,  synchronism  indicator  and  volt- 
age regulator. 

There  are  at  present  four  feeder  circuits  radiating  from 
the  power  house.  One  circuit  goes  to  the  Heaton  mine,  about 
IVi  miles  distant,  where  about  300  kw.  in  motors  are  installed; 
another  runs  in  the  opposite  direction  to  the  company's 
Navajo  mine,  where  it  has  approximately  600  kw.  in  motors; 
the  third  circuit  goes  to  the  Bartlett  mine,  about  1%  miles 
away,  where  200  kw.  in  motors  are  installed;  the  fourth  cir- 
cuit goes  to  the  town  of  Gallup,  five  or  six  miles  away,  where 
the  electricity  will  be  used  for  lighting  and  power.  A  volt- 
age of  6600  was  decided  upon  as  a  suitable  potential  for 
transmission  as  some  of  the  developments  were  situated  four 
t ,  six  miles  from  the  plant.  All  the  circuits  are  protected  by 
General  Electric  aluminum  cell  lighting  arresters. 
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INCORPORATIONS. 
LAKEPORT,  CAL.— The  Mt.  Konocti  Light  &  Power  Com- 
pany has  been  incorporated  by  J.  A.  Foster,  .1.  L.  Davis  and 
J.  Hastings. 

SAN  FRANCISCO,  CAL.— The  National  Illuminating  Com- 
pany has  been  incorporated  for  $1,000,000  by  S.  J.  Kenworthy, 
R.  M.  Cole,  R.  M.  Barr,  G.  A.  and  W.  E.  Bartlett. 

EL  MONTE,  CAL.— The  El  Monte  Light  &  Water  Com- 
pany has  been  incorporated.  Directors:  A.  F.  Snell,  I.  T. 
Baker,  G.  H.  Coffin,  S.  Shirpser  and  M.  Kauffman.  Capital 
stock,  $25,000.     Subscribed,  $50. 

LOS  ANGELES,  CAL.— The  Central  Counties  Gas  Com- 
pany of  California  has  been  incorporated.  Directors:  C.  S.  S. 
Forney,  W.  S.  McFarland,  H.  W.  Ritz,  F.  N.  Hawes,  L.  O. 
Adams,  F.  E.  Miller,  R.  B.  Wheeler,  O.  B.  Hinsdale  and  J.  L. 
McCalley.     Capital  stock,  $1,000,000.     Subscribed,  $9. 


ILLUMINATION. 
ALAMEDA,  CAL. — Steps  are  now   being   taken  to  call  a 
bond  election  in  this  city  which  will  include  $125,000  for  the 
electric  light  plant. 

MADRAS,  ORE.— The  City  Council  has  passed  an  ordi- 
nance authorizing  A.  E.  Hammond  to  construct  and  operate 
an  electric  light  and  power  plant  in  the  city  of  Madras. 

LEAVENWORTH,  WASH.— An  ordinance  granting  to  the 
Tumwater  Light  &  Water  Company  a  43-year  franchise  on  all 
the  streets  and  alleys  of  this  town  is  now  before  the  City 
Council. 

WAITSBURG,  WASH.— The  Council  has  passed  an  ordi- 
nance granting  to  the  Waitsburg  Electric  Light  Company  the 
right  to  maintain  electric  light  and  power  lines  in  the  city  of 
Waitsburg. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  has 
voted  to  accept  the  bid  of  the  Thomas  Day  Company  of  San 
Francisco  of  $13,360.26  for  furnishing  electrical  fixtures  for 
lighting  the  Hall  of  Records. 

LOS  ANGELES,  CAL.— The  High  School  Board  of  Los 
Angeles  is  receiving  sealed  bids  for  furnishing  labor  and 
material  necessary  for  the  electrical  work  of  the  Mechanics 
Building,  Hollywood  High  School. 

SEATTLE,  WASH.— Mayor  George  W.  Dilling  has  signed 
a  bill  passed  authorizing  an  expenditure  of  $75,000  for  the 
construction  and  maintenance  of  a  new  power  house  on  Lake 
Union  at  the  foot  of  Nelson  place. 

LEAVENWORTH,  WASH.— The  Snow  Creek  Water  Com- 
pany, recently  organized  and  now  having  the  construction  of 
a  water  system  under  way,  has  made  application  for  a  fran- 
chise to  furnish  electric  current  for  light  and  power  purposes. 

GOLDENDALE,  WASH.— The  Pacific  States  Electric  Com- 
pany of  Portland  has  purchased  the  electric  light  plant  of  this 
city  from  H.  W.  Fellows.  The  price  paid  was  $55,000  cash. 
The  system  will  be  extended  and  improved  by  the  new  owners 
this  spring. 

ROSEBURG,  ORE.— Fire  last  week  destroyed  the  Win- 
chester plant  of  the  Roseburg  Water  &  Light  Company.  The 
loss  is  given  at  $50,000  with  $12,000  insurance.  Kendall  Bros., 
who  own  the  plant,  also  maintain  a  small  auxiliary  plant  in 
the  south  part  of  Roseburg.  This  will  furnish  the  city  with 
water  and  light  until  the  plant  can  be  repaired. 


LEWISTON,  IDAHO.— The  franchise  sought  by  the  Lewis- 
ton  Clarkston  Improvement  Company  to  supply  this  city  with 
electrical  current  for  heating,  lighting  and  power  purposes  has 
been  passed  by  the  City  Council,  five  members  voting  in  favor 
of  the  franchise. 

TURLOCK,  CAL. — Engineer  Steele  has  presented  to  the 
City  Trustees  a  written  report  as  to  the  probable  cost  of  the 
installation  of  a  municipal  gas  plant.  He  advised  the  Trustees 
not  to  raise  less  than  $50,000  for  this  purpose.  He  estimated 
that  $35,000  would  be  sufficient  to  build  a  plant  that  would 
supply  Turlock  at  the  present  time. 


TRANSMISSION. 
SALEM,  ORE.— The  City  Council  has   voted  to  purchase 
the    Salem    Light    &    Water    &    Power    Company's    plant    for 
approximately  $370,000. 

VANCOUVER,  WASH.— Engineers  of  the  Mount  Hood 
Railway  &  Power  Company  are  here  completing  arrangements 
for  the  construction  of  a  substation. 

PALO  CEDRO,  CAL.— The  Northern  California  Power 
Company  has  built  six  miles  of  power  lines,  north,  east,  south 
and  west,  to  accommodate  these  farmers. 

REDDING.  CAL.— C.  W.  Hill  has  given  notice  of  the 
appropriation  of  300  inches  of  water  to  be  taken  from  Bear 
Creek  to  be  used  for  the  generation  of  electric  power. 

SONORA,  CAL.— D.  H.  Steinmitz,  general  manager  of  the 
Standard  Company  of  Sonora,  and  T.  S.  Bullock  of  the  Sierra 
Railway  Company  have  filed  on  40,000  inches  of  water  in  the 
north  fork  of  the  Tuolumne  River. 

VANCOUVER,  WASH.— The  Mount  Hood  Railway  & 
Power  Company  has  been  awarded  the  contract  for  furnishing 
electricity  at  the  U.  S.  garrison.  The  other  bidder  was  the 
Portland  Railway,  Light  &  Power  Company. 

COLUSA,  CAL.— The  service  on  the  new  60.000  voltage 
line  between  this  city  and  Marysville  started  this  week  and 
the  service  over  the  old  line  to  Gridley  is  a  thing  of  the  past. 
The  Gridley  line  will  be  used  as  a  substitute  in  case  the  other 
line  goes  out. 

SAND  POINT,  IDAHO.— The  town  of  Hope,  East  Hope 
and  Clarkfork  are  after  electricity  for  power  and  light  pur- 
poses and  the  Northern  Idaho  &  Montana  Power  Company  is 
making  estimates  upon  the  cost  of  extending  its  power  line 
from  here  and  if  the  business  in  sight  will  warrant  the 
expenditure. 

SAN  FRANCISCO,  CAL.— A  local  financial  deal  Just 
announced  is  the  sale  of  $1,000,000  worth  of  bonds  by  the 
Northern  California  Power  Company  to  N.  W.  Halsey  &  Co. 
The  company  has  an  authorized  issue  of  $10,000,000,  of  which 
but  a  small  part  has  been  put  out.  The  income  from  the  sale 
will  be  devoted  to  improvements  and  extensions.  The  terms 
of  the  sale  have  not  been  made  public. 

OROVILLE,  CAL.— The  Great  Western  Power  Company 
is  soon  to  start  active  work  on  the  additional  unit  to  the 
plant  at  Las  Plumas.  S.  B.  Hutchinson,  local  labor  agent,  has 
been  instructed  to  secure  a  force  of  laborers.  The  men  will 
be  set  to  work  building  a  road  on  the  Las  Plumas  side  of 
Feather  River  and  erecting  a  number  of  cottages  and  store- 
houses. There  are  now  four  units  at  the  plant  and  plans 
have  been  made  for  the  addition  of  another  unit. 
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TRANSPORTATION. 
OAKLAND,   CAL. — The   Southern   Pacific  Company  oper- 
ated its  first  electric  trains  on  the  Alameda  system  on  May  11. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Works  is 
receiving  sealed  bids  for  furnishing  to  the  city  two  miles  of 
copper  trolley  wire. 

CHICO,  CAL. — The  double  track  franchise  on  Main  street 
desired  by  the  Northern  Electric  Railway  will  be  advertised 
for  sale,  June  6th  having  been  set  by  the  Board  as  the  date 
for  opening  the  bids. 

SANTA  CLARA,  CAL.— Manager  P.  E.  Chapin  of  the 
Peninsular  Railroads  states  that  the  company  intends  to  build 
an  electric  line  from  Santa  Clara  to  Meridian  Corners  and 
that  it  will  be  but  a  very  short  time  before  they  will  have  their 
plans  in  shape  to  ask  for  a  franchise  for  such  road. 

CHICO,  CAL. — J.  B.  Rowray,  formerly  connected  with  the 
Pacific  Electric  Railway  Company  at  Los  Angeles,  has  assumed 
his  new  duties  with  the  Northern  Electric  Company,  filling  the 
vacancy  caused  by  the  resignation  of  Melville  Dozier,  assist- 
ant manager  and  engineer  for  the  company.  Rowray  has  gone 
over  the  road  several  times  and  is  now  familiar  with  it  and 
has  secured  a  general  insight  into  local  conditions.  He  will 
make  his  headquarters  at  Chico. 

MONTEREY,  CAL.— The  Monterey  &  Pacific  Grove 
Electric  Railway  will  abandon  its  lines  on  Decatur  street  from 
Alvarado  street  to  Pacific  street  and  on  Lighthouse  avenue 
in  front  of  the  Presidio  gate  and  run  over  a  private  right  of 
way  from  the  end  of  Alvarado  street  at  the  Custom  House  in 
a  straight  line  along  the  Southern  Pacific  track  to  a  point  on 
its  present  line  on  Lighthouse  avenue.  This  is  announced  by 
General  Manager  Davis,  who  says  that  a  right  of  way  over 
the  Southern  Pacific  Railroad  has  been  secured  and  that  work 
on  the  new  construction  will  commence  at  once. 

LOS  ANGELES,  CAL.— Operation  of  the  Los  Angeles  and 
Redondo  Railway  and  the  San  Pedro  narrow  gauge  line,  as  a 
portion  of  the  southern  division  of  the  Pacific  Electric  Rail- 
way, was  begun  last  week  in  accordance  with  a  circular  issued 
from  the  office  of  J.  McMillan,  general  manager  of  the  Pacific 
Electric.  Tracks  of  the  Los  Angeles  and  Redondo  and  San 
Pedro  line  will  be  broad-gauged,  the  time  for  beginning  the 
change  not  having  been  announced.  Three  new  officials  of 
divisions  of  the  Pacific  Electric,  appointed  recently,  were 
installed  in  office,  as  follows:  W.  T.  Maddox,  superintendent 
of  the  southern  division,  succeeding  Thomas  McCaffery,  re- 
signed; J.  C.  McPherson,  superintendent  of  the  northern 
division,  succeeding  J.  B.  Rowray,  resigned;  F.  L.  Annable, 
assistant  superintendent  of  the  northern  division,  succeeding 
J.  C.  McPherson,  resigned.  Offices  of  the  superintendents  will 
be  in  the  Pacific  Electric  building.  Those  of  the  assistant 
superintendent  will  be  in  Pasadena. 


TELEGRAPH    AND    TELEPHONE. 
OAKLAND,   ORB. — Plans   have  been  adopted   for  the  re- 
building and  improvement  of  the  local  telephone  system. 

EUREKA,  CAL. — According  to  a  report  from  Orleans  the 
forest  service  has  surveyed  the  line  for  a  telephone  service  as 
far  down  the  Klamath  River  as  Bluff  Creek. 

DAVENPORT,  WASH.— The  lines  of  the  local  and  long 
distance  telephone  company  have  been  sold  to  the  Washington 
Consolidated  Telephone  &  Telegraph  Company  of  Spokane,  at 
$10,000. 

WENATCHEE,  WASH.— H.  W.  Boetzkes  of  Chelan  has 
filed  an  application  for  a  franchise  to  construct  a  pole  line  for 
telephone  wires  extending  from  Chelan  14  miles  over  county 
roads.  It  is  rumored  that  the  franchise  is  being  secured  for 
the  Ellingsworths,  who  are  developing  irrigation  projects 
where  the  proposed  line  will  extend. 


SPOKANE,  WASH.— The  Pacific  Telephone  &  Telegraph 
Company  has  made  application  for  a  permit  for  the  new 
exchange  which  is  being  erected  at  the  corner  of  Second 
avenue  and  Stevens  street. 

SAN  FRANCISCO,  CAL.— The  new  wage  agreement  of  the 
electrical  workers  with  the  Pacific  Telephone  &  Telegraph 
Company  has  been  accepted  dating  May  1,  and  embracing  the 
States  of  M^ashington,  Oregon,  California  and  Nevada.  The 
electricians  affected  will  receive  an  increase  in  wages  amount- 
ing to  25  per  cent  and  double  time  for  all  overtime. 


WATERWORKS. 
CORNING,   CAL.— Bids   for  the   construction  of  the   new 
water  system  for  Corning  have  been  opened  by  the  Board  of 
Trustees.     The  contract  was  awarded  to  the  Braun,  Williams 
&  Russell  Company  for  $40,500. 

SAN  DIEGO,  CAL. — Mayor  Wadham  in  his  message  to 
the  City  Council  recommended  that  the  city  immediately 
begin  consideration  of  and  preparation  for  the  purchase  of 
the  water  system  of  the  Southern  California  Mountain  Water 
Company. 

CENTRALIA,  WASH.— The  Washington-Oregon  Corpora- 
tion, the  holding  company  of  the  Twin  City  Light  &  Traction 
Company,  has  presented  a  franchise  ordinance  to  the  City 
Council  for  passage  which  grants  to  the  corporation  a  .50-year 
water  franchise. 

EUREKA,  CAL.— W.  C.  Corbaley,  superintendent  of  the 
Eureka  Water  Company,  has  left  for  San  Francisco  where  he 
will  secure  bids  and  probably  arrange  a  contract  for  the 
building  of  a  water  tower  in  the  southern  part  of  the  city. 
The  tower  is  to  be  85  feet  high  and  will  be  built  on  ground 
15  feet  higher  than  the  present  tanks  and  will  cost  at  least 
$30,000. 

NEWMAN,  CAL. — The  Newman  Waterworks  Company 
announces  its  intention  to  make  a  number  of  important  im- 
provements in  its  system  at  once.  The  distribution  facilities 
will  be  bettered  by  the  laying  of  a  new  four-inch  main  through 
the  Postoffice  block,  from  Fresno  street  to  Merced,  and  a 
three-inch  main  from  Kern  to  Yolo  street.  The  total  cost  will 
be  about  $3000. 

OAKLAND,  CAL. — W.  F.  Kelly,  former  general  manager 
of  the  Oakland  Traction  Company  and  the  Key  Route  systems, 
will  become  directing  engineer  and  assistant  general  manager 
of  the  People's  Water  Company  if  Frank  C.  Havens,  president 
of  the  water  company,  can  induce  him  to  accept  the  position. 
At  the  time  he  tendered  his  resignation  as  directing  head  of 
the  traction  lines  of  Oakland  it  was  rumored  that  his  sever- 
ance of  connections  with  the  Smith  interests  was  due  to  his 
close  friendship  with  Havens.  Both  Messrs.  Havens  and  Kelly 
decline  to  discuss  the  probable  association  of  the  latter  with 
the  People's  Water  Company,  but  both  admitted  that  such  an 
arrangement  might  be  effected  within  a  short  time. 

BAKERSFIELD,  CAL.— C.  B.  Colby,  one  of  the  local  oil 
men  interested  in  the  Western  Water  Company,  which  is  to 
furnish  water  for  drilling  and  domestic  purposes  to  the  West 
Side  from  wells  near  Rio  Bravo,  announces  that  the  new  com- 
pany will  supply  Maricopa.  A  service  line  will  be  con- 
structed from  110,000  barrel  storage,  to  be  erected  at  the  Taft 
station,  into  the  field  and  town  of  Maricopa.  Work  has  been 
begun  in  putting  down  another  well  at  Station  1  near  Rio 
Bravo.  Operations  will  be  put  forward  as  speedily  as  possi- 
ble. Sixty-nine  thousand  feet  of  the  12-inch  pipe  for  the  main 
line  have  been  ordered  and  it  will  require  between  13  and 
14  miles  of  a  small  sized  pipe  to  install  the  first  servic9  lines. 
Mr.  Colby  declares  that  contracts  are  being  signed  up  readily 
and  the  first  capacity  of  40,000  barrels  will  be  disposed  of 
long  before  the  line  is  ready  for  service. 


8 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


INDEX  TO  ADVERTISEMENTS 


Allit-Chalmeri  Co 

Milwtukee.  Wis. 

San  Francisco.  Jackson  Bids.  2nd 

and  Natoma. 
Los  Angeles.  129131  E.  Fifth. 
Portland.  92  Firtt. 
Seattle.  115  Jackson. 

Aluminum  Co.  o(  America 

Plttiburgh,  Pa. 

San  FranCiSco,  Monadnock 
Bldg. 

Los  Anjieloa.  Paclflo  Elec- 
tric Bldr. 

Sea(  tie,  Colman  Bide. 

American  Circular  Loom  Co 

Boaton.  46  Milk. 
San  Francisco,  770  Folaom. 
Seattle,  416  American  Bank 
BulldlnK. 

American  Electrical  Heater  Co 

Detroit,    U.    S.    A. 

Ayliworth  Agencies  Co 

San  Francisco.  143  Second. 

B 

Bames-Lindsley  Mfg.  Co \A 

Portland.  Ore. 

Bay  Citie»  Home  Telephone  Co.  , 
San    Francisco,    33S    Grant 
Ave. 


Benjamin  Electnc  Mfg.  Co 

New  Tork,  27  Thames. 
Chicago.     120-128     S.     San- 


gamon. 
San     FrancUco,     161     New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 

Boston,  246  Summer. 

Bonettell  &  Co 1 1 

Ban   FrancliCO,    118    Flrat. 

Bridgeport  Brass  Company 4 

Bridgeport,  Conn. 


Chica.50  Fuse  Mfg.  Co 

Chicago,        1014-1020 

Congress  st. 
New  York,  1  Hudson  st. 


W. 


Colonial    Electrical  Agency  Co.  _  .  1 4 
San     Francisco,     676     Mis- 
sion. 

Crocker- Wheeler  Co 

San   Francisco.    195-7    Fre- 
mont. 

D 

D.  &W.  Fuse  Co 

Providence,  R.  I. 

Dearborn  Orug  &  Chem.  Works.-    2 
Chicago,  Postal  Bldg. 
San    Francisco,    SOI    Front. 
Loi  Angeles,  866  E.   2d. 

Duncan  Elec.  Mfg.  Co 

Lafayette,   Indiana. 

San  Francisco.  61  Escond. 

Dunham,  Carrigan  &  Hayden 

San  Francisco 

E 

Economy  Electric  Co.»The 14 

Warren,     Ohio. 

Electric  Cntrlr  4c  Mfg.  Co.,  The 
New    Tork.    BO    Church. 
Pittsburg,   615  Frick  Bldg. 
Chicago,    136    Adams. 
Birmingham.   827   Brown- 
Uarx   Bldg. 


EJeclric  Goods  Mfg.  Co 

Boston,  Mass. 

San  Franoisco,  1(1  Seoend. 

Electric  Storage  Battery  Co 

Philadelphia,  Pa. 
San    Francisco.  Monadnock 
Bldg 


Fairbanks,  Morse  &  Co 

Chicago,  481  Wabash  ave. 
San  Francisco,  158  1st  st. 
Los  Angeles,   423  E.  3d  st. 

Farnsworth  Electrical  Works 

San  Francisco,   132-138  2a. 

Fort  Wayne  Electric  Works 

Fort   Wayne,    Ind. 

San   Francisco,  604  Ulasion. 

Seattle,  Colman  Bldg. 


General  Electric   Co 12 

Schenectady,  N.  T. 

San  Francisco,  Union  Trust 

Bldg. 
Los    Angeles,    Delta    Bldg. 
Seattle,  Colman  Bldg. 
Portland,  Worcester   Bldg. 
Atlanta,    Ga. 
Baltimore,   Md. 
Boston,  Mass. 
Buffalo,  N.  T. 
Butte,    Mont. 
Charleston,  W.  Va. 
Charlotte,   N.    C. 
Chicago.   111. 
Cincinnati,   O. 
Cleveland,  O. 
Columbus,   O. 
Denver,    Colo. 
Detroit,  Mich. 
Indianapolis,    Ind. 
Kansas    City,    Mo. 
Minneapolis,    Minn. 
Nashville.  Tenn. 
New  Haven,  Conn. 
New    Orleans.    La. 
New  Tork,  N.  T. 
Philadelphia,   Pa. 
Pittsburg,    Pa. 
Richmond,   Va. 
Salt  Lake  City,  Utah. 
St.   Louis,   Mo. 
Syracuse.  N.  T. 
.^i,<iis.iiie.  Wash. 

Goeriz,  O.  C.  &  Co 

San   Francisco,    916    Postal 
Tel.  Bldg. 

H 


Habirshaw  Wire  Co 

New  York,  253  Broadway. 

Haramel  Oil  Burner  Company  _. 
Los  Angeles,   640  N.  Main. 

Hughes  &  Co..  E.  C II 

San        FrancUco,        147-161 
Minna. 

Hunt,  Mirk  &  Co 6 

San  Francisco,  141  Second. 


K 


Kellogg  Switchb'd  &  Supply  Co.. 
88    First. 


Chicago. 

San   Francisco, 


'I 

Ide  &  Sons,  A.  L 

Sprlngneld,  111. 

Indiana  Rubber  &  Ins.  Wire  Co. . 
Jonesboro,    Indiana. 


Johns- Manville  Co.,  H.  W 

New    York,    100   William. 
San     Francisco,     169     New 

Montgomery. 
Los  Angeles.  222-224  North 

Los   Angeles    St. 
Seattle,  676  1st  Ave.  So. 


.  4 
.14 


Kelman  Electric  &  Mfg.  Co. 
Los  Angeles,  Cal. 

Klein  &  Sons,  Mathias 

Chicago,  Station  U-29. 


Locke  Insulator  Mfg.  Co 4 

Victor,  N.    T. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pactflc  Elec- 
trical Bldg. 

Seattle,    Colman    Bldg. 

M 

Machinery  &  Supply  Co 

San  Francisco.  7th  &  Harrison  St. 

Moore,  Chas.  C.  &  Co.  Eiigineers.       3 
San  Francisco,  99  First. 
Los       Angeles,       American 

Bank  Bldg. 
Seattle,   Mutual   Life  Bldg. 
Portland, Wells-FargoBldg. 
Salt  Lake  City,  Atlas  Blk. 
New     Tork     City,     Fulton 

Bldg. 

N 

New  York  Insl'td  Wire  Co 

New   Tork,    114   Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 5 

Mansfleld,  Ohio. 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle.  Colman  Bldg. 

Okonite  Co 14 

New  Tork.  263  Broadway. 


Pacific  Gas  &  Elect.  Co.,  The...   2 
San    Francisco. 

Pacific  Meter  Co. 2 

San    Francisco.    311    Santa 
Marina  Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The 

San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia,  22d  and  Wood 

Pelton  Water  Wbeel  Co.,  The_._    I 
San    Francisco,    2219    Har- 
rison  St. 


Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 

Bldg. 
Los  Angeles,  Pac.  Electric 

Bldg. 
Seattle,  Colman  Bldg. 


Schaw-Batcher  Co.  Pipe  Works.. 
Sacramento,  Cal.,  211  J  St. 
San  Francisco.  8f(  Market. 

Southern  Pacific  Co. 13 

San  Francisco,  Flood  Bldg. 


Sprague  Electric  Co. 5 

New     Tork     City,     627-681 

W.    34th. 
San  Francisco.  Atlas  Bldg. 
Seattle,  Colman  Bldg. 


Standard  Und.  Cable  Co 14 

San  Francisco,  First  Na- 
tional Bank  Bldg. 

Los  Angeles,  Union  Trust 
Bldg. 

Seattle  Offlce,  Lowman 
Bldg. 

Sterling  Paint  Company, 2 

San   Francisco,    118   First. 


Technical  Book  Shop II 

San  Francisco,  604  Mission. 

Thomas  and  Sons  Co.,  R 

New   Tork,    227    Fulton. 
East  Liverpool,  Ohio. 


Thompson  Co.,  The  Chas.  C 

Chicago,     546-549    Wabash 
ave. 

Tracy  Engineering  Co 9 

San  Francisco,  461  Market. 
Los    Angeles, Central    Bldg. 

W 


Wagner  Electric  Mfg.  Co._ 
St.   Louis,   Mo. 


Portland  Wood   Pipe  Co.. 
Portland,  Ore. 


Western  Electric  Co 5 

San  Francisco,  680  Folsom. 
Oakland,   607    16th. 
Los  Angeles,   119  E.  7th 
Seattle,     1518  First  Ave.  So 

Western  Wireless  Equipment  Co.. 
San  Francisco,  Grant  Bldg. 
7th    and    Market. 


Westinghouse.  Elec.  &  Mfg.  Co... 

Pittsburg,   Pa. 

Los  Angeles,  527  So.  Main. 

Denver.    429    17th. 

Seattle,    Central    Bldg. 

Salt  Lake  City.  212-214 
So.   W.   Temple. 

San   Francisco,    165   2d. 

Spokane,    Columbia    Bldg. 

Portland,   Couch    Bldg. 

Butte,    Lewlsohn    Bldg. 

Canada,  Canadlan-West- 
Inghouse  Co.,  Ltd.,  Ham- 
ilton,   Ontario. 

Mexico.  G.  &  O..  Branlff  A 
Co.,   City    of  Mexico. 


Westinghouse  Machine  Co 6 

Pittsburg,   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 3 

Waverly   Park.   N.    J. 
New  Tork,   114  Liberty. 
San       Francisco,       lil-114 
Mission. 


Wilbur,  G.  A 

San    Francisco,    (1   ■•e«B«. 
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TRINITY  MINE  HYDRO-ELECTRIC  PLANT 


BY    J.    W.    SWAKEN 


The  Trinity  Gold  Mining  and  Reduction  Company 
have  recently  completed  a  hydroelectric  plant  remark- 
able for  its  simplicity.  It  was  installed  to  supply  power 
and  light  to  the  mill  and  cyanide  plant  erected  by  the 
same  company.  The  engineering  features  are  those 
incident  to  a  rough,  inaccessible  country  and  the  gen- 
eral design  was  to  secure  reliability  and  continuous 
operation. 


impenetrable  undergrowth.  Snow  lays  on  the  moun- 
tain tops  almost  the  entire  year,  and  this,  combined 
with  excellent  cover  on  the  slopes,  insures  a  certain 
and  rather  even  water  supply. 

This  part  of  California  has  been,  and  still  is  a  fa- 
mous hydraulic  mining  section,  several  hydraulic  mines 
still  operating  on  Coffee  creek,  the  tailings  being  dis- 
charged into  the  stream.     For  this  reason  it  was  not 


Point  of  Intalce 


The  plant  is  situated  on  Coffee  creek,  a  tributary 
of  the  Trinity  river,  and  about  one  mile  from  Carrville, 
taking  water  out  of  Coffee  creek  nearly  two  miles 
above  the  power  house.  Coffee  creek  rises  in  the  ex- 
tremely rough  country  where  Scott  mountains  join  the 
Salmon  Alps.  The  flanks  of  the  hills  forming  the 
watershed  of  Coffee  creek  are  covered  with  a  heavy 
growth  of  young  timber,  and  since  grazing  has  been 
perceptibly  diminished  under  Forest  Service  adminis- 
tration, is  rapidly  becoming  covered   with   an  almost 


deemed  advisable  to  build  a  permanent  dam  at  the 
point  of  intake,  as  it  would  fill  with  detritus  and  be- 
come a  menace.  Instead  a  short  concrete  wing  dam 
was  thrown  out  from  the  bank  at  a  point  where  solid 
rock  was  obtainable  for  foundations.  A  temporary 
dam  of  brush,  cobble  and  bags  is  thrown  across  the 
stream  in  autumn  when  water  begins  to  run  low. 
When  the  spring  freshets  come,  this  dam  and  all  im- 
pounded detritus  is  swept  away,  and  the  wing  dam  is 
relied  on  for  diversion. 
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A  rough  screen,  or  rather  grizzly,  made  from  logs 
cut  on  the  ground  is  placed  over  the  intake  to  deflect 
heavy  wash  and  protect  the  flume.  The  flume  from  in- 
take to  penstock  is  9300  ft.  long,  4  ft,  wide  and  343/I. 
in.  deep  inside.  For  the  first  1500  ft.  after  leaving  the 
intake  heavy  work  was  encountered,  the  flume  grade 
being  blasted,  and  the  ground  having  a  natural  slope 
of  45  degrees.  Contour  lines  were  followed  closely  and 
where  a  draw  was  crossed,  a  fill  was  made  instead  of 
trestle.  Some  trouble  with  slides  was  experienced 
when  the  first  heavy  snow  was  followed  by  a  warm 
rain,  but  this  had  been  anticipated.  In  no  instance 
was  a  fill  taken  out  and  the  only  serious  interruption 
during  the  past  winter  was  when  a  tree  fell  across  the 
flume,  causing  a  shut  down  of  six  hours. 

All  timber  for  the  flume,  rough  unplaned  boards, 
was  cut  by  the  company,  and  the  bents  mortised  in  the 
company  mill,  but  transported  to  the  flume  grade  be- 
fore framing.  In  building  the  flume,  three  gangs  of 
men  were  worked.  The  first,  under  charge  of  an  engi- 
neer, laid  2  in.  X  8  in.  stringers  to  grade;  the  second 


Flume  During;  Construction 

framed  and  placed  the  bents  and  nailed  them  to  the 
stringers ;  the  third  gang  laid  the  floor  and  nailed  the 
sides.  The  accompanying  view  of  the  flume  gives  an 
idea  of  the  timber  growth  on  the  watershed. 

The  flume  is  laid  with  a  grade  of  10.5  ft.  per  mile, 
and  when  running  three-fourths  full,  carries  3100  cu. 
ft.  per  minute  with  a  velocity  of  5  ft.  per  second.  This 
amount  of  water  is  more  than  sufficient  for  the  present 
load,  but  it  is  the  intention  to  increase  the  mill  ca- 
pacity, requiring  more  power. 

Both  side  and  bottom  opening  gates  are  provided 
at  various  points  along  the  flume,  the  type  depending 
on  the  contour  of  the  country.  At  th'e  penstock  the 
usual  screens  and  waste  flumes  are  installed.  One 
turnout,  as  shown  in  the  view,  is  installed  about  halt 
way  between  the  intake  and  penstock. 

The  pipe  line  is  500  ft.  long,  and  leaves  the  pen- 
stock by  a  6  ft.  bell.  It  is  32  in.  in  diameter.  No.  18 
gauge  steel  for  the  first  250  ft.  and  narrows  to  30  in.. 
No.  14  gauge  for  the  last  half.  .Mr  valves  are  pro- 
vided, but  were  frozen  solid  at  the  time  of  the  writer's 
visit. 

The  static  head  at  the  wheel  is   107  ft.     Hendy 


hydraulic  gates  are  installed  between  the  pipe  line  and 
turbine.  The  pipe  is  laid  in  a  trench  the  greater  part 
of  its  length,  and  is  anchored  by  earth  tightly  ram- 
med. Due  to  the  contour  it  was  found  expedient  to 
ram  the  pipe  from  the  bottom,  instead  of  the  top,  as  is 
the  usual  practice. 

The  wheel  is  a  Francis  turbine  designed  by  O.  C. 
(loeriz,  built  by  the  Joshua  Henry  Company,  and  runs 
514  r.p.ni.  It  is  set  on  concrete  foundations  and  the 
same  foundations  take  the  thrusts  from  the  pipe  line. 
The  spiral  casing  is  built  from  steel  plates,  rivetefl. 
This  type  of  casing  was  adopted  for  ease  of  transpor- 
tation and  to  insure  ample  strength  for  resisting  strains 
from  water  hammer.  Babbitted  ring  oiling  bearings 
are  used.  The  bearing  projecting  through  the  draft 
tube  elbow  is  a  ring  oiling  collar  type  bearing,  to  re- 
ceive any  unbalanced  thrust  from  the  runner.  Dis- 
charge is  made  through  100  ft.  of  tailrace  to  Coffee 
creek,  near  its  confluence  with  the  Trinity  river. 

This  turbine  is  fitted  with  the  Voith  type  of  con- 
trol, a  common  method  of  regulation  in   Europe,  but 


Generating   Unit 

seldom  encountered  in  American  practice.  In  this 
type,  the  guide  vanes  are  connected  by  links  to  a  ring 
inside  the  casing.  This  ring,  in  turn,  is  actuated  by 
two  bell  cranks,  placed  diametrically  opposite,  with 
their  axes  extending  through  the  casing.  To  avoid 
obstructing  the  water  passages,  every  guide  vane  has 
a  pocket  cast  in  it,  completely  embracing  the  link. 

A  Lombard  type  R  governor  is  installed,  and  as 
this  governor  produces  a  rocking,  or  swinging,  motion 
in  its  control  member,  it  is  connected  directly  to  a 
shaft  with  cranks  actuating  those  of  the  control  ring. 
This  obviates  all  lost  motion  by  eliminating  racks  and 
gearing.    Excellent  speed  regulation  is  obtained. 

Direct  connected  by  a  flexible  coupling,  is  a  Gen- 
eral Electric,  400  k.v.a.  generator,  wound  for  4000 
volts,  three  phase  and  60  cycles.  The  pole  line  was 
designed  for  a  10  per  cent  drop,  but  as  the  original 
survey  was  not  followed,  a  somewhat  shorter  route  be- 
ing taken,  the  generator  is  operated  underexcited.  gen- 
erating at  3800  volts  and  connected  straight  to  the  line 
without  transformers. 

A  two  panel  switchboard  is  installed,  one  panel 
for  the  generator,  the  other  a  line  panel  with  the  usual 
equipment.     A  Tirrel  regulator  is  provided  for  voltage 
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regulation.  .\luniimiin  cell  lightning  arresters  are 
placed  inside  the  building,  being  connected  to  the  line 
just  inside  the  building  wall. 

The  transmission  line  is  7600  ft.  long,  running 
over  the  floor  of  the  Trinity  Valley,  and  up  the  moun- 
tain side  to  the  mine,  crossing  the  river  enroute.  The 
line  is  No.  6  hard  drawn  copper,  on  brown  porcelain 
insulators.  One  cross  arm  and  the  pole  top  are  used 
forming  a  48  in.  triangle.  The  poles  are  35  ft.  long, 
cut  on  the  ground,  and  cost  60  cents  each,  ready  to  set. 
Remarkable  time  was  made  in  setting  these  poles,  63 
in  all,  only  17  actual  working  hours  being  consumed, 
with  a  single  pole  gang  of  five  men.  No  diiificulty  was 
experienced  in  digging  the  holes,  an  occasional  boulder 


Mill  Interior 

giving  trouble  in  the  valley,  although  not  more  than 
ten  holes  had  to  be  shot.  The  river  is  crossed  with 
a  single  span  of  180  ft.,  single  50  ft.  poles,  double 
armed,  being  used. 

At  the  mill  a  substation  is  installed.  Three  125 
k.w.  3600/440  volt  General  Electric  transformers,  con- 
nected in  delta,  reduce  the  voltage  for  mill  and  mine 
distribution.  The  incoming  panel  has  an  ammeter, 
voltmeter  and  automatic  overload  switch.  Horn  gap 
and  aluminum  cell  lightning  arresters  are  installed. 

The  distributing  panel  has  si.x  switches,  controll- 
ing various  light  and  power  circuits.  Two  5  kw. 
transformers,  440/110  volt  are  installed  for  lighting 
service.  All  wiring  is  carried  in  conduit,  underground, 
between   switchboard   and    transformers. 

For  operating  drills  in  the  mine,  an  Ingersoll 
compressor,  belt  driven  by  a  75  h.p.  motor  is  installed. 

At  present  mule  trains  are  used  to  transport  the 
ore  from  mine  to  crusher,  a  distance  of  800  ft.,  but  an 
electric  locomotive  will  be  installed  in  the  near  future. 

For  crushing  the  ore  before  delivery  to  the  bin's, 
two  crushers  set  in  tandem,  and  belt  driven  by  a  50 
h.p.  General  Electric  motor,  are  installed. 

Two  16  in.  belt  conveyors,  one  running  from  the 
crusher  house  to  the  mill  and  discharging  on  the  sec- 
ond running  at  right  angles,  and  over  the  tops  of  the 
bins,  carry  the  ore  from  crusher  to  mill.  These 
conveyors  are  driven  by  5  h.p.  Ideal  motors,  geared 
direct  to  each  head  pulley. 


The  stamps,  of  which  there  are  forty,  weighing 
1050  lbs.  and  dropping  102  times  a  minute,  are  driven 
in  two  groups,  by  two  General  Electric  50  h.p.  motors, 
set  under  the  ore  bin.  A  special  belt  tightener  is  used 
on  this  drive,  and  it  is  the  practice  here  to  start  the 
stamps  without  hanging  up.  This  is  not  conducive 
to  good  voltage  and  speed  regulation  at  the  power 
plant,  although  the  results  are  not  as  bad  as  one  would 
expect  in  starting  a  50  h.p.  motor  against  a  100  h.p. 
load  and  only  320  kw.  behind  it. 

As  the  cyanide  process  of  recovery  is  used  exclu- 
sively, the  usual  equipment  of  concentrating  machinery 
is  not  found. 

To  supply  compressed  air  for  the  agitators  and 
general  use  about  the  mill  a   10x12  in.  Ingersol-Rand 


Motor  Drive  in  Mill. 

enclosed  type  compressor,  is  belt  driven  by  a  General 
Electric  20  h.p.  motor. 

There  are  four  pulp  thickeners,  installed  in  two 
groups  of  two  each,  and  each  group  driven  by  a  5 
h.p.  Ideal  motor. 

Two  Oliver  filters  are  installed  to  separate  the 
cyanide  solution  carrying  the  gold  and  silver  from  the 
pulp.  These  machines  and  auxiliary  equipment  form 
the  most  interesting  group  in  the  whole  installation. 

To  maintain  the  proper  vacuum  on  *he  filters  for 
moving  the  solution,  an  Oliver  vacuum  pump  is  in- 
stalled. This  pump  is  a  horizontal  single  piston  pump, 
iron  fitted  throughout,  and  without  valves  in  the  suc- 
tion ports.  It  maintains  a  vacuum  of  25  in.  on  the 
filters,  with  27^  in.  barometer  reading,  and  operates 
on  the  wet  vacuum  principle.  It  has  a  displacement 
of  192  cu.  ft.  per  minute  when  running  90  r.p.m. 

A  10  h.p.  General  Electric  motor  drives  a  counter- 
shaft to  which  is  belted  the  two  filters  and  vacuum 
pump. 

To  maintain  the  pulp  in  the  filter  tanks  at  a  proper 
consistency,  two  centrifugal  pumps,  mounted  on  the 
same  subbase  with  a  5  h.p.  Ideal  motor,  have  their 
suction  pipes  connected  to  the  filter  tanks  near  the 
pulp  level.  The  discharge  of  these  pumps  is  returned 
through  the  bottom  of  the  tank,  terminating  in  a  set  of 
revolving  arms  similar  to  a  Barker  mill. 

For  handling  the  pregnant  solutions  during  pre- 
cipitation   and    returning   them    to    the    various    stock 
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tanks,  three  5x6  in.  Deane  triplex  pumps,  geared  direct 
to  5  h.p.  motors  mounted  on  brackets  are  installed. 

A  Gould  5x6  in.  triplex  pump  belt  driven  by  a 
10  h.p.  motor  is  installed  for  a  reserve  unit  to  the  so- 
lution pumps. 

A  2  h.p.  General  Electric  motor  is  installed  in  the 
assay  office  for  driving  the  usual  crushing  machinery 
found  there. 

Arc  lamps  are  installed  for  lighting  the  cyanide 
departments,  while  incandescent  lights  are  used  for 
lighting  the  stamps  and  rock  crushing  plant.  In  the 
mill  a  catenary  suspension  is  employed  to  swing  the 
rows  of  incandescent  lamps  from  end  to  end  of  the 
building.  Arc  lamps  are  scattered  about  the  workings 
and  mine  buildings  for  night  illumination.  In  addi- 
tion to  lighting  the  oft'ices  and  employees'  cottages,  a 
branch  line  is  run  to  Carrville  for  lighting  hotel  and 
stores. 

As  might  be  expected  in  a  plant  having  an  almost 
exclusive  induction  motor  load,  great  difficulty  is  ex- 
perienced with  low  power  factor.  It  is  seldom  that  a 
power  factor  as  good  as  .80  is  obtained.  To  correct 
this  difficulty,  it  is  probable  that  a  synchronous  motor- 
generator  set  will  be  installed  when  electric  locomo- 
tives  are  substituted  for  mules  on  the  mine  tram. 

The  entire  plant  was  built  under  the  direct  super- 
vision of  Mr.  David  Goodale,  manager  of  the  Trinitv 
Gold  Mining  and  Reduction  Company. 

E.  L.  Beck,  who  is  now  mill  superintendent,  had 
charge  of  the  hydraulic  development. 

B.  B.  Brown  is  electrical  engineer  for  the  Com- 
pany and  had  charge  of  all  electrical  work  and  the 
installation  of  turbine  and  regulating  apparatus. 

The  writer  desires  to  extend  his  thanks  to  the 
management  for  the  courtesies  extended  in  the  prep- 
aration of  this  article. 

In  closing,  a  singular  coincidence  that  occurred 
in  starting  this  plant  might  be  related.  When  the 
power  was  turned  on,  not  a  single  connection  had  to 
be  changed,  every  motor  revolving  in  the  right  direc- 
tion. 


GOVERNOR  WILSON  ON  CORPORATIONS. 

In  the  course  of  an  address  at  the  University  of 
California  last  week  Governor  Wilson  of  New  Jersey 
said: 

"We  are  no  longer  afraid  of  our  corporations  as 
we  used  to  be,  because  we  are  beginning  to  under- 
stand just  what  they  are,  and,  to  some  extent,  at  any 
rate,  just  how  they  can  be  controlled  and  made  to  serve 
the  purposes  of  our  life  without  governing  and  con- 
trolling us.  There  was  a  time  when  our  feeling  about 
them  was  almost  one  of  panic.  We  ha^  undoubtedly 
ourselves  created  them.  There  was  no  disputing  the 
fact  that  they  were  our  creatures,  made  by  laws  which 
we  ourselves  had  enacted,  and  had  supposed  we  under- 
stood ;  but  we  stood  amazed  at  the  work  of  our  own 
hands,  and  not  only  amazed,  but  awed  and  frightened. 
It  is  not  a  little  amusing,  as  we  look  back  upon  our 
one-time  state  of  mind  in  this  matter,  because,  having 
created  the  corporations,  we  can  certainly  alter  them 
if  we  please,  and  control  them  in  any  way  that  we 
choose.    They  are  not  actual  persons.    We  made  them 


— God  did  not — and  we  can  alter  the  work  of  our  own 
hands  as  we  will." 

The  speaker  then  proceeded  to  define  corporations, 
and  said  they  possessed  no  inherent  rights  such  as  are 
possessed  by  the  individual,  but  only  such  privileges 
as  a  collection  of  individual,  forming  a  community, 
had  conferred  upon  them.  The  granting  of  these  privi- 
leges, he  contended,  carried  the  right  of  control. 

In  referring  to  public-service  corporations.  Gover- 
nor Wilson  said : 

"Public-service  corporations,  such  as  railroads, 
street  railways,  gas  companies  and  companies  which 
supply  electric  light  and  power,  are  in  a  still  larger 
sense  public  instrumentalities.  Besides  having  the  ar- 
tificial advantages  and  powers  conferred  upon  the  or- 
dinary corporation  doing  what  we  call  private  business 
they  are  in  partnership  with  the  Government  in  the 
laying  of  rails,  the  erection  of  poles  and  wires  and  the 
laying  of  conduits  as  the  means  of  transmitting  their 
service.  They  have  had  delegated  to  them  the  Govern- 
ment's right  of  eminent  domain,  the  right  to  make  par- 
tial use  of  public  highways,  to  condemn  rights  of  way 
across  pieces  of  private  property. 

"Moreover,  t^ey  are  in  a  very  interesting  sense 
natural  monopolies.  7  hey  generally  use  the  pieces  ot 
land  and  the  roads  and  highways  which  are  most  con- 
venient to  their  purposes,  and  most  direct  for  effecting 
the  communication  which  they  wish  to  effect;  and 
it  is  perfectly  obvious  that  if  other  companies  are  al- 
lowed to  compete  with  them,  there  is  a  very  wasteful 
duplication  in  outlay  and  equipment.  So  that  compe- 
tition generally  results  in  an  eventual  combination  of 
the  competing  companies  and  the  necessity  to  charge 
a  price  on  what  they  supply  that  will  pay  the  interest 
on  twice  as  great  an  investment  as  was  really  necessary 
for  the  service." 

Governor  Wilson  then  went  on  to  discuss  the  diffi- 
culties that  had  beset  the  representatives  of  corpora- 
tions and  of  the  Government  in  trying  to  meet  on  a 
common  ground  to  adjust  the  relations  of  the  two. 
In  this  connection  he  said : 

"The  real  difficulty  in  the  management  of  our 
corporations  in  recent  years  has  been  the  wrong  point 
of  view  of  those  who  were  in  control  of  them.  They 
did  not  recognize  that  they  were  public  trustees.  They 
acted  as  if  they  were  conducting  their  own  private 
business.  Let  them  change  their  point  of  view,  and 
there  is  no  problem  to  solve.  There  is  no  legislation 
necessary  if  they  will  but  regard  themselves  as  trus- 
tees of  the  common  interest,  bound  by  considerations 
not  private,  but  public,  in  the  conduct  of  their  busi- 
ness." 

In  concluding  the  speaker  said:  "I  think  that  the 
spirit  of  the  age  is  slowly  changing.  The  time  of  con- 
test and  vituperation  and  mutual  abuse  and  misunder- 
standing is  passing  away.  It  is  beginning  to  be  recog- 
nized that  those  who  are  leading  the  reform  movement 
of  the  age  are  leading  it  in  all  sincerity  and  genuine 
public  spirit.  Men  of  business  are  waking,  to  look 
about  them  upon  the  real  facts  and  to  make  statesmen 
of  themselves  and  public  men  are  going  half  way  to 
meet  them  in  this  new  temper  and  purpose  of  theirs. 
We  shall  yet  see  a  day  of  happy  accommodation  and 
of  established  justice." 
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TEST  OF  A  HYDRAULIC  RAM.' 

BY  G.   J.   DAVIS,  JR.   AND  D.   P.   DALE, 

The  hydraulic  ram  was  invented  by  John  White- 
hurst  in  1772  and  in  1796  Joseph  Montgolfier  improved 
it  by  making  its  action  automatic.  Since  the  latter 
date  no  important  improvements  have  been  made  in  its 
design. 

Hydraulic  rams  have  come  into  extensive  use  for 
pumping  small  amounts  of  water  to  isolated  dwellings, 
hotels  and  other  buildings  situated  near  small  falls,  but 
it  was  not  thought  practicable  to  build  and  operate 
large  rams  until  1895,  when  Professor  D.  W.  Mead 
designed  and  built  a  ram  for  supplying  the  city  of 
West  Dundee,  111.,  with  water.  This  ram  had  a  drive 
pipe  10  in.  in  diameter  and  2,200  ft.  long  and  operated 
under  a  supply  head  of  43  ft.  This  demonstration  of 
the  practicability  of  large  rams  has  led  to  their  adop- 
tion in  many  places  for  pumping  the  water-supplies 
of  small  cities  and  irrigation  projects. 

On  account  of  its  entering  into  competition  with 
other  types  of  pumping  machinery  in  moderate  sized 
installations,  it  is  becoming  important  to  have  more- 
precise  knowledge  concerning  the  principles  of  design 
and  of  operation  of  the  ram.  During  1907  an  investi- 
gation of  the  hydraulic  ram  was  made  in  the  Hydraulic 
Laboratory  of  the  University  of  Wisconsin  by  L.  F. 
Harza.  In  his  investigation  theoretical  formulas  ac- 
counting for  the  action  of  the  ram  were  derived  and 
checked  by  experiment,  thus  demonstrating  the  prac- 
ticability by  rationally  designing  hydraulic  rams  for 
any  given  working  conditions. 

In  the  usual  installation  a  ram  would  not  be  speci- 
ally designed  for  the  conditions  under  which  it  is  to 
operate,  but  one,  or  a  battery  of  rams,  of  some  com- 
mercial make  would  be  selected.  In  order  to  make  a 
wise  selection  it  is  necessary  to  know  the  characteristics 
of  the  various  types  of  rams  and  the  proper  conditions 
for  their  operation.  In  determining  these  character- 
istics there  are  many  practical  problems  which  need 
to  be  solved  experimentally.  A  few  of  them  are  listed 
below : 

1.  What  is  the  effect  of  variations  in  the  size  of 
the  air  chamber? 

2.  What  amount  of  water  should  be  kept  in  the 
air  chamber? 

3.  What  is  the  best  rate  of  closure  for  the  waste 
valve? 

4.  What  should  be  the  range  of  movement  of  the 
waste  valve? 

5.  What  is  the  best  type  of  waste  valve? 

6.  What  is  the  best  type  of  check  valve? 

7.  What  is  the  proper  proportion  between  the 
check  valve  area  and  the  diameter  of  the  drive  pipe? 

8.  What  diameter  of  drive  pipe  is  best  under  va- 
rious conditions  of  operation  and  installation? 

9.  What  is  the  best  length  of  drive  pipe  to  use 
under  given  conditions  as  to  supply  and  discharge 
heads? 

10.  What  rate  of  stroke  is  best  for  given  condi- 
tions of  supply  and  discharge  heads  and  length  of  drive 
pipe? 

Theory  of  the  Hydraulic  Ram. 
.-^ny   hydraulic   ram   consists   essentially   of  three 
groups  of  parts  as  shown  in  Fig.   i  :     A  supply  tank, 
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drive   pipe    and    waste  valve,   a   check   valve   and   air 
chamber,  and  a  discharge  pipe  and  reservoir. 


o/sc.  ^^Je^^ 


/7/^  c/^^/^e^e 


Fig. 


Nomenclature. — The  following  symbols  will  be 
used  throughout  this  discussion  : 

H  =  head  of  supply  tank  on  waste  valve. 

h  =  head  of  discharge  reservoir  on  supply  tank. 

<J  =  rate  of  wasting  water,  pounds  per  minute. 

q  =  rate  of  pumping  water,  pounds  per  minute. 

r  =rate  of  strokes,  number  per  minute. 

E  =  efficiency,  per  cent. 

Manner  of  Working. — Let  us  assume  the  waste 
valve  in  Fig.  i  to  be  open.  Due  to  gravity,  water  flows 
down  the  drive  pipe  with  an  accelerated  velocity  and 
makes  its  exit  through  the  valve.  This  valve  is  so 
constructed  that  when  the  velocity  of  the  water  reaches 
a  certain  point,  it  will  close  suddenly.  The  result  is  a 
water  hammer;  the  pressure  in  the  pipe  rises,  forces 
open  the  check  valve,  and  water  enters  the  air  cham- 
ber. It  continues  to  enter  until  that  pressure  is  re- 
lieved and  equilibrium  is  established.  Thereupon  the 
check  valve  closes,  the  waste  valve  opens,  and  another 
cycle  begins.  Water  has  been  forced  into  the  air 
chamber  against  a  high  head ;  the  air  has  a  cushioning 
effect  and  produces  a  nearly  uniform  pressure  in  the 
discharge  pipe.  As  the  velocity  of  water  into  the  air 
chamber  is  gradually  extinguished,  the  pressure  on 
the  valve  falls  until  it  is  equal  to  the  pumping  head. 
The  water  is  now  in  a  slightly  compressed  condition, 
and  the  walls  of  the  pipe  are  distended.  Such  a  con- 
dition is  obviously  unstable.  The  resulting  contraction 
of  the  pipe  and  expansion  of  the  water  cause  a  flow 
back  into  the  supply  tank.  The  momentum  of  the  re- 
surge  sets  up  a  wave  of  rarefaction  which  reduces  the 
pressure  and  opens  the  waste  valve,  thus  starting  an- 
other cycle.  Were  the  waste  valve  to  remain  closed 
tightly,  waves  of  compression  and  rarefaction  would 
occur  until  friction  damped  out  the  accumulated 
energy. 

Apparatus  and  Method. 

The  experiments  were  designed  primarily  for  the 
purpose  of  ascertaining  the  effect  of  length  of  drive 
pipe  on  the  efficiency  and  capacity  of  the  ram. 

The  method  outlined  was  to  vary  one  factor  while 
all  the  others  are  kept  constant,  and  to  vary  in  turn  r, 
h,  H,  and  L.  It  was  believed  that  some  of  the  runs 
could  be  omitted  when  the  laws  of  variation  were 
established.  It  was  proposed  to  cover  L  at  20,  40  and 
60  ft. ;  H  at  4,  6,  8,  and  10  ft. ;  and  h  and  r  throughout 
the  range  of  which  the  machine  was  capable. 

The  apparatus  consisted  of  a  Columbia  hydraulic 
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ram  No.  195,  cylindrical  steel  tanks  for  supply,  dis- 
charge and  waste,  and  a  Crosby  water  gauge  for  regis- 
tering h.  The  ram  is  44  in.  high  and  weighs  600  lb. 
The  tanks  are  those  regularly  used  in  the  hydraulic 
laboratory,  and  are  fitted  with  calibrated  glass  gauges. 
The  drive  pipe  is  62.4  ft.  long,  is  4^  in.  inside  diame- 
ter, and  has  a  bellmouth  fitted  on  the  end  to  reduce 
entrance  loss  of  head. 


3p 


>• :' 


<f\^'9sr£  \^^T£e  7-Af^xj 

^ ffSf^'T  floaty  ^^  „„ 


Fig.     2. 

The  supply  head  is  fixed  by  the  length  of  the  wire 
joining  the  float  in  the  supply  tank  to  the  arm  of  the 
float  valve.  Valves  in  the  supply  mains  are  set  to  give 
approximately  the  desired  flow ;  the  float  valve  takes 
care  of  minor  fluctuations  in  supply  and  demand,  and 
thus  maintains  a  nearly  constant  H.  In  order  not  to 
introduce  air  into  the  drive  pipe,  and  thus  lose  by  air 
cushioning  the  water  hammer  effect,  the  ends  of  all 
pipes  are  placed  well  under  water.  The  tension  in  a 
spring  on  the  waste  valve  regulates  r.  A  set  screw 
device  is  used  to  fix  this  tension  and  thereby  to  govern 
r,  the  factor  most  often  changed. 

Two  formulas  for  efficiency  are  in  use  : 

Rankine,  E  =  qhH-OH. 

D'Aubisson.  E  =  q  (H  +  h)  -^  (Q  +  q )  H. 

Rankine's  formula  is  used  in  these  experiments. 

Discussion  of  Results. 

The  results  of  the  experiments  are  sliown  in  140 
curves,  some  typical  ones  of  which  are  here  given. 
The  following  outline  shows  the  factors  involved : 

FACTORS  INVOLVED  IN  CURVES. 
Constants 


Set  of 
Curvs 

1 

2 

3 

4 

5 

6 

7 

8 

9    

10 

11 

12 


A'ariables 
E,   r 
E.   r 
E,   h 
r,   h 
E,   r,   h 
E,   r.   h 
r,  q  and  r,  Q 
r.  q  and  r,  Q 
Q,   h 
q.   h 
q.  Q 
q.  Q 


L,,  H.   h 

L.  H,   li 

L,  H 

L.  H 

L,  H 

I..  H 

I>.  H,   h 

L.  H.    ll 

L,  H,    r 

L,  H.    r 

L,  H,   r 

L.  H,    r 


Remarks 
h  =  fi3' 
h^l26' 
For  Ma.\imum  Efficiency. 


H: 

H: 
h: 
h: 


:63' 
:126' 


Set  I  shows  the  variation  in  eft'iciency  with  rate 
of  strokes,  H  and  h  constant.  E  increases  with  r  for 
a  period  and  then  falls  off.  Twelve  such  E — r  curves 
were  plotted  with  H  =  9.2  ft.,  h  varying  from  24  to 
186  ft.  Of  these,  the  full  line  curves  of  sets  i  and  2 
are  examples,  viz.,  when  h  ^  63.3  ft.  and  when  h  = 
126.4  ft-  The  dashed  curves  are  the  corresponding 
ones  for  H  ^=  7.2  ft.  It  may  be  observed  that  efficien- 
cies are  lower  with  the  lower  supply  head.  The  curves 
for  all  pumping  heads  are  similar  and  resemble  para- 
bolas. 
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Curves    1-6. 

Under  the  higher  heads  the  range  of  rate  of  strokes 
is  smaller,  and  the  range  of  efficiencies  is  larger.  This 
variation  gives  a  more  sharply  defined  maximum  point 
to  the  curves  for  higher  heads.  It  can  be  noted  that  the 
maximum  point  in  the  E  —  r  curves  as  h  changes  from 
24  ft.  to  186  ft.,  rises  for  a  time,  and  then  gradually 
decreases.  This  rise  and  fall  in  maximum  efficiency 
as  h  increases  can  be  seen  to  better  advantage  in  curve 
3.  It  may  also  be  noted  that  the  maximum  point  moves 
simultaneous!}'  to  the  right,  and  then  returns.  This 
rise  and  fall  in  the  rate  of  strokes  for  maximum  effi- 
ciency can  be  seen  in  curve  4. 

Curve  5  shows  the  simultaneous  values  of  three 
variables  :  rate  of  strokes,  pumping  head,  and  maxi- 
mum efficiency  for  that  pumping  head.  It  combines 
(3)  and  (4)  by  eliminating  h.  Suppose  we  have  a  fall 
of  9.2  ft.,  and  wish  to  pump  water  to  a  height  of 
100  ft.  Curve  5  shows  that  the  maximum  efficiency 
of  y^  per  cent  will  be  secured  by  setting  the  machine 
to  run  at  63  strokes  per  minute.  Curve  6  shows  the  re- 
lations existing  under  the  condition  H  =  7.2  ft.  When 
the  series  of  experiments  are  finished,  a  number  of 
curves  similar  to  (5)  may  be  plotted  on  one  sheet,  and 
will  show  for  any  combination  of  values  of  H  and  h 
within  the  range  of  the  machine,  the  maximum  effi- 
ciency that  can  be  secured,  and  also  what  rate  of 
strokes  to  use  to  secure  the  same. 

The  curves  for  Q  (6,  7,)  show  that  Q  and  r  vary 
inversely.  More  water  is  wasted  when  the  strokes  are 
longer  although  there  are  fewer  of  them  because  the 
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Curve    7-12. 

rapid  increase  in  velocity  acquired  in  the  longer  strokes 
more  than  offsets  the  effect  of  fewer  strokes. 

By  curve  c;  it  may  be  seen  that  with  r  constant, 
as  h  increases,  O  increases  up  to  a  certain  point,  and 
then  decreases.  By  curve  lo  it  appears  that  q  de- 
creases always  as  h  increases. 

This  constant  decrease  of  q,  and  rise  and  fall  of  O, 
as  h  increases,  is  shown  in  curves  ii  and  12  for  the 
different  values  of  r. 

Later  experiments  by  A.  E.  May  and  H.  N.  Brue 
show  the  following  results,  when  L  ^  42  ft.  as  com- 
pared to  those  obtained  when  L  =  62  ft. : 

The  range  of  r'  (where  r'  ^  rate  of  strokes  for 
maximum  efficiency  as  in  set  4)  is  about  twice  as  great. 
The  range  of  efficiencies  is  also  nearly  twice  as  great. 
In  order  therefore  to  get  good  efficiencies  with  the 
short  drive  pipe,  more  care  must  be  used  in  the  adjust- 
ment of  r  for  h.  Efficiencies  generally  are  lower  with 
the  short  pipe ;  the  curves  cross. 

O  is  considerably  greater,  and  q  is  slightly  greater. 
This  result  agrees  with  the  attendant  circumstance  that 
efficiencies  are  lower. 

General  Conclusion.  When  high  efficiency  is  de- 
sired, operate  according  to  curves  5  and  6.  Maximum 
efficiency  is  usually  secured  by  running  at  a  fairly 
high  rate  cf  strokes.  When  maximum  capacity  is 
wanted,  and  efficiency  is  of  secondary  importance,  run 
at  the  lowest  possible  rate  of  strokes. 


ECONOMY    OF    THE    TUNGSTEN    FILAMENT 
LAMP  FOR  SMALL  CONSUMERS. 

It  is  surprising,  and  yet  somewhat  to  be  expected, 
that  the  average  householder  should  be  slow  in  adopt- 
ing the  tungsten  lamp  for  general  use  in  his  home. 
There  are  a  number  of  reasons  for  this,  chief  among 
which  are  the  lack  of  knowledge  of  the  effectiveness 
and  economy  of  tungsten  filament  lamps,  and  their 
comparatively  large  first  cost. 

The  present  tungsten  filament  lamp  is  more 
fragile  than  the  carbon  lamp  and  will  not  stand  rough 
treatment  given  it  through  ignorance  or  carelessness. 
Now  and  then  there  are  complaints  that  tungsten 
filament  lamps  have  stood  up  only  a  comparatively 
short  time  and  nothing  other  than  the  first  cost  is 
considered  when  the  complaint  is  made. 

Below  is  given  a  brief  table  showing  the  short 
time  it  is  necessary  to  burn  the  lamp  in  order  that  the 
saving  in  current  consumption  may  equal  the  difference 
in  cost  price  between  a  25-watt  "Mazda"  and  60-watt 
carbon  and  between  a  40-watt  "Mazda"  and  a  lOO-watt 
carbon  lamp.  These  are  the  sizes  of  lamps  most 
generally  used  in  residence  lighting  and  the  table  will 
make  it  apparent  that  each  additional  hour  of  burning 
after  the  difference  in  price  is  made  up  means  a  big 
interest  earned  on  the  investment.  In  fact,  the  lamp 
will  actually  pay  for  itself  several  times  over  be.sides 
giving  a  quality  and  quantity  of  light  that  is  most 
satisfactory.  One  25-watt  "Mazda"  has  about  the  same 
candlepower  as  one  60-watt  carbon.  One  40-watt 
"Mazda"  is  about  equal  to  one  loo-watt  carbon.  The 
25-watt  "Mazda"  costs  65  cents,  the  40-watt  "Mazda" 
70  cents,  the  60-watt  carbon  20  cents  and  the  loo-watt 
carbon  30  cents. 

There  is  given  below  the  number  of  hours  neces- 
sary to  burn  a  "Alazda"  lamp  to  save  in  current  enough 
to  equal  the  difference  in  price  between  it  and  an 
equivalent  carbon  at  various  current  costs. 


Oc    per    kw.    hour. 

25  w.   "Mazda"     . . . . 
60  w.  Carbon     


Hrs.  Hrs. 

220  40   w.   "Mazda"     110 

100  w.  Carbon     

80    per    kw.    hour. 

2.')  w.   "Mazda"     160  40  w.   "Mazda"     85 

60  w.   Carbon      100   w.   Carbon     

10c  per  kT*".  lionr. 

2.=;  w.    "Mazda"      130  40   w.   "Mazda"     65 

60  w.  Carbon     100  w.  Carbon     

12c    per    kw.    hour. 

25  w.  "Mazda"    110   40  w.   "Mazda"      55 

60  w.  Carbon     100  w.  Carbon     

15c  per  kw.  hour. 

2.T   w.   "Mazda"     90  40    w.    "Mazda"    45 

60  w.  Carbon     100  w.  Carbon     

The  above  take  in  the  usual  ranges  of  prices  of 
current  and  sizes  of  lamps  in  residence. 

It  might  be  well  to  add  that  pendant  or  wall 
switches  should  be  used  where  tungsten  filament 
lamps  are  installed  and  that  they  should  not  be  taken 
out  of  the  socket  and  dumped  into  a  dishpan  to  be 
washed.  Lamps  should  be  cleaned  with  a  moist  cloth 
while  burning.  This  precaution,  if  observed,  will  do 
away  with  considerable  breakage  and  resulting  dis- 
satisfaction. 

The  advantages  of  tungsten  filament  lamps  for 
residence  lighting  are  obvious.  Interior  finish  is  almost 
uniformly  dark  in  color  in  the  more  used  portions  of 
the  modern  home  and  plenty  of  light  is  absolutely 
necessary  as  side  wall  reflection  is  almost  totally  lack- 
ing. The  "Mazda"  lamp  affords  the  most  economical 
means  of  gaining  this  desired  end. 
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ENGINEERS    DINE   IN    POWER   PLANT. 

The  regular  monthly  meeting  of  the  San  Fran- 
cisco Section  of  the  American  Institute  of  Electrical 
Engineers  was  held  in  the  Southern  Pacific  Com- 
pany's new  electric  power  plant  at  Fruitvale  on  the 
evening  of  May  19,  1911.  The  design  and  construc- 
tion of  the  plant  were  described  by  A.  H.  Babcock 
and  his  assistants  and  the  visitors  were  given  ever}- 
opportunity  for  complete  inspection.  These  papers 
will  be  published  in  an  early  issue  of  this  journal. 
A  subsequent  meeting  at  the  Oakland  shops  will  be 
devoted  to  the  line  construction  and  car  equipment 
of  the  Alameda  County  electrification  for  which  this 
plant  furnishes  the  power. 

This  meeting  was  preceded  by  a  banquet  at 
which  a  hundred  or  more  engineers  enjoyed  the  hos- 


bert  Gaytes,  H.  Y.  Hall,  W.  W.  Hanscom,  John  C.  Hays,  Dor- 
sey  Ash,  A.  H.  Halloran,  L.  F.  Halloran,  W.  A.  Hillebrand,  G.  C. 
Holberton,  A.  M.  Hunt,  C.  S.  Hull,  C.  W.  Hutton,  G.  S.  John- 
son, A.  G.  Jones,  L.  R.  Jorgensen,  J.  P.  Jollyman,  Geo.  I.  Kin- 
ney, W.  P.  Lamme,  H.  A.  Lardner,  O.  W.  LUlard,  S.  J.  Lis- 
berger,  R.  W.  Lohman,  H.  A.  Laidlaw,  Paul  Lebenbaum,  W. 
C.  Miller,  Fi-ed  F.  Mumma,  Geo.  R.  Murphy,  F.  S.  Hurst,  S.  L. 
Napthaly,  W.  F.  Nieman,  C.  F.  Orra,  H.  C.  Parlier,  H.  R.  Roed- 
ing,  L.  St.  D.  Roylance,  H.  A.  Russell,  A.  G.  Ramstad,  G.  A. 
Schneider,  Wm.  H.  Shepard,  E.  O.  Shreve,  H.  H.  Sinclair,  F.  E. 
Smith,  Sidney  Sprouut,  A.  B.  Saurman,  H.  E.  Shedd,  C.  E. 
Sedgwick,  R.  W.  Van  Norden,  F.  E.  Vickers,  W.  G.  Vincent, 
P.  T.  Vanatta,  M.  Vestal,  Chas.  J.  Wilson,  J.  E.  Woodbridge, 
C.  T.  Hutchinson,  A.  R.  Thompson,  A.  D.  Schindler,  G.  L. 
King,  F.  B.  Clapp,  D.  J.  Patterson,  C.  S.  Stanton,  R.  F.  Chev- 
alier, Thos.  Mirk,  W.  W.  Slater  A.  A.  Serva,  S.  W.  Estabrook, 
Chas.  Baker,  R.  Adams,  J.  Johansen,  H.  F.  Jackson,  C.  R.  Gill, 
J    W.  White,  W.   R.   Scott,  F.  W.   Hoover,  W.  H.  Norton,  H. 
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Dinner  Given  by  Southern  Pacific  Comi.any  in  Fruitvale  Power  House. 


pitality  of  the  Southern  Pacific  Company.  The  dinner 
was  unique,  in  being  served  on  the  main  floor  between 
the  two  5000-kw.  steam  turbo-generators  and  the 
rotary  converters,  a  score  of  waiters  from  the  South- 
ern Pacific  diners  attending  to  the  wants  of  the  party. 

The  guests  included  those  members  of  the  local 
section  who  have  been  most  regular  in  attendance,  the 
heads  of  departments  of  the  electrical  engineer's  of- 
fice of  the  Southern  Pacific  Company  and  representa- 
tives of  the  companies  which  furnished  all  the  plant 
equipment.     The  list   follows: 

B.  C.  Edgar,  J.  J.  Ferrier,  F.  E.  Manzer,  W.  C.  Myers,  R. 
Page,  Wm.  Redford,  F.  H.  Searight,  G.  W.  Welsh,  R.  M.  Al- 
vord,  C.  F.  Adams,  A.  H.  Babcock,  F.  G.  Baum,  E.  F.  Bivins, 
A.  J.  Bowie,  Geo.  H.  Bragg.  Henry  Bosch,  Ralph  Bennett,  F.  F. 
Barbour,  H.  W.  Clapp,  S.  K.  Colby,  C.  L.  Cory,  H.  W.  Crozier, 
J.  G.  De  Remer,  P  .M.  Downing,  K.  G.  Dunn,  R.  B.  Daggett, 
E.  I.  Dyer,  W.  H.  Evans,  S.  L.  Foster,  R.  H.  Fenkhausen,  Her- 


Stillman,  W.  A.  Cattell.  G.  W.  Dickie,  G.  L.  Henes,  J.  N.  Le 
Conte,  E.  A.  Rix,  J.  C.  H.  Stut,  G.  R.  Babcock,  J.  B.  Struble, 
M.  E.  McKay. 


Examination  for  Second-Class  Steam  Engineer  is 

announced  by  the  I'nited  States  Civil  Service  Com- 
mission on  June  21,  191 1,  to  fill  vacancies  as  they  may 
I'ccur  in  the  position  of  second-class  (or  assistant) 
steam  engineer  in  the  departmental  service  at  Wash- 
ington, D.  C.  The  examination  will  consist  of  letter 
writing,  practical  questions  in  mechanical  and  elec- 
trical engineering  (comprising  the  construction  and 
operation  of  the  heating  plant  and  electric  lighting 
and  elevator  machinery  in  first  class  public  buildings), 
training  and  experience  in  mechanical  and  electrical 
engineering,  and  fitness. 
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SECURITIES  OF  WATER  POWER  COMPANIES 
AS  INVESTMENTS.' 

BY    H.    M.    BYLLESBY. 

Until  recently  it  has  been  nearly  the  unvarying 
rule  of  men  busily  engaged  in  industrial  or  commercial 
pursuits  to  avoid  ever3'thing  resembling  or  pertaining 
to  the  making  of  addresses  such  as  you  have  honored 
me  with  in  your  invitation  to  speak  here. 

However,  within  a  comparatively  brief  period  it 
has  become  necessary  for  those  of  us  who  are  actively 
engaged  in  such  pursuits  to  make  a  beginning  by 
availing  ourselves  of  the  opportunities  of  addressing 
bodies  of  intelligent  men  for  the  purpose  of  placing 
before  them  certain  real  facts  correctly  stated  in  order 
to  do  away  with,  as  far  as  possible,  the  present  attitude 
of  many  of  the  magazines  and  politicians  and  those 
who  pander  to  discontent  by  their  misstatements  re- 
garding the  work  and  methods  pursued  by  those 
industrious  men  who  are,  while  endeavoring  to  make 
something  more  than  a  mere  livelihood  for  themselves, 
building  up  the  country  by  developing  the  otherwise 
imdeveloped  and  raw  natural  materials  for  a  useful 
purpose  and  at  the  same  time  affording  a  means  of 
livelihood  and  profit  to  a  large  number  of  others  and 
as  we  hope  and  believe,  helping  forward  the  progress 
of  civilization  and  ameliorating  in  general  the  con- 
ditions of  human  life. 

Therefore  I  will  ask  you  to  regard  my  remarks  as 
being  those  of  a  man  who  is  unaccustomed  to  public 
speaking,  but  who  believes  what  he  says,  and  if  what 
I  have  to  say  to  you  will  be  accepted  in  that  spirit  and, 
further,  shall  be  of  the  slightest  benefit  to  you  young 
men  before  me  who  are  about  entering  on  the  serious 
work  and  problems  of  life,  and  if  at  the  same  time  in 
any  sense  it  serves  to  give  you  a  different  view  of 
modern  commercial  enterprises  from  that  set  forth  in 
irresponsible  magazines  and  on  the  part  of  discontented 
demagogues  who,  as  always,  are  appealing  to  the 
unrest  in  the  community,  I  shall  feel  amply  repaid. 

Growing  Demand  for  Electricity. 

Month  b}-  month  and  year  by  year  the  uses  of 
electricity  are  increasing.  In  the  earlier  days  it  was 
necessary  to  demonstrate  to  the  prospective  user  of 
any  electrical  device  that  it  would  actually  perform  its 
function  ;  that  the  cost  of  the  device  or  the  cost  of  the 
electricity  to  operate  it  would  not  be  prohibitive,  or 
that  some  other  device  operated  by  some  other  force 
would  not  shortly  take  its  place.  Today  all  this  is 
altered  and  from  one  end  of  the  country  to  the  other 
the  usefulness  and  facility  of  the  electric  motor  is 
recognized,  the  usefulness  and  advantages  of  electric 
light  are  recognized,  the  usgs  of  electricity  for  many 
chemical  processes  are  well  known,  and  the  question 
with  any  given  prospective  user  in  any  given  case  is 
merely  one  of  the  cost  of  the  electricity  as  compared 
with  whatever  other  force  or  prime  mover  or  illumi- 
nant  may  at  the  moment  be  at  the  disposal  of  such  a 
prospective  customer. 

And  this  wonderful  development  of  the  use  of 
electricity  for  industries  and  for  comfort  and  for  the 
luxuries  of  life  is  such  today  that  any  new  use  for 
electricity,   even  in   our  domestic   establishments,   the 

'Extract  from  address  at  University  of  Pennsylvania.  April 
7.   1911. 


use  of  electricity  for  operating  cleaning  devices,  flat- 
irons,  subsidiary  cooking  devices,  is  recognized,  and 
again  with  the  householder  it  is  only  a  question  of  his 
ability  to  pay  the  cost  of  the  device  in  the  first  in- 
stance, and  the  continuing  cost  of  the  electricity  to 
operate. 

Now  there  is  hardly  any  business  or  enterprise 
which  has  ever  been  introduced  which  lias  such  a 
unique  demand  for  its  product  as  do  the  manufacturers 
of  that  thing  we  call  electricity. 

Another  feature  leading  to  the  stability  of  the 
Ijonds  and  stock  of  hydroelectric  companies  as  invest- 
ments is,  speaking  broadly  and  generally,  there  is  a 
comparative!}'  limited  number  of  available  water 
powers,  either  developed  or  undeveloped,  and  while  in 
certain  sections  of  the  country  there  is  a  great  overplus 
of  water  power,  3'et  generally  throughout  the  country 
there  is  far  less  water  power  than  is  equivalent  to  the 
total  requirements  for  electricity  for  power,  light  and 
tlie  subsidiar}'  uses,  in  the  sections  in  which  these 
water  powers  are  located,  and  with  rare  exceptions, 
in  fact  the  exceptions  being  so  few  in  number  as  to  be 
negligible,  even  in  the  sections  which  have  been  en- 
dowed by  nature  with  an  overplus  of  water  power, 
those  that  have  been  developed,  while  temporarily 
oversupplying  the  market,  have  rapidly  found  uses  for 
all  of  their  product. 

Finally  and  as  a  general  rule,  the  class  of  men  who 
heretofore  have  been  connected  with  the  development 
of  hydroelectric  projects  have  been  men  of  character, 
of  integrity,  and  generally  their  projects  have  not  been 
seriously  overcapitalized,  almost  without  exception  the 
enterprises  have  been  honestly  administered  and  there 
has  been  a  certain  enterprise  and  enthusiasm  on  the 
part  of  the  men  engaged  in  the  development  of  these 
enterprises  which  has  been  of  a  high  order  and  which 
has  led  to  great  enthusiasm  and  conscientious  devotion 
to  the  interests  committed  to  their  charge. 

So  far  there  has  been  comparativelv  little  of  what  is 
called  "stock  jobbing"  connected  with  these  enter- 
prises; there  has  been  comparatively  little  of  the 
purposely  embarrassing  of  these  corporations  for 
purposes  of  ultimate  selfish  greed  and  broadly  it  may 
be  stated  that  there  is  no  class  of  investment  which 
has  been  more  lionestl}'  administered,  more  indus- 
triously operated,  or  where  the  management  has  a 
greater  degree  of  integrity  than  in  the  class  of  invest- 
ments covered  in  the  subject  upon  which  you  have 
asked  nie  to  speak. 

Beyond  this  it  is  inevitable  that  in  the  near  future 
the  present  5  per  cent  (and  in  some  cases  6  per  cent) 
mortgage  securities  of  hydroelectric  properties  will  be 
refunded  into  4  per  cent  mortgage  securities  and  that 
the  preferred  stocks  of  these  companies  will  sell  on  a 
5  per  Cent  basis,  and  the  natural  consequence  of  this 
will  be  to  the  present  holder  of  the  bonds  and  stocks 
of  the  hydroelectric  companies,  that  he  will  find  his 
securities  called  in  under  such  terms  and  conditions  as 
are  provided  in  the  instruments  covering  the  issuance 
of  those  securities,  for  the  purpose  of  being  refunded 
into  lov.-er  interest  bearing  stocks  or  bonds. 

Xow  I  shall  touch  later  on  upon  certain  disappoint- 
ing cases  which  have  arisen  in  the  hj'droelectric  busi- 
ness and  I  shall  be  able  to  give  you  the  specific  reasons 
for  those  disappointments  and  I  shall  be  able  to  point 
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out  how,  notwithstanding  the  disappointments  in  prac- 
tically every  case,  the  enterprises  eventually  came  out 
so  that  the  original  investors  did  not  lose  any  of  their 
principal  and  even  in  many  of  the  disappointing  cases 
not  only  regained  their  principal,  but  a  more  or  less 
handsome  speculative  profit  in  addition. 

Management. 

The  duties  of  the  managers  of  an  hydroelectric 
property  are  continuous  and  unremitting;  there  is  the 
public  to  be  dealt  with,  which  is  always  a  question 
requiring  tact  and  thought  fulness,  and  the  public  can 
only  be  dealt  with  successfully  where  the  manager  of 
a  corporation  is  imbued  with  and  firmly  believes  in  the 
underlying  principles  of  Anglo-Saxon  justice  and  fair 
play.  A  management  which  deals  in  smart  tricks, 
which  cuts  sharp  corners,  which  in  any  sense  fools  the 
public,  which  says  "the  public  be  damned,"  you  can 
depend  upon  it,  will  sooner  or  later  bring  the  property 
under  its  charge  into  greater  or  less  disrepute  and 
financial  loss. 

A  man  to  make  a  success  in  this  or  any  other 
department  of  modern  business  must  stand  squarely 
upon  the  platform  of  dealing  honestly  with  the  public, 
with  his  associates,  and  with  the  interests  committed 
to  his  care.  This  is  tact,  and  the  smartest  thing  that 
any  man  can  do  is  to  be  absolutely  and  continuously 
honest,  and  such  embarrassments  as  some  of  the  public 
service  corporations  have  had  you  can  in  almost  every 
case  trace  back  to  trickery,  to  an  attempt  to  fool  the 
public  or  the  shareholder.  Fortunately  that  situation 
is  passing  away  forever. 

In  addition  to  this  the  management  of  an  hydro- 
electric proposition  must  be  alert  and  active,  must  be 
continually  looking  for  further  profitable  sales  of  its 
product,  must  be  continually  on  the  alert  to  fortify  its 
position  as  regards  possible  competition,  the  loss  of 
business  or  the  invasion  of  its  rights,  the  management 
must  have  financial  ability  so  that  from  the  means  at 
their  disposal  they  will  seasonably  and  in  advance  of 
the  actual  requirements  provide  funds  for  the  con- 
tinuing extensions  and  developments  and  enlargements 
which  is  the  almost  universal  experience  of  hydro- 
electric developments.  Tlie  management,  for  instance, 
must  not  overstay  the  market  and  eventually  be  forced 
to  raise  its  funds  in  a  bad  money  market  under  hu- 
miliating conditions  or  perhaps  at  ruinous  interest  or 
brokerage  rates. 

The  management,  while  providing  for  the  fore- 
going, must  at  the  same  time  do  all  those  common 
sense  things  which  result  in  giving  a  corporation,  the 
same  as  an  individual,  a  good  credit  as  distinguished 
froin  a  bad  credit.  No  individual  can  tell  at  what 
moment  he  may  be  called  upon  to  use  his  own  credit 
or  the  corporation  be  called  upon  to  use  it's  own  credit 
to  tide  over  fortuitous  or  temporarily  disastrous  con- 
ditions, and  the  concern  which  is  in  high  credit  will 
always  be  able  to  do  this,  where  the  company  which 
has  not  paid  attention  to  this  question  of  credit  may 
be  very  seriously  embarrassed. 

Further  than  this  the  management  must  be  on  the 
alert  for  new  and  useful  methods  for  the  consumption 
of  electricity  which  can  be  continually,  from  time  to 
time,  brought  before  the  consumers  of  such  company; 
only  in  this  way  can  the  company  go  forward  and  fulfill 


the  maximum  earning  capacity  and  satisfaction  to  the 
public  which  it  serves. 

Capitalization. 

Another  point  in  dealing  with  prospective  invest- 
ments in  hydroelectric  propositions  is  the  design  of  the 
capitalization  of  such  corporation. 

Among  the  disappointments  incurred  in  this  busi- 
ness in  the  past  from  causes  which  I  shall  explain  in 
detail  subsequently  one  of  the  most  frequent  has  been 
the  inflexible  nature  of  its  devices  for  raising  capital. 
.•\ny  and  every  hydroelectric  enterprise  in  addition  to 
being  provided  with  ample  cash  working  capital,  so 
that  it  may  discount  its  running  accounts  and  always 
be  in  funds  for  prompt  payment  of  its  mortgaged  and 
capital  interest  and  dividend  requirements,  should  fur- 
ther be  so  equipped  by  the  arrangement  of  its  capi- 
talization that  at  any  time  by  the  sale  of  bonds  or 
additional  capital  stocks  it  can  provide  funds  for  fur- 
ther development  of  its  business. 

Conclusions. 

Generally,  in  summing  up  the  foregoing,  I  am  of 
the  opinion  that  as  a  class,  hydroelectric  securities  are 
exceeded  by  no  other  class  of  securities  both  in  their 
stability  and  in  the  return  which  they  properly  are 
enabled  to  make  upon  their  investment;  the  field  of 
their  operation  is  continually  expanding  due  to  the  • 
continuing  growth  of  the  use  of  electricity  for  almost 
every  conceivable  purpose,  and  in  selecting  a  given 
investment  naturally  one  would  consider  the  present 
financial  condition  of  the  company,  its  management,  its 
means  for  raising  further  funds,  the  physical  condition 
of  its  property,  as  well  as  its  earning  capacity  in  view 
of  the  necessity  or  lack  of  necessity  of  steam  reserve 
or  the  fluctuations  of  the  stream  which  operates  it. 

Heretofore  I  have  given  you  as  briefly  as  the  sub- 
ject would  allow,  a  general  resume  of  the  main  points 
which,  as  I  understand,  are  covered  in  the  question  on 
which  I  have  been  asked  to  address  you.  I  wish,  how- 
ever, now  to  warn  you  of  the  things  to  be  avoided  and 
in  this  connection  I  would  not  for  one  moment  disguise 
from  you  the  fact  that  a  certain  proportion  of  these 
enterprises  heretofore  undertaken  in  the  United  States 
and  Canada  have  proven  temporarily  disappointing 
and  for  a  time  many  of  them  have  appeared  as  disas- 
trous failures,  due,  however,  to  reasons  which  are  well 
understood  and  to  causes  which  no  one  will  have  any 
excuse  for  neglecting  in  the  future.  The  primal  causes 
of  disappointments,  of  temporary  disasters,  and  in  one 
( n:  two  cases  failures  (and  there  are  not  more  than  one 
or  two-  to  my  certain  knowledge)  that  have  occurred, 
in  the  entire  range  of  the  subject,  can  be  reduced  to: 
First :  Underestimating  the  cost  of  the  project. 
Second :  To  mistakes  made  in  the  measurement  of 
the  flow  of  the  stream  to  be  developed. 

Third:     Inflexibility  of  the  financial  design. 
Fourth  :     .\bsence  of  surplus. 

Underestimating. 

As  to  the  first,  I  consider  it  one  of  the  crying  evils 

of   the    entire    engineering   profession,    including    the 

architects  of  today,  which  is  an  almost  invariable  and 

unfailing   underestimating   of   the    cost   of   any    given 

roject,  and  in  hydroelectrics  it  has  been  more  exces- 
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other  industry  because  there  have  been  more  uncer- 
tainties connected  with  the  estimating  of  the  cost  of 
such  projects. 

The  so-called  "McCall's  Ferry"  project,  with 
which  all  of  you  are  more  or  less  familiar,  and  you 
certainly  are  if  you  are  connected  with  any  large  bank- 
ing interests,  went  into  temporary  disaster  requiring 
drastic  reorganization,  due  to  the  fact  that  not  more 
than  50  to  60  per  cent  of  the  cost  of  building  this 
enterprise  was  provided  for.  And  this  disaster  was 
further  aggravated  by  no  provision  in  the  capitalization 
of  the  company  to  allow  for  the  raising  of  additional 
funds  when  the  original  moneys  provided  had  been 
exhausted. 

As  an  example  of  the  proneness  of  technical  men 
to  underestimate  the  cost  of  construction  and  to  which 
they  are  as  prone  as  the  sparks  to  fly  upward,  and 
from  which  many  technical  men  never  shake  them- 
selves loose,  I  will  mention  the  instance  of  a  body  of 
experienced  and  able  men  in  the  hydroelectric  business, 
their  experience  extending  over  a  period  of  well  nigh 
fifteen  years,  where  in  developing  a  large  and  very 
necessary  reservoir  they  made  some  soundings  (but 
not  enough),  they  dug  some  test  pits  (but  not  enough) 
and  located  what  they  believed  to  be  a  rock  ledge  upon 
which  they  have  begun  to  build  a  dam  to  empound  the 
water  in  the  reservoir,  and  now,  after  having  closed  the 
door  for  the  raising  of  further  funds,  they  find  them- 
selves in  an  extremely  embarrassing  position,  because 
contrary  to  all  geological  data  at  their  command, 
contrary  to  the  showing  of  their  test  pits,  this  ledge 
of  rock,  instead  of  drifting  uniformly  across  the  gorge 
where  the  dam  is  being  built,  has  now  developed  a 
"fault"  at  the  center  of  unknown  depth,  and  which  can 
only  be  bridged  over  or  made  safe  by  the  expenditure 
of  about  25  per  cent  of  the  cost  of  the  project,  and  if  it 
were  not  for  the  fact  that  the  men  back  of  this  enter- 
prise had  large  individual  personal  means  and  ample 
credit,  the  raising  of  this  additional  money  with  their 
closed  issues  of  bonds  and  stock  would  probably  force 
this  particular  enterprise  to  a  drastic  reorganization. 

Therefore,  I  urge  upon  all  of  you  who  are  expect- 
ing to  be  connected  in  any  way  with  the  enterprises  of 
which  we  are  speaking,  to  make  your  estimates  with 
the  most  painstaking  care  and  conscientious  toil,  to 
leave  undone  no  amount  of  work  or  experiment  which 
will  serve  to  make  certain  the  grounds  upon  which  you 
are  making  your  estimates  and  beyond  all  this  and  after 
having  estimated  liberally  for  all  requirements  so  far 
as  you  can  see  them,  to  provide  additionally  a  sub- 
stantial sum  of  money  and  at  the  same  time  to  so  set 
up  your  financial  arrangement  that  if  contrary  to  your 
expectations  your  original  estimates  are  overrun,  and 
the  extra  amount  of  money  provided  is  exhausted,  and 
you  still  have  capital  requirements  in  order  to  finish 
your  enterprise,  you  may  have  the  means  to  do  so 
without  forcing  the  property  to  a  miserable  reorgani- 
zation. 

Legalities. 

And  in  addition  to  the  necessity  of  estimating  and 
providing  for  as  carefully  as  you  can  the  many  require- 
ments for  the  physical  part  of  the  development,  do  not 
forget  to  see  that  the  legal  end  of  every  feature  of  your 
proposition  is  attended  to  beyond  peradventure.    Many 


hydroelectric  enterprises  have  been  put  to  very  great 
expense  and  great  hazards,  due  to  faults  in  the  legali- 
ties of  their  real  estate,  their  flowage  rights,  their 
rights  of  way,  or  the  privileges  of  occupying  public 
highways,  and  in  many  cases  due  to  faults  in  these 
so-called  "legalities"  at  the  critical  moment  they  have 
been  held  up  and  forced  to  pay  a  monstrous  figure  for 
a  small  bit  of  overflowed  land,  for  an  unprotected 
portion  of  their  right  of  way,  or  due  to  some  flaw  in 
real  estate  titles,  and  it  has  frequently  occurred  that 
these  so-called  "hold  ups"  have  happened  at  a  time 
when  the  enterprise  could  not  possibly  wait  to  fight 
the  question  through  the  courts  as  the  attendant  loss 
of  credit  with  the  underwriters  and  the  public,  and  the 
attendant  loss  of  income,  possibly  resulting  in  the 
washing  away  of  partly  finished  construction,  made  it 
imperatively  and  absolutely  necessary  to  pay  the 
"blood  money"  price  required  and  all  of  which  would 
have  been  avoided  if  the  legal  details  had  been  properly 
and  carefully  attended  to  at  the  beginning. 

Load  Factor. 

I  wish  to  touch  upon  the  question  of  what  is  tech- 
nically termed  "load  factor."  It  is  easy  to  deceive 
one's  self  by  a  high  rate  received  for  the  sale  of  elec- 
tricity, and  to  make  an  investor  either  in  securities  of  a 
going  hydroelectric  company  or  one  who  is  contem- 
plating joining  a  preliminary  underwriting,  to  be  woe- 
fully deceived  by  the  statement  that  in  a  given  case 
the  company  will  receive  $75  or  $80  or  $100  or  $150 
per  h.p.  Now  suppose  that  in  a  given  community  or 
given  industry,  due  to  its  high  rate  of  cost  of  fuel,  you 
did  receive  a  rate  of  $150  per  h.p.  but  that  your  load 
factor  was,  for  instance,  20  per  cent.  Your  gross  in- 
come from  a  given  plant  would  be  no  better  than  if 
you  had  a  load  factor  of  100  per  cent  and  sold  your 
electricity  at  $30  per  h.p.,  and  I  have  known  of  ex- 
tremely disappointing  cases  resulting  from  promoters 
and  managers  being  carried  away  by  the  large  unit 
price  for  electricity  where  owing  to  conditions  of  its 
use  a  total  gross  revenue  of  but  small  amount  was 
received,  and  this  runs  naturally  into  the  very  broad 
question  of  the  sale  of  secondary  electric  power,  by 
which  is  meant  the  sale  of  electricity  at  irregular  inter- 
vals and  in  irregular  amounts. 

You  may  have  a  given  hydroelectric  development, 
for  instance,  which  for  six  months  ir  the  year  can 
deliver  to  the  consumers  continuousl}^  10,000  h.p.  and 
for  the  remaining  six  months  can  deliver  only  5000  h.p. 
(ir  the  .luctuations  and  extremes  may  be  more  wide 
<han  I  have  stated.  Now,  owing  to  the  comparative 
newness  of  this  business,  and  the  enormous  number 
of  things  which  people  connected  with  it  have  had  to 
give  earnest  attention  to,  the  question  of  the  sale  of 
secondary  power  has  as  yet  not  reached  the  proportions 
to  which  it  is  entitled  and  broadly  has  been  disappoint- 
ing. I  confidently  believe,  however,  that  the  time  will 
come  when  the  hydroelectric  development  in  any 
normal  situation  as  to  market  will  be  able  to  sell  to 
some  one  every  kilowatt  of  electricity  which  it  is  able 
to  turn  out  from  the  water  flowing  through  its  works. 
One  very  practical  way  to  accomplish  this,  particularly 
in  your  eastern  section  where  the  bulk  of  youi  indus- 
trial enterprises  operate  on  the  so-called  eight  or  ten- 
hour  day,  is  to  arrange,  as  can  be  done,  that  certain  of 
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the  users  of  this  electricity  work  at  night  instead  of 
day  time,  if  only  for  part  of  the  year. 

Income  From  Secondary  Power. 

If,  in  a  given  eastern  location  you  had  a  10,000  h.p. 
hydroelectric  proposition,  and  you  had  consumption  of 
power  for  the  operation  of  trolley  roads,  some  small 
electric  lighting  and  largely  for  furnishing  power  to 
industrial  enterprises,  happened  to  be  10,000  h.p.,  but 
that  from  6  o'clock  in  the  evening  until  7  o'clock  the 
following  morning  you  had  only  a  small  load  for  part 
of  that  time  from  the  trolley  system,  a  heavy  peak  load 
for  the  balance  of  the  period,  you  would  immeasurably 
increase  the  earnings  of  your  property  without  prob- 
ably any  material  increase  in  the  operating  expenses 
if  you  could  induce  certain  of  your  consumers  or  cer- 
tain manufacturers  who  are  not  taking  power  from  you 
in  the  day  time,  when  you  did  not  have  it,  to  operate  at 
night  during  v\'hich  period  they  would  purchase  power 
from  you. 

Also  with  further  study  and  development  it  will 
be  found  feasible  to  furnish  to  given  manufacturing 
enterprises  excess  electricity,  they  using  their  steam 
plant  to  carry  all  or  a  small  part  of  their  load  as  the 
case  may  be,  purchasing  from  the  hydroelectric  com- 
pany necessarily  at  a  low  rate  owing  to  the  lack  of 
guarantee  of  service,  such  electricity  as  the  hydro- 
electric company  can  furnish  from  time  to  time. 

Cost. 

As  to  the  cost  of  hydroelectric  developments,  it  is 
no  more  possible  to  give  any  really  guiding  figures 
than  it  would  be  to  state  the  size  of  a  piece  of  cheese. 
The  cost  of  these  developments  varies  through  the 
widest  possible  limits,  and  the  market  justifies  or  fails 
to  justify  to  very  wide  limits,  the  varying  degrees  of 
cost  of  these  propositions.  And  in  this  regard  there 
is  one  very  great  danger,  one  very  serious  pitfall  I  wish 
to  warn  you  against,  which  I  am  glad  to  say  is  be- 
coming appreciated  by  engineers,  managers  and  the 
public  at  a  rapid  sate,  and  that  is  that  the  cost  of  your 
transmission  lines,  your  substations,  your  extensive 
subsidiary  apparatus,  your  pole  line  right  of  way,  and 
your  individual  distribution  will  in  many  cases  exceed 
the  cost  of  the  hydroelectric  plant,  and  very  rarely  is 
materially  if  any  less  than  the  cost  of  the  plant,  because 
if  the  same  painstaking  care  and  thorough  workman- 
ship is  lacking  in  the  transmission  lines  or  extensive 
subsidiary  apparatus  of  a  plant  which  has  been  given 
properly  to  the  building  of  the  dam,  power  house  and 
general  machinery  you  will  have  continuous,  difficult 
and  expensive  repairs,  interrupted  service,  and  a 
generally  unsatisfactory  condition  of  affairs. 

In  our  experience,  which  has  been  fairly  broad,  we 
have  known  the  cost  of  completed  water  powers  of 
large  dimensions,  including  their  transmission  lines 
and  substations  and  a  rmall  amount  of  local  distribut- 
ing line  for  large  power  consumers,  to  run  as  low  as 
$125  per  installed  h.p.  \\'e  have  also  known  them  at 
the  same  time  being  commercial  successes,  to  reach 
$700  or  $800  per  h.p.  A  steam  plant,  not  including  any 
distribution  system,  but  simply  the  power  house,  boil- 
ers, engines,  generators  and  internal  subsidiary  appa- 
ratus broadly  vary  from  in  very  large  plants  $50  or  $60 
per  h.p.  to  $125  to  $150  per  h.p..  but  all  of  these  general 
figures  I  think  are  repugnant  to  any  correct  general 


view  of  the  situation.  Each  case  must  be  carefully 
examined  from  the  conditions  bearing  directly  upon 
it,  and  deductions  made  in  accordance  with  a  careful 
study  with  the  experience  of  the  investor  himself  or 
guided  by  the  experience  of  some  other  man  of  ex- 
perience upon  whom  he  can  depend. 

With  the  daily  increasing  demand  for  electricity 
for  almost  every  conceivable  purpose  from  electric 
light,  through  power,  chemical  processes,  power  for 
pumping,  for  its  use  in  the  household,  in  the  office  and 
in  almost  every  detail  of  human  life,  and  with  the 
further  development  of  the  sale  of  secondary  electricity, 
and  even  with  a  fair  reduction  in  some  cases  in  the 
price  now  charged,  the  prosperity  of  all  properly  built 
and  properly  financed  hydroelectric  propositions  should 
continually  incease. 

Conservation. 

In  the  W'est  we  have  our  own  quarrels  with  the 
Conservation  Policy  of  the  Federal  Government  and 
of  the  various  State  governments,  and  as  this  while 
at  the  present  time  more  or  less  local,  is  becoming 
anything  but  local  in  its  bearing  on  the  collateral 
interests  involved  throughout  the  United  States  be- 
cause a  suspension  in  the  further  development  of 
water  power  jjrojects  has  its  direct  reflex  effect  not 
only  upon  the  communities,  depending  upon  such  de- 
velopments but  also  upon  the  entire  fabric  of  the 
manufacturing  interests  of  the  country,  the  copper 
producers  and  manufacturers,  the  manufacturers  of 
electrical  and  water  wheel  machinery,  the  manufac- 
turers of  structural  iron  and  steel,  the  manufacturers 
of  cement  and  building  materials,  and  the  railroad 
coni])anies  suffering  or  prospering  in  accordance  with 
the  absence  of  transporting  of  materials  for  water 
power  development  or  transporting  such  materials, 
and  therefore  on  this  subject  I  wish  to  say  a  few  words. 

L'p  to  three  or  four  years  ago,  and  in  many  cases 
at  the  present  time,  the  men  of  enterprise  and  who 
were  able  to  provide  capital  to  develop  hydroelectric 
enterprises  in  the  western  states  have  been  welcomed 
bv  the  entire  community.  It  has  been  recognized  that 
wliere  a  given  stream  for  countless  ages  has  been 
flowing  through  an  untenanted  wilderness,  serving  as 
far  as  the  power  of  the  stream  is  concerned,  no  use- 
ful purpose,  there  has  been  a  desire  to  provide  the  pro- 
posed company  with  a  free  gift  of  the  power  proposed 
to  be  developed,  free  right  of  way,  not  to  hamper 
them  as  to  rates,  recognizing  the  difficulty  of  provid- 
ing capital  to  build  such  enterprises,  recognizing  the 
brain  and  genius  required  to  think  out  and  plan  the 
entcrjirises  and  recognizing  beyond  all  this,  the  very 
great  appreciation  in  value  resulting  to  all  the  tribu- 
tary population,  property  and  interests  in  the  com- 
munities to  be  served  by  such  hydroelectric  develop- 
ment. 

I  have  been  working  in  this  field  for  many  years, 
being  one  of  the  earliest  workers  and  it  has  been 
only  recently  that  it  has  been  at  all  a  simple  matter 
to  provide  capital  to  develop  some  of  the  proposi- 
tions which  have  proven  most  highly  profitable. 
There  was  skepticism  on  the  part  of  the  investor,  and 
skepticism  on  the  part  of  the  banking  interests.  There 
was  the  antecedent  history  of  so  many  enterprises 
which  had  been  embarrassed  if  not  reduced  to  tem- 
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porary  failure  by  costing  more  tlian  had  been  ex- 
pected, and  heartbreaking  anxieties  on  the  part  of 
the  investor,  the  promoter  and  the  builder.  In  addi- 
tion, the  long  history  which  by  a  fatality  seems  to 
have  attended  nearly  every  hydroelectric  development 
which  is,  no  matter  how  carefully  in  the  past  the 
maximum  and  minimum  flow  of  the  stream  has  been 
ascertained  from  such  records  as  were  available,  that 
r.e\ertheless  during  the  progress  of  the  construction 
work  a  given  stream  has  violated  every  previous 
record,  either  as  to  high  or  low  water,  entailing  tem- 
porary disappointment  or  monetary  loss. 

All  these  conditions  have  been  recognized  gener- 
ally in  the  past,  but  a  few  years  since  the  cry  went 
up  that  while  in  the  east  a  very  material  part  of  its 
great  commercial  development  had  resulted  from  the 
free  development  of  the  natural  resources,  water 
powers  included,  without  any  exasperating  or  drastic 
restrictions.  That,  notwithstanding  this,  the  wilder- 
ness of  our  western  country,  which  is  sparsely  settled, 
where  the  power  is  generally  grievously  needed  by  the 
commercial  interests  and  the  inhabitants,  that  in  these 
cases  the  mortmain  of  I'ederal  and  State  Govern- 
ments must  be  placed  upon  such  enterprises;  that 
they  must  be  hampered  and  impaired  in  every 
conceivable  way  until  finally  by  the  straining 
of  every  possible  interpretation  of  the  laws  and 
by  the  creation  of  new  laws,  the  Federal  Gov- 
ernment, and  many  State  governments  will  allow  the 
development  of  non-developed  water  courses  under 
conditions  which  are  almost  prohibitive.  The  condi- 
tions broadly  and  generally  being  that  they  will  give  a 
permit  to  the  hydroelectric  company  to  put  up  its 
works,  costing  several  hundred  thousand  or  many  mil- 
lion dollars;  they  will  allow  them  to  occupy  the  stream 
for  a  limited  period  of  twenty  or  forty  years ;  they 
sometimes  reserve  the  right  to  regnlate  the  rates 
which  the  coporation  may  make,  and  reser\e  to  them- 
selves the  right,  in  some  cases  at  any  time  during  the 
period  of  the  permit,  but  in  all  cases  under  the  pres- 
ent program,  at  the  termination  of  the  permit,  to  do 
anything  they  see  fit  with  the  hydroelectric  develop- 
ment. The  government  can  refuse  to  renew  the  per- 
mit ;  it  can  force  the  company  to  remove  its  works  or 
renew  the  permit  at  ruinous  rates,  all  to  be  determined 
by  the  wisdom  of  the  Federal  or  Stale  officers  at  the 
time  that   this  contingency   arises. 

Along  with  these  permits  a  royally  charge  is 
made  for  the  use  of  the  water,  which  no  company  seri- 
ously objects  to.  What  is  objected  to  is  the  "making 
of  bricks  without  straw";  offering  these  permits  under 
conditions  which  make  it  impossible  to  raise  capital  to 
build  them. 

As  to  the  general  conservation  policy  of  federal 
and  State  Governments,  there  are  of  course,  as  in 
every  question,  points  of  merit  which  every  fair 
minded  man  thoroughly  agrees  to.  In  the  timber 
policy,  there  is  no  reason  whatever  why  if  a  tract  of 
timber  is  cut  over,  new  trees  should  not  be  planted, 
and  the  man  who  cuts  the  timber  should  be  forced  tn 
plant  new  trees  or  follow  any  other  wise    provision. 

In  yielding  water  power  privileges  to  companies 
on  public  domain,  no  company  will  object  to  the  pay- 
ment of  a  fair  and  proper  royalty  on  the  water  used. 


but  to  follow  a  policy  as  outlined  by  men  who  as  a 
rule  have  accomplished  nothing  in  the  world  except- 
ing as  to  politics,  who  could  not  either  devise  such  a 
project,  as  they  are  now  legislating  against,  or  if  they 
could  devise  such  a  project,  would  know  of  no  nook 
or  cranny  in  the  wide  world  where  they  could  com- 
mand sufficient  credit  to  raise  a  dollar  towards  it,  and 
to  have  men  of  this  sort  actuated  by  more  or  less 
fanatical  motives,  appealing  as  most  of  them  do,  to  the 
ignorance  and  prejudices  of  the  public,  enforcing  poli- 
cies which  put  the  dead  hand  of  the  law  upon  one  of 
the  most  notable  achievements  of  the  Anglo-Saxon 
race  in  the  United  States,  which  is  its  enterprise, 
brings  up  for  immediate  and  serious  thought  on  the 
part  of  all  fair-minded  people,  such  a  modification 
in  the  spirit  of  these  policies  as  will  conserve  that  most 
valuable  asset  which  the  people  of  these  United  States 
have  heretofore  possessed,  but  which  I  fear  they  are 
beginning  to  lose  very  rapidly,  and  which  is  the  in- 
dustry, enterprise  and  the  daring  courage  of  the  en- 
ergetic men  who  have  developed  the  resources  of  this 
country,  and  which  these  unfair  policies  and  unfair 
laws  will  inevitably  drive  to  fields  of  industry  in  Can- 
ada or  S(juth  America  or  elsewhere. 


ELECTRICITY  IN  BRITISH  SOUTH  AFRICA. 

Some  interesting  facts  relative  to  the  progress  of 
electricity  on  the  Witwatersrand  are  shown  in  the 
annual  report  of  the  Government  mining  engineer. 

There  was  a  large  increase  in  the  use  of  electrically 
driven  machinery  in  connection  with  the  mines,  the 
horsepower  of  motors  having  risen  during  the  year 
ended  June  30,  1910,  from  76,299  to  108,354.  Owing 
to  the  fact  that  the  electrification  of  the  power  sup- 
ply of  a  majority  of  the  mines  is  now  rapidly  going 
ahead,  this  total  will  be  largely  increased  during  the 
present  year.  This  scheme  contemplates  not  only 
the  employment  of  motor-driven  turbo-compressors  for 
supplying  compressed  air,  but  motors  will  also  be  used 
for  winding  and  pumping  and  in  a  majority  ot  cases 
for  the  mill  drive.  The  induction  motor  has  beeh 
chosen  by  many  of  the  mines  for  winding  purposes, 
this  being  generally  the  case  when  it  was  necessary 
to  convert  an  existing  steam  hoist,  but  it  is  under- 
stood the  Ward  Leonard  system  has  been  adopted  in 
most  instances  where  a  completely  new  winc'ing  plant 
was  required. 


Examination   for    First-Class    Steam    Engineer   is 

announced  l)y  the  United  Stales  Civil  Service  Com- 
mission on  June  21,  191 1,  to  fill  vacancies  as  they  may 
occur  in  the  position  of  first-class  steam  engineer  in 
the  de|)artmental  service  at  Washington,  D.  C.  The 
usual  entrance  salary  of  this  position  is  $1200  per 
annum.  The  examination  will  consist  of  letter  writ- 
ing, practical  questions  in  mechanical  and  electrical 
engineering  (comprising  the  construction  and  opera- 
tion of  the  heating  plant  and  electric  lighting  and  ele- 
vator machinery  in  first-class  public  buildings),  train- 
ing and  experience  in  mechanical  and  electrical  en- 
gineering, and  fitness.  While  graduation  from  a  tech- 
nical school  is  not  necessary,  it  will  be  given  due  con- 
sideration in  the  rating  of  the  subject  of  training,  ex- 
perience and  fitness. 
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Alining,  like  growing  potatoes,  is  a  commercial 
possibility  only  when  the  economic  laws  governing 
cost  of  production  and  market 
Electricity  in  value  can  be  satisfactorily  adjusted. 

Mining  The  fact  that  a  mine  may  contain 

the  necessary  mineral  deposits  is 
luit  one  of  the  features  which  control  this  adjustment. 

When  the  mines  on  the  Comstock  Lode  of  Nevada 
were  at  the  height  of  their  production,  all  power  ma- 
chinery was  driven  by  steam,  which  in  turn  was 
generated  from  fuel  of  high  cost,  for  coal  was  brought 
great  distances,  while  wood  soon  depleted  the  forests. 
During  this  period  the  ore  was  of  sufficient  richness 
and  the  mines  easilj'  enough  worked  to  make  the 
production  commercially  of  great  value,  notwithstand- 
ing high  unit  costs.  As  the  mines  became  deeper,  and 
the  best  ore  was  worked  out,  there  came  a  time  when 
the  costs  of  operation  overbalanced  the  output  and 
business  practically  came  to  a  standstill.  There  still 
remained  large  quantities  of  gold  and  silver  to  be 
mined,  but  the  economic  conditions  surrounding  the 
mining  were  such  as  to  make  ground,  once  of  untold 
\alue,  practically  worthless. 

The  advent  of  cheap  electricity  and  modern  elec- 
trical machinery  instantly  changed  the  economic  con- 
ditions; pumps  which  to  that  time  could  be  worked 
only  at  the  greatest  cost  or  not  at  all,  could  now  be 
cheaply  and  easily  operated,  restoring  drifts  which  had 
been  considered  lost  to  the  world.  A  new  lease  of  life 
was  given  by  making  one  kind  of  Nature's  resources 
assist  in  working  another. 

For  modern  mining  it  is  necessary  to  have  power 
and  water,  and  where  these  necessities  can  be  had 
easily  and  cheaply,  the  business  of  mining  stands  the 
best  possible  chance  of  continued  success.  It  is  for 
this  reason  that  many  low  grade  mines,  situated  in 
mountainous  places,  operate  year  in  and  year  out  as 
steadil}'  as  a  shoe  factory  and  make  a  consistent  profit 
at  every  cleanup,  while  desert  mines,  rich  in  deposits, 
but  lacking  the  advantage  of  cheap  power  and  water, 
struggle  fitfully  and  often  fail. 

Many  of  the  older  mines  on  the  "Mother  Lode" 
of  California  which  have  been  good  payers,  have  had 
these  cardinal  advantages  by  being  so  situated  that 
water  under  high  pressure  could  be  brought  directly  to 
the  mines  to  supply  the  power  needed.  To  operate  a 
mine  by  water  power  was  the  dream  of  delight  of  the 
old-time  miner,  and  when  the  change  to  electricity 
came  to  those  mines  which  were  fortunate  in  having 
water  power,  it  was  hard  to  convince  the  more  con- 
servative that  their  condition  was  being  bettered. 

Mines  hitherto  without  cheap  power  can  now  be 
reached  by  the  electric  transmission  lines  which  are 
L'\'er  increasing  in  length.  Motor  drive  has  been  so 
perfected  that  it  is  applicable  to  every  phase  of  mining 
and  milling  as  well  as  smelting.  The  winning  of 
metals,  though  one  of  the  last  great  industries  to  adopt 
this  ideal  power,  is  destined  to  be  one  of  the  most  sat- 
isfactory power  loads  in  this  W^estern  country.  Many 
of  the  problems  are  analogous  to  those  already  solved 
in  other  lines  of  work,  so  that  future  progress  should 
lie  most  rapid  in  this  field. 
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PERSONALS. 

Leon  M.  Hall  visited  Reno  and  Virginia  City  during  the 
past  week. 

Gano  Dunn  has  been  elected  president  of  the  American  In- 
stitute of  Electrical  Engineers. 

Roy  C.  Fike,  of  the  Home  Telephone  &  Telegi-aph  Com- 
pany, of  Los  Angeles,  is  at  San  Francisco. 

J.  Flanagan,  an  electrical  contractor  of  Stockton,  was  a 
San  Francisco  visitor  dui-ing  the  past  week. 

Geo.  Cole,  of  the  John  R.  Cole  Company,  has  returned 
to  Los  Angeles  after  spending  three  weeks  at  Los  Angeles. 

Marston  Campbell,  superintendent  of  public  works  of  the 
Hawaiian  Islands,  has  arrived  at  San  Francisco  for  a  month's 
stay. 

A.  M.  Hunt  left  last  week  for  New  York.  He  will  spend 
about  a  month  in  the  East  in  connection  with  engineering 
projects. 

E.  G.  Robinson  Jr.,  manager  of  the  Jim  Creek  Water, 
Light  and  Power  Company,  at  Arlington,  Wash.,  is  at  San 
Francisco. 

E.  R.  Davis,  assistant  manager  of  the  Pacific  Light  & 
Power  Company  of  Los  Angeles,  recently  spent  a  few  days 
at  San  Francisco. 

F.  B.  Gleason,  manager  of  the  Western  Electric  Com- 
pany's branch,  returned  to  San  Francisco  last  Friday  after  a 
trip  to  Salt  Lake  City. 

H.  C.  Goldrick,  Pacific  Coast  manager  of  the  Kellogg 
Switchboard  &  Supply  Company  of  Chicago,  is  making  a  tour 
of  the  Pacific  Northwest. 

Edson  F.  Adams  and  \V.  H.  Leffingwell  made  a  trip  last 
week  to  the  site  of  the  Mono  Power  Company's  hydroelectric 
plant   on   the   Owens   River. 

Delos  A.  Chappell,  of  the  Hydroelectric  Company,  is  at 
Podie,  California,  on  business  connected  with  the  recon- 
struction of  the  plant. 

Edgar  S.  Hurley,  formerly  in  the  San  Francisco  depart- 
ment of  electricity  has  been  appointed  chief  electrician  of 
the  Geary  Street  Municipal  Electric  Railway. 

M.  F.  Orrick,  formerly  in  charge  of  the  telephone  sales 
department  of  the  Western  Electric  Company  at  San  Fran- 
cisco, has  gone  to  Salt  Lake  City  to  take  charge  of  the  com- 
pany's branch  at  that  point. 

John  Coffee  Hays,  general  manager  of  the  Mt.  Whitney 
Power  Company,  and  connected  with  the  management  of  the 
La  Grange  Water  &  Power  Company,  and  other  enterprises 
of  John  Hays  Hammond,  is  at  San  Fiancisco. 

P.  T.  Hanscom  has  been  appointed  general  superintend- 
ent of  the  Great  Western  Power  Company  with  headquarters 
at  San  Francisco.  He  was  formerly  connected  with  the 
management  of  the  Central  Colorado  Power  Company. 

Horatio  A.  Foster  was  in  San  Francisco  this  week  en 
route  from  Los  Angeles  to  the  East.  As  a  former  classmate 
and  old  friend,  he  was  entertained  by  Samuel  H.  Taylor  of 
the  Electric  Railway  and  Manufacturers'  Supply  Company. 

W.  K.  FVuedenberger,  formerly  electrical  engineer  for 
the  Steptoe  Valley  Smelting  &  Mining  Co.,  McGill,  Nev.,  has 
been  appointed  engineering  expert  for  the  Public  Service  Com- 
mission of  Nevada.    He  has  been  succeeded  by  R.  E.  Middagh. 

Mortimer  Fleishhacker  who  is  connected  with  the  man- 
agement of  the  City  Electric  Company,  left  for  New  York 
last  Thursday  to  complete  the  details  of  the  transfer  of  the 
Great  Western  Po.wer  Company.  The  $150,000  option  on  the 
City  Electric  Company  expires  June  1.  and  it  is  expected 
that  in  future  the  Fleishhacker  interests  will  have  much 
to  do  with  shaping  the  policy  of  the  Great  Western  system. 


TRADE    NOTES. 

G.  A.  Wilbur,  representative  of  the  Duncan  Electric  Man- 
ufacturing Co.,  the  Triump  Electric  Co.,  the  Helios  Manufac- 
turing Co.,  et  al.,  has  moved  from  61  to  78  Second  street,  San 
FVancisco. 

L.  E.  Sperry,  formerly  manager  of  the  California  Electrical 
Works  (now  the  Western  Electric  Co.'s  San  Francisco  house), 
has  established  offices  and  warehouse  at  629  Howard  street, 
San  Francisco,  as  the  representative  of  the  New  York  In- 
sulated Wire   Company. 

J.  C.  Farrar  &  Co.,  Los  Angeles,  Pacific  Coast  agents  for 
the  Electrical  Engineers  Equipment  Company,  have  received 
a  large  order  for  the  material  to  be  used  in  wiring  the  new 
100,000  kw.  turbo-generator  station  being  built  by  the  South- 
ern   California   Edison    Co. 

The  General  Electric  Company  has  lately  shipped  to  the 
Southern  Power  Company  a  12,000  ampere  triple  pole  650 
volt  a.  c.  circuit  breaker  to  be  used  in  controlling  the  current 
from  the  600  volt  side  of  a  11,000/600  volt,  60/40  cycle,  6600 
kw.  frequency  changer  set.  This  is  the  largest  capacity  a.  c. 
circuit  breaker  that  has  ever  been  manufactured. 

A  fire  in  the  factory  building  of  Partrick,  Carter  &  Wil- 
kins  Co.,  Philadelphia,  on  the  night  of  May  the  16th  caused 
considerable  damage  and  a  temporary  shut  down.  The  loss 
is  being  adjusted  and  arrangements  made  for  an  early  re- 
sumption of  work.  They  ask  their  friends  in  the  trade  to  be 
patient  with  them  for  any  delays  in  filling  orders  as  they  ex- 
pect to  be  in  full  operation  shortly.  • 

The  American  Electric  Fuse  Company  and  the  Hygrade 
Incandescent  Lamp  Company  have  arranged  with  The  North- 
west Electrical  Equipment  Company  of  Portland,  Oregon,  for 
representation  in  that  territory.  The  company  will  also  act 
as  manufacturers'  agents  for  several  other  specialties,  such 
as  overhead  material  for  electric  railways,  steel  transmis- 
sion towers,  electric  hammers  and  tools,  underground  con- 
duit, wires  and  cables.  The  new  concern  is  at  530  Lumber 
Exchange,  and  W.  H.  Barnes,  formerly  of  the  J.  C.  English 
Company  is  president  and  general  manager. 

The  General  Electric  Company  reports  the  closing  of  a 
large  contract  with  the  Pacific  Electric  Railway  Company  of 
Los  Angeles  for  electrical  machinery  and  equipment,  includ- 
ing the  following:  Four  2-bearing,  motor-generator  sets,  each 
consisting  of  one  M.  P.  C.  8,  1000-kw.,  500  r.p.m.,  600  v.,  d.c. 
generator,  direct  connected  to  one  A.  T.  I.  12,  1120  kw.,  2200  v., 
50  cycle,  3-phase  synchronous  motor.  Three  2-bearing  motor- 
generator  sets,  each  consisting  of  one  M.  P.  C.  6,  600  kw.,  750 
r.p.m.,  600  v.,  d.c.  generator,  direct  connected  to  and  mounted 
on  the  same  base  with  one  I.  8,  900  h.p.,  750  r.p.m.,  2200  v., 
.50  cycle,  3-phase  induction  motor.  Fifty  quadruple  G.  E.  210, 
60  h.p..  500  v.,  railway  equipments,  with  G.  E.  Type  M  con- 
trollers. Nine  450-kw.,  water-cooled  transformers  and  nine 
300-kw.,  water-cooled  transformers,  all  designed  for  15,000 
volts  for  primary  and  2250  volts  secondarj'. 


NEW    CATALOGUES. 

Bulletin  No.  32R  from  the  Helios  Mfg.  Co.  represented 
by  G.  A.  Wilbur,  78  Second  Street,  San  Fi-ancisco,  gives  val- 
uable data  regarding  the  "Helios"  incandescent  series  street 
lighting  system. 

The  Pacific  Gas  &  Electric  Company  have  issued  a  beau- 
tiful 275-page  book  regarding  its  properties  and  territory 
served,  giving  the  finances,  history  and  statistics  of  each 
subsidiary  company.  It  is  handsomely  illustrated  with  half- 
tones and  contains  several  maps. 

The  Westinghouse  New  Model  Roney  Mechanical  Stoker 
is  illustrated  and  described  in  Circular  W.  M.  504  from  The 
Westinghouse  Machine  Company.  Brief  reference  is  also 
made  to  the  Westinghouse  chain  gi'ate  stoker  and  the  West- 
inghouse coal  crusher. 
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ELECTRICAL    CONTRACTORS'    NOTES. 

The  National  Electric  Company  of  San  Francisco  has  been 
awarded  the  wiring  contract  for  the  John  Swett  School. 

C.  W.  Schneider,  of  the  Electrical  Supply  Company  of 
Sacramento,  has  been  spending  a  few  days  at  San  Francisco. 

W.  S.  Hanbridge,  president  of  the  State  Electrical  Con- 
tractors' Association,  spent  last  Thursday  at  Sacramento  and 
Stockton. 

The  Butte  Electric  and  Engineering  Company  of  San 
Francisco  has  been  awarded  the  contract  for  wiring,  etc.,  for 
the  Polytechnic  High  School  and  adjoining  shops. 

The  Central  Electric  Company  of  San  Francisco  has  sev- 
eral large  wiring  contracts  in  hand,  the  larger  ones  including: 
The  temporary  City  Hall,  $26,500;  the  Rialto  Building,  $8000, 
and  twenty  buildings  tor  the  new  artillery  barracks  at  the 
Presidio,  amounting  to  $10,000. 

The  Decker  Electric  Company  of  San  Francisco  has  al- 
most completed  a  $75,000  construction  contract  at  the  Presidio, 
including  a  sub-station  and  the  wiring  for  the  illumination 
of  the  buildings,  parade  grounds  and  yards. 

Possibly  the  electrical  sitecifications,  which  were  prepared 
by  a  New  York  architect,  can  be  modified  so  as  to  reduce  the 
cost  considerably.  It  is  understood  that  about  $5000  worth  of 
reflectors  were  specified  for  use  in  the  City  Council's  meeting 
room.  It  was  not  stated  whether  the  object  of  so  much  re- 
flection of  light  was  to  prevent  grafting  in  the  Council  or 
otherwise. 
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John  G.  Sutton  &  Co.  of  San  F'rancisco  were  the  lowest 
bidders  on  the  electrical  work  for  the  new  City  Hall  at  Oak- 
land, their  figure  being  $40,000,  as  against  the  highest  San 
Francisco  bid  of  $55,050  by  the  Pacific  Fire  Extinguisher  Com- 
pany, and  the  Eastern  bid  of  $57,000  put  in  by  L.  K.  Comstock 
of  New  York.  The  other  bids  were  as  follows:  Butte  Electric 
and  Engineering  Company,  $41,990;  Central  Electric  Company, 
$48,000;  Fell  Electric  Company,  $52,000;  Standard  Electric 
Company,  $45,750;  Newberry,  Benheim  &  Co.,  $44,800.  The 
very  low  minimum  figure  of  local  bidders  and  the  wide  range 
of  other  figures,  all  being  below  the  single  Eastern  bid,  seem 
to  indicate  a  great  anxiety  to  secure  business  regardless  of 
profit.  It  is  probable,  however,  that  all  of  these  bids  will  be  re- 
jected and  the  entire  constructicn  work  on  the  City  Hall  read- 
vertised,  for  the  total  of  the  construction  bids  filed  was  $300,- 
000  in  excess  of  the  $1,000,000  bond  issue. 


ELECTRICAL  CONTRACTORS   MEETING. 

The  California  State  Association  of  Electrical  Contrac- 
tors will  meet  at  Catalina  Island  during  the  second  week  of 
.Inly.  A  party  of  100  or  more  will  leave  San  Francisco  on 
.Inly  8  on  the  Harvard  or  Yale,  a  special  rate  of  $10.50  having 
lieeii  made  for  the  round  trip.  The  contractors  of  Southern 
California  have  made  big  preparations  for  this  event,  which  is 
ol  interest  to  all  in  the  electrical  trades.  Full  details  will  be 
iniblished  later  or  may  be  obtained  directly  from  W  W.  Han- 
bridge,   68    Post   street,    San    Francisco. 


-  p«t«.>i  aniifed  *8r 


COPYRISHT   IjSt/     Br. 

MANIFOLD  i  POOLE. 

iveimcis. 

LOS  ANEtLES.  CAL. 


A   COMPUTING   WIRING    DIAGRAM. 

The  accompanying  straight  line  diagram  gives 
a  simple  and  rapid  method  of  estimating  direct 
current  copper  wiring.  It  is  used  by  permission 
of  Manifold  &  Poole  from  a  forthcoming  enlarged 
edition  of  their  book  on  "Straight  Line  Engineer- 
ing  Diagrams." 

The  diagram  is  seen  to  consist  of  six  scales. 
The  first  is  laid  off  proportionately  to  the  num- 
ber of  amperes  to  be  carried  by  the  wire,  from 
0.6  to  100  amperes.  The  second  gives  the  wire 
sizes  in  the  B.  &  S.  gauge,  while  the  third  gives 
the  corresponding  cross  section  in  circular  mils. 
The  fourth  scale  gives  the  distance  one  way  in 
feet,  the  fifth  shows  the  volts  lost,  while  the  sixth 
is  merely  a  turning  scale  for  carrying  results  for- 
ward. 

To  use  the  diagram  it  is  merely  necessary  to 
connect  a  known  point  on  one  scale  to  a  known 
point  on  another,  and  read  the  desired  result 
at  the  intersection  of  a  straight-edge  with  the 
intervening  scale. 

The  problem  solved  by  the  lines  on  the  dia- 
grams is  to  find  how  many  volts  are  lost  in  trans- 
mitting 6  amperes  3000  ft.  through  No.  3  wire. 

A  straight-edge  passing  through  6  on  the  first 
scale  and  3000  on  the  fourth  scale  intersects  6.25 
on  the  sixth  scale,  tils  point  being  used  as  a 
pivot  to  connect  to  No.  3  on  the  second  scale, 
thus  intersecting  7.5  on  the  fifth  scale,  which 
shows  that  IVz  volts  are  lost.  If  No.  8  wire  were 
used  24  volts  would  be  lost,  while  with  No.  0 
wire  3.75  volts  would  be  lost. 

Or  if  the  problem  were  to  find  how  many 
amperes  could  be  transmitted  by  No.  3  with  a 
loss  of  7%  volts  between  points  3000  ft.  apart 
the  operation  would  merely  be  reversed.  Simi 
larly,  if  it  were  required  to  find  what  size  of  wire 
is  necessary  to  transmit  6  amperes  between 
points  3000  ft.  apart  with  a' volt  loss  (or  drop)  of 
71/2.  Other  problems  are  solved  in  the  same 
manner. 
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992.527.  Combination  Standard  and  Hydraulic  Drilling 
Rig.  Wilson  B.  Wigle,  Lompoc,  California.  In  a  drill- 
ing rig,  the  combination  of  a  bull  wheel,  a  calf 
wheel,  a  pump,  a  casing  line,  connected  with  the  calf 
wheel,  a  casing,  a  bushing  for  the  casing,  a  hose-connection 
between  the  bushing  and  the  pump,  a  stufflng-box  in  the 
bushing,  a  line  casing  extending  through  the  stuffing-box,  a 
drilling  line  extending  through  the  line  casing  and  con- 
nected   with   the   bull    wheel,    packing   for    said    drilling   line 


in  the  line  casing,  elevators  for  the  casing,  a  clamp  for  the 
drilling  line,  a  walking  beam,  means  for  operating  the  walk- 
ing beam,  pulle.v  means  on  the  walking  beam,  connections  led 
over  the  pulley  means  and  connected  with  the  clamp,  take-up 
means  for  said  connections,  means  under  the  control  of  the 
operator  for  operating  such  take-up  means,  means  connect- 
ing the  elevator  with  the  casing  line,  a  line  shaft  and  clutch 
connections  carried  by  said  line  shaft  for  respectively  operat- 
ing the  calf  wheel,  the  pump  and  the  bull  wheel. 

992,493.  Multiple  Pump.  Stanley' L.  Fulford,  Los  Angeles, 
Cal.,  assignor  of  one-fourth  to  Benjamin  Allen  Brown,  Los 
.Angeles,  Cal.  The  combination  of  a  frame  having  two  crossed 
guide-ways,  two  slides  arranged  to  slide  In  tlie  guide-ways 
and  each  provided  with  studs  spaced  apart  on  opposite  sides 


mi 


of  the  intersection  of  the  axes  of  the  slides;  a  master-wheel 
journaled  on  the  frame,  its  axis  being  at  right  angles  to  the 
slides  and  alined  with  said  intersection  of  the  slides,  a  crank- 
pin  on  the  master-wheel  at  one  side  of  the  axis  thereof,  a 
traveling-wheel  journaled  on  the  crank-pin  and  arranged  be- 


tween the  studs  to  engage  the  studs  to  slide  the  slides  in 
their  ways,  wrist-pins  on  the  slides  at  opposite  sides  of  said 
intersection,  and  bell-cranks  pivotally  mounted  on  the  frame 
and  operably  engaging  the  wrist-pins. 

992,390.  Surf-Pump.  George  W.  T.  Snare,  Ocean  Park, 
Cal.  An  actuating  means  for  a  surf  pump  comprising  a  plu- 
rality of  supports,  journals  mounted  on  certain  of  said  sup- 
ports, a  shaft  journaled  on  one  set  of  said  supports,  a  con- 
caved impact  element  on  said  shaft  and  movable  therewith. 
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levers  mounted  in  the  other  of  said  supports,  connections  be- 
tween said  levers  and  said  pump,  connections  between  one 
end  of  said  lever  and  the  impact  element,  whereby  said  lever 
is  moved  to  operate  said  pump,  and  means  connected  to  the 
opposite  end  of  said  lever  for  returning  the  device  to  Initial 
position. 

992,735.  Actuating  Mechanism  for  Station-Indicators  or 
the  Like.  Orlando  E.  Kellum  and  Thatcher  P.  Wilsi.ii,  Lo'i 
Angeles,  Cal.,  assignors  to  National  Street  and  Station  Indi- 
cator Company,  Los  Angeles,  Cal.  In  combination  with  a  rail 
over  which  a  wheel  is  adapted  to  pass,  a  wheel  engaging  mem- 


ber arranged  alongside  the  rail  and  pivotally  mounted  at  one 
end  in  connection  therewith,  a  clamp  secured  to  the  lower 
edge  of  the  rail,  a  lever  juvoted  on  the  clamp  beneath  the 
rail,  connection  between  the  free  end  of  the  wheel  engaging 
member  and  one  end  of  the  lever,  and  a  movable  contact 
member  connected   to  the  other  end  of  the  lever. 

992,293.  Flume-Gate.  Elmer  O.  Thomason,  Covina  Cal., 
assignor  to  Kellar-Thomason  Manufacturing  Company,  Co- 
vina, Cal.  A  gate  comprising  a  tube  having  a  projecting  end, 
a  face  place  having  an  opening,  coinciding  with  the  opening 
of  said  tube,   said  opening  having  a  lip  at  the  edge   thereof 


adapted  to  come  against  said  seat  when  the  gate  is  open, 
a  slide  adapted  to  be  forced  between  said  lip  and  the  tube 
and  clamped  therebetween,  and  means  for  guiding  the  lower 
edge  of  said  slide  into  alinement  with  the  plane  of  the  end 
of  said  tube. 
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INDUSTRIAL 


WESTINGHOUSE     MARINE     TURBINE     AND     REDUCTION 
GEAR    INSTALLATION. 

Two  marine  turbines  and  reduction  gears  are  being  in- 
stalled and  shipped  by  the  Westinghouse  Machine  Company 
upon  U.  S.  collier  "Neptune,"  a  ship  of  about  19,000  tons. 
These  tests  are  regarded  by  naval  men  as  of  the  highest  im- 
portance because  of  the  use  of  comparatively  small  turbines 
and  reduction  gears  interposed  between  their  shafts  and  the 
propeller  shafts,  it  being  claimed  that  the  weight  of  this 
class  of  machinery  will  be  less  than  half  of  the  weight  of 
other  turbines  having  the  propellers  coupled  direct  to  the 
turbine  shafts  or  of  reciprocating  engines,  and  that,  by  reason 
of  the  higher  speed,  the  turbines  used  with  reduction  gears 
will  require  especially  for  cruising  speeds,  from  20  to  30  per 
cent  less  steam  than  is  now  needed  by  any  of  the  turbine 
driven  ships  or  ships  driven  by  reciprocating  engines. 


The  upper  half  of  the  turbine  is  arranged  so  that  it  can 
be  quickly  thrown  back  upon  its  hinges  in  order  that  all  of 
the  blading  of  the  turbine  may  be  quickly  Inspected.  To 
illustrate  the  value  of  this  feature  to  Admirals  Betbeder  and 
Garcia  of  the  Argentine  Navy  and  Admiral  Cone,  Chief  En- 
gineer of  the  U.  S.  Navy,  who  have  just  visited  Pittsburgh  for 
a  critical  inspection  of  the  apparatus,  the  top  cover  of  the  tur- 
bine was  loosened,  removed  from  its  place,  the  rotor  contain- 
ing the  blades  given  a  complete  revolution  by  hand,  and  the 
cover  restored  to  its  place  and  the  engine  again  started, 
all  in  less  than  one  hour — to  be  exact,  in  fifty  minutes; 
this  in  contrast  with  several  days  required  to  open  up  and 
similarly  inspect  the  turbines  for  one  of  the  screws  of  a 
modern  battleship. 

The  reduction  gearing  has  a  floating  frame  for  maintain- 
ing  uniform   tooth   pressure,  but   the   means   for  floating  the 


\^iow  of  Westinyhoiise  Marino  .nnd  Ki-duction  Gt-ar  with  Upper  C.nstin^'of  Turbinr  and  Krduction  Gear  RemovL-d. 

Tht:  Brake  is  Shown  at  Extreme  Left.  • 


The  design  of  the  turbines  adopted  has  an  ahead  portion 
and  a  reverse  portion,  and  a  cruising  element,  all  within  one 
casing.  The  control  mechanism  is  of  an  exceedingly  simple 
character  and  is  so  arranged  that  each  engine  may  be  run  in 
either  direction  at  any  speed  up  to  the  maximum,  either  by 
mechanism  operated  In  the  engine-room  or  by  a  duplicate 
operated  from  the  bridge  of  the  ship,  the  latter  feature  being 
of  high  importance  in  the  maneuvering  of  a  ship.  In  fact,  the 
man  on  the  bridge  can  reverse  eitlier  or  both  turbines  from 
full  speed  ahead  to  full  speed  astern  in  less  than  fifteen  sec- 
onds, or  in  much  less  time  than  it  now  takes  to  communicate 
signals  from  the  bridge  to  the  engine-room  with  other  types 
of  control.  The  speed  and  direction  of  both  turbines  being 
under  in^'tant  control,  permits  of  the  turning  of  the  ship  in  the 
shortest  possible  distance,  and  in  the  event  of  the  steering 
apparatus  being  disabled,  the  ship  can  be  steered  and  kept 
to  its  course  by  the  manipulation  of  the  speed  pf  the  turbines. 
The  overspeeding  of  the  turbine  engines  from  any  cause 
whatever,  and  especic.ily  in  a  heavy  sea,  is  automatically  pre- 
vented by  the  governor  control.  All  steam  and  exhaust  con- 
nections are  made  to  the  lower  half  of  the  turbine  and  the 
general  construction  is  such  that  the  steam  may  be  turned 
directly  into  the  apparatus  when  cold  and  full  speed  attained 
in  less  than  a  minute;  whereas,  the  form  and  dimensions  of 
the  turbines  which  have  heretofore  been  used  for  naval  ser- 
vice have  been  such  that  the  turbines  required  pre-heatlng 
before  starting,  such  pre-heating  taking  from  three  to  ten 
hours,  according  to  the  size  of  the  machinery. 


pinion  frame  is  of  a  novel  character  and  not  only  provides 
for  an  elastic  motion  and  a  separation  of  metallic  connection 
between  the  casing  of  the  pinion  and  the  main  casing  (which 
reduces  vibration),  but  at  the  same  time  provides  an  hydrau- 
lic dynamometer  whereby  the  exact  propeller  shaft  horse- 
power being  delivered  by  a  turbine,  can  be  read  from  a  gauge. 
This  dynamometer  arrangement  is  mathematically  and  prac- 
tically correct  and  will  give  advantages  in  the  running  of 
steamships  of  the  very  highest  Importance. 

The  United  States  government  has  already  applied  a 
number  of  turbines  for  the  propulsion  of  war  vessels,  and  after 
prolonged  tests,  the  General  Board  reached  a  conclusion, 
which  it  recently  promulgated  publicly  that  no  further  battle- 
ships would  be  fitted  with  turbine  machinery  of  the  kind 
that  they  have  so  far  experimented  with.  The  controlling 
reason  for  this  decision  is  the  large  amount  of  steam  and 
coal  required  to  propel  these  ships  at  cruising  speeds  with 
turbines  as  compared  with  reciprocating  engines. 

A  demonstration  by  a  trial  on  the  "Neptune"  of  the  prac- 
ticability of  reduction  gearing  for  large  horse  powers  will 
it  is  believed  change  the  entire  situation  with  reference  to  the 
application  of  power  to  naval  vessels.  The  saving  of  over 
one-half  of  the  weight  in  engines  and  a  decrease  in  the  ca- 
pacity of  boilers  required  because  of  a  less  consumption  of 
steam  is  of  the  highest  importance  as  it  permits  of  the  use 
of  thicker  armor  and  heavier  guns. 

The  turbine  and  gear  equipment  being  installed  upon  the 
"Neptune"   represents   over  five  years   of  study  and  experi- 
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mentation  under  the  direction  of  Mr.  Westinghouse  in  the 
worljs  of  the  Westinghouse  Machine  Company  in  the  develop- 
ment of  turbine  machinery  for  the  propulsion  of  ships.  The 
departures  from  previous  practice,  which  are  radical,  have 
been  made  in  the  interest  of  lessening  the  cost  of  constuc- 
tlon,  facilitating  the  operation  of  the  machinery  and  its  in- 
spection, and  in  the  reduction  of  the  weight  and  space  occu- 
pied, as  well  as  in  providing  a  control  mechanism  whereby 
the  officer  in  charge  of  the  ship  may,  without  the  intervention 
of  any  other  person,  has  as  complete  a  control  of  the  engines 
as  he  now  has  of  the  steering  apparatus. 


exist.      In    case    of   injury    to    the    calibration    through    over- 
loads, simple  adjustments  are  provided  for  correction. 


SMALL    DIRECT   CURRENT    METERS. 

A  great  demand  has  arisen  in  recent  years  for  small  indi- 
cating meters  for  battery  charging  installations,  small  iso- 
lated plants.  Cooper  Hewitt  rectifier  outfit  and  similar 
small  installations,  which  shall  have  a  high  degree  of  ac- 
curacy and  at  the  same  time  be  marketable  at  a  price  that 
will  not  be  prohibitive  for  the  service. 

To  meet  this  growing  demand  the  Westinghouse  Elec- 
tric &  Manufacturing  Company,  of  Pittsburg,  a  few  years 
ago  placed  on  the  market  the  Type  L  ammeters  and  volt- 
meters, which  have  recently  been  improved  to  such  an  ex- 
tent that  they  are  the  equal  of  many  higher  priced  instru- 
ments now  on  the  market. 


The  meters  are  5  inches  in  diameter,  which  makes  them 
very  convenient  for  use  on  small  panels.  At  the  same  time, 
the  scale  is  4  inches  and  uniformly  divided,  so  that  it  is 
fully  as  legible  as  some  large  meters. 

The  movement  of  the  meters  is  similar  to  that  of  the 
larger,  high  grade  meters  made  by  the  Westinghouse  Com- 
pany. The  principle  used  is  the  D'Arsonval,  or  permanent- 
magnet  moving-coil  principle,  but  its  application  in  this 
case  is  unique;  the  magnetic  circuit  has  a  single  air  gap 
in  which  the  moving  coil,  moves  pivoted  at  one  edge.  This 
arrangement  results  in  several  advantages.  The  single  air 
gap  can  have  larger  clearance  for  the  same  magnetic 
strength,  making  it  easy  to  keep  it  free  from  dust  or  iron 
filings;  the  complete  moving  element  can  be  removed  and 
replaced  without  disturbing  in  any  way  the  magnetic  circuit 
or  its  strength;  the  entire  magnetic  circuit  can  be  mag- 
netized, aged  and  tested  as  a  unit,  making  variations  un- 
likely. 

As  shown  in  Pig.  2,  the  magnetic  circuit  is  self  shield- 
ing, and  iron  cases  are  not  required  to  protect  the  instru- 
ments from  stray  magnetic  fields. 

The  moving  coll  is  wound  on  a  light  metal  frame,  the 
damping  effect  of  which  makes  the  reading  dead  beat.  The 
frame  is  carried  on  especially  hardened  steel  pivots  bearing 
in  polished  and  carefully  fitted  sapphire  jewels.  As  the  coil 
is  pivoted  at  one  edge  it  acts  as  a  counterbalance  for  the 
pointer.  This  reduces  the  total  weight  on  the  pivots,  mak- 
ing friction  a  minimum  and  thus  tending  toward  accuracy 
and  long  life. 

The  meter  scales  are  hand  calibrated,  which  eliminates 
any    slight   Irregularities   of   the    magnetic    circuit   that   may 


Fig. 


The  cases  of  the  meters  are  of  moulded  hard  rubber, 
giving  the  meters  a  finished  appearance.  The  meters  are 
attached  to  the  panels  by  means  of  brass  studs  which  serve 
also  as  terminals.  Ammeters  up  to  300  amperes  and  volt- 
meters up  to  300  volts  are  listed  in  the  company's  catalogue. 


WESTERN    ELECTRIC    STEAM    DRIVEN    DIRECT   CON- 
NECTED GENERATING  UNITS. 

To  meet  the  demand  for  a  direct  connected  generating  set, 
especially  adapted  for  power  and  lighting  service  in  isolated 
plants  or  marine  installations,  and  as  exciters  in  large  central 
stations,  a  new  steam  driven  set  has  just  been  placed  on  the 
market,  known  as  the  '"Western  Electric  "  Hawthorn  type  ML 
direct  connected  generating  unit. 

These  sets  are  furnished  with  110  and  125  volt  direct 
current  generators,  ranging  in  capacity  from  2^  k\v.  to  75 
kw.,  direct  connected  to  single  cylinder  or  tandem  compound, 
vertical  engines  which  operate  condensing  or  non-condensing 
at  steam  pressures  of  from  35  pounds  to  160  pounds. 

The  engine  and  generator  are  assembled  on  a  common 
cast  iron  base,  which  extends  the  full  width  of  the  generator 
and  provides  ample  base  surface  for  foundation  without 
Increase  in  floor  space  required. 


Western  Electric  ML  Type  Steam-Driven 
Direct-Connected    Generating    Unit. 

The  engines  are  of  the  vertical  marine  type  so  constructed 
as  to  insure  perfect  alignment,  balance  and  adjustment  for 
possible  wear.  Perfect  alignment  of  the  parts  is  attained  by 
casting  the  cylinder,  valve  chest  and  crosshead  guides  in  one 
piece,  and  machining  them  at  a  single  operation.     The  piston 
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rod  and  cross  head  and  likewise  the  crank  shaft  and  half  cou- 
pling are  forged  from  one  piece  of  best  machine  steel,  and  by 
careful  and  accurate  machining  of  all  parts,  perfect  alignment 
is  further  insured.  A  balanced  piston  type  valve,  accurately 
ground  to  fit  in  the  steam  chest,  produces  close  regulation  and 
freedom  from  excessive  friction.  The  piston  used  is  equipped 
yrith  hard  cast  iron  spring  rings  which  effectively  prevent  leak- 
age of  steam.  A  simple  and  efficient  fly-wheel  governor  main- 
tains a  constant  speed  by  automatically  varying  the  steam 
admission  and  compression.  This  is  effected  by  the  motion 
of  the  eccentric  pin,  mounted  on  a  carefully  balanced  fly- 
v.eight  which  is  very  sensitive  to  slight  variations  in  speed. 
The  governor  requires  very  little  attention  as  there  are  prac- 
tically no  parts  subject  to  wear.  The  engines  are  furnished 
with  either  the  gravity  or  the  forced  system  of  lubrication, 
and  adjustable  sight  feed  tubes  allow  the  regulation  of  the 
flow  of  oil  to  the  various  parts. 

The  generator  frame  of  the  smaller  sets  is  cast  in  one 
piece  of  high  grade  iron.  The  frame  of  the  large  sets  is  of 
cast  steel  and  is  split  horizontally.  Soft  cast  steel  poles  are 
rigidly  bolted  to  the  frame.  The  armature  is  built  of  high 
grade  sheet  steel  laminations,  pressed  on  an  iron  spider  and 
lirovided  with  numerous  ventilating  ducts.  Hard  drawn  cop- 
per conductors  are  form  wound  and  thoroughly  insulated  with 
moisture-proof  materials  before  being  placed  in  the  slots.  The 
highest  grade  copper  and  mica,  together  with  expert  workman- 
ship, produce  a  most  reliable  and  durable  commutator.  The 
field  coils  are  very  liberally  designed,  provided  with  many 
ventilating  ducts  and  thoroughly  insulated.  The  brush  rigging 
i.=;  supported  by  the  bearing,  except  in  the  50  kw.  set,  on  which 
It  is  supported  by  the  magnet  frame.  Individual  spring  ad- 
justment on  the  brush  holders  permits  the  removal  of  the 
brushes  for  inspection  and  their  return  without  altering  the 
brush  tension. 


THE     WESTINGHOUSE     FORM     P2      PORCELAIN      STRAIN 
INSULATOR. 

There  are  many  conditions  for  which  properly  designed 
porcelain  strain  insulators  are  admirably  suited.  They  are 
largely  used  in  guy  wires  by  street  railway  and  by  electric 
power  companies.  Groups  in  series  are  used  at  dead  ends  to 
take  the  strain  of  and  to  insulate  the  line  wires. 

Westinghouse  Form  P2  porcelain  strain  insulators  are 
made  of  a  grade  of  porcelain  much  superior  to  that  ordinarily 
used  for  such  appliances.  The  glaze  is  a  dark  brown  so  the 
insulators  do  not  readily  attract  attention  in  the  air.  Sharp 
corners  that  would  be  apt  to  chip  have  been  avoided  and  the 
shape  of  the  grooves  is  such  that  the  wires  lie  naturally  in 
them.  The  dimensions  of  the  three  sizes  are  shown  in  the 
accompanying  table.  The  break  down  voltages  when  the 
insulators  are  dry  is  about  20,000  volts  for  each  of  three  sizes. 
The  approximate  ultimate  tensile  strengths  of  the  insulators, 
when  wired  up  in  guy  wires,  are  respectively  14,000  lbs.,  16,000 
lbs.  and  23,000  lbs. 

Even  if  a  Westinghouse  Form  P2  insulator  fails  either 
because  of  excessive  stress  or  through  accident,  the  wires  that 
it  carries  cannot  drop  because  they  are  interlinked.  Two 
Form  P2  insulators  are  often  installed  in  series;  then  if  one 
breaks,  the  other  provides  insulation.  It  is  very  improbable 
that  two  will  break  at  the  same  time. 

E 
15/1R"R 
1    1/16"R 
_  1%"R 

TRADE   NOTE. 

The  C.  A.  Smith  Lumber  Company  has  purchased  a  West- 
inghouse 200-kw.  belted  a.c.  generator  of  the  new  type.  It 
will  furnish  current  for  motors  in  connection  with  the  ex- 
tension of  the  factory  at  Bay  Point  for  the  purpose  of  making 
portable  houses.  A  number  of  Westinghouse  motors  have  also 
been  purchased. 


Style 

No. 

Form 

A 

B 

C 

n 

138271 
138272 
138273 

CI 
C2 
C3 

2%" 
2%" 

3%" 
31/2" 
5H" 

'R 

'R 
'R 

% 
% 
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NEW  OIL  BREAK  SWITCH  FOR  MAN-HOLE  SERVICE. 
It  is  oftentimes  desirable  to  install  an  oil  break  switch 
in  a  man-hole  or  other  location  where  obviously  the  ordinary 
type  of  oil  break  switch  is  not  adapted  to  this  service,  as 
there  is  danger  of  flooding.  To  meet  this  need,  the  General 
Electric  Company  has  developed  a  water-tight  oil  break 
switch  substantial  in  construction  and  suited  to  operation 
on  oircuits  up  to  7500  volts,  in  which  the  normal  current 
rating  is  200  amperes,  or  less. 

These  switches  are  made  in  non-automatic  form,  single, 
double  and  triple  pole,  single  throw.  The  frame  cover  and 
oil  vessels  are  of  cast  iron  and  all  joints  are  made  water- 
tight by  means  of  gaskets.  The  frame  is  provided  with  a 
large  vent  hole  to  which  a  pipe  may  be  connected  and  ex- 
tended above  the  water  line  to  prevent  undue  strain  on  the 
gaskets,  due  to  gases  generated  when  the  switches  are 
opened  under  load.  The  operating  handle  is  outside  the 
frame  and  can  be  operated  by  hand  or  by  a  hook.  The  shaft 
to  which  the  handle  is  attached  passes  through  the  frame 
in  a  watertight  stuffin.s;  box.  The  leads  are  carried  to  and 
from  the  switch  through  the  bottom  of  the  frame,  water- 
tight bushings  being  provided  for  this  purpose  on  the  frame. 


Single   Pole  Manhole  Switch   with  Two  Outlets. 

The  double  and  triple  pole  switches  are  so  arranged 
that  each  lead  may  pass  through  a  separate  outlet,  or  one 
outlet  may  be  used  in  each  end  of  the  frame  for  double 
or   triple    conductor   cable. 

The  stationary  contacts  consist  of  flared  fingers  of 
drop  forged  copper  supported  from  the  contact  blocks-  of  the 
current  carrying  copper  studs  by  heavy  flat  steel  springs. 
The  studs  are  supported  and  insulated  from  the  frame  by 
porcelain  insulators.  The  movable  contacts  are  wedge 
shaped  copper  blades  actuated  by  specially  treated  wooden 
rods  connected  to  the  cross  head,  which  in  turn  is  oper- 
ated by  the  handle  and  actuating  mechanism.  The  construc- 
tion of  the  stationary  and  movable  contacts  is  such  that 
the  arc  is  ruptured  between  the  flared  portion  of  the  sta- 
tionary and  the  upper  extremity  of  the  movable  contacts 
protecting  the  actual  contact  surfaces.  This  form  of  con- 
struction insures  clean  contact  surfaces,  uniform  contact 
under  pressure,  and  does  not  retard  the  opening  of  the 
switch.  The  General  Electric  Company's  Bulletin  4831  gives 
detailed  information  regarding  this  switch. 
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FINANCIAL. 
LOS  ANGELES,  CAL. — Certificate  of  change  of  principal 
place  of  business  has  been  filed  by  the  San  Joaquin  Light  & 
Power   Corporation,   from   the   city   of   Fiesno   to   the   city  of 
Los  Angeles. 

PENDLETON,  ORE. — The  city  is  now  authorized  to  issue 
bonds  to  the  extent  of  $200,000  for  the  purpose  of  construct- 
ing a  pipe  line  from  Thorn  Hollow  Springs  at  the  foot  of 
the  Blue  mountains  to  this  city,  ■  distance  of  18  miles.  Two 
reservoirs  are  also  included  in  the  expense. 

TUCUMCARI,  N.  M. — The  citizens  have  vcted  that  $75,000 
bonds  be  issued,  $10,000  of  which  will  be  used  in  improving 
the  present  water  plant;  three  miles  of  new  mains  will  also 
be  laid  into  the  suburban  district  of  the  city.  A  standplpe 
will  be  erected  and  about  65  fire  plugs  will  be  installed.  • 

ONTARIO,  CAL. — The  city  has  purchased  the  pipe  line 
of  the  South  Side  Water  Company  for  $6000.  This  will  be 
used  in  the  new  municipal  water  system.  The  Leeke-Walline 
system  at  the  north  end  of  the  city  has  also  been  purchased 
for  $16,000,  and  this  will  also  become  part  of  the  municipal 
system. 

SACRAMENTO,  CAL. — The  gross  earnings  of  the  Sacra- 
mento Electric,  Gas  &  Railway  Company,  a  subsidiary  com- 
pany to  the  Pacific  Gas  &  Electric  Company,  according  to  a 
report  made  before  the  State  Board  of  Equalization,  were 
$500,000  for  1910.  The  company  also  reported  that  its  earn- 
ings— for  the  Pacific  Gas  &  Electric  Company — increased  $500,- 
000  during  the  year,  over  the  earnings  of  1909. 


ILLUMINATION. 
NEWPORT,  CAL. — The  City  Council  has  passed  an  ordi- 
nance calling  a  special  election  for  the  purpose  of  submitting 
the  proposition  of  issuing  and  selling  bonds  in  the  amount  of 
$55,000  for  the  construction  of  a  municipal  light  works. 

ROSEBURG,  ORE.— Bert  Sutherland  of  the  Water  & 
Light  Company  has  received  a  telegram  from  J.  L.  Kendall, 
of  Pittsburg,  containing  instructions  to  go  ahead  and  in- 
stall a  temporary  plant  in  place  of  the  one  recently  burned. 

CASTLE  ROCK,  WASH.— The  Council  has  passed  an  ordi- 
nance granting  to  the  Silver  Lake  Railway  &  Li:mber  Com- 
pany authority  to  construct  and  maintain  lines  for  the  trans- 
mission of  electric  energy  within  the  limits  of  the  town  of 
Castle  Rock. 

SANTA  ANA,  CAL.— The  Southern  California  Edison  Elec- 
tric Company  has  filed  a  contract  with  the  Tustin  Lighting 
District  for  the  installation  and  operation  of  110  electric 
lights  on  Tustin  streets,  to  be  installed  by  July  15th,  and 
to  cost  $1.15  per  light  per  month. 

PASADENA,  CAL. — General  Manager  Kolner  of  the  elec- 
tric department  estimates  the  cost  of  the  needed  addition  of 
an  electrical  unit  and  steam  engine  at  the  municipal  lighting 
plant  at  from  $30,000  to  $35,000.  He  states  it  must  be  paid 
for  by  loaning  the  department  money  or  by  bonding  the  city 
for  the  cost. 

SUSANVILLE,  CAL. — .Tames  Branham  has  made  appli- 
cation to  the  Board  of  Trustees  for  a  franchise  to  construct 
and  maintain  poles  and  wires  for  the  transmission  of  elec- 
tricity for  heat  power  and  light,  along  the  streets  and  alleys 
of  Susanville.  Sealed  bids  will  be  received  by  the  board  up 
to   June   1,   1911. 


PALO,  ALTO,  CAL. — The  City  Council  has  adopted  an  or- 
d'nance  reducing  the  maximum  rates  for  light  and  power  in 
Palo  Alto.  The  lighting  rate  was  reduced  from  10c  to  7%c 
per  kilowatt  hour,  and  the  power  rate  from  5c  to  4c.  The 
charge  for  power  for  domestic  uses  was  fixed  at  3c.  The  re- 
duction in  rates  will  affect  both  the  municipal  lighting  plant 
and  the  United  Gas  &  Electric  Company. 

ROSEBURG,  ORE.— The  W.  F.  Boardman  Company  of 
San .  Fi'ancisco,  who  were  recently  awarded  a  gas  franchise 
in  Roseburg,  have  filed  with  the  city  recorder  a  certified  check 
for  $5000  as  a  guarantee  of  fulfilling  their  agreement  to  install 
in  this  city  a  gas  system  costing  $50,000.  Having  already  se- 
cured a  site  for  the  gas  plant  it  is  expected  that  they  will 
begin  active  operations  early. 

GRANTS  PASS,  ORE.— A.  W.  Butler,  who  has  secured  a 
gas  franchise  here,  has  purchased  from  C.  E.  Phillips  and 
Geo.  Barrows  a  site  for  the  plant.  The  gas  holder  to  be  con- 
structed will  have  a  capacity  of  50,000  cubic  feet.  Generators 
will  have  a  capacity  of  200,000  cubic  feet  daily.  Crude  oil 
will  be  the  material  from  which  gas  w-ill  be  generated.  The 
cost  of  the  plant  is  estimated  at  $60,000. 

REDDING,  CAL.— The  Siskiyou  Electric  Power  &  Light 
Company  has  been  granted  a  franchise  by  the  Board  of  Super- 
visors to  erect  and  maintain  poles  and  wires  over  the  roads 
and  highways  of  Shasta  county  and  upon  the  streets  of  unin- 
ccrporated  towns  for  a  period  of  50  years.  The  company's 
lines  now  cover  Klamath  Falls  and  Ashland,  Ore.,  on  the 
north,  and  Sisson  and  Dunsmuir  on  the  south.  The  company 
will  extend  its  lines  at  once  to  Castella  and  eventually  will 
work  further  south,  according  to  President  Jesse  W.  Churchill. 
The  Siskiyou  Light  &  Power  Company  is  now  developing  20.- 
000  h.p.  and  has  water  enough  to  develop  40,000  h.p.  more. 


TRANSMISSION. 
VICTORIA,  WASH.— This  place  is  calling  for  bids  on  fur- 
nishing 300   electric   light   standards   for   street   lighting  pur- 
Ijoses. 

VISALIA,  CAL.— The  Mount  Whitney  Power  Company 
will  erect  a  two-story  building  in  West  Main  street,  plans  for 
vviiich  have  been  drawn  and  accepted. 

TACOMA,  CAL.— The  department  of  light  and  water  has 
awarded  a  contract  to  the  McCormick  Lumber  Company,  Mc- 
Ccrmick,  Wash.,  for  2500  cross-arms,  at  $955. 

PROSSER,  WASH. — The  commissioners  have  granted  the 
Pacific  Light  &  Power  Company,  a  50-year  franchise  for  the 
transmission  of  electric  power  lines  in  Benton  county. 

WALLA  WALLA,  WASH.— C.  S.  Walters,  manager  of  the 
Pacific  Power  &  Light  Co.,  announces  that  work  will  soon  be 
started  on  the  construction  of  a  high  power  transmission  be- 
tween this  place  and  Dayton. 

LEAVENWORTH.  WASH.— The  Snow  Creek  Water  Com- 
pany, the  Icicle  Company,  and  the  Tumwater  Light  &  Power 
Company  have  made  application  to  the  city  for  a  franchise 
for  the  exclusive  furnishing  of  water  and  light. 

REDDING,  CAL. — A  crew  of  men  has  commenced  work 
on  a  6,000  foot  tunnel  through  the  watershed  between  Cow 
Creek  and  Dry  Burney  Creek.  This  is  the  beginning  of  the 
Northern  California  Power  Company's  great  water  conserva- 
rlon  project,  whereby  a  storage  reservoir  of  1640  acres  win 
be  made  by  damming  Dry  Burney  Creek.  The  water  is  to 
be  caught  from  the  winter  floods  and  stored  for  the  purpose 
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or  seneiating  tnectiical  power  will  have  an  average  ileptli  ol 
twenty  feet.  The  water  will  be  siitficieni  to  generate  6,000  h.p. 
at  the  compan.v's  power  house. 

SEATTLK,  WASH. — Plans  and  speclHcations  for  the  in- 
stallation of  a  steel  pipe  line  from  the  proposed  Lake  Union 
h.vdroelectric  plant  at  Volunteer  park  to  Lake  Union  were 
approved  by  the  Board  of  Pul)lic  Works.  The  specification 
calls  for  2100  ft.  of  40in.  pipe  and  950  ft.  of  36-in.  pipe. 

QUINCY,  CAL. — A  notice  of  appropriation  of  50,000 
niiners'  inches  of  the  water  of  the  north  fork  of  the  Feather 
River  has  been  filed  in  the  office  of  the  county  recorder  by 
Leroy  G.  Brown.  The  purpose  of  the  location  is  to  utilize  the 
water  for  the  generation  of  electricity  at  three  different 
points  on  the  stream. 

EUGENE,  ORB. — The  city  water  board  has  asked  the 
Council  to  submit  to  the  people  the  question  of  issuing  $57,000 
in  bonds  to  strengthen  and  extend  the  municipal  electric  plant. 
The  installation  of  a  complete  electric  distributing  system 
for  commercial  lights  and  power  and  the  rehabilitation  of  the 
hydroelectric  plant  at  Waterville  is  contemplated. 

GRANGEVILLE,  IDAHO.— A  number  of  those  who  are 
heavily  interested  in  the  Grangeville  Light  &  Power  Company 
are  here  from  Spokane  looking  over  the  Ten  Mile  country 
with  a  view  to  erecting  a  power  plant  in  that  section  and 
furnishing  electric  power  to  the  mines  now  operating  in 
that  camp  and  vicinity. 

SAN  FRANCISCO,  CAL.— The  Spring  Valley  Water  Com- 
pany and  the  Pacific  Gas  &  Electric  Company  have  closed  a 
$100,000  contract  for  the  electric  power  to  be  used  in  building 
the  latter  company's  Calaveras  dam  in  Alameda  county.  Al- 
ready the  power  company  has  men  in  the  field  preparing  for 
the  construction  of  a  power  line  from  Sunol  to  the  Calaveras 
dam  site,  a  distance  cf  ten  miles.  The  first  work  will  be  the 
sluicing  down  of  the  mountain  side  on  each  side  of  the  canyon 
where  the  230-foot  dam  is  to  be  built.  When  finished  it  will 
flood  1200  acres  and  will  be  capable  of  supplying  30,000,000 
gallons  of  water  daily,  or  nearly  double  the  capacity  of  the 
present  system. 


TRANSPORTATION. 

LOS  ANGELES,  CAL.— Contracts  for  construction  work 
on  Glendale-Burbank  branch  line  of  the  Pacific  Electric  Rail- 
road have  been  awarded  to  Robert  Sherer  &  Co. 

SALINAS,  CAL. — The  Supervisors  of  San  Benito  county 
have  declared  forfeited  the  franchise  granted  to  J.  C.  Kemp 
Van  Ee,  in  July,  1905,  to  construct  an  electric  road  upon  cer- 
tain highways,  because  nothing  was  ever  done  toward  build- 
ing the  road. 

RIVERSIDE,  CAL.— Representatives  of  the  Pacific  Elec- 
tric Company  will  shortly  appear  before  the  Board  of  Super- 
visors and  ask  for  a  franchise  and  right  of  way  between  the 
city  limits  of  Riverside  and  the  Orange  county  line;  17  miles 
o'   track  will  be  required. 

SAN  JOSE,  CAL.— The  San  Jose  Railroad  has  started  its 
work  of  standardizing  and  double  tracking  its  Fourteenth 
street  line  with  the  ultimate  view  of  extending  the  line  to 
Alum  Rock  by  way  of  Berryessa.  Frank  E.  Chapin,  manager 
of  the  San  Jose  Raliroad,  denies  that  the  Southern  Pacific 
is  behind  the  Almaden  mining  men  and  ranchers  promoting 
a  plan  for  an  electric  road  between  this  city  and  New  Al- 
maden. 

BERKELEY,  CAL. — Appication  for  two  new  street  rail- 
way franchises  were  filed  with  the  City  Council  last  week 
by  the  Oakland  Traction  Company.  The  first  application  is 
for  an  extension  of  the  line  up  Spruce  street  to  Los  Angeles 
avenue  and  thence  to  the  Northbrae  circle,  the  second  calls 
for  a  change  in  the  running  of  the  Grove  street  cars  on  Ade- 


line street  in  South  Herkeley.  If  the  proposed  change  is 
allowed  the  Grove  street  line  will  cross  the  Southern  Pacific 
and  Key  Route  raihvay  tracks  at  a  grade  crossing  at  Adeline 
and  Felton  streets,  running  up  the  west  side  of  Adeline  street, 
to  remove  congestion  of  traffic.  The  franchises  will  he 
bi-ought  up  at  the  next  next  meeting  of  the  Council. 

FRESNO,  CAL. — The  actual  work  of  laying  ties  and  rails 
or.  the  F.  S.  Granger  Railroad  will  be  started  on  or  about  the 
1st  day  of  next  July,  according  to  Mr.  Granger.  The  latest  of 
the  grading  gangs  now  at  work  in  the  field  is  to  establish  a 
camp  about  one-half  mile  north  of  Lone  Star,  on  what  is 
known  as  Jensen  avenue.  With  this  camp  as  its  headquar- 
ters a  force  of  men  is  now  engaged  in  gradirtg  toward  Sanger. 
"If  everything  goes  right,"  said  Mr.  Granger,  "our  railroad 
will  be  started  in  actual  operation  on  December  15th  next. 
The  one  thing  that  we  are  anxious  about  is  that  the  General 
Electric  Company,  which  has  the  contract  for  the  establish- 
ment of  our  power  plant,  will  be  through  with  its  work  by 
that  time.  If  we  have  the  electricity,  everything  else  will  be 
ready  by  the  time  mentioned. 


TELEPHONE. 
HANFORD,  WASH.— Wheat  growers  east  of  this  city  have 
organized  an  association  and  will  construct  a  telephone  line 
from  their  district  to  Mesa,  Wash. 

.MARIPOSA,  CAL.— The  petition  of  A.  C.  Smith  and  others 
for  the  privilege  of  erecting  a  telephone  line  on  the  Mariposa 
and  Le  Grand  road,  has  been  granted. 

CORNING,  CAL.— The  Board  of  Town  Trustees  at  its  last 
meeting  granted  the  franchise  asked  for  by  the  Tehama  Tele- 
phone Company,  through  Joseph  P.  Tait. 

HERMISTON,  ORE.— The  Farmers'  Educational  &  Co- 
operative Union  of  America  are  planning  a  network  of  tele- 
lihone  lines  embracing  all  towns  and  surrounding  territory 
of  the  western  half  of  Umatilla  county. 

COTTONWOOD,  IDAHO.— The  Mutual  Telephone  Company 
has  decided  to  construct  rural  telephone  lines  into  Camas 
and  Nez  Perce  prairies.  An  appropriation  has  been  made  to 
build  a  25-mile  line  into  Joseph  plains  district. 

NEW  WESTMINSTER,  B.  C— Geo.  H.  Hales,  secretary 
of  the  British  Columbia  Telephone  Company,  announces  that 
the  automatic  or  central  energy  telephone  systems  will  be  in- 
stalled here  next  year.  An  additional  story  will  be  built  to  the 
telephone  station,  and  Its  equipment  improved. 


WATERWORKS. 

LOS  ANGELES,  CAL.— Samuel  L.  Walker  has  applied  to 
the  Board  of  Supervisors  for  a  water  franchise  covering  Bald- 
win Park  and  nearby  territory. 

ALBANY,  ORE.— Manager  Green  of  the  Oregon  Power 
Company,  announces  that  a  $30,000  water  system  will  be 
put  in,  work  on  which  will  begin  at  once.  It  will  have  the 
gravity  system  and  be  mechanically  operated,  flushing  itself. 

EUREKA,  CAL.— W.  G.  Corbaley,  superintendent  of  the 
Eureka  Water  Company,  who  has  just  returned  from  San 
Francisco,  states  that  contracts  have  been  let  for  the  con- 
struction of  the  water  tower  in  southern  Eureka.  It  is  esti- 
mated that  the  water  tower  and  tank  will  cost,  all  told  $30,000. 

TACOMA,  WASH. — The  Council  has  passed  an  ordinance 
providing  for  the  laying  of  a  six-inch  iron  water  main  in  Local 
Improvement  District  No.  575;  also  providing  for  the  laying 
of  a  12-inch  wooden  water  main  on  Park  avenue  from  South 
72d  to  South  76th  street;  a  si.vinch  wooden  water  main  on 
South  73d,  South  74th  and  South  75th  from  Park  avenue  to 
J  street,  and  on  J  street  from  South  72d  to  South  75th  street, 
according  to  plans  prepared  in  the  office  of  the  Commissioner 
of  Light  and  Water. 
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I  CopyriKht  1911.  by  Technical  Fublishine  Companr) 

THE  FRUITVALE  POWER  PLANT' 


S.  J.  Lisberger:  The  meeting  will  please  come  somebody  responsible,  in  the  ultimate,  for  a  work  of 
to  order.  We  have  been  accorded  a  most  unusual  this  kind,  but  he  can  not  know  it  all.  Any  m'an  who 
courtesy  tonight,  that  of  being  invited  to  hold  our  has  a  piece  of  work  of  this  kind  to  handle  is  dependent 
meeting  in  this  power  house.  We  are  still  to  be  ac-  absolutely  mi  the  men  associated  with  him,  who  carry 
corded  a  more  unusual  courtesy,  namely,  to  listen  to  a  the  detail,  and  who  bear  the  burden  of  such  an  enter- 
description  of  the  engineering  details  of  a  modern  plant  prise. 


in   Pacific   L'ompan,\'\s   Eleclrii-    Power   PhiTii   at   Fruitvale,  Cal. 


illustrated  by  the  plant  itself.  The  man  who  is  respon- 
sible for  this  great  work,  and  who  knows  all  about  it, 
will  tell  us  how  it  was  done.  I  take  pleasure  in  intro- 
ducing to  you  Mr.  Rabcock,  who  will  preside  tonight. 
A.  H.  Babcock :  The  chairman  has  referred  to  the 
man  who  is  responsible,  and  who  knows  all  about  it. 
and  w^ho  will  tell  you  what  happened.  Now,  there  is 
onlv  Cine   fact  in   his  statement.     There  is,  of  course. 


'Papers  pi'esented  at  meeting  of  the  San  Francisco  Section 
of  the  American  Institute  of  Electrical  Engrineers  at  the  Fruit- 
vale  Pf>wer  House  of  the  Southern  Pacific  Company.  Mav  19. 
1911. 


It  is  not  my  purpose  to  try  to  tell  you  anything 
about  this  plant  other  than  the  general  features  and  the 
general  intention,  and  I  will  leave  the  description  of 
the  details  entirely  to  those  who  designed  them,  the  as- 
sociate and  assistant  engineers  of  my  office.  In  the  first 
]ilace.  it  may  be  well  to  state  the  general  purposes  of  the 
plant.  The  electrification  of  all  the  lines  around  San 
Francisco  liay.  generally  speaking,  is  the  ultimate  pur- 
pose—  that  is  to  say,  all  of  the  lines  on  both  sides  of 
the  I'.ay.  The  first  step  is  being  made  now:  the  other 
steps  will  follow  as  fast  as  the  service  conditions  will 
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warrant    the    expenditure    of    the    necessar\'    money. 

The  location  of  the  plant  was  determined  by  the 
usual  two  or  three  conditions  that  control  such  selec- 
tions, namely,  the  presence  of  condensing  water  at  low 
temperature  available  in  large  quantities;  a  piece  of 
ground  not  too  expensive,  and  a  soil  that  will  not  de- 
mand expensive  foundations.  (The  ordinary  fuel  re- 
quirements do  not  apply  here). 

The  general  scheme  of  the  power  house  installa- 
tion is  : 

First :  A  13,200  volt,  25  cycle,  3-phase  generating 
system  for  distribution  to  substations  in  accordance 
with  the  traffic  requirements ;  and  also  for  the  supply 
of  a  high  tension  transformer  house  to  take  care  of  the 
further  extensions  to  the  suburban  system  just  men- 
tioned. 

Second  :  Entirely  independent  of  the  large  gener- 
ating apparatus  in  the  station  is  installed  a  125-250  volt 
direct  current  system  for  the  supply  of  all  the  generat- 
ing excitation  circuits,  the  station  lighting  circuits,  the 
crane  and  all  the  station  auxiliaries.  This  direct  cur- 
rent system  is  reinforced  by  a  storage  battery  to  in- 
sure a  continuous  supply  of  power  for  the  station  aux- 
iliaries and  lights  in  case  of  accident  to  the  main  gen- 
erators. 

Third:  Within  the  main  station  is  located  one  of 
the  substations  with  its  conversion  and  control  appa- 
ratus suitable  to  supply  power  to  the  trolley  lines 
within  economic  reach  of  this  point. 

The  station  at  present  designed  is  to  hold  four 
units  of  approximately  the  unit  capacity  of  5000  k\v., 
according  to  the  contract  for  the  generating  units.  As 
a  matter  of  fact  these  units  are  so  liberally  designed 
that  under  test  conditions  it  was  impossible  to  raise 
their  temperatures  beyond  the  contract  guarantees  un- 
til a  continuous  load  of  7500  k\v.  had  been  applied  to 
them.  It  follows  then  that  with  the  two  units  in- 
stalled there  is  practically  15,000  kw.  capacity  available 
in  the  present  installation  or  with  four  such  units  the 
present  building  can  provide  easily  30,000  kw.  output ; 
and  the  west  wall  is  constructed  in  such  fashion  that 
it  really  amounts  to  a  temporary  wall,  beyond  which 
there  is  available  space  for  the  installation  of  two 
more  similar  units,  or  a  total  of  45,000  kw.  station  ca- 
pacity. 

At  the  other  end  of  the  station,  namely,  where  this 
meeting  is  now  being  held,  three  1500  kw.  rotary  units 
are  installed,  and  where  your  chairs  are  now  placed  it  is 
intended  to  install  three  similar  units  whenever  the  su- 
burban train  requirements  shall  require  the  additional 
capacity.  The  rotaries  are  designed  in  as  liberal  fash- 
ion as  are  the  generators.  .-Mthough  they  are  nomi- 
nally 1500  kw.  capacity  per  unit,  a  continuous  load  of 
2250  kw.  is  required  to  bring  them  to' their  safe  oper- 
ating temperatures;  and  the  commutation  under  ex- 
tremely fluctuating  conditions  is  all  that  can  be  desired. 

The  building  was  designed  in  this  fashion,  i.  e., 
larger  than  present  requirements  demand,  in  accord- 
-JO  3Ai}nD3xg;  mojj  paAiaoaj  suoipnjjsui  qiiM  aouB 
ficials  to  provide  for  suiTicient  capacity  to  take  care 
of  all  of  the  load,  present  and  for  some  time  in  the 
future,  that  may  be  developed  when  the  entire  electrifi- 
cation of  the  Bay  district  shall  have  been  completed. 
Also,  in  accordance  with  similar  instructions  the  boiler 


room  anil  its  facilities  ha\e  been  designed  for  conver- 
sion to  cijal  firing  later,  whenever  the  fuel  conditions 
of  this  market  shall  make  such  a  change  desirable. 
There  is  ample  space  over  and  alongside  of  the  boilers 
for  coal  handling  and  automatic  stoking  apparatus, 
and  under  the  boilers  a  suitable  space  has  been  left  to 
take  care  of  the  ash  handling  apparatus:  in  other 
words,  while  the  plant  is  now  being  oil  fired,  if  the 
market  conditions  make  it  desirable  we  can  change  to 
coal  at  a  comparatively  slight  expense.  The  ground 
to  the  east  of  the  power  house  has  already  been  laid 
out   for  coal   storage  and  conveying  apparatus. 

It  is  with  considerable  regret  that  I  have  to  say  to- 
night that  Mr.  Aliller.  who  is  responsible  for  the  me- 
chanical design  of  this  plant  and  for  the  design  of  the 
steel  structure  that  is  enclosed  within  these  walls  felt 
obliged  to  go  out  of  town  and  will  not  be  present.  I 
hoped  that  he  would  be  here  to  give  you  in  greater 
detail  than  I  can  a  description  of  that  part  of  the  -work 
for  which  he  is  responsible. 

The  design  of  this  building,  that  I  think  you  all 
will  agree  with  me,  is  unique  and  proper  in  every  re- 
spect, is  entirely  due  to  D.  J.  Patterson,  formerly  archi- 
tect for  the  Southern  Pacific  Company.  He  is  re- 
sponsible for  the  architectural  features,  and  I  wish  to 
call  on  Mr.  Pattferson  for  a  few  words  as  to  that  part 
of  the  outfit. 

Architectural  Features. 

D.  J.  Patterson:  Until  a  few  moments  ago  I  did 
not  know  that  I  was  to  be  called  upon  to  say  anything. 
In  the  spring  of  1907,  at  the  suggestion  of  Mr.  Bab- 
cock,  I  made  a  trip  through  the  East  to  the  various 
cities  that  had  constructed  large  power  plants,  and 
thereby  gained  such  information  as  would  be  necessary 
in  building  this  structure.  In  September  of  that  year 
I  met  Mr.  Babcock  in  Schenectady,  New  York,  to  get 
instructions  from  him,  and  armed  with  letters  of  intro- 
duction I  visited  the  cities  of  New  York,  Boston,  Phila- 
delphia, Pittsburg  and  Chicago. 

The  idea  was  to  gain  as  much  knowledge  as  possi- 
ble that  might  be  used  in  the  construction  of  this 
building,  although  it  is  greatly  modified  in  form  from 
anythmg  that  I  saw.  No  doubt  many  of  you  who  have 
visited  the  East  noticed  that  these  buildings  are  ela- 
borate ;  in  fact  the  expense  in  many  instances  has  not 
been  considered  at  all,  but  we  out  in  the  West  con- 
sider the  best  way  to  spend  our  money  and  get  the 
most  out  of  it,  and  from  the  things  that  I  saw  and  the 
information  I  gained  I  obtained  my  ideas  that  were 
used  in  the  construction  of  this  building. 

The  exterior  of  this  building  is  constructed  of  or- 
dinary building  material,  such  as  is  used  in  the  con- 
struction of  common  warehouses.  Everything  through- 
out was  built  in  that  sense  until  we  got  in  the  interior 
of  the  building. 

The  idea  was  to  make  this  building  look  the  best 
possible  on  the  inside  and  not  go  to  any  great  expense. 
One  thing  you  will  observe  here,  and  Mr.  Babcock 
instilled  it  very  strongly  into  my  mind,  is  the  floor. 
The  floors  has  been  a  great  fault  in  all  buildings  of 
this  character  because  of  their  getting  stained  and 
marked  by  oil,  and  we  looked  carefully  into  the  ma- 
terial to  be  used.  The  tiling  of  this  floor  was  put 
through   a  severe  test.     Every  class  of  material  was 
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thoroughly  tested  until  we  found  what  we  thought 
would  meet  the  requirements,  ami  to  a  certain  extent  I 
think  we  have  succeeded  in  accomplishing  the  pur- 
pose. The  interior  of  the  building,  as  you  will  see,  is 
ornamented  in  a  simple  way  compared  to  other  struc- 
tures of  this  character.  The  tiUng  of  the  wainscoting 
can  easily  be  kept  clean,  and  above  that  the  walls  are 
covered  with  ordinary  plaster  which  was  painted  with 
three  coats  of  ordinary  paint  and  decorated  in  the  man- 
ner that  you  have  seen.  The  object  has  been  to  not 
over-ornament  the  building,  not  over-decorate  it,  but 
to  make  the  place  a  harmonious  whole  in  keeping  with 
the  character  of  the  structure.  That  is  the  colors  of  the 
floors  and  walls  were  all  so  designed  that  they  would 
be  one  harmonious  whole  and  be  entirely  in  keeping 
with  the  character  of  the  building  that  it  was  designed 
for. 

A.  H.  Babcock:  I  feel  that  Mr.  Patterson  has  not 
said  as  much  as  might  be  said  about  the  building.  The 
steel  frame  that  is  enclosed  within  the  walls  was  de- 
signed by  J.  C.  Lathrop,  who  is  now  in  an  eastern  en- 
gineering office.  The  steel  was  fal)ritated  at  the 
American  Bridge  Company's  plant,  then  sent  out  here 
and  was  erected  by  the  bridge  force  of  the  Southern 
Pacific  Company.  \\'hen  the  steel  plans  were  sent  to 
us  by  the  bridge  company  they  were  checked  in  the 
ofifice  through  a  process  that  will  be  given  to  you 
later  in  detail.  Any  additions  to  the  steel  structure 
were  noted,  any  parts  that  were  not  to  be  used  were 
noted,  and  a  complete  memorandum  of  those  changes, 
additions  and   subtractions   was  given   to   the  bridge 


foreman,  when  the  bridge  crew  went  to  work.  He  told 
me  some  months  'after  the  structure  was  completed 
that  in  every  instance  Mr.  Miller's  check  of  the  draw- 
ings had  come  out  exactly  as  was  given  in  that  memo- 
randum; the  things  that  were  not  to  be  used  they  did 
not  have  to  use ;  and  the  things  that  had  to  be  added 
were  found  necessary  in  every  instance.  I  merely 
mention  that  as  a  tribute  to  the  business  skill  of  an 
engineer.  Csually  it  is  considered  that  an  engineer  has 
not  much  business  sense ;  but  I  would  like  you  all  to 
understand  that  Mr-  Mi-ller  has  both  engineering  skill, 
which  you  now  see,  and  has  also  business  sense  as 
evidenced  in  the  other  way. 

In  Mr.  Aliller's  absence  I  shall  ask  Mr.  Ferrier, 
office  engineer  and  assistant  to  Mr.  Miller,  to  give  us  as 
near  as  possible  the  description  of  the  plant  that  Mr.  Mil- 
ler would  have  given  if  he  were  able  to  be  here  ;  also  in 
addition  to  that,  to  state  briefly  the  manner  in  which 
such  engineering  is  carried  through  the  office.  He  will 
begin  with  the  orders  of  the  general  manager  to  jire- 
pare  estimates  upon  which  to  ask  for  an  appropriatitMi ; 
the  procedure  that  is  followed  when  the  appropriation 
is  made,  and  the  routine  of  the  office  through  which 
the  contracts,  specifications  and  drawings  are  carried 
liefore  the  work  goes  into  construction. 

Details  of  Office  Engineering. 
J.  J.  Ferrier:   One  of  the  features  of  electrification 
work    seldom    brought   into    discussion,    primarily    be- 
cause of  the  importance  of  the  construction  features,  is 
that  of  office  engineering.     In  the  beginning  estimates 
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are  prepared  and  submitted  to  the  management  for 
what  is  called  an  "A  F  E"  (authority  for  expenditure.) 
Considerable  care  is  necessary  in  preparing  such  esti- 
mates for  obvious  reasons.  When  the  expenditure  is 
authoried  it  becomes  a  "G.  M.  O.,"  (general  manager's 
order),  against  which  all  charges  are  made. 

Having  determined  the  possible  arrangements,  we 
then  issue  a  requisition  on  the  General  Store  Keeper 
for  the  material,  for  the  larger  material,  he  in  turn 
places  an  order  on  the  General  Purchasing  Agent  who 
in  turn  sends  out  invitations  for  bids.  The  bids  when 
received  are  sent  by  him  to  the  Electrical  Engineer's 
ofifice  for  his  recommendation. 

For  the  purpose  of  determining  the  best  interests 
of  the  company  a  comparison  chart  is  made  of  all  the 
bids  and  the  results  are  easily  arrived  at.  If  the  manu- 
facturers or  agents  send  their  proposals  in,  along  the 
lines  specified,  our  work  is  expedited.  W'e  also  use  a 
clause  permitting  bidders  to  make  proposals  on  similar 
material.  Recommendation  is  then  made  to  the  Gen- 
eral Purchasing  Agent  embodying  also  our  suggestion 
for  the  terms  of  payment,  and  in  the  large  orders,  cer- 
tain contract  clauses. 

At  this  time  request  is  made  for  outline  drawings 
of  the  successful  bidder  that  final  designs  may  be  made 
of  the  arrangement  and  buildings.  Paper  templets  of 
the  machinery  are  great  time  savers  at  this  point  of  the 
work ;  cardboard  models  were  also  made  of  the  turbo- 
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Careiboard    Model    of    Turbo-Generator    Foundation. 

generator  foundations,  and  the  smoke  flues,  which  all 
helped  to  get  to  a  conclusion.  Color  schemes  can  be 
used  to  good  advantage  at  this  time  in  laying  out  the 
different  piping  schemes.  Approximately  550  drawings 
and  50  sets  of  specifications  were  made  and  finished 
in  onr  office  of  the  power  house  and  sub-station  work. 
About  this  time  the  contractor  takes  up  his  corre- 
spondence with  the  Electrical  Engineer^  office ;  draw- 
ings are  received  and  checked  by  us  to  the  contract  re- 
quirements. The  errors  and  changes  that  have  devel- 
oped on  this  work  were  many  and  considerable  trouble 
in  the  field  was  saved  by  having  the  errors  rectified 
on  the  drawings.  All  drawings  received  on  this  work 
both  from  contractor  or  our  associate  offices  are 
checked  by  at  least  two  men  for  design  and  errors,  and 
their  report  when  culled  forms  the  body  of  the  letter 
to  the  contractor.  Each  man  uses  a  distinct  color  in 
checking  the  prints,  etc. ;  the  entire  check  is  left  upon 


the  oft'ice  sets,  and  only  those  remarks  that  are  of  im- 
portance go  on  the  set  which  is  returned  to  the  con- 
tractor. 

The  contractor  then  submits  revised  plans  and 
these  go  through  the  same  routine  and  when  finally 
approved,  Van  Dykes  or  negative  prints,  are  sent  to 
the  company,  and  we  then  make  our  own  prints  for  dis- 
tribution. 

It  is  surprising  the  number  of  times  that  some 
drawings  had  to  go  through  the  mail.  An  Eastern  en- 
gineer can  hardly  appreciate  that  it  takes  from  two 
weeks  to  a  month  to  get  replies  from  the  East.  In 
other  words,  before  going  3,000  miles  a  subject  wants 
to  be  clearly  defined.  Of  course,  we  have  telegraph 
communication  and  some  contracts  have  been  placed 
almcjst  entirely  by  telegraph. 

After  approval  of  drawings  we  send  specifications 
and  drawings  to  an  inspection  firm  if  the  contract  is  in 
the  East,  or  to  our  own  inspector  if  the  contract  is 
local.  This  has  insured  our  getting  what  was  speci- 
fied and  in  the  event  of  necessary  changes  we  were  ad- 
vised in  time  to  arrange  accordingly.  It  also  kept  us 
in  touch  with  the  progress  of  the  work  and  expected 
shipping  dates.    Tests  were  also  made  at  the  factories. 

The  shipment  and  delivery  of  material  is  then 
made  to  the  Division  Storekeeper  of  the  company  who 
in  turn  notifies  us  of  its  arrival,  and  obtains  from  us 
the  directions  of  re-shipment.  Considerable  work  is 
involved  in  tracing  material  to  destination.  Subse- 
c)uent  erection  follows.  Daily  reports  from  the  men 
in  the  field  are  sent  to  the  Electrical  Engineer's  office, 
and  customary  tests  and  acceptance  or  rejection  fol- 
lowed. 

As  to  the  payments,  the  policy  of  the  Electrical 
Engineer's  office  is  for  standardization  although  con- 
sideration is  given  the  contractors  when  framing  terms 
of  payment.  He  has  his  current  expenses  to  meet,  and 
nnich  aggravation  and  hard  feeling  can  be  stirred  up  by 
neglect  in  making  proper  arrangements.  The  usual 
ten  per  cent  generally  is  reserved  for  final  payment 
imtil  written  acceptance  is  given,  providing  delays  by 
the  purchaser  are  taken  care  of.  Some  of  these  con- 
tracts had  payments  matle  on  the  amount  of  work 
(lone  and  others  had  a  fixed  amount  at  stipulated  times. 

The  bills  for  the  material  are  usually  sent  to  the 
General  Purchasing  Agent  who  certifies  to  the  price 
being  correct ;  he  in  turn  sends  the  bills  to  the  Electri- 
cal Engineer  who  passes  upon  the  technical  details, 
the  receipt  of  material  and  the  desirability  of  making 
final  payment.  The  Purchasing  Agent  then  sends  the 
bills  to  the  Auditor  who  in  turn  makes  the  voucher  or 
check  but  and  passes  voucher  through  the  Electrical 
Engineer's  office.  From  this  source  we  obtain  our  rec- 
ords of  the  costs  both  unit  and  in  the  aggregate,  for 
guidance  in  future  work,  to  assist  in  facilitating  further 
expenditure  on  the  same  work,  and  to  give  information 
as  to  how  much  money  is  left  in  the  G.  M.  O.. 

A  very  carefully  prepared  detailed  record  is  also 
kept  of  the  engineering  cost  on  each  specific  G.  M.  O. 
Unless  this  is  done  and  the  distribution  of  it  properly 
controlled  it  is  surprising  how  the  money  provided  for 
in  the  estimate  can  get  away  apparently  from  the  pur- 
pose for  which  it  is  intended. 

.\  weekly  report  from  the  respective  subordinate 
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heads  in  our  office  was  required  so  that  the  entire  work 
could  be  completely  reviewed.  It  has  been  shown  by 
experience  that  while  reports  of  this  nature  bother  us 
by  constantly  recurring  on  given  dates,  usually  they 
bring  to  attention  matters  that  otherwise  might  be 
overlooked. 

Very  little  overtime  work  has  been  allowed  to  be 
done  by  our  forces.  This  to  my  mind  explains  in  some 
measure  why  no  serious  error  has  been  recorded  on  this 
work. 

All  drawings  have  been  made  to  standard  sizes ; 
this  brings  about  economy  in  filing  space  occupied, 
and  the  preservation  of  the  drawings  has  resulted. 
Numerical  and  alphabetical  indexes  are  kept. 

.\n  interesting  feature  is  the  use  of  a  fire  proof 
vault.  Arrangements  have  been  made  to  store  in  this 
building  complete  copies  of  all  drawings  and  specifica- 
tions beyond  the  reach  of  fire.  This  will  prevent  dis- 
organization of  the  oiTice  in  case  of  fire  or  theft.  The 
speaker  recalls  that  on  similar  work  iti  the  east  every 
man  in  the  office  had  a  duty  to  perform  in  case  of  fire 
during  the  day:  and  suggests  that  jiossibly  it  is  a  good 
practical  thing  to  be  instituted  in  every  office. 

Correspondence  has  been  reduced  to  the  fewest 
letters  possible,  and  to  one  subject  for  one  letter.  Car- 
bon copies  are  made  for  each  of  the  subject  files  and 
filed  according  to  date.  All  letters  and  requisitions 
are  given  a  serial  number  by  an  automatic  numbering 
machine;  this  makes  an  easy  reference.  In  addition 
to  the  subject  files  an  extra  copy  on  yellow  paper  is 
made  and  filed  numerically  and  these  have  proven  ex- 
tremely useful  in  many  instances.  We  have  an  effect- 
ive system  of  tracing  delayed  correspondence,  both  on 
others  and  ourselves.  .All  inter-office  memoranda  is 
carefully  preserved  and  from  experience  we  ha\'e 
learned  the  value  of  so  doing. 

A  system  of  photography  was  introduced  early  in 
this  Work  and  progress  photographs  have  been  taken 
almost  weekly.  The  results  have  demonstrated  the 
wisdom  of  this  introduction,  and  an  explanation  can  be 
thoroughly  made  to  any  one  with  the  picture  before 
them.  In  case  of  accidents  it  proves  a  truthful  wit- 
ness. When  dealing  with  franchises  it  is  useful  to  be 
able  to  show  that  work  was  started  or  completed  as  the 
case  may  be  within  the  specified  time. 

A.  H.  Babcock:  While  Mr.  Ferrier  is  looking  up 
liis  memoranda,  I  want  to  say  one  word  in  tribute  to 
the  men  who  have  carried  on  that  part  of  the  work. 
The  checking  system  just  described  by  Mr.  Ferrier  was 
put  in  effect  by  Mr.  Miller,  with  the  result  that  con- 
sidering the  building  where  you  are.  in  all  the  work 
that  has  gone  through  my  office,  there  has  not  been  a 
single  extra  on  anj-  contract,  and  there  has  not  been  a 
mistake  to  be  rectified.  That  in  itself  speaks  for  the 
system,  and  the  men  who  handled  it. 

Steam  Details. 

J.  J.  Ferrier:  Mr.  Babcock  has  taken  up  the 
genera!  features  of  the  plant,  and  I  will  now  try  to 
point  out  to  you  some  of  the  details  of  the  plant. 

The  turbo-generators  are  of  the  Westinghouse 
double  flow  type.  5000  kw.  rated  capacity,  guaranteed 
for  twice  their  rated  load  for  one  minute,  and  for  7.500 
kw.  for  two  hours.  The  steam  consumption  at  rated 
load   was   guaranteed   not   to   exceed    15.9  lb.   per  kw. 


hour  with  superheated  steam,  and  18.2  with  saturated 
steam  and  1.10  load  is  guaranteed  when  operating  non- 
condensing.  The  contract  requirements  are  as  fol- 
lows :  For  2500  kw.  load  the  steam  consumption  is 
18.3  lb.  per  kw.-hour.  The  Westinghouse  tests  showed 
18.1  ;  at  3750  the  contract  requirements  were  16.7;  the 
test  developed  16.6;  at  5000  kw.  the  requirements  were 
15.9  and  that  developed  was  15.8;  at  6250  the  require- 
ments were  16.3  and  that  developed  15.3;  and  at  7500 
the  guaranteed  requirements  were  17.5  and  they  devel- 
oped 15.  There  is  very  little  difference  in  the  results 
of  the  tests  of  the  two  machines. 

As  to  the  surface  condensers,  they  are  oi  the 
Henry  R.  Worthington  type.  The  tubes  are  not  tin- 
ned. The  circulating  water  is  taken  from  the  canal. 
The  temperature  of  this  water  was  taken  during  a  pe- 
riod of  a  year  and  the  maximum  temperature  of  the  cir- 
culating water  was  65  degrees  F.  and  the  minimum  46 
degrees  F.  We  have  both  condensers  inter-connected. 
We  can  use  either  circulating  pump  on  either  of  the 
condensers,  so  that  in  case  either  turbine  is  running, 
and  we  should  be  so  unfortunate  as  to  have  one  of  the 
circulating  units  go  out,  the  other  one  could  be  used  on 
either  or  both  condensers.  The  air  pumps  are  ar- 
ranged so  that  cross  connection  can  be  made.  The 
boilers  are  of  the  Parker  type  steam  generators.  There 
are  twelve  installed,  each  of  645  h.p.  normal  rating,  and 
the  results  of  the  tests  are  briefly  as  follows :  The 
guarantee  was  the  equivalent  evaporation  of  14  lb.  of 
water  from  and  at  212  degrees  F.  per  1  lb.  of  oil,  and 
the  performance,  developed  15.96  and  16.01.  We  have 
two  tests  recorded  and  the  horse  power  developed  on 
these  tests  was  676.7  and  650.  The  apparent  water 
evaporation  under  actual  conditions  per  pound  of  oil  as 
fired  was  13.25  and  12.79,  and  the  equivalent  evapora- 
tion from  and  at  212  degrees  F.  per  pound  of  oil  as  fired 
was  15.77  and  15.91  respectively. 

The  customary  flue  gas,  temperatures,  etc..  were 
all  taken.  The  average  steam  pressure  measured  by 
gauge  was  178  and  179  lb.  and  the  oil  pressure  at  the 
burners  was  78  and  92  lb.  The  escaping  gases  from  the 
boiler  were  384  degrees  F.  The  temperature  of  the 
oil  at  the  burners  was  128  degrees  F.  in  one  test  and  113 
degrees  F.  in  the  other.  The  temperature  of  the  feed 
water  into  the  boiler  was  165  degrees  I',  and  123  de- 
grees F..  and  the  degree  of  super-heat  \vas  160  and  181 
degrees  F.,  respectively. 

The  burners  are  of  the  Owens  type  and  a  test  for 
the  amount  of  steam  used  by  them  was  as  follows: 
There  being  three  burners  to  each  boiler,  4.16  per  cent 
of  the  total  steam  generated;  0.528  lb.  of  steam  being 
required  to  atomize  one  pound  of  oil. 

The  stack  is  of  unlined  steel,  and  as  shown  on 
the  drawing  it  is  125  ft.  above  the  boiler  room  floor 
and  139  ft.  above  the  ground.  It  is  arranged  so  that 
this  stack  can  be  extended  at  any  time.  You  will  also 
note  that  the  stack  does  not  come  down  to  the  boiler 
room  floor,  thereby  gaining  increased  floor  space.  The 
flues  are  of  unlined  steel  and  are  also  designed  for  ex- 
tension. Provision  is  also  made  for  future  installation 
of  forced  drauglit  api)aratus  if  re(|uire(i  under  coal 
firing. 

The  dampers  are  hand  controlled,  and  provision  is 
made  so  that  automatic  attachment  can  be  made  at  any 


480 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


[Vol.  XXVI— No.   22 


time.  We  also  have  an  electric  pyrometer  that  is  going 
to  be  installed,  and  wiring  arranged  so  that  the  tem- 
perature can  be  taken  from  each  boiler  uptake. 

A\'ith  reference  to  the  60  ton  Shaw  electrical  tra\- 
eling  crane,  and  its  10  ton  auxiliary  hoist,  there  is  nut 
much  that  can  be  said.  You  have  seen  it  in  operation, 
and  it  has  demonstrated  to  us  its  capabilities.  It  more 
than  fulfilled  the  specified  requirements  on  the  light 
load  tests  which  were  made  very  early  in  the  construc- 
tion of  this  building.  In  this  connection  provision  is 
made  for  removing  a  portion  of  the  floor  to  facilitate 
the  hanrlling  nf  transformei's.  and  the  condenser  heads. 


i -Room    Showing    Stack    ("onstriutimi. 

We  ha\e  also  installed  a  1000  gallon  Hcnr\-  R. 
Worthington  fire  pump.  It  can  also  be  used  as  an 
auxiliary  feed  pump.  When  the  city  water  pressure  is 
low.  and  when  we  are  using  city  water,  it  is  connected 
to  the  city  water  system  and  will  draw  from  that 
system  and  deliver  into  the  feed  system.  It  is  a"i;M> 
available  for  use  in  case  of  fire  around  the  building, 
and  will  be  a  necessity  when  this  neighborhood  is  mure 
thickly  settled. 

The  feed  pumps  consist  of  one  .\lberger  high 
speed,  turbine  driven  centrifugal  pump,  and  one  Henry 
R.  Worthington  re-iprocating.  double  acting  pump. 

There  are  also  four  Dow  oil  pumps,  and  two 
heaters  installed  in  the  basement  which  deliver  the  oil 
to  the  burners  at  about  80  lb.  pressure.  There  are  two 
Dean  pumps  for  unloading  the  oil  from  the  cars.  We 
can  unload  eight  cars  at  a  time  and  the  entire  pump- 
ing operation  is  handled  from  the  inside  of  this  build- 
ing. The  oil  is  pumped  into  the  storage  tank  bv  this 
method  :  from  thence  it  flows  by  gravitv  into  the  suc- 
tion of  the  four  pumps,  and   from   there   through  the 


heaters  to  the  burners.  We  have  also  installed  a  heater 
at  the  storage  tank  for  use  in  cold  weather  to  facilitate 
the  flowing  of  the  oil. 

W'e  have  two  sources  of  water  supply.  One  is 
from  the  city  water,  which  is  secondary,  and  two  deep 
wells  driven  to  a  depth  of  about  460  feet.  We  have 
the  deep  well  pumps  operating  to  supply  the  feed 
water.  There  is  a  5000  gallon  tank  on  the  roof  from 
which  this  water  is  supplied  to  the  hot  well  in  the 
basement,  thence  to  the  suction  lines  of  the  feed  pumps. 

We  have  an  air  compressor  installed  with  an  oper- 
ating pressure  of  about  70  lb.  You  have  been  intro- 
duced to  both  the  steam  and  air  whistles,  which  arv. 
used  for  operating  purposes.  The  compressor  is  of  the 
Westinghouse  air  brake  type,  separate  reservoirs  being 
installed  for  the  whistle  and  the  receiver  tank.  The  ca- 
pacity is  about  55  cu.  ft.  at  50  lb.  pressure. 

We  have  installed  here  a  machine  shop,  in  which 
is  ciiiitained  motor  driven  tools  as  follows:  One  24  in. 
X  18  ft.  I'ay  &  Scott  engine  lathe;  one  25  in.  Aurora  sta- 
tionery head  drill;  one  No.  2  Bridgeport  cond)ination 
wet  and  dry  grinder;  one  13  in.  x  10  ft.  Young  engine 
lathe;  one  16  in.  Smith  &  Mills  gear  and  crank  shaper ; 
also  a  metal  tool  rack  locker.  Metal  lockers  are  to  he 
installed  for  the  purijose  of  containing  the  clothing  of 
tlie  operators. 

Mf)st  of  the  gauges  installed  in  this  plant  are  fur- 
nished by  the  Star  Brass  Manufacturing  Company, 
cxcei)t  those  wliich  are  i)ro\ided  by  the  separate  con- 
tractors. 

The  flues  were  designed  in  the  electrical  engineer's 
(ift'ice  and  were  fabricated  by  the  American  Bridge 
C'omi)any,  and  as  previously  explained,  erected  by  the 
Sou;hern   Pacific  Company's  bridge  force. 

\\  e  ha\'e  a  closed  feed  water  heater  of  the  Wain- 
wright  type.  It  is  used  for  ?aving  the  exhaust  from 
the  auxiharies  to  heat   the  feed   water. 

We  are  now  installing  a  separate  system  'o  save 
he  discharge  from  the  steam  traps  and  the  feed  water 
heater  condensate  which  is  practically  the  only  water 
wasted  in  the  plant  at  the  present  moment.  The  conden- 
sate will  be  filtered  and  returned  to  the  hot  well.  The 
investigation  of  that  matter  showed  the  desirability 
of  returning  that  water  which  is  at  a  much  higher  tem- 
])erature  than  the  water  which  comes  from  the  trans- 
former cooling  system,  and  which  is  taken  u])  to  the 
roof  and  used  over  again.  The  dry  vacuum  pumps  are 
I  if  tlie  Laidlaw-Dunn-Gordon  type  and  are  steam 
driven. 

The  piping  of  the  plant  was  installed  Ijy  the  Pitts- 
Inirg  Valve  Foundry  &  Construction  Com])any.  It  was 
laid  out  in  our  ofifice  very  very  thoroughly.  In  fact  the 
drawings  that  our  ofifice  made  were  the  drawings  by 
which  the  piping  was  erected.  No  drawings  were  made 
by  the  piping  contractor. 

The  piping  systems  include  the  main  steam,  the 
auxiliary  steam,  the  main  exhaust,  auxiliary  exhaust, 
boiler  feed  system,  boiler  blowoiT  water  supply,  lubri- 
cating piping,  turbo  generator  gland  seal,  compressed 
air  piping,  and  transformer  oil  and  water  system. 

The  pipe  flanges  in  this  building  are  Southern  Pa- 
cific standard.  They  were  based  upon  and  derived 
from  a  comparative  table  of  a  number  of  manufac- 
turers' design  and  they  agree  substantially  with  those 
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Sei'tion    of    Kruitvale    Power    Station. 


made-  1)}  well  kiinwn  manufacturers,  but  are  a  little 
hea\'ier  than  those  ordinarily  supplied.  Steam  pipe 
flanges  are  of  the  \'anstone  type  generally. 

The  main  steam  \alves  are  steel  and  were  made 
by  the  Pittsburg  \alve  people.  The  valves  were  all 
tested  to  800  pounds  hydraulic  pressure.  The  main 
steam  pipes  were  all  erected  at  Pittsburg  and  tested 
out  in  the  open  to  demonstrate  their  tightness  and 
strength  before  they  were  shipped  here. 

For  the  operation  of  the  power  house  the  following 
forces  have  been  laid  out :  The  operation  will  be  di- 
vided into  three  watches  from  12  o'clock  midnight  to 
<S  o'clock  in  the  morning:  from  8  to  4  and  from  4  to  12. 
lln  the  first  watch  there  will  be  a  watch  engineer,  fire- 
man and  two  oilers;  on  the  second  watch  there  will  be 
a  watch  engineer,  the  water  tender,  fireman  and  two 
oilers,  and   a  time  and   material   clerk;  on   the   third 


watch  there  will  Ije  a  watch  engineer,  water  tender, 
fireman  and  two  oilers.  Mr.  William  Keflford  will  be 
superintendent  of  power  and  he  was  engaged  as  in- 
spector during  the  construction  period. 

A.  H.  Babcock:  Mr.  Ferrier  made  brief  mention 
of  the  fire  -vault  lately  installed  in  the  building  for  the 
protection  of  our  drawings,  specifications  and  contracts. 
The  installation  of  that  was  strongly  forced  upon  us 
liy  our  experience  after  the  fire  of  1906  in  San  Fran- 
cisco, when  there  was  practically  nothing  left  in  the 
shape  of  records  with  which  we  could  go  ahead  with 
riur  business,  and  it  occurred  to  some  of  us  at  that  time 
that  we  better  not  let  that  occur  again.  This  building 
i>  as  near  fire  proof  as  anything  can  be  made,  and  the 
\  ault  is  put  down  in  the  basement,  so  that  even  in  the 
e\ent  of  a  general  conflagration  such  as  we  had  in  San 
Francisco,  it  would  hardly  be  likely  that  heat  would 
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be  developed  sufficient  to  destroy  the  vault  with  its 
contents. 

The  electrical  features  of  the  plant  will  be  taken 
u[)  next  by  Mr.  Hall.  Following  a  rather  unusual  pro- 
cedure detail  drawings  were  made  of  the  switchboard — 
in  fact,  the  manufacturer  was  not  asked  to  furnish 
any  drawings  whatever  except  those  necessary  to  check 
his  details.  As  far  as  possible  the  manufacturers' 
standards  of  construction  were  followed,  so  that  there 
would  be  no  difficulty  in  any  responsible  firm  taking 
our  drawings  and  completing  the  boards.  We  will  now 
hear  all  about  the  electrical  construction  of  the  plant 
from  Mr.  Hall. 

Electrical   Details. 

H.  Y.  Hall:  As  previously  stated  the  generators 
are  rated  at  5000  k.v.a.  at  40  degrees  C.  rise,  but  the 
actual  temperature  rises  under  5000  kw.  test  were  only 
25.5  degrees  in  armature  windings,  34  degrees  in  field 
windings  and  34.2  degrees  C.  in  armature  iron  so  they 
will  safely  carry  7500  k.v.a.  continuously.  The  air  for 
ventilating  the  generators  is  taken  from  the  outside  of 
the  station  through  screened  galvanized  iron  ducts,  ])ut 
in  foggy  or  damp  weather  the  air  can  be  taken  from  the 
turbine  room  basement,  to  a\-oid  drawing  moisture 
through  the  machines.  The  gcncralurs  are  star  con- 
nected for  13,200  volt,  3-phase,  25  cycles,  and  have  the 
neutral  taps  brought  out  for  grounding,  which  is  ac- 
complislu'd  as  shown  in  Fig.  2. 

There  are  three  schemes  f(jr  the  operation  of 
grmmded  neutral  systems,  as  exemplified  by  the  prac- 
tice of  the  Manhattan  Railway  Company,  the  N.  Y.  C. 
&  H.  R.  Railway,  and  Southern  Pacific  ('om])any.  In 
view  of  the  interest  taken  in  Mr.  RIkmIcs'  paper  before 
the  Institute  in  San  Francisco  last  June,  it  might  be  of 
interest  to  give  a  brief  description  of  the  advantages 
and  disadvantages  of  the  three  schemes. 

At  the  Manhattan  Railway  plant  to  prevent  ex- 
cessive triple  harmonic  cross  currents  between  the  gen- 
erators only  one  generator  at  a  lime  is  connected  to  the 
ground  bus.  The  advantage  of  the  scheme  is  that  the 
resistance  between  neutral  and  ground  does  not  vary 
with  the  number  of  generators  in  operation,  but  is 
fixed  and  practically  constant,  thus  allowing  sufficient 
current  to  flow  to  the  ground  to  trip  the  relay  in  case 
a  feeder  becomes  grounded.  The  disadvantage  of  this 
scheme  is  that  during  the  time  consumed  in  transfer- 
ring the  ground  connection  from  one  generator  to  an- 
other the  system  is  ungrounded.  This  scheme  has 
proven  satisfactory  during  seven  years  of  service. 

.\t  the  N.  Y.  C.  plant  it  would  be  safe  to  operate 
with  the  neutral  switches  closed  on  all  four  machines 
if  the  two  inter-connecting  switches  were  open  ;  very 
little  cross  current  would  flow  in  the  neutrals.  It  is  not 
advisable  to  operate  with  all  neutral  switches  closed  as 
there  would  be  only  5  ohms  resistance  between  neutral 
and  ground,  which  would  allow  too  much  current  to 
flow  in  case  of  a  ground  on  a  feeder.  Two  sets  of 
resistances  should  be  kept  connected  in  whether  there 
are  one  or  more  generators  operating. 

As  will  be  seen  from  Fig.  2,  the  scheme  being  used 
by  the  Southern  Pacific  Company  at  its  Fruitvale  plant 
is  the  same  as  that  used  by  the  Manhattan  Railway 
Company  except  the  use  of  single-pole  double-throw 
switches  instead  of  single-pole  single-throw  switches 


for  the  neutrals  and  also  the  sectioning  of  the  neutral 
bus.  The  practice  will  be  to  run  with  all  neutral 
switches  in  the  down  position,  except  that  for  the 
grounded  machme  which  will  be  in  the  up  position. 
When  it  is  desired  to  shift  the  neutral  connection,  the 
switch  on  the  generator  to  be  grounded  is  thrown  ui). 


fiq  Noi  Monhottin  Rail<na;j  Company 
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Fig  w  2  southern  Pacific  Componj 


Diagram    of  Schemes    for   Operation    of   Oroumleil 
Neutral   Systems. 

after  which  the  switch  for  the  generator  to  be  discon- 
nected from  ground  is  thrown  to  the  down  position ; 
the  system  would  be  ungrounded  during  only  the  time 
it  takes  to  throw  a  switch  from  the  up  to  the  down 
position.  The  neutral  resistance  is  a  grid  type  rheostat 
having  a  resistance  of  13  ohms  and  capable  of  dissi- 
pating 6000  kw.  for  30  seconds  without  injurious  heat- 
ing. With  a  dead  ground  on  one  phase  of  a  feeder,  this 
resistance  would  limit  the  current  to  500  to  600  am- 
peres which  is  sufficient  to  operate  the  automatics  on 
the  feeder ;  there  are  no  automatic  devices  on  the 
generators. 

In  connection  with  the  installation  and  operation 
of  grounded  neutral  systems,  there  is  another  point 
which  should  be  borne  in  mind  and  that  is  the  method 
of  connection  of  potential  transformers.  If  star  con- 
nected potential  transformers  are  used  they  should  be 
connected  to  the  neutrals  of  the  machine,  instead  of  to 
the  neutral  bus  or  the  ground  bus,  for  the  neutral  con- 
nection. If  they  are  connected  to  the  ground  or  neutral 
bus,  whenever  the  system  is  running  ungrounded  the 
potential  transformer  voltages  will  be  greatly  unbal- 
anced due  to  the  difference  in  the  loading  of  the  poten- 
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13,200  Volt   Bus   Structures. 


tial  traiisfonner,'^.  .\t  the  i'<irl  Munis  ])lant  of  tlic  N. 
\.  C,  they  have  had  potential  iraiisfoniicr  l)iini(iuls, 
(hie  to  50  per  cent  over-voltage  on  jjotential  trans- 
formers. The  system  at  the  time  was  not  grounded  as 
the  operator  forgot  to  put  in  the  neutral  switch  on  the 
machine  in  service,  h^or  feeders,  potential  transformers 
should  ho  connected  between  phases  and  not  to  the  neu- 
tral or  ground. 

In  general,  all  13,200  \olt  wiring  in  the  building 
is  run  in  Orangeburg  fiber  conduit,  embedded  in  con- 
crete. The  generator  leads  and  the  outgoing  feeders 
are  Xo.  0000  single  conductor  cable  with  lead  covered 
14/32  varnished  cambric  insulation,  terminating  in 
Davis  station  terminals.  The  main  generator  leads  are 
carried  in  conduit  along  the  Vjasement  wall  to  the  main 
generator  switches. 

There  are  two  sets  of  13,200  volt  buses,  so  that  by 
means  of  its  main  generator  switch  and  its  two  selector 
switches  any  generator  may  be  connected  to  either  bus. 
The  generator  connector  buses  and  main  generator 
buses  are  located  on  the  basement  floor.  The  station 
is  designed  so  that  any  generator  or  any  outgoing 
feeder  may  be  connected  to  either  or  both  buses. 

In  the  connections  between  the  generator  and 
feeder  buses  series  transformers  are  placed  so  as  to 
measure  the  total  output  to  the  substations.  As  shown 
on  the  diagram  between  the  bus  and  each  generator 
and  also  between  the  bus  and  each  feeder  there  are  two 
switches  in  series.  This  is  made  possible  in  the  case 
of  the  feeders  without  the  use  of  an  excessively  large 
number  of  oil  switches  by  the  adoption  of  the  group 
bus  system. 

All  13,000  volt  oil  switches,  bus  and  connections 
are  enclosed  in  a  concrete  structure  with  concrete  bar- 


riers between  the  ditTercnl  phases.  These  structures 
are  unusually  large  for  13,000  volt  structures  and  look- 
somewhat  like  monuments.  ( )riginally  we  had  i)lanne<l 
to  build  structures  on  more  con\entional  lines  with  two 
rows  of  bus  structures  on  the  basement  floor  and  two 
rows  of  switches  on  the  first  floor,  but  after  the  steel 
had  been  erected  and  the  building  was  well  along,  a 
contract  was  closed  with  the  Great  Western  Power  Co. 
which  necessitated  ])rovision  for  additional  oil  switches. 
\\'ith  the  original  plan  there  was  just  room  enough  for 
12  generator  and  12  feeder  switches,  so  it  was  necessary 
to  make  a  radical  change  and  the  present  structure  is 
the  result,  but  not  however,  without  the  loss  of  some 
sleep. 

The  Great  Western  Power  Company  has  installed 
temporarily  on  the  No.  4  turbo-generator  foundation 
a  General  Electric  2500  kw.  frecpiency  changer  consist- 
ing of  an  11,000  volt.  60  cycle  synchronous  motor,  di- 
rect-connected to  a  13,200  volt.  25  cycle  generator.  Its 
oil  switches  and  switchboard  for  its  25-cycle  end  and 
for  its  exciter  will  occupy  temporarily  the  space  in- 
tended for  No.  4  generator  panels.  A  zero  center  scale 
curve-drawing  wattmeter  is  installed  to  show  the  out- 
put from,  or  the  input  to,  the  25-cycle  end. 

The  local  substation  bus  is  located  in  the  basement 
near  the  main  generator  buses.  By  means  of  two  se- 
lector switches  it  may  be  connected  to  either  main 
f eerier  bus.  The  outgoing  13,200  volt  distribution  sys- 
tem consists  of  four  feeders,  two  of  which  run  north 
through  Oakland  to  the  West  Oakland  substation  and 
the  other  two  south  through  .\lameda  to  the  same  sub- 
station. The  north,  or  Oakland,  feeders  run  in  conduit 
froin  the  feeder  bus  to  an  outlet  tower  near  the  Fruit- 
vale  passenger  station  and  from  there  run  overhead 
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to  Lake  Alerritt  wlieie  they  again  go  underground  end,  niuunted  on  a  common  base  and  with  sliafts  car- 
and  run  under  First  Street  to  the  West  Oakland  sub-  ried  in  a  common  center  bearing  but  free  to  revolve  In- 
station.  The  south,  or  Alameda,  feeders  run  to  an  dependently  of  each  other.  Power  is  supplied  by  one 
underground  switching  chanibe'r,  thence  bv  submarine  (leneral  Electric  1500  kw.  three  to  six-piiase  trans- 
cables  under  the  estuarj'  to  a  switching  tower  on  the  frirmer  with  a  double  secondary  winding  per  unit. 
Alameda  side,  and  from  there  overhead  through  Ala-  'The  transformers  are  the  forced-oil,  water-cooled 
meda  and  across  the  big  towers  to  a  jxiint  within  100  ft.  type,  13.200  vdlts  to  440  volts!  They  are  located  in  a 
of  the  West  Oakland  sul)station  where  they  go  under-  fireproof  room  in  the  basement.  Removal  of  a  rein- 
ground  to  the  substation.  forced  concrete  hatch  above  any  transformer  permits 

As  shown  on  the  13,200  \-olt  wiring  diagram  the  tJie  crane  to  reach  tJie  transformer, 

two  Oakland  feeders  and  the  two  Berkeley  feeders  arc  'l"he  water  for  cooling  the  transformers  is  taken 

connected  to  the  two  center  sections  of  the  "ring  bus"  from  llie  tank  on  the  roof,  which  is  kept  filled  by  tiie 

at  the  West  Oakland  substation,  thus  permitting  the  two  deep  well   pumps  or  from  the  city  mains.     After 

use  of  one  or  both  of  the  Oakland  feeders  in  connection  ])assing  tlirougli  tlie  copper  cooling  coils  the  water  is 

with  the  Berkeley  feeders  as  individual  feeders  for  the  discharged  into  the  hot   well,  not   with  a  \ie\v  to  the 

Berkeley  substation,   if  desired.      .\t   i)oth   substations  utilization    of   tiie   negligible   heal    aljsorbed    from    tlie 

the  two   Berkeley   feeders  can   be  connected  together  transformers,  but  to  save  water. 

by  means  of  the  disconnecting  switches,  thus  permit-  To  facilitate  handling,  storing  and  treating  trans- 
ting  the  operation  of  both  feeders  on  either  oil  switch  former  and  oil  switch  oil  and  for  filling  and  emptying 
or  of  either  feeder  on  the  other  feeder's  oil  sw'itch.  transformers  and  oil  switches,  an  oil  system  is  installed 

Provision  has  been  made  for  a  future  high-tension  in  a  chamber  outside  and  at   the  southeast   corner  of 

transformer  house  located  at  tlie  east  end  of  the  power  the  building.     This  room  contains  one  clean  and  one 

station.  dirty  oil  tank,  each  of  1800  gallon  capacity,  a  motor 

All   13,200  volt  circuits  are  controlled  by  electri-  driven  centrifugal  pump  and  an  oil  filter.    Later  on,  we 

cally  operated   Kelman   oil   switches.     The  generator,  will  jjrobably  install  a  hydrating  outfit  of  some  kind. 

generator  selector  and  feeder  selector  switches  are  non-  The  different  tanks  and  pumps  are  connected  with  the 

automatic,  while  the  outgoing  feeder  and  rotary  con-  transformer  by'pipes  for  handling  the  oil.     Normally 

verter  feeder  switches  are  automatic.  the  exhaust  line  valve  will  be  so  set  that  in  case  of  fire 

Excitation  Svstem  '"  "^  transformer  the  transformer  valve  can  be  opened 

„     ,          ,  .                    .  ,    ,      .  ,        ,  ,-  ,          -.-^       ,  and  the  oil  discharged  into  a  sump  between  the  build- 

Lach  turbine  is  proNided  with  a  12.i  kw.,  2M  \olt  ,  ^,               , 

,         '                    .          .     ,            ...  mg  and  the  canal, 

exciter   mounted   on  an   extension  of  the   main   shall.  t-     i    .         r                        •        j      -ii       .^i                 * 

„     ,           .        ,             ....                   .                   .            ,  Lach  transformer  is  equipped  with  a  thermometer 

Lach  e.xciter  has  sutticient  capacitv  to  excite  at  least  •,,               ^     .   *.       ■            u  n       i         tu     4.              ^ 

'         -  with  a  contact  to  ring  a  bell   when   the  temperature 

two  turbines  under  anv  probable  conditions  of  over-  ,        r-    ,              <-          i     i         -i        i        ,-      a        ■   a- 

■    '  reaches  ,s.t  degrees  L.,  and  also  oil  and  water  now  indi- 

■        .                                       .  eating  devices  with  contacts  to  ring  a  bell  wiien  either 

Besides  the  12j  kw.  exciters  mounted  on  the  ex-  ,^         ^       ■ 

.   ,           ,                           ,.,-,.,,           ,  stops  nowmg. 

tension  of  the  turbo-generator  shafts,  a  12:i  kw.  General  ^p,          ,     •                ^     *    i   r          ^i                    j   r 

„,        .                       ,  .^      ,  .                ...,,,      ^  Ihe  rotaries  are  started  from  the  a.  c.  end  from 

Electric  steam-turbine-dnven  exciter  is  installed.     On  ,^1  •    i         1    »        ti  •    1        ^^          *                 ^i       <. 

,,    ,        ,  ,^      ,,  one-third    and    two-third    voltage    taps    on    the    trans- 

the   excitation   system    is    installed   a    136-cell   storage  .-                  ,,           1     ,.  •   i„       1         1      ui    ^i             <-           1 

.           ■'                            ■         r  -.-in                T     ■  tormers,    through    triple-pole,    double-throw    Cienerai 

battery   with  a  one  hour  capacity  o    280  amp.     It  is  ^^^^^^.^  ^^  ^;,  switches.     The  440-volt  switches  are 

charged  from  either  of  the  two  2..0  volt  buses  by  means  ^,^^  triple-pole,  single-throw  General   Electric   K-2  oil 

of  a  motor-driven,  90  volt  shunt  booster.     At  present  ■.  ,          ,p,            ^^.-       1  „     ii„      i  ti              •*  i  ,,.    f^ 

,,,-,,■  1  switches,     i  he  operating  handles  of  these  switches,  to- 

15  plates  are  installed  in  a  2/-pIate  lead-lined  tank  with  .,  •,,    ,,      r,,  .,„^,     ,„  ,    :t„i,„^      „ r.    ,  „„,i 

'  .  .                     .                      '                                     .  gether  with  the  held  break-up  switches,  negative  and 

provKsion  for  an  increase  to  23  plates,  or  an  ultimate  ;^    ,^1;^,,  switches  and  polaritv  indicators,  are  mounted 

capacity  of  440  amp.  for  one  hour     Sixteen  of  the  cells  ^^_^  ^,^^^     ^,^^.,^    mounted  on  the  rotary  bases, 

are  end  cells  and  are  controlled  by  means  of  an  elec-  .^.,^^  cast-iron   rotary   bases  are  mounted   on   oak 

tncally  operated  end-cell  switch.    The  battery  and  the  i,,,^,,^^;,      frames  and,  to  limit  insulation  strains  and  to 

end-cell  switch  were  furnished  by  the  Electnc  Storage  ^^^^^^^^  operators,  the  bases  are  connected  through  a 

Battery  Company.  resistance  of  10  ohms  to  the  600  volt  inter-connection 

The  boo.ster  is  so  connecte.l  that  m  case  the  ex-  ,,^t^^.^.^.„  j,,^  t,,,„  1,^1,.^^  of  the  unit.    Ad.litional  protec- 

citer  fn,m  which  the  battery  is  being  charged  becomes  ^-^^^^  .^  aftor.Ied  the  operator  bv  the  installati,,,,  of  tile 

disabled  and  the  battery  begins  to  discharge  through  i,,^^,,^^;,,^  ^„,,,  i„  t,,e  substation. 

the  booster,  the  reversal  of  the  current  operates  a  re-  ,,,,^^  efficiencies  of  transformers  an.l   rotaries  ob- 
verse  current   relay,    which   throws   m   an    electrically  ,,,i„,,,  ,„„K,r  test  were  as  follows : 
operated  switch  which  shorts  the  booster  and  trips  the 

booster  breaker,  therebv  leaving  the  batterv   fwithout  Transfoimer.  Rotary,      combined, 

booster)   on  the  excitation  bus.  r^        ,.                                        ^g .,              3,75            91 

o    ,     ^    .,•  %  ■■         98.1  94.5  92.7 

Substation.  j,,*„        ..         S^  9  95  5  93  6 

The  local  substation  is  iilaced  in  an  extension  of     i'4        "       s""  s"-  93.7 

.                        .  1  1/            ••                                                                                        96  **^ 

the   turbine   room.     The   present    installation   consists  - 

of  three   General    Electric    1500  kw.    1200  volt   rotary  The   maximum   temperature   rise  on   the   rotaries 

units  and  transformers.     Space  is  left  for  three  addi-  under  full  load  test  was  26  degrees  C.  on  one  commu- 

tional  units.    A  rotary  unit  is  two  750  kw.  600  volt  ro-  tator  so  the  rotaries  will  safely  carry  a  load  of  2250 

taries,   connected   permanently  in   series  on   the  d.   c.  kw. 
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One  of  these  rotaries  has  carried  4000  kw.  for 
short  intervals  without  injurious  sparking. 

During  the  acceptance  tests  on  the  turbo-gener- 
ators, the  three  rotaries  were  loaded  on  the  tidal  canal 
and  carried  as  high  as  8000  kw.  for  one  hour.  The 
negative  leads  were  connected  to  a  large  steel  plate 
lying  on  the  bottom  of  the  canal.  The  five  1200  feeders 
were  each  connected  to  a  positive  plate  about  60  ft. 
from  the  negative  plate.  These  positive  plates  were  of 
various  shapes  and  dimensions  but  the  three  most  satis- 
factory plates  consisted  of  8  in.  wrought  iron  pipe  about 
5  ft.  long.  The  load  was  varied  by  cutting  in  or  out 
feeders  and  by  raising  or  lowering  the  positive  plates. 
x\s  a  further  means  of  controlling  the  load  a  33  ft.  track 
rail  was  immersed  in  the  water  and  suspended  from  a 
raft,  which  was  anchored  between  the  positive  and 
negative  plates  or  below  the  negative  plate,  depending 
upon  the  load  requirements. 

We  found  that  the  height  of  the  tide  greatly  af- 
fected the  amount  of  load  obtainable.  At  low  tide  only 
5000  kw.,  while  at  high  tide  8000  kw.  load  could  be  ob- 
tained. 

Switchboard. 

The  switchboard  is  placed  on  a  gallery  at  the  east 
end  of  the  turbine  room  extension.  The  power  station 
board  is  of  standard  construction  designed  in  three 
sections,  i.  e.,  benchboard,  generator  and  feeder  instru- 
ment boards  and  exciter  and  auxiliary  -d.  c.  boards. 
The  generator  rheostats  and  speed-changing  devices 
are  motor-operated  from  the  benchlioard.  A  totalizing 
panel  is  provided  for  metering  the  total  output  of  the 
generating  station  by  means  of  curve-drawing  watt, 
volt  and  frequency  meters. 

The  substation  1200  volt  board  is  installed  at  right 
angles  to  and  near  the  power  station  board.  Double- 
panel  construction  is  used,  with  the  front  and  the  rear 
panels  4  ft.  apart.  All  switches  and  circuit  breakers 
are  the  remote-control  hand-operating  type.    The  front 


panels  contain  the  inslrumcnts  and  switch-operating 
levers.  The  switches  and  circuit-breakers  are  mounted 
on  the  rear  panels.  Spare  rotary  and  spare  feeder 
breakers  are  provided,  with  their  switches  connected  to 
the  spare  breaker  buses  mechanically  interlocked  so 
that  only  one  rotary  or  feeder  at  a  time  can  be  con- 
nected to  its  respective  spare  breaker  bus.  While  the 
angle-iron  frames  of  the  front  and  rear  panels  are  in- 
sulated from  ground  and  from  each  other,  the  station 
will  be  operated  with  the  front  frame  grounded  and  the 
rear  frame  insulated.  Soapstone  slabs  placed  across 
the  top  between  the  front  and  the  rear  panels  form  a 
floor  for  support  of  the  rheostats  and  make  the  rheo- 
stats, 1200  volt  bus  and  breakers  easily  accessible. 

The  1200  volt  bus  is  carried  in  a  fireproof  com- 
partment above  the  soapstone  slabs.  The  rotary  rheo- 
stats are  mounted  on  the  soapstone  slabs  above  the 
panels.  A  Thompson  watt-hour  meter  and  a  Westing- 
house  graphic  recording  wattmeter  are  installed  to 
measure  the  total  output  of  the  substation.  The  entire 
switchboard  was  furnished  by  the  Westinghouse  Elec- 
tric &  Manufacturing  Company. 

Two  30  kw.,  13,200-2300  volt  Allis-Chalmers  trans- 
formers furnish  25-cycle  current  for  the  operation  of 
the  local  block  signal  system. 

The  station  is  lighted  from  the  250  volt  excitation 
bus,  across  which  a  balancer  set  is  connected  to  pro- 
duce a  three-wire  system.  For  emergency  use  taps 
bro'ught  out  from  the  middle  cells  of  the  storage  bat- 
tery are  connected  to  a  9-point  end-cell  switch.  The 
turbine  and  the  boiler  rooms  are  lighted  by  General 
Electric  6.5  amp.  luminous  arc  lamps  suspended  from 
the  steel  work.  For  other  lighting  around  the  gener- 
ating station  building  individual  16-c.p.  lamps  are  gen- 
erally installed. 

The  conduit,  lighting,  rotaries,  transformers,  oil 
switches,  switchboards  and  wiring  and  cable,  in  fact 
all  electrical  apparatus  except  generators  and  the  stor- 
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age  battery,  were  installed  hy  tlie  company  forces. 

In  addition  to  the  electrical  design,  the  installation 
of  all  electrical  apparatus  cam^  under  the  supervision 
of  the  speaker.  To  !•'.  E.  Manzer,  construction  fore- 
man, credit  is  due  to  the  fine  appearance  of  the  calilc 
and  switchboard  installation. 

A.  H.  Babcock:  The  hour  is  getting  late,  but  I 
want  to  give  you  just  a  brief  summary  of  the  tests  of 
the  plant  up  to  date,  and  then  we  will  start  the  number 
one  turbine,  and  from  that  start  the  rotaries,  so  vou  can 
see  how  easily  the  station  is  handled. 

At  the  ordinary  average  load  of  the  i^lant,  the 
guarantees  on  the  boilers  were  14  1!).,  and  the  perform- 
ance was  16  lb.;  the  turbo-generator  consumption  on 
the  same  load  was  guaranteed  16.37  lb.,  and  the  per- 
fftrmance  is  15.77  lb. :  the  condensers  were  guarantccil 
to  give  28  in.  vacuum  and  they  liave  given  us  28]/ 
under  the  extreme  load  condition. 

The  generators  as  I  said  before  arc  within  their 
heating  limit  at  7500  kw.,  steady  load  :  and  these  rotarv 
units  are  within  their  heating  limits  at 

It  is  so  late  now  that  1  cannot  ca 
I  know  would  like  to  say  sometliing,  especially  from  the 
manufacturers'  standpoint  :  but  tliey   will   understand. 

The  meeting  then  adjourned  for  a  general  inspec- 
tion of  the  plant. 


2250  kw. 
upon  others  who 


BOOK  REVIEWS. 

Good  Engineering  Literature.  By  Harwood  Frost. 
422  pages,  5x7iX  in.  For  sale  by  Chicago  Book  Co., 
226  So.  La  Salle  St.,  Chicago,  and  Technical  Book 
cshop,  604  Mission  St.,  San  Francisco.    Price  $1.00. 

The  purpose  of  this  book  is  clearly  expressed  in 
its  sub-title,  "W'hat  to  read  and  how  to  write,  with  sug- 
gestive information  on  allied  topics."  To  this  task  the 
author  has  brought  an  experience  and  training  which 
eminently  qualifies  him  to  act  as  mentt)r  to  his  less- 
informed  brethren.  In  twenty-two  logical  chapters  he 
gives  the  engineer  valuable  information  on  the  design 
and  construction  of  a  literary  production.  Details  as 
to  the  choice  and  proper  arrangement  of  materials,  in 
this  case  words  and  sentences,  are  emphasized,  while 
those  relating  to  mechanical  construction  of  a  periodi- 
cal or  book  are  briefly  summarized.  Special  stress  is 
laid  upon  the  means  of  protecting  and  marketing  the 
author's  work.  The  concluding  chapters  show  how  the 
value  of  the  engineer's  library  may  be  enhanced  by 
proper  indexing  and  filing  and  careful  selection.  This 
volume  is  more  comprehensive  than  the  usual  "style 
sheet" ;  it  admirably  fills  a  long-existent  void  and  is 
earnestly  commended  to  those  engineers  who  have 
something  to  say  but  lack  proper  means  of  expression. 

The  Principles  of  Scientific  Management.    By  F. 

W.  Taylor.  144  pages,  6x9  in.  Published  by  Harper 
&  Bros.,  New  York,  and  for  sale  by  Technical  Book 
Shop,  San  Francisco.     Price  $1.50. 

Herein  are  discussed  the  reasons  and  remedies  for 
the  prevalent  inefficiency  of  human  labor.  The  author 
has  devoted  years  of  study  to  this  problem  and  cites 
many  instances  where  it  has  been  successfully  solved 
by  applying  the  principles  of  task  management.  This 
consists  in  giving  each  workman  a  carefully  planned 
task  for  performance  each  day,  supervising  its  per- 
formance and  paying  higher  wages.    It  means  the  sub- 


stitution of  science  for  rule  of  thumb,  co-operation  for 
individualism,  maximum  output  for  restricted  output 
and  the  development  of  each  man  to  his  greatest  effi- 
ciency and  ijrosperity.  It  places  the  responsibility  on 
the  manager  rather  than  the  workman  and  redounds 
to  the  benefit  of  both.  While  the  system  is  not  uni- 
versally applicable,  this  book  is  pregnant  with  sug- 
gestions to  every  man  handling  manual  laborers.  It 
treats  of  a  new  and  important  subject  in  an  interesting 
and  instructive  manner  and  is  a  valuable  contribution 
to  tin-  industrial  world. 

Wireless   Telegraph    Construction   for   Amateurs. 

I'.y  A.  1'.  Morgan.  188  pages.  5>^x8  in.  147  illustra- 
tions. Published  by  D.  Van  Nostrand  Co.,  New  York, 
and  for  sale  bv  Technical  Book  Shop,  San  Francisco. 
Price  $1.50. 

The  object  of  this  book  is  to  enable  any  intelligent 
boy  to  construct  and  operate  a  wireless  telegraph  out- 
fit. .\fler  a  simple  explanation  of  the  theory  of  elec- 
tric wave  generation,  transmission  and  reception,  the 
author  gives  a  detailed  description  of  the  apparatus 
for  receiving  and  sending  messages  by  the  spark  sys- 
tem. The  treatment  is  replete  with  practical  directions 
for  constructing  the  essential  parts  at  home  and  should 
Le  of  great  value  to  the  tyro.  Most  of  the  information 
has  already  been  published  in  other  places,  but  is  here 
assembled  in  compact  and  convenient  form.  While  of 
little  use  to  anyone  who  has  already  constructed  a 
station,  it  is  an  admirable  treatise  for  a  beginner. 

Power.  By  Charles  E.  Lucke.  316  pages,  5>4x8 
in.  223  illustrations.  Published  by  The  Columbia  Uni- 
versity Press  of  New  York  City,  and  for  sale  by  Tech- 
nical Book  Shop,  San  Francisco.     Price  $2.00. 

This  volume  comprises  a  series  of  lectures  given 
by  Professor  Lucke  to  the  students  of  Columbia  Uni- 
versity. In  the  first  two  chapters  in  a  most  readable 
style  the  author  traces  the  evolution  of  mechanical 
power  to  the  present  types  of  machinery.  Succeeding 
chapters  are  devoted  to  steam  power,  gas  power  and 
water  power,  in  each  case  giving  a  simplified  account 
of  the  principles  and  their  application.  Little  or  no 
mathematics  is  employed,  so  that  the  text  forms  an  ex- 
cellent introduction  to  more  detailed  study.  It  deals 
with  generalities  rather  than  specific  details  which  are 
employed  merely  to  illuj-trate  the  principles  developed. 
Ic  should  be  of  especial  value  to  the  layman  desirous 
of  knowledge  on  this  subject  and  to  the  specialist  wish- 
ing a  birds-eye  view  of  approved  practice  in  other 
fields.  It  may  be  briefly  characterized  as  a  history  of 
power  development. 


Water  power  sites  are  taxable,  according  to  a 
decision  of  the  State  tax  commission  of  Washington. 
The  ruling  was  made  in  answer  to  an  inquiry  by  the 
assessor  of  Klickatat  County.  The  decision  follows 
in  part :  "The  law  reqires  the  assessment  of  all  prop- 
erty at  its  full  and  fair  value  in  money.  A  water  power 
is  not  assessed  as  a  water  power,  but  i6o  acres  of 
land  which  has  upon  it  a  very  desirable  and  valuable 
water  power  and  which  makes  that  i6o  acres  of  land 
worth  from  four  to  40  times  as  much  as  the  adjoining 
160  acres  of  land,  should  be  assessed  at  from  four  to 
40  times  higher  than  the  adjoining  160  acres." 
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THE  APPLICATION  OF  ELECTRIC  POWER  TO 
LOGGING. 

BY    E.    0.    ROBINSON    JR. 

The  application  of  electric  power  to  log<jing  opera- 
tions involves  not  only  an  electric  driven  yarder  but 
also  an  electrically  operated  logging  road.  In  the  fir.st 
instance  the  donkey  engine  is  replaced  by  an  electric 
motor  while  in  the  secon<l  instance  an  electric  locomo- 
tive is  substituted  for  the  usual  Shay  engine. 

A  yarder  is  used  to  haul  the  logs  from  their  fallen 
position  to  the  railroad  spur.  No  skid-road  is  built  nor 
is  there  any  clearing  done,  the  log  being  pulled  with 
main  force  and  awkwardness  anfl  often  butting  against 
a  stump  or  burrowing  through  a  mound  of  earth.  The 
rigging  must  be  sturdy  and  the  donkey  must  possess 
vast  flexibility  as  to  speed  of  cable  and  developed 
power. 

Frequently  a  log  will  be  bound  between  stumps  or 
behind  other  logs,  thus  requiring  a  slow  and  powerful 
pull  to  dislodge  it.  Though  the  speed  of  the  cable  must 
be  slow,  the  actual  work  done  is  great,  as  when  a  log 
comes  to  a  dead  stop  on  account  of  some  obstruction 
the  cable  will  often  stretch  15  ft.  To  stretch  an  1^  in. 
cable  15  ft.  means  a  tremendous  pull.  Such  are  the 
conditions  that  an  electric  donkey  lyust  meet  with  the 
saine  speed,  the  same  strength  and  the  same  cfifective- 
ness  as  is  now  being  accom|)lished  by  steam.  The 
electric  rig  must  meet  every  demand  that  the  steam 
donkey  is  called  upon  to  perform,  and  must  do  it  with- 
out trouble  and  without  hesitation. 

The  most  feasible  plan  for  the  change  is  to  remove 
the  boilers  and  engines  that  are  now  on  the  present 
donkeys  and  place  the  motor  thereon,  replacing  the 
crank  disks  with  sprockets  for  a  double  chain  drive. 
In  placing  a  motor  on  a  donkey  equipped  with  a  steam 
friction  brake  a  small  automatic  motor  driven  air  com- 
pressor can  be  installed  with  a  storage  tank  and  the 
advantages  of  this  control  can  thus  be  retained.  A 
donkey  is  worked  only  about  one-third  of  the  time. 
and  so  with  five  or  six  donkeys  on  the  line  the  resultant 
peak  load  would  not  exceed  60  per  cent  of  the  sum  of 
the  peaks. 

On  account  of  the  continual  demand  for  a  slow 
speed  and  heavy  duty,  or  a  large  amount  of  power 
slowly  applied,  the  writer  has  designed  a  semi-auto- 
matic variable  speed  gear,  so  that  on  starting  a  heavy 
load  or  wanting  to  make  a  slow  steady  pull  it  will  give 
the  motor  a  tremendous  mechanical  advantage.  This 
gear  ratio  can  be  changed  without  a  jerk  and  without 
slacking  the  cable  or  interfering  with  the  progress  of 
the  log.  The  ratio  can  be  either  increased  or  decreased 
as  desired  within  the  limits  of  the  gears.  Probabl}-  with 
reference  to  the  crank  disks  only  these  gears  would  be 
3  to  1  or  2  to  1,  and  assuming  a  gear  ratio  of  6  to  1 
from  disc  shaft  to  the  heavy  duty  cable,  this  would  give 
a  maximum  gear  ratio  of  18  to  1  an  intermediate  oi 
12  to  1  and  a  straight  ratio  of  6  to  1.  These  several 
positions  are  under  the  direct  control  of  the  donkey  en- 
gineer. This  variable  speed  gear  applied  to  an  electric 
donkey  will  cut  down  considerably  the  severe  peaks 
that  would  occur  on  starting  the  donkey  under  heavy 
load.  The  motor  would  be  also  protected  by  a  time 
limi;  relay  so  that  the  supply  of  current  could  be  cut 
oS  at  a  predetermined  quantity  and  also  that  the  cable 
would  not  be  broken  when  the  log  w^as  immovable. 


The  motor  capacity  of  an  electric  locomotive  need 
not  be  excessive  for  the  tonnage  it  will  be  called  upon 
to  handle.  It  can  be  comparatively  small  as  to  the 
service  that  is  required  on  roads  where  the  mileage  per 
hour  is  high  and  the  item  of  rai)id  acceleration  of  trains 
is  essential.  The  maximum  speed  need  be  only  from  15 
to  20  miles  per  hour,  so  with  comparatively  small 
motors  properly  geared  all  desired  results  can  be 
easily  attained.  The  locomotive  could  be  run  cm  the 
main  road  with  6600  volts  single  phase,  12'/,  to  15 
cycles,  the  motor  to  be  standard  series  with  stej)  down 
transformer  on  the  car  and  with  standard  controllers. 
.\  catenary  construction  is  not  necessar\'.  as  the  speeds 
are  low  and  am])le  insulation  can  be  obtained  with  spe- 
cial heavy  properly  designed  hangers.  The  trolley  need 
l;e  only  a  chea]).  strong  and  insulated  trolley.  The  loco- 
motive also  would  be  arranged  scj  that  the  transformers 
on  car  could  be  automatically  cut  out  close  to  the 
woods  as  the  trolley  line  voltage  would  be  the  voltage 
of  the  donkey  motors  and  also  of  the  locomotive  mo- 
tors. The  reducing  of  the  trolley  voltage  here  would 
eliminate  the  hazard  of  the  high  tension  trolley  close  to 
the  workings.  The  trolley  could  be  tapped  at  any 
])oint  for  a  power  supply  to  the  donkey. 

One  company  using  four  donkeys,  a  600-ton  road 
engine  and  a  smaller  switching  engine,  all  burning  coal 
has  an  annual  fuel  bill  of  $19,374.54,  about  39  cents  per 
1000  for  the  logs  delivered  to  the  boom.  The  writer 
believes  that  with  the  electric  locomotive  that  the 
switching  engine  could  be  dispensed  with  as  there 
would  be  no  water  or  fuel  to  be  delivered  in  the  work- 
ings and  no  coal  or  fuel  to  be  handled  in  the  main  line. 
There  would  be  only  one  man  necessary  on  the  loco- 
motive. This  company  is  also  pumping  water  from  a 
near-by  creek  to  a  large  storage  tank  at  the  camp 
whence  the  water  is  transferred  to  a  tank  on  trucks 
to  be  delivered  to  the  several  donkeys.  This  pumping 
requires  the  services  of  one  man,  a  boiler  and  pump, 
this  having  to  be  run  6  days  a  week. 

In  some  places  furnishing  the  donkeys  with  water 
is  a  very  expensive  item.  With  steam  it  takes  two  men 
to  run  the  donkey,  one  fireman  from  $2.50  to  $3  per 
day  and  one  engineer  from  $3..^0  to  S4.00  per  day.  this 
granting  that  the  fuel  is  coal  or  oil,  and  I  believe  either 
is  cheaper  than   wood. 

Where  wood  is. burned  it  takes  an  extra  man  to 
saw  the  wood.  The  wood  used  is  also  an  im- 
l^ortant  item  as  only  good  sound  logs  suff^ice.  Reliable 
.'ata  shows  that  it  costs  about  $17.00  ])er  dav  to  run 
the  largest  donkeys  using  wood  as  fuel.  This  includes 
all  labor  and  fuel.  The  freezing  of  water  pijjes  in 
winter  is  a  serious  problem  and  often  on  starting  the 
donkey  in  the  morning  the  engineer  finds  that  his  lu- 
bricator is  cracked  or  that  his  injector  is  broken.  We 
all  know  that  these  things  will  haj)pen  with  the  best 
of  night  watchmen. 

.\  man  to  run  these  motors  need  not  be  an  electri- 
cian any  more  than  the  motorman  on  an  electric  car. 
( )ne  good  lineman  and  a  couple  of  helpers  would  be 
able  to  keep  things  going  after  once  installed.  A 
couple  of  new  armatures  could  be  carried  in  stock  and 
could  be  quickly  installed  in  case  of  a  burn  out,  and  the 
t)ld  one  sent  to  some  electric  repair  shop  to  be  repaired. 
The  variable  speed  gear  will  be  built  with  removable 
sections  of  steel  gears  that  can  be  easily  and  quickly 
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repaired  should  a  gear  be  stripped  or  broken.  Also  by 
making  the  bearings  of  the  pinion  that  meshes  with 
the  cone  gear  adjustable,  a  uniformly  different  gear 
rate  could  be  secured  in  localities  when  it  might  be 
found  advisable. 

Though  the  advantages  of  electric  logging  are 
obvious  in  many  respects,  it  might  be  well  to  make  a 
brief  summary  of  some  of  the  chief  points. 

First  and  most  prominent  is  the  absence  of  any 
source  of  fire  either  from  donkey  or  locomotive. 

Second  :  Economy  of  operation.  Power  can  be 
purchased  from  a  transmission  company  cheaper  than 
it  can  be  generated  with  steam  in  many  units  and 
granting  that  a  logging  company  had  to  install  its  own 
steam  plant  it  would  be  vastly  cheaper  to  operate  one 
large  steam  plant  than  several  small  ones,  especially 
as  the  collective  peak  load  on  several  donkeys  would 
not  exceed  60  per  cent  of  their  individual  peaks  multi- 
plied by  the  number  of  donkeys.  It  therefore  follows 
that  the  station  capacity  need  only  be  60  per  cent  as 
large  as  the  sum  of  the  separate  steam  i)lants.  This 
same  steam  plant  could  also  be  advantageously  located 
as  to  boiler,  water  and  fuel.  It  could  also  be  run  con- 
densing and  with  high  efficiency  boilers  and  engines 
the  fuel  consumption  could  be  greatly  reduced. 

Third:  On  threatening  mornings  instead  of  send- 
ing out  the  full  crew  of  firemen  to  raise  steam  and  wait 
for  the  weather  to  cither  get  worse  or  improve,  with 
the  electric  rig  only  one  steam  plant  need  he  in  readi- 
ness and  the  shaking  up  of  one  fire  as  the  crew  starts 
to  work  will  have  all  in  readiness  in  a  brief  period. 

Fourth:  Not  having  to  secure  water  for  the  don- 
keys which  is  dilificult  and  expensi\e  in  summer,  while 
in  winter  there  is  the  continual  annoyance  nf  freezing. 

I'ifth  :  One  man  will  run  a  donkey,  dning  away 
with  the  fireman  and  if  wood  is  used  as  fuel,  it  will 
<lis])cnse  with  a  second  man. 

Sixth:  The  distribution  of  coal  and  handling  of 
same  and  the  necessary  provision  for  its  storage  will  be 
eliminated. 

In  conclusion  it  might  be  well  to  state  that  any 
logging  company  going  into  this  thing  should  secure 
the  services  of  a  first-class  experienced,  accredited 
electrical  engineer,  as  many  of  the  'problems  are  new 
and  experienced  and  trained  judgment  is  necessary  for 
their  proper  solution.  This  engineer  must  also  famil- 
iarize himself  in  detail  as  to  the  work  in  hand.  In  case 
a  logging  company  installs  its  own  plant  strictly  for 
logging  this  station  equipment  will  be  special  as  extra 
fly  wheel  capacity  will  be  necessary  and  the  generator 
so  designed  that  its  heating  will  not  be  excessive  for 
brief  heavy  overloads. 

Electrical  logging  is  to  be  experimentally  demon- 
strated at  the  camp  of  the  Ebey  Logging  Company 
near   Arlington,   Wash.,   during  the   coming   summer. 


STEAM    TABLES. 

The  accompanying  tables  are  published  through 
the  courtesy  of  Chas.  C.  Moore  &  Co.,  engineers,  San 
Francisco.    No.  1  shows  the  complete  plant  steam  con- 
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Table  No.  1.     Complete  Plant  Steam  Consumption. 

sumption  in  pounds  of  steam  per  kilowatt-hour  from 
100  to  250  with  net  boiler  efficiencies,  including  stand- 
by losses,  of  75  and  80  per  cent  for  both  saturated  and 
super-heated  steam.  These  are  based  on  the  assump- 
tion that  there  are  18,500  B.t.u.  per  pound  of  oil,  336 
II'.  of  oil  ]jer  barrel,  a  feed  water  temperature  entering 
boiler  of  180  degrees  l-".,  173  lb.  gauge  steam  pressure 
at  boiler  and  a  S])ecific  heat  of  .57  for  superheated 
steam.  The  CKiisumption  includes  steam  to  the  prime 
miivcr.  auxiliaries,  oil  burners  and  all  steam  losses 
within  the  plant. 
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Table  No.  2.      Gain  in  Horsepower  per  Incii   of  Vacuum. 

Table  No.  2  shows  the  gain  in  horsepower  per 
inch  of  vacuum  for  various  cylinder  diameter  and  pis- 
ton speeds.  It  is  calculated  from  a  theoretical  indi- 
cator card  on  the  basis  that  for  every  inch  increase 
in  vacuum  there  will  be  an  inch  increase  in  mean 
effective  pressure. 


HAMMON    OWNS    MONTEREY    PLANT. 

W.    p.    Hammon    has    taken   over    the   Monterey 
Power  for  a  series  of  demonstrations  will  be  supplied      County  Gas  &  Electric  Co.,   which  was  bought    some 


by  the  Jim  Creek  Water,  Light  &  Power  Company, 
vv'hile  the  equipment  will  be  furnished  by  the  West- 
inghouse  Electric  &  Manufacturing  Company.  This 
will  consist  of  motor-driven  11  x  13  Humboldt  Willam- 
ette yarder  with  a  capacity  for  1600  ft.  of  IV?,  in.  cable 
and  several  thousand  feet  of  Yf,  in.  haul  back  line.  The 
motor  is  to  be  a  150  h.p.  enclosed  type  '\\.  W.  Westing- 
house,  440  volt,  3-phase,  60-cvcle,  ' 


lonths  ago  in  the  name  of  F.  G.  Baum  &  Co. 


Examination  for  Electrical  Inspector  in  the  San 
Francisco  Department  of  Electricity  will  be  held  in  the 
Commercial  School  on  Grove  near  Larkin  Street,  Satur- 
<lay,  June  10,  at  1  :30  p.  m.  Applications  must  be  per- 
sonally filed  with  the  Board  of  Civil  Service  Commis- 
sioners before  5  p.  m.  June  8th. 
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Power  plant  practice  on  the  Pacific  Coast  has  long 
l>een  distinguished  by  a  plainness  of  finish,  an  absence 
Distinctive  "^  architectural  pretense,  the  util- 

Features  of  '*>'  of  every   detail   for  the  iinme- 

Fruitvale  diate  object  in  view,  but,  as  a  rule. 

Power  House  a  total  lack  of  the  esthetic.     This 

seems  to  hold  not  only  in  plants  situated  in  remote 
places  but  also  within  the  cities.  The  practical  en- 
gineer and  operator  seldom  cares  for  the  apparently 
useless  expense  of  artistic  appearance.  This  attitude 
is  undoubtedly  shortsighted  and  erroneous,  but  the 
beneficial  results  of  artistic  environment  and  finish  are 
happily  becoming  better  understood.  The  Fruitvale 
power  house  of  the  Southern  Pacific  Company  is 
unique  in  this  respect  and  should  serve  as  a  far- 
reaching  example  of  the  possibilities  of  inexpensive 
but  effective  treatment  of  form  and  finish,  adding  to 
the  city  a  quasi-public  building  which  will  enhance  the 
general  appearance  of  the  district,  rather  than  intro- 
duce an  eye-sore  of  the  so-called  mill  or  factory  type. 
Symmetry  in  outline  and  harmony  in  coloring  has 
been  consistently  followed  in  both  the  interior  and  the 
exterior.  Such  interior  finish  goes  a  long  way  towards 
creating  an  incentive  for  cleanliness,  and  this  in  turn 
is  one  of  the  greatest  inducements  to  an  interest  in 
their  work  on  the  part  of  the  men  operating  the  plant. 

.\nnther  feature  noteworthy  to  the  engineer  and 
tliosc  interested  in  construction  work  is  the  system 
employed  in  the  design  and  erection  of  this  plant,  en- 
abling the  work  to  proceed  like  a  well-operated  train 
schedule.  To  build  such  a  plant  without  a  mistake  in 
fabrication,  without  unforseen  delays  or  a  change  from 
the  complete  drawings  is  most  remarkable.  Unfortu- 
nately it  is  often  difficult  to  convince  owners  that  a 
system  of  fine  detail  as  used  here  is  either  essential 
or  worthy  of  the  expense  and  time.  In  justice,  how- 
ever, to  many  plants  which  cannot  boast  of  such  ideal 
construction,  a  much  longer  period  was  allowed  for  the 
study  of  design  and  detail  than  is  usually  possible.  In 
fact,  most  of  our  plants  have  been  constructed  under 
terrific  pressure,  where  time  is  the  principal  element 
to  be  sacrificed  to  obtain  service. 

The  electrical  features  of  the  system  adopted  at 
the  Fruitvale  plant  are  interesting  in  their  conserva- 
tism. The  problem  presented  is  in  no  wise  different 
from  other  tide-water  plants  which  are  to  generate 
power  to  be  distributed  to  all  parts  of  a  direct  current 
railway  network.  The  choice  of  converting  apparatus, 
if  it  be  rotary  converters,  determines  the  use  of  a  low 
frequency  for  high  tension  distribution,  but  compli- 
cates the  system  if  any  dependence  is  to  be  made  on 
local  supply  in  case  of  emergency,  where  this  supply 
operates  at  a  higher  frequency. 

Here  alternating  current  is  generated  at  25  cycles 
and  is  distributed  to  be  converted  to  direct  current  by 
means  of  rotary  converters.  In  view  of  the  fact  that  60 
cycles  has  become  a  standard  in  this  district  and  that 
the  plant  has  been  equipped  to  receive  an  auxiliary 
at  this  frequency,  necessitating  extra  machinery  in  the 
form  of  frequency  changers,  the  question  arises  as  to 
the  advisability  of  using  this  extra  apparatus  and  gen- 
erating at  low  frequency  rather  than  at  the  prevailing 
frequency   and   converting  to  direct   current  through 
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PERSONALS. 

H.  W.  Baum,  an  engineer  of  Denver,  was  a  recent  San 
Francisco  visitor. 

N.  Ellery,  the  state  engineer  of  California,  with  head- 
quarters at  Sacramento,  is  at  San  Francisco. 

F.  J.  Somers.  manager  of  Century  Electric  Company  of 
San  Jose,  vi.sited  San  Francisco  during  the  past  week. 

W.  G.  Vincent  Jr.  is  working  with  J.  G.  White  &  Co.  on  an 
appraisal  of  the  properties  of  the  Pacific  Gas  &  Electric    Co. 

Arthur  Caldwell,  general  manager  of  the  California  Elec- 
trical Construction  Company  of  San  Jose,  recently  visited  San 
Francisco. 

A.  G.  Wishon,  general  manager  of  the  San  Joaquin  Light 
and  Power  Corporation,  arrived  at  San  Francisco  from  Fresno 
last  Tuesday. 

M.  H.  Dickinson,  an  engineer  connected  with  steam  and 
electric  power  interests  at  Seattle,  was  at  San  Francisco 
during  the  past  week. 

Hugh  McPhee.  district  traffic  superintendent  of  She 
Western  Union  Telegraph  Company,  with  headquarters  at 
Los   Angeles,   is   at   San    Francisco. 

Rudolph  W.  Van  Norden  has  returned  to  San  Franci.sco 
after  inspecting  the  new  Coleman  plant  of  the  Northern  Cali- 
fornia Power  Company  which  he  designed. 

A.  A.  Serva,  sales  manager  of  the  Fort  Wayne  Electric 
Works,  has  returned  to  San  Francisco  from  the  Yosemite 
Valley  and  will  return  East  by  way  of  Portland  and  Seattle. 

George  Bell,  formerly  with  the  Westlnghouse  Electric  & 
Manufacturing  Company,  has  become  associated  with  the 
Duncan  Electric  Manufacturing  Company  of  Lafayette,  In- 
diana, as  sales  manager. 

John  A.  Britton.  vice-president  and  general  manager  of  the 
Pacific  Gas  <fe  Electric  Company,  returned  last  Tuesday  from 
a  trip  to  the  Hawaiian  Islands.  He  used  his  own  automobile 
on  the  Island  roads. 

H.  H.  Noble,  president  of  the  Northern  California  Power 
Company,  returned  last  Wednesday  from  a  trip  to  the  new 
Coleman  hydroelectric  plant,  which  is  expected  to  start  up 
during  the  summer  with  a  capacity  of  20,000"  h.p. 

A  party  of  engineers,  representing  J.  W.  and  W.  S.  Kuhn, 
who  are  engaged  in  a  great  reclamation  project  in  the  Sacra- 
mento Val'ey  region,  recently  visited  San  Francisco  in  search 
of  engineering  data.  P.  S.  Bicknell,  chief  engineer  of  the 
Twin  Falls  Land  and  Water  Company,  and  I.  B.  Perrine,  also 
of  Twin  Falls,  Idaho,  were  among  the  number. 

T.  W.  Carroll,  assistant  to  the  general  manager  of  the 
Western  Union  Telegraph  Company,  spent  a  few  days  at  San 
Francisco  and  left  last  Wednesday  for  an  inspection  of  the 
system  in  the  Pacific  Northwest  in  company  with  C.  H. 
Gaunt,  general  superintendent  of  the  Pacific  Division.  He  re- 
ported conditions  generally  favorable  throughout  his  Western 
tour. 


A,   I.   E.   E.   ANNUAL   CONVENTION. 

The  annual  convention  of  the  American  Institute  of  Elec- 
trical Engineers  will  be  held  in  Chicago,  111..  June  26-30.    The 
official  headquarters  will  be  at  the  Hotel  Sherman,  corner  of 
Clark  and  Randolph  streets,  where  the  technical  sessions  will 
also  be  held.     The  following  program  has  been  arranged: 
TUESDAY,  JUNE  27. 
Power  Station  Session. 
10  A.  M. 
President's  Address,  by  Dugald  C.  Jackson. 
Address  by  President-Elect,  Gano  Dunn. 
"Development  of  the  Modern  Central  Station,"  by  C.  P.  Stein- 

metz. 
"Tests  of  Oil  Circuit  Breakers,"  by  E.  B.  Merriam. 


"The  Use  of  Reactance  Coils  in  Large  Central   Station  Sys- 
tems," by  R.  F.  Schuchardt  and  E.  O.  Schweitzer. 

Visit  to   Western   Electric   and   Commonwealth   Edison   Com- 
panies' plants. 

Electric  Lighting  Session. 

"Depreciation  as  Related  to  Electrical  Properties,"  by  Henry 
Floy. 

"Important    Features    Entering   Into    Making   of   Appraisals," 
by  H.  M.  Byllesby. 

WEDNESDAY,  JUNE  28. 

Railway   Session. 

"Some  Data  From  the  Operation  of  the  Electrified  Portion  of 

the  West  Jersey  &  Seashore  Railroad,"  by  B.  F.  Wood. 
"Analysis  of  Electrification,"  by  W.  S.  Murray. 
"Solution  of  Problems  in  Sags  and  Spans,"  by  W.  L.  R.  Rob- 
ertson. 
"Induction  Machines  for  Heavy  Single-Phase  Motor  Service," 

by  E.  F.  W.  Alexanderson. 

Industrial  Power  Session. 
"Automatic    Motor    Control    for    Direct-Current    Motors,"    by 

Arthur  C.  Eastwood. 
"Some  Limitations  of  Rheostat  Control,"  by  T.  E.  Barnum. 
"Control  of  High  Speed  Electric  Elevators,"  by  L.  L.  Tatum. 
"Electrically    Driven    Reversing    Rolling    Mills,"    by    Wilfred 

Sykes. 

"Electric  Vehicles,"  by  P.  D.  Wagoner. 

Parallel  Meeting. 

Telegraphy  and  Telephony  Session. 

2:30  P.  M. 

"Multiplex   Telephony   and   Telegraphy   by   Means   of  Electric 

Waves  Guided  by  Wires,"  by  George  O.  Squier. 
"Telegraph  Transmission,"  by  F.  F.  Fowle. 
"Commercial  Loading  of  Telephone  Circuits  in  the  Bell  Sys- 
tem," by  B.  Gherardi. 

THURSDAY,  JUNE  29. 

High  Tension  Transmission  Session. 

"The  Law  of  Corona  and  the  Dielectric  Strength  of  Air,"  by 

P.  W.  Peek,  Jr. 
"Mechanical   and   Electrical   Characteristics   of   Transmission 

Lines,"  by  Harold  Pender  and  H.  F.  Thomson. 
"Dielectric  Strength  of  Air"  by  J.  B.  Whitehead. 
"Sag  Calculations  for  Suspended  Wires,"  by  P.  H.  Thomas. 
"Transmission  System  of  the  Great  Western  Power  Company," 

by  J.  P.  Jollyman. 
"Transmission  System  of  Southern  Power  Company,"  by  W. 

S.  Lee. 
"Transmission   System  of  the  Great   Falls   Power  Company," 

by  M.  Hibgen. 

"The  High  Efficiency  Suspension  Insulator,"  by  A.  O.  Austin. 

"Electric  Line  Oscillations,"  by  G.  Faccioli. 

FRIDAY,  JUNE  30. 

General  Session. 

10  A.  M. 

"Economical    Design    of    Direct-Current    Electro-Magnets."    by 

R.  Wikander. 
"Electrolytic    Corrosion    in    Reinforced    Concrete,"    by    C.    E. 

Magnusson  and  G.  H.  Smith. 
"Wave  Shape  of  Currents  in  an  Individual  Rotor  Conductor," 

by  H.  Weichsel. 
"The   Choice   of   Rotor   Diameter   and   Performance   of   Poly- 
phase Induction  Motors,"  by  Theodore  Hoock. 
"The    Application    of   Current    Transformers    in    Three-Phase 

Circuits,"  by  J.  R.  Craighead. 
"The  Cost  of  Transformer  Losses,"  by   R.   W.  Atkinson  and 

E.  C.  Stone. 

Educational  Session. 
"Tentative  Scheme  of  Organization  and  Administration   of  a 

State  University,"  by  Ralph  D.  Jlershon. 
"Technical  Education:     Its  Correlation  with   the   Industries," 

by  John  Price  Jackson. 
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PATENTS 


992,891.  Continuous  Internal-Combustion  Generator.  John 
D.  Loop,  Pomona,  Cal.  An  Internal  combustion  pressure  gen- 
erator comprising  a  casing  forming  an  outer  chamber,  a  shell 
of  refractory  material  forming  a  combustion  chamber  within 
said  outer  chamber,  said  shell  being  spaced  apart  from  the 
casing  of  the  outer  chamber  and  forming  a  space  therebetween. 


a  burner  provided  with  means  for  injecting  oil  and  supplying 
air  under  pressure  to  the  combustion  chamber,  a  spreader 
plate  above  said  combustion  chamber  extending  beyond  the 
shell  thereof,  means  for  supplying  water  to  the  outer  cham- 
ber above  the  spreader  plate,  and  means  for  drawing  off  the 
resultant  gases  under  pressure  from  the  outer  chamber. 

992,924.  Oil-Burner.  William  H.  Kelly,  Los  Angeles,  Cal., 
and  Silas  B.  Talnter,  Seattle,  Wash.  A  burner  comprising  a 
body  having  a  central  passage  for  elastic  fluid  and  having  an 
oil  inlet  at  its  rear  end  and  provided  with  oil  passage  means 
extending  forwardly   from  said   oil   inlet   to   the   front  of  the 


burner  body,  said  oil  passage  means  embracing  the  aforesaid 
central  passage,  and  tip  plate  means  detachably  fastened  to 
the  front  end  of  the  burner  body  and  provided  with  orifices 
communicating  with  the  aforesaid  passage  for  elastic  fluid 
and  with  the  passage  means  for  oil. 

992,918.  Process  of  Impregnating  Wood.  Charles  Stowell 
Smith,  Berkeley,  Cal.  (Dedicated  to  the  public).  The  herein 
described  process  of  preserving  wood  which  consists  in  intro- 
ducing  the   wood    into   an   air   tight   cylinder,   subjecting   the 


wood  in  said  cylinder  to  the  action  of  the  bath  of  oil  at  ap- 
proximately 220  degrees  F.  for  a  length  of  time  sufficient  to 
heat  up  the  wood  and  thereby  va|)orize  most  of  the  water 
contained  in  the  wood,  then  drawing  off  the  oil  and  applying 


an  air  pressure  of  about  50  pounds  per  square  inch,  intro- 
ducing a  preservative  oil  at  approximately  120  degrees  F.  and 
raising  the  pressure  to  about  157  pounds  per  square  inch,  for 
a  length  of  time  sufficient  to  insure  the  desired  impregnation, 
then  relieving  the  pressure  and  simultaneously  drawing  off 
the  unabsorbed  oil  and  then  subjecting  the  wood  to  a  vacuum 
for  the  purpose  of  drawing  out  a  portion  of  the  oil  from  the 
cell  cavities. 

992,017.     Apparatus    for    Obtaining     Nitrogen     From    Air. 

Cliarles  Blagburn,  San  Francisco,  Cal.  An  apparatus  for  ob- 
taining nitrogen  from  atmospheric  air  consisting  of  a  furnace 
of  considerable  area  in  proportion  to  its  height  to  expose 
a  large  body  of  sulfur  to  oxidation  and  so  concentrated  as  to 


compel  the  whole  of  the  air  supplied  to  said  sulfur  to  flow  into 
contact  with  the  sulfur  in  the  furnace,  means  for  supplying 
sulfur  and  air  at  one  and  of  said  furnace,  a  conduit  at  the 
other  end  of  said- furnace  for  the  resulting  gases,  means  for 
removing  from  said  gases  the  sublimated  sulfur,  means  for 
washing  from  said  gases  the  sulfurous  acid,  and  means  for 
confining  the  residual  nitrogen,  substantially  as  described. 

993,064.  Automatic  Control  for  Hydraulic  Nozzles.  George 
.1  Henry,  Jr.,  San  Francisco,  Cal..  assignor  of  one-half  to  The 
Pelton  Water  Wheel  Company.  In  combination  with  a  water 
wheel,  a  rigid  nozzle,  a  needle  valve  therein  for  controlling 
the  outlet  orifice  thereof,  and  a  deflecting  hood  arranged  to 
swing  in  advance  of  the  nozzle  for  the  purpose  set  forth,  of 


a  motor  for  the  hood,  a  governor  actuated  valve  for  controll- 
ing the  motor,  connections  between  the  motor  and  hood,  a 
motor  for  the  needle  valve,  a  valve  for  the  motor,  means 
actuated  by  the  aforesaid  connections  for  shifting  said  motor 
valve,  said  means  being  connected  to  the  needle  valve  and 
comprising  provision  for  restoring  said  valve  to  normal  posi- 
tion and  bringing  the  needle  valve  to  rest,  as  set  forth. 
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NEW    TYPE    OF   OIL    BREAK    SWITCH. 

A  new  type  of  oil  break  switch  has  lately  been  placed  on 
the  market  by  the  General  Electric  Company  for  use  on  cir- 
cuits where  the  potential  does  not  exceed  15,000  volts.  A 
straight  line  operating  mechanism  is  employed,  which,  with 
the  exception  of  the  operating  lever  and  its  connecting  link, 
is  entirely  mounted  upon  the  switch  frame.  This  mechanism 
gives  a  vertical  parallel  movement  to  the  movable  contact 
blades  and  both  obviate  the  danger  of  friction  or  binding  and 
increases  the  speed  of  the  switch  break.  This  mechanism  is 
adjusted  at  the  factory  and  requires  no  further  adjustment. 

The  fixed  contacts  are  of  the  well-known  drop  forged  coij- 
per,  flared  finger  type.  The  movable  contacts  are  wedge 
shaped  copper  blades,  each  provided  with  a  slot  in  the  upjier 
extremity,  permitting  a  jet  of  oil  to  be  forced  into  the  arc 
on  rupturing  the  circuit.  This  assists  in  extinguishing  the  arc 
quickly  and  reduces  the  disturbance  in  the  oil  vessel. 


Fig 


This  construction,  insures  clean  contact  surface  and  good 
contact  under  pressure  over  the  entire  surface  and  also  pre- 
vents burning  and  pitting  the  contact  surfaces.  Inasmuch  as 
the  arc  is  not  ruptured  between  the  actual  contact  surfaces 
but  between  the  upper  extremity  of  the  moving  contact  and 
the  flared  portion  of  the  stationary  contact. 

The  insulators  are  of  one-piece  glazed  porcelain  of  the 
highest  grade,  corrugated  to  give  large  creepage  surface.  Each 
insulator  extends  below  the  oil  level  and  is  clamped  to  the 
frame  by  two  metal  plates  and  four  cap  screws,  eliminating 
the  use  of  babbitt  or  cement.  The  insulators  are  interchange- 
able. 


The  switch  being  a  self-contained  unit  is  conveniently 
handled  and  installed  without  interfering  with  the  alignment. 
The  arrangement  of  terminals  employed  saves  time  and  labor 
in  installing  or  disconnecting. 

In  the  form  K-12  oil  break  switch,  greater  striking,  and 
arc-over  distances,  greater  oil  and  greater  air  spaces  are 
secured.  The  type  F  form  K-12  oil  break  switches  are  made 
single,  double,  triple  and  four-pole  for  mounting  on  panel,  on 
panel  pipe  supports,  on  frame  work  remote  from  panel,  or  In 
masonry  cells. 

They  can  be  supplied  either  hand  or  solenoid.  The  auto- 
matic switches  can  be  arranged  to  operate  on  low  voltage, 
reverse  current  and  the  like.  Eul'.etin  4S21  gives  a  complete 
description  of  the  switch. 


KELLOGG    NEW    TESTING    CABINET. 

The  testing  cabinet  illustrated  herewith  has  been  de- 
signed for  use  in  connection  with  small  exchanges.  It  affords 
a  means  for  making  reliable  tests  of  trouble  that  arises  in 
equipment  of  this  type.  Practically  the  same  tests  can  be 
made  with  this  cabinet  as  with  our  more  elaborate  wire 
chief's  desk. 

The  cabinet  containing  the  apparatus  in  the  testing  cir- 
cuit is  13%  in.  high,  10  in.  wide,  and  6  in.  deep  and  is  sub- 
stantially made  of  quarter-sawed  oak  and  gives  a  golden  oak 
finish.  A  Weston  round  pattern  voltmeter  is  mounted  in  the 
front  directly  above  the  keys.  Two  connectors  are  Iccated 
be'ow   the   keys   for  connecting  to  a  Wheatstone   bridge. 

The  advantage  of  a  compact  testing  cabinet  of  this  type 
is.  that  it  may  be  mounted  on  the  end  of  the  switchboard 
section  within  easy  reach  of  the  subscriber's  line  equipment. 


<0     4& 


;.  u'.      K-12  300  Ampere 
^^k  Oil  Break  Switch. 

1.     K-12   Solenoid  Operatetl   Oil  Break  Switch. 


Kellogg    Testing   Cabinet. 

Tests  which  can  be  made  with  the  testing  cabinet  are  as 
follows:  Location  of  grounds  on  a  subscriber's  line,  short 
circuits,  crosses  between  two  subscribers'  lines,  foreign  cur- 
rents, opens,  cross  talk,  earth  currents,  insulation,  swinging, 
grounds,  receiver  off  of  hcok,  resistance  of  drop  coils,  receiv- 
ers, etc.,  voltage  of  dry  or  storage  cells. 

A  set  of  instructions  is  furnished  with  each  testing  cabi- 
net which  fully  describes  the  method  of  making  tests. 

The  apparatus  included  in  the  test  panel  consists  of: 
A  Weston  No.  24  round  pattern  flush  type  voltmeter  scale  0-50 
volts  with  a  10,000  ohm  coil,  and  the  necessary  keys  for 
making  the  tests  previously  outlined.  The  operator's  tele- 
phone consists  of  a  desk  stand  complete  with  operator's  re- 
ceiver,   head    band,    cord    and    induction    coil.     If    desired,    a 
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breast  plate  operator's  set  instead  of  that  described  above, 
win  be  furnished. 

A  flexible  two-conductor  testing  co'rd,  and  a  single  con- 
ductor grounding  cord  is  provided,  if  the  testing  set  is  for  a 
Kellogg  switchboard  and  if  ordered  otherwise,  the  set  will 
be  shipped  without  cords.  Kach  of  Kellogg  cords  will  be 
eight  feet  in  length.  With  this  testing  cord  attached  to  a 
switchboard  plug,  it  is  possible  to  reach  any  subscriber's 
line    equipment    in    a    three-position    switchboard. 

If  it  is  desirable  to  locate  the  testing  cabinet  in  the 
terminal  room  it  is  only  necessary  to  connect  the  cord  con- 
nectors of  the  testing  cabinet  with  the  cord  fasteners  of 
any  vacant  cord  in  the  switchboard,  by  means  of  a  twisted 
pair  of  wires. 

To  make  tests  from  the  main  distributing  frame  or  ter- 
minal rack,  a  ;,wisted  pair  of  wires  are  connected  to  the 
binding  posts  in  the  testing  cabinet  and  run  to  a  jiair  of 
suitable  connectors  located  near  the  distributing  frame.  .\ 
flexible  four-conductor  cord  or  wires  (with  an  arrester  plug 
attached  to  one  end.  If  of  the  heat  coil  type)  are  used  to 
complete  the  connection  between  the  connectors  and  the 
arresters  on  the  distributing  frame. 

With  the  connections  completed  as  described,  it  is  pos- 
sible to  test  either  in  through  the  switchboard  or  out  on  the 
line.  This  cord  and  plug  is  not  furnished  unless  called  for 
extra  and  then  only  In  case  the  arresters  are  of  our  No.  1 
make  or  of  some  other  standard  make  where  the  manufac- 
turers of  same  carry  a  stock  test  plug. 


tion   is  of  sheet  mica  and   the  connecting  plug  is  composed 
wholly  of  metal  and  sheet  mica. 

A  hole  is  provided  in  the  end  of  the  iron,  in  which  a  curl- 
ing iron  can  be  heated.  A  durable  stand,  formed  from  sheet 
metal,  is  furnished  with  each  outfit. 


THE  TRAVELER'S  ELECTRIC  IRON. 

Often  the  traveler  has  occasion  to  do  light  pressing  in  his 
or  her  room.  Creases  in  garments  must  be  eliminated,  the 
effects  of  damp  weather  must  be  removed  and  often  dainty 
linen  must  be  pressed.  An  electric  iron  is  invaluable  for  these 
services  but,  for  the  traveler,  an  iron  should  be  so  designed 
that  it  can  be  packed  readily  and  it  must  be  thoroughly  re- 
liable. 

The  Westinghouse  electric  traveler's  iron  has  three  quali- 
fications. The  handle  can  be  removed  so  that  a  minimum 
of  packing  space  is  necessary.  The  heating  element  is  en- 
closed, under  enormous  pressure,  between  the  bottom  ironing 


Wc-stinglioiise    Electric    Iron    for   Travelers.' 

face  and  a  top  casting  which  constitutes  a  heat  reservoir  and 
which  is  thermally  insulated  from  the  sheet  metal  cover  by 
an  air  space.  This  construction  prevents  oxidization  of  the 
element,  hence  it  will  last  indefinitely. 

A  noteworthy  feature  of  this  iron  is  that  no  breakable  ma- 
terial enters  into  its  construction.  Porcelain,  lava,  or  moulded 
asbestos,  all  of  which  are  brittle,  are  sometimes  used  in  elec- 
tric irons,  or  in  the  connecting  plugs.  None  of  these  materials 
is  used  in  the  Westinghouse  iron  or  in  its  plug.     AH  insula- 


TRADE   NOTES. 

P.  C.  Pinkie,  consulting  engineer,  announces  the  removal 
of  his  offices  from  6281/2  South  Spring  Street  to  448-9  J.  W. 
Hellman  Bldg.,  Los  Angeles,  Cal. 

R.  J.  Davis,  Pacific  Coast  representative.  Century  Electric 
Company  of  St.  Louis,  Mo.,  has  opened  an  office  at  Los  An- 
geles, 220  Lissner  Bldg.,  in  charge  of  P.  A.  Shelton. 

On  .lune  1,  1911,  the  Port  Wayne  Electric  Works  will  be 
n:erged  with  the  General  Electric  Company  of  Schenectady, 
N.  Y.  Its  business  will  be  conducted  under  the  name  of  Fort 
Wayne  Electric  Works  of  General  Electric  Company.  The 
same  lines  of  apparatus  and  supplies  will  continue  to  be 
manufactured  and  sold  under  the  immediate  direction  of  .the 
same  individuals  as  heretofore,  with  Mr.  P.  S.  Hunting  in 
responsible  charge  as  general  manager.  The  branch  office 
of  the  Fort  Wayne  Electric  Works  of  General  Electric  Com- 
pany  will   be  continued  as  heretofore. 


NEW    CATALOGUES. 
Direct   Current   Grinders   and    Buffers   lor   machine   shop 
use  are  illustrated  and  described  in  Bulletin  No.ll27  from  the 
Fort  Wayne  Electric  Works. 

Bulletin  No.  1128  from  the  Port  Wayne  Electric  Works 
is  devoted  to  Multiphase  Induction  Motors  with  either  riveted 
or  skeleton  frames  for  all  services. 

Type  K  3  Multiphase  Induction  Watthour  Meters  are  illus- 
trated and  described  in  Bulletin  No.  1129  from  the  Fort  Wayne 
Electric  Works.  Full  details  as  to  construction  and  connec- 
tions are  given. 

Instruction  Book  No.  3048  from  the  Fort  Wayne  Electric 
Works  is  concerned  with  their  Type  A  Form  A  Oil  Trans 
formers.  The  illustration  and  text  give  valuable  suggestions 
on  the  installation  and   connections  of  transformers. 

"Practical  Operation  of  Arc  Lamp.s,"  edited  and  iiublished 
by  the  National  Carbon  Company  of  Cleveland.  Ohio,  contains 
T^i  pages  of  practical  points  regarding  arc  lamp  construction 
and  operation.  A  number  of  practical  tables  and  a  complete 
index  are  also  given. 

Bulletin  13  A  from  the  engineering  department  of  the 
National  Electric  Lamp  Association  gives  information  where- 
by any  lamp  user  can  select  the  correct  lamp  for  his  needs 
and  technical  data  on  the  performance  and  characteristics 
of  Mazda  multiple  lamps  with  drawn  wire  filaments. 


MEETING  OF  PACIFIC   NORTHWEST  SOCIETY  OF 
ENGINEERS. 

The  annual  meeting  of  the  Pacific  Northwest  Society  of 
En.gineers  will  be  held  at  Seattle,  Wash.,  on  .lune  6  and  7. 
President  A.  H.  Dimmock  will  speak  on  "The  Place  of  the 
Civil  Engineer  in  Modern  Civilization."  State  Geologist 
Henry  Landes  will  discuss  "The  Work  of  the  State  Geological 
Survey,"  and  Captain  A.  O.  Pow^ell  will  talk  on  "Centraliza- 
tion of  State  Engineering  Work."  A  dinner  will  be  given  at 
the  Commercial  Club  rooms,  followed  by  an  illustrated  lecture 
on  the  Panama  Canal  by  A.  W.  Munster.  The  members  will 
visit  the  White  river-Lake  Tapps  hydro-electric  power  plant 
where  they  will  be  the  guests  of  the  Pacific  Coast  Power 
Company,  of  which  S.  L.  Shuffleton,  Northwest  manager  of 
the   Stone-Webster   Company,   is   the   chief  engineer. 
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NEWS  NOTES 


FINANCIAL. 
BREWESTER,   WASH.— An   election  will  be  called  soon 
to  vote  on  bonding  the  town  for  $7500  to  install  a  municipal 
water  system. 

ASHLAND,  ORE.— The  voters  of  Ashland  have  voted 
down  a  proposition  to  issue  $27,000  water  bonds  for  the  ex- 
tension and  repair  of  the  water  system  in  that  city. 

WALLA  WALLA,  WASH.— The  Pacific  Power  &  Light 
Company  has  purchased  the  entire  holdings  and  local  plant  of 
the   Waitsburg   Electric   Light   Company,   at   about   $4.^,000. 

BEACH,  CAL.— Qualified  voters  of  the  city  will  hold  an 
election  June  27,  to  vote  on  the  question  of  issuing  bonds  in 
the  amount  of  $850,000  for  the  purchase  of  the  two  private 
water  plants. 

LOS  ANGELES,  CAL.— Certificate  of  change  of  principal 
place  of  business  has  been  filed  by  the  Bakersfield  and  Kern 
Electric  Railway  Company,  from  the  city  of  Bakersfield  to 
the  city  of  Los  Angeles. 


INCORPORATIONS. 

BAKERSFIELD,  CAL.— Bakersfield  &  Kern  Electric  Rail- 
way Co.  Capital  stock,  $250,000;  subscribed,  $5000.  Directors, 
C.  R.  Eager,  S.  B.  Gushing,  H.  A.  Blodgett,  F.  T.  Whorff,  C.  N. 
Beal. 

RED  BLUFF,  CAL.— The  Oro  Electric  Company  has  been 
incorporated  for  $10,000,000,  shares  $100  each,  subscribed 
$'1000  by  F.  V.  Pering,  F.  S.  McAllister,  W.  B.  Phelps,  W.  S. 
Wilsey,  A.  Harvey,  E.  Buckhaley  and  W.  G.  Jack  of  San 
Francisco 

CENTRALLY,  WASH.— The  Centralia  Electric  Light  & 
Traction  Company  has  been  incorporated  by  Walter  Copping, 
G.  W.  Muck,  N.  W.  Mills.  It  is  the  intention  of  the  new  com- 
pany to  construct  an  electric  street  railway  between  this 
jilace  and  Rochester,  a  distance  of  15  miles.  Practically  all 
of  the  right-of-way  has  been  secured.  The  company  will  also 
supply  power  and  electric  lighting  to  farmers  along  the  route. 


ILLUMINATION. 

ELLENSBURG,  WASH.— W.  W.  Seymour  in  a  communica- 
tion to  the  City  Council  asked  that  his  gas  franchise  be  ex- 
tended for  another  year. 

OREGON  CITY,  ORE.— The  acceptance  by  A.  L.  Beatie  of 
the  ordinance  granting  him  a  franchise  to  lay  gas  mains  in 
Oregon  City  has  been  filed. 

KINGMAN,  ARIZ.— The  Kingman  Gas  Company  has  se- 
cured an  option  on  a  site  for  a  gas  plant  to  be  installed  for 
the  purpose  of  furnishing  fuel  gas  to  residents  of  the  town. 

PROSSER,  WASH.— The  county  commissioners  have 
granted  the  Pacific  Power  &  Light  Company  a  50-year  fran- 
chise for  the  transmission  of  electric  power  in  Benton  county. 

SANTA  ANA.  CAL. — The  Board  of  Supervisors  has  sold 
a  franchise  for  a  pipe  line  to  the  Southern  Gas  Company,  the 
hid  of  C.  S.  S.  Forney,  representing  the  company  of  $1000  being 
accepted. 

KLAMATH  PALLS,  ORE.— The  W.  F.  Boardman  Com- 
pany of  San  Francisco,  is  seeking  a  fifty-year  franchise 
for  the  erection  and  operation  of  a  gas  plant  in  Klamath  Falls. 
The  company  agrees  to  put  in  a  plant  with  a  capacity  for  25,- 
000  population,  and  agrees  to  begin  the  installation  of  the  plant 
within  60  days  from  date  of  signing  of  the  ordinance.  The 
company  will  expend  $65,000  in  the  installation  of  this  plant. 


COULEE  CITY,  WASH.— The  Council  has  passed  an  ordi- 
nance granting  to  the  Pacific  Power  &  Light  Company  a  fran- 
chise to  construct  and  operate  electric  light  and  power  lines 
in  the  streets  of  the  town. 

WHITTIER,  CAL.— The  Board  of  Trustees  of  the  Whit- 
tier  Union  High  School  are  receiving  sealed  bids  for  furnish- 
ing electrical  fixtures  for  the  Science  Hall.  Bidders  may  fur- 
nish their  own  specifications. 

COLTON,  CAL.— The  City  Council  has  awarded  a  con- 
tract to  the  General  Electric  Company,  Los  Angeles,  for  a  100- 
kilowatt  transformer  for  $543.  It  will  be  ordered  at  once  as 
it  is  wanted  for  service  in  the  carnival. 

SAN  FRANCISCO,  CAL.— The  bid  of  Thomas  Day  Com- 
pany of  San  Francisco  to  install  the  lighting  fixtures  in  the 
addition  to  the  Federal  building  in  Sacramento  has  been 
accepted  by  the  Treasury  Department.  The  contract  amounts 
to  $2171. 

PASADENA,  CAL. — Notice  is  given  that  the  city  clerk 
will  receive  sealed  bids  up  to  June  6,  for  furnishing  a  turbo- 
generator unit  with  Tirrill  regulator  and  exciter,  together 
with  condenser  pumps  and  auxiliaries  of  capacity  of  1500  to 
1650  kilowatts. 

MADERA,  CAL.— F.  C.  Roberts  Company  bid  $100  for  a 
gas  franchise,  the  company  agreeing  to  file  plans  and  specifi- 
actions  with  the  cost  of  installation,  giving  the  city  the  right 
to  purchase  the  plant  at  any  time  within  the  life  of  the  fran- 
chise at  cost  and  8  per  cent  interest  on  the  investment. 

GREENVILLE,  CAL.— Negotiations  have  been  completed 
whereby  the  Indian  Valley  Light  &  Power  Company  has  ac- 
quired the  Dunn  water  right  on  the  Feather  River  near  Seneca. 
It  is  estimated  this  water  will  generate  25,000  h.p.  of  electric 
force.  S.  P.  Dunn,  who  controlled  the  water  right  for  seven 
years  becomes  interested  in  the  Indian  Valley  company.  A 
survey  for  the  ditch  and  a  transmission  line  to  Greenville 
will  be  completed  within  a  month,  and  it  is  expected  that  the 
plans  for  the  power  plant  will  be  completed  within  the  same 
space  of  time.  The  capital  stock  of  the  company  has  been 
increased  to  $500,000  and  the  enlarging  cf  the  company's 
plant  has  been  fully  financed.  The  construction  of  the  power 
plant  will  be  commenced  in  a  short  time. 

LOS  ANGELES,  CAL.— Alleging  that  the  assessor  was 
guilty  of  "fraudulent  discrimination"  in  placing  a  valuation 
upon  its  franchises,  the  Los  Angeles  Gas  &  Electric  Corpora- 
tion has  filed  suit  to  recover  $24,830.13  from  the  city,  that 
amount  having  been  paid  on  a  tax  levy  under  protest.  The 
pleadings  assert  that  this  company  was  assessed  on  a  valua- 
tion of  $2,989,065.  while  the  value  placed  on  the  franchises  of 
the  Domestic  Gas  Company,  was  $49,450.  The  Economic  Gas 
Company  escaped  with  paying  taxes  on  $100.  One  of  the 
allegations  is  that  the  company  was  assessed  on  its  "good 
will."  This  is  declared  to  be  discrimination  in  that  10,000  busi- 
ness houses  were  not  taxed  upon  the  "good  will."  It  is  averred 
that  in  the  cases  of  other  corporations,  the  stock  was  taken 
at  its  market  value,  while  an  arbitrary  value  of  $150  a  share 
was  put  on  the  gas  company  stock.  It  is  asserted  that  it  had  a 
value  of  only  $100  per  share  .  The  pleadings  do  not  intimate 
any  mistake  on  the  part  of  the  assessor,  but  openly  charge  him 
with  having  wilfully  discriminated  against  the  corporation. 
The  company  admits  that  its  property  should  have  been 
assessed  at  $1,203,065  and  that  its  taxes  should  have  been 
Jl 6.667.64.  but  alleges  that  the  action  of  the  assessor  has 
made  the  entire  levy  Invalid  so  far  as  it  is  concerned. 
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TRANSMISSION. 
HOPE,    IDAHO.— This    place    has    granted    the    Northern 
Idaho  &  Montana  Power  Company,  a  franchise  for  power  and 
lighting  service  on  the  streets  here.     Work  will  soon  start  on 
a  14-mile  power  line. 

WASHINGTON,  D.  C— Bids  will  be  received  at  the  office 
of  the  purchasing  officer^  Isthmian  Canal  Commission,  up  to 
June  15,  for  furnishing  trunions,  line  materials,  insulators, 
copper  wire,  crossarms,  etc.  Circular  633.  Form  of  bid  on  file 
at  U.   S.  engineer's  office,  Chronicle  Buiding,  San   Francisco. 

MADERA,  CAL. — The  wires  of  the  San  .Joaquin  Light  & 
Power  Company  are  to  be  e.xtended  from  Madera  to  Los 
Banos,  Gustine,  Dos  Palos,  Mendota,  and  Firebaugh.  The  an- 
nouncement of  the  intention  to  invade  the  west  side  of  this 
section  of  the  San  .loaquin  Valley  was  made  by  Manager  A. 
G.  Wishon. 

LOS  ANGELES,  CAL.— The  bureau  of  power  development 
has  stated  that  two  million  dollars  more  will  be  necessary 
during  the  next  fiscal  year.  Unless  this  amount  is  forthcom- 
ing it  will  be  impossible  to  have  the  power  in  Los  Angeles  by 
December  31,  1912,  when  it  is  expected  the  aqueduct  will  be 
completed.  The  money  is  to  be  used  for  the  Fairmount  dam, 
to  construct  tunnels  and  other  hydraulic  work  in  San  Frans- 
quito  canyon. 

MEDFORD,  ORE.— The  Klamath  Power  Company  has 
entered  the  field  in  competition  with  the  Gold  Ray  Electric 
Company.  A  franchise  for  the  use  of  the  public  highways  has 
been  granted  the  company  in  Josephine  county  and  a  similar 
franchise  was  granted  in  Jackson  county,  last  week.  The 
company  intends  its  lines  to  be  extended  over  the  entire 
valley  as  far  north  as  Grants  Pass  and  will  also  connect  with 
all  the  smaller  towns. 

BOISE,  IDAHO.— The  Secretary  of  the  Interior  has 
awarded  the  following  electric  apparatus  contracts  on  the 
Arrow  Rock  dam  in  the  Boise  irrigation  project,  as  follows: 
The  Allis-Chalmers  Company  of  Milwaukee,  Wis.,  3  alternators, 
4  auxiliary  transformers,  and  air  compressor,  contract  price, 
$19,450.  The  Westinghouse  Electric  &  Manufacturing  Co.,  o( 
East  Pittsburg,  Pa.,  3  air  blast  transformers  and  2  blowers, 
contract  price  $5880.  The  General  Electric  Co.,  of  Schenec- 
tady, N.  Y.,  switchboard,  24  disc  switches,  6  electric  circuit 
breakers,  supplies,  and  2  lightning  arresters,  contract  price 
$60y6. 

RENO,  NEV. — The  Truckee  River  General  Electric,  one 
of  the  Hammon  projects,  has  commenced  a  suit  against  a 
number  of  farmers  in  the  Truckee  Valley  for  the  condem- 
nation of  rights  of  way  over  their  lands  for  a  high  voltage 
power  transmission  line,  to  run  from  the  new  electric  power 
plant  being  built  at  Verdi,  to  Wabuska.  F.  E.  Durham  and 
D.  C.  Wheeler  are  two  of  the  prominent  land  owners  sued. 
The  company  is  rushing  construction  work  on  its  new  gener- 
ating plant.  Water  is  to  be  taken  from  the  Truckee  River  at 
Verdi  and  carried  to  a  point  two  miles  below  town  through 
a  ditch  36  feet  wide  and  8  feet  deep.  Through  a  penstock 
2100  feet  long  the  water  will  be  dropped  85  feet  to  the  tur- 
bines. The  plant  will  consist  of  one  generator  that  will 
develop  about  3200  h.p.,  which  is  to  be  suppUed  to  consumers 
at  Mason,  Nev.,  and  the  surrounding  country  for  power  and 
lighting  purposes.  This  jdant,  under  favorable  conditions, 
will  be  ready  for  ojieration  by  September  1. 


OAKLAND,  CAL. — The  Oakland  Traction  Company  has 
been  awarded  franchises  for  street  railways  on  East  Sixteenth 
street  or  the  Boulevard  and  on  Fourteenth  avenue  and  Hoij- 
kins  streets.    Both  franchises  are  for  35  years. 

TURLOCK,  CAL.— The  Tide  Water  &  Southern  Railroad 
Company  has  made  api)lication  to  the  Board  of  Trustees  for 
a  franchise  to  construct  and  operate  an  electric  railroad  track 
of  standard  gauge,  to  be  constructed  between  this  city  and 
Stockton.    The  application  will  come  for  hearing  on  June  27th. 

FRESNO,  CAL.— Plans  have  been  completed  by  H.  A.  Han- 
sen for  the  office  building  of  the  Fresno,  Hanford  &  Summit 
Lake  Railroad,  to  be  located  on  I  street  in  this  city.  The 
building,  which  will  cost  $20,000  will  occupy  two  lots,  50x150. 
It  will  have  a  two-story  front  but  will  be  only  one  story  in 
height  in  the  rear.  The  General  Electric  Company  has  com- 
pleted the  ground  ficor  plans  of  the  power  station  of  the  rail- 
road company. 

OAKLAND,  CAL.— An  ordinance  granting  the  Oakland  & 
Hay  Shore  Railroad  Comjjany,  a  subsidiary  company  of  the 
Oakland  &  Antioch  Railroad  Company,  a  franchise  in  Shatter 
avenue,  has  been  passed  to  print  this  week  by  the  City  Council. 
The  action  was  taken  in  spite  of  an  opinion  by  Ben  F.  Wool- 
ner,  city  attorney,  that  the  council  probably  had  no  jurisdic- 
tion over  the  application  to  lay  rails  in  Shaffer  avenue  to 
Thirty-eighth  street.  The  franchise  grant  was  only  to  Fortieth 
street. 

MODESTO,  CAL.— The  Mcdesto  trustees  have  passed  to 
print  the  franchise  for  the  Tidewater  Southern  Electric  Rail- 
way. The  "exclusive"  clause  that  has  been  the  principal  bone 
of  contention,  was  dropped  by  the  promoters  when  the  trustees 
agreed  that  a  clause  would  be  inserted  in  the  franchise  allow- 
ing the  Tidewater  Southern  Railway  Company  any  privileges 
that  any  time  in  the  future  may  be  allowed  other  companies 
building  on  the  same  streets.  The  action  has  now  made  it 
possible  for  the  company  to  continue  with  their  road  from 
Escalon  as  soon  as  desired. 

WATSONVILLE,  CAL.— A  contract  for  the  building  of  a 
concrete  wharf  at  Port  Watsonville  to  extend  1700  feet  into 
the  water  has  been  let  by  the  Watsonville  Railway  &  Navi- 
gation Company  to  the  Marine  Concrete  Construction  Com- 
pany of  San  Francisco  at  a  figure  close  to  $50,000.  W.  F. 
Crosby,  traffic  manager  of  the  company,  announces  that  all 
of  the  property  holdings  of  R.  W.  Eaton  at  Port  Watsonville 
have  been  purchased  by  the  railroad  company  and  that  the 
company  has  a  number  of  plans  in  view  for  imi)roving  the 
property.  He  states  also  that  a  regular  line  of  steamers  will 
be  in  operation  within  60  days,  running  up  and  down  the  Coast. 
The  extension  of  the  electric  lines  through  the  Pajaro  Valley 
will  also  begin  soon,  putting  the  company  in  a  position  to 
handle  a  large  volume  of  freight  during  the  coming  fruit  sea- 
son. 


TRANSPORTATION. 

SAN  FRANCISCO,  CAL.— Three  authorizations  to  pay  for 
material  and  work  on  the  municipal  street  railway  on  Geary 
street  have  been  finally  passed  by  the  Supervisors  as  follows: 
McNab  &  Smith  $4517.33  for  hauling  steel  rails;  Board  of 
Works,  $2000,  tor  hauling  and  piling  cross-ties,  Pennsylvania 
Steel  Company,  $12,629.50,  for  steel  railg. 


TELEPHONE  AND  TELEGRAPH. 
NEWPORT  WASH.— W.  C.  Hickman,  of  Spokane,  superin- 
tendent of  construction  of  the  Pacific  States  Telephone  &  Tele- 
graph Company  in  this  territory,  has  recently  investigated 
prospects  for  extensions  of  the  company's  line  from  Newport 
to  Metaline  Falls. 

BAKERSFIELD,  CAL.— J.  W.  Kelly,  who  is  promoting  a 
local  telephone  company,  says  he  has  $50,000  in  capital  pledged 
to  the  enterprise  and  he  expects  to  make  application  for  a 
franchise  at  the  next  regular  meeting  of  the  city  trustees.  Mr. 
Kelly  declines  to  make  public  the  names  of  his  associates  in 
the  venture,  but  says  that  they  are  all  local  people.  Ulti- 
mately, however  it  is  the  expectation  that  long  distance  serv- 
ice will  be  provided  by  means  of  a  through  wire  connecting 
the  Home  telephone  systems  of  San  Francisco  and  Los 
Angeles. 
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STATION  "G,"  SAN  FRANCISCO 

BY    C.    F.    ADAMS." 


Out  in  the  district  imrtli  of  (ioUlen  Gate  Park  a 
temporary  .substation  was  built  four  years  ago.  San 
I'^ancii^co  emerging  from  many  ashes  and  some  sack- 
cloth would  have  amusement  and  the  Chutes  Park 
wanted  light  and  power.  A  residence  district  also  was 
building  which  required  service. 


To  follow  this  shifting  population  the  Chutes  Park 
has  moved  to  Fillmore  street,  and  its  old  leased  loca- 
tion has  been  sold  to  home  builders.  Thus  it  came  that 
the  Chutes  substation  was  obsolete  and  required  a  new 
and  more  effective  location.  A  careful  survey  was 
made  of  the  territory  west  of  Fillmore  street,  and  a 


l'"our  years  ago  a  prophecy  as  to  the  city's  future 
was  by  no  means  unanimous,  and  temporary  construc- 
tion was  sometimes  ad\-isable.  With  this  in  mind  a 
steel  frame  and  galvanized  steel  structure  was  erected, 
large  enough  to  supply  present  local  conditions.  In  the 
four  years  that  have  elapsed,  changes  were  many. 
Van  Ness  avenue  has  ceased  to  be  a  business  street, 
the  down-town  district  having  been  rebuilt  and  re- 
occupied.  The  congestion  in  and  about  Fillmore  street 
has  been  relieved,  and  the  entire  center  of  population 
has  shifted.  Also  the  load  center  of  the  gas  and  elec- 
tric service  has  shifted. 


"Engineer   of   Electric    Construction,    Pacific   Gas   and    Elec- 
tric  Company. 


location  was  finally  secured  on  the  northeast  corner  of 
Ellis  and  liroderick  streets.  This  was  in  a  residential 
section  and  plans  were  drawn  for  a  station  that  would 
not  be  out  of  harmony  with  its  surroundings. 

The  station  is  unique  in  some  respects.  It  does 
not  contain  a  single  window  in  its  four  concrete  walls, 
light  and  ventilation  being  obtained  from  a  long  over- 
head skylight  and  louvre.  A  large  panelled  oak  door 
is  the  central  feature  of  the  front  wall.  The  architec- 
tural design  is  pleasing  and  is  well  pictured  in  the 
illustrations. 

The  building  is  constructed  of  reinforced  concrete 
throughout.  ^Yithin  the  building  every  convenience 
is  provided  for  the  safe  control  of  the  equipment.     A 
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Main    lloor- 


.switrlilioanl    and    voUagi 


Subway    Ijeneath    switchboard. 

gallery  suijports  the  concrete  switch  cells  which  con- 
tain the  11,000-volt  bus.  oil  sw-itches,  ancj  current  trans- 
formers. A  twenty-ton  traveling  crane  spans  the  main 
floor  and  permits  quick  removal  of  any  heavy  appa- 
ratus. The  switchboard  is  on  the  main  floor  along  the 
line  of  gallery  columns-  The  2300-volt  two-phase 
switching  equipment  and  bus  is  beneath  the  gallery 
floor  and  directly  back  of  switchboard.  A  roomy  sub- 
way gives  access  to  all  the  operating  mechanisms,  cable 
and  conduit  outlets.  Three  thousand  kilowatts  ca- 
pacity of  transformers  is  at  present  installed  with  volt- 
age regulators  for  four  circuits. 


TRANSMISSION    APPLIED 
TO   IRRIGATION.' 

BV  O.  H.  ENSIGN  -AND  J.  M.  GAYLORD 

The  subject  of  transmis- 
sion applied  to  irrigation 
covers  a  very  broad  field  of 
electrical,  hydraulic  and  me- 
chanical engineering.  It  pre- 
sents problems  of  finance 
and  agriculture  and  must 
also  be  viewed  from  the  hu- 
manitarian stand]Joint.  There 
are  a  numl^er  of  distinct  con- 
ditions which  lead  to  the  use 
of  transmitted  power  for 
puniijing  in  connection  with 
irrigation  projects.  The  more 
important  of  these  condi- 
tions are  the  following: 

1 .  Tn  some  cases  high 
lands  which  can  not  be 
reached  by  the  diversion 
works  constructed  for  a 
gravity  system  can  be 
reached  by  pumping  water 
from  the  gravity  canals  into 
canals  feeding  such  high  land 
areas. 

2.  The  irrigated  area  may 
be  advantageously  extended 
l)y  pumping  from  wells,  thus 
drawing  on  the  underground 
sources  and  tending  to  keep 
the  water  plane  down,  this 
plan  being  particularly  de- 
sirable in  certain  cases,  as 
will  be  explained  farther  on 
in  this  article. 

3.  Pumping  may  also  be 
applied  to  the  drainage  of 
low  land,  water  being 
puinped  to  either  irrigation 
or  waste  ditches. 

In  connection  with  the  di- 
version works,  it  frequently 
occurs  that  a  considerable 
amount  of  hydraulic  power 
can  be  developed. 

This  paper  wnll  be  devoted 

mainl}-  to  the  discussion  of  a 

hydroelectric  transmis  s  i  o  n 

system    constructed    by    the 

Reclamatitin     Service     applied     to    the     irrigation     of 

high  lands  by  pumping  from  gravity  canals. 

It  may  not  be  inappropriate  in  this  discussion  to 
call  attention  to  the  advantages  of  pumping  the  ground 
waters  of  an  irrigated  area.  The  advantages  of  such 
a  plan  are.  first,  to  prevent  the  rise  of  the  ground 
waters  to  a  point  dangerously  near  the  surface  and, 
second,  to  supplement  by  means  of  drawing  on  the 
underground  supplies  the  water  stored  in  the  reservoir 
or  diverted  from  the  natural   flow  of  the  streams. 


•Abstract  from  paper  presented  at  the  Pacific  Coast  Meet- 
ing of  the  American  Institute  of  Electrical  Engineers.  Los  An- 
geles.   April    25-28,    1911. 
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North  end  of  station,  shov/ing  gallery  stairway. 


The  rise  of  the  ground  vvater.s  damages  the  land 
in  an  arid  climate  by  allowing  evaporation  to  take 
place  from  the  surface  or  from  near  the  surface  of  the 
ground,  thus  increasing  the  amount  of  deleterious  salts 
in  the  surface  soil,  gradually  causing  the  land  to  be- 
come alkaline  in  character  and  non-productive,  hence 
it  is  essential  that  the  water  plane  should  not  rise 
beyond  a  certain  limit. 
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It  may  generally  be  con- 
sidered that  the  thorough 
watering  for  irrigation  pur- 
poses of  a  large  area  of  land 
which  heretofore  has  been 
drained  by  the  rivers  which 
have  flowed  through  it  will 
tend  more  or  less  to  cause  a 
rise  of  the  ground  waters, 
hence  the  importance  of  this 
narticular  phase  of  irrigation. 

In  some  cases  the  natural 
underground  drainage  may 
be  such  that  the  rise  of  the 
water  plane  will  be  limited 
to  a  reasonable  depth  below 
the  surface,  but  there  are 
many  examples  in  the  West 
where  this  has  not  been  the 
case  and  lands  which  were 
niice  unusually  productive 
have  been  made  valueless 
'in  account  of  the  rise  of  the 
water  plane.  In  some  in- 
stances it  may  be  necessary 
to  drain  this  water  ofT  and 
let  it  waste,  because  it  may 
carry   a   percentage   of   salts 

Pthat  would  damage  the  land, 
but  in  the  majority  of  cases 
it  may  be  pumped  from  wells 
into  canals  and  distributed. 

Southern  California  pre- 
sents a  good  example  of  this 
c  o  n  d  i  t  i  on,  for  practically 
two-thirds  of  the  water  sup- 
ply for  this  wonderfully  pro- 
ductive area  is  obtained  from 
underground  sources.  The 
water  plane  in  a  large  sec- 
tion of  this  area  is  main- 
tained at  least  50  ft.  below 
the  surface  of  the  ground, 
thus  giving  good  drainage 
and  constantly  iniproving  the 
condition  of  the  surface  soil. 
All  of  this  pumped  water  is 
used   for   irrigation. 

In  all  irrigation  projects, 
whether  by  gravity  or  pump- 
ing, the  first  thing  to  be 
borne  in  mind  is  will  it  pay  ; 
that  is,  can  the  land  stand 
the  charge  for  the  develop- 
ment and  the  cost  of  opera- 
tiiin  of  the  same.  Here  the  question  of  climate  and  the 
class  of  products  which  can  be  raised  upon  the  soil 
must  be  taken  into  consideration.  In  some  localities 
a  cost  of  $40  per  acre  would  be  a  limiting  price  for 
the  development.  In  other  cases  a  charge  of  $100  per 
acre  would  not  be  excessive.  The  charge  for  mainte- 
nance and  operation  may  vary  from  $2  to  $2.t  or  $30 
per  acre  per  annum,  the  nature  of  the  crop  being  the 
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Fig.    I.      O I' 11  (.Till    Arrangement,    ilinidoka    Power    Plant. 


controlling  feature.  It  miglit  be  mentioned  that  al- 
falfa is  being"  grown  in  Southern  California  irrigated 
by  water  which  is  pumped  from  wells,  and  that  orange 
groves  are  irrigated  by  water  ]inm]ied  in  some  cases 
as  high  as  200  ft.,  both  with  apparent  financial  suc- 
cess. On  the  other  hand,  to  develop  water  for  irri- 
gation in  the  northern  climes,  where  the  season  is 
short,  and  such  crops  as  alfalfa,  grain,  potatoes,  etc., 
must  be  depended  u])(ni,  the  maintenance  cost  per 
acre  must  be  kejit  ;it  a  minimum. 

Minidoka  Project. 

In  the  central  southern  part  of  Idaho,  along  the 
Snake  River,  The  United  States  Reclamation  Service 
has  constructed  what  is  known  as  the  ]\Iinidoka  pro- 
ject. This  project  comprises  130,000  acres  of  land,  of 
which,  roughly,  70,000  acres  are  fed  by  gravity  system 
on  the  north  side  of  the  river,  10,000  acres  by  gravity 
on  the  south  side  of  the  river  and  the  remaining 
50,000  acres  on  the  south  side  being  supplied  with 
water  pumped  from  the  south  side  gravity  canal. 

The  Minidoka  dam,  designed  primarily  to  divert 
water  into  the  gravity  canals,  was  constructed  during 
the  years  1904,  1905  and  1906.  It  is  a  rock-filled  dam 
with  concrete  core,  located  neaer  the  foo't  of  the  rapids 
in  the  Snake  River.  It  creates  a  fall  which  averages 
46  ft.  through  the  various  stages  of  river  discharge, 
and  thus  offers  an  excellent  opportunity  for  develop- 
ment of  power.  In  order  that  the  water  might  be 
diverted  from  the  main  river  channel  during  the  con- 
struction of  this  dam,  a  deep  sluicing  channel  was 
made  through  the  lava  formation  on  the  north  side  of 
the  river,  and  in  this  sluicing  channel  was  constructed 
a  concrete  dam.  This  structure  was  built,  so  far  as 
could  then  be  foreseen,  without  complete  power  plant 


designs,  so  that  it  could  later  be  used  for  he  develop- 
ment of  power.  Through  the  base  of  this  dam  are  five 
sluicing  gates,  and  higher  up  are  ten  10-ft.  circular 
iijienings  to  be  used  for  the  power  development. 

In  February,  1908,  instructions  were  given  to  pro- 
ceed with  the  design  and  construction  of  a  plant  at 
this  point  to  su])ply  power  for  pumping  water  to  the 
high-land  area  1.^  miles  distant.  This  work  was  imme- 
diately undertaken  and  pushed  with  all  possible  speed. 
On  the  8th  day  of  May,  1909,  one  unit  in  the  power 
plant  and  one  unit  in  each  of  the  three  pumping  sta- 
tions were  started  and  operated  throughout  the  irriga- 
tion season. 

The  power  ])lant  equipment  includes  the  fol- 
lowing: 

Five  1400-kilovolt-ampere,  three-phase,  60-cycle, 
vertical  alternators,  each  connected  to  a  2000-h.p.  hy- 
draulic turbine. 

Two  120-kw.,  vertical  exciter  units,  each  direct 
connected  to  a  180-h.p.  hydraulic  turbine. 

Five  three-phase,  air-blast  transformers,  deliver- 
ing 33,000-volt  current  to  the  high-tension  buses. 

The  general  arrangement  of  the  plant  is  shown  in 
Fig.  1. 

The  transmission  line,  consisting  of  a  single  cir- 
cuit of  No.  3  and  No.  5  B.  &  S.  copper,  carried  on 
wooden  poles,  is  22  miles  in  length  and  crosses  the 
Snake  River  in  an  1150-ft.  span  of  six-strand,  83,000-cir, 
mil  copper  cable  at  a  point  11  miles  below  the  power 
|)lant.  A  second  similar  line  is  being  constructed  on 
the  south  side  of  the  river,  using  No.  5  wire,  and  the 
two  lines  will  be  connected  as  a  loop  system  through 
the  stations  and  to  the  towns  on  the  project  which  are 
being  supplied  with  li.ght  and  power. 
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There  are  three  pumping  stations,  each  having  a 
Hit  of  31  ft.  (9.4  m.j.  No  1  contains  5  pumps,  four  of 
125  second-feet  capacit}'  and  one  of  75  second-feet  ca- 
pacity ;  No.  2  four  pumps,  each  of  125  second-feet  ca- 
pacity; and  No.  3  three  pumps,  two  of  125  second-feet 
and  one  of  75  second-feet  capacit^^ 

The  problem  in  a  system  of  this  kind  is  to  supply 
at  as  high  an  efficienc_y  as  practicable,  taking  into  con- 
sideration operating  conditions,  first  cost  and  mainte- 
nance, water  in  variable  quantities  with  the  least  lia- 
bility of  shut-down  and  the  least  possible  operating 
expense.  Bearing  this  in  mind,  the  choice  of  design 
of  pumping  station  and  especially  the  arrangement  of 
the  pumi)ing  units  requires  no  small  amount  of  study. 
The  ordinary  horizontal  pump  wth  the  necessary  foot 
valves  would  have  made  an  expensive  and  awkward 
plant,  and  such  an  arrangement  would  have  required 
a  much  larger  amount  of  floor  space  than  that  occu- 
pied by  the  vertical  units  which  were  finally  decided 
upon.  The  foot  valves  alone  would  have  introduced 
a  serious  loss  of  head  b}'  offering  considerable  friction, 
and  the  control  of  the  discharge  of  the  water  by  means 
of  gate  valves  would  have  involved  an  expensive  in- 
stallation and  a  constant  source  of  annoyance  in  o])er- 
ation.  The  idea  of  controlling  this  ])umi)  by  means 
of  a  cylinder  gate,  similar  to  those  used  in  water  tur- 
bines, resulting  from  a  careful  study  of  the  problei'n, 
was  carried  out  with  very  satisfactory  results.  By 
means  of  this  gate  the  flow  of  water  in  the  canals  is 
under  close  control  by  the  operator  in  the  ])umping  sta- 
tion. 

The  pumps  are  installed  in  separate  compartments 
and  are  direct  connected  to  synchronous  motors  lo- 
cated directly  above  them  and  supported  by  a  heavily 
reinforced  concrete  structure.  As  in  the  case  of  the 
generators  at  the  power  house,  the  weight  of  the  ro- 
tating element  is  carried  by  thrust  bearings  located 
on  top  of  the  motors.  In  this  case,  however,  the  bear- 
ing is  of  the  roller  type,  this  style  of  bearing  having 
been  adopted  on  account  of  the  necessity  of  reducing 
friction  to  a  minimum  in  starting  the  synchronous 
motors. 

Motor-operated  steel  plate  sliding  gates  are  used 
to  admit  water  from  the  forebay  to  the  pump  pits, 
two  gates  being  provided  for  each  pit.  Provision  has 
been  made  for  pumping  out  the  pits  in  order  that  the 
synchronous  motors  may  be  started  without  load  other 
than  friction  and  windage  of  the  rotating  parts.  For 
this  purpose  an  auxiliary  six-inch  centrifugal  pump 
was  provided  and  arranged  so  that  its  suction  could  be 
connected  to  any  pit  and  the  water  entirely  removed 
before  the  motor  is  started. 

When  the  plant  was  first  designed,  it  was  thought 
inadvisable  to  adopt  an  arrangement  by  which  the 
pumping  units  could  be  started  in  quick  succession, 
on  account  of  the  danger  of  the  sudden  rush  of  water 
down  the  canal  injuring  the  banks.  The  auxiliary 
pump,  therefore,  is  of  only  sufficient  capacity  to  per- 
mit starting  of  pumps  at  intervals  of  20  to  30  minutes. 
Two  years"  operation  has  shown  this  to  be  an  unneces- 
sary precaution,  and  by  means  of  a  specially  designed 
starting  valve  each  pump  is  now  arranged  so  that  it 
can  empty  its  own  pit  while  the  motor  is  running  on 
the  compensator  in  starting.  As  soon  as  the  pit  is 
emptied  the  motor  approaches  synchronous  speed  and 


the  field  is  excited.  This  arrangement  has  worked 
out  very  satisfactorily,  and  by  its  use  a  pump  can  be 
started  up  and  put  into  full  operation  inside  of  two 
minutes. 

Each  pump  has  but  one  guide  bearing,  a  long 
sleeve  with  a  stuft'ing  box  at  the  top,  and  near  the 
top  of  the  sleeve  the  bearing  is  supplied  with  a  semi- 
hard oil  having  the  consistency  of  vaseline,  forced 
in  b}'  a  special  motor-driven  pump  for  each  individual 
bearing.  Lubricating  in  this  manner  forces  the  lubri- 
cant downward  and  excludes  water  from  the  bearing 
and  any  possible  grit  which  may  be  in  the  water.  In 
two  years'  time,  no  rust  or  wear  is  shown  on  these 
bearings,  the  shaft  being  as  bright  as  when  it  came 
from  the  factory. 

The  upper  end  of  the  5}l-ft.  concrete  force  mains 
leading  from  the  pumps  is  closed  by  a  check  valve, 
to  prevent  water  from  running  back  to  the  pump  in 
case  of  a  shut-down.  This  valve  is  made  up  of  '4"i'''- 
boiler  i)late  slightly  bumped,  hinged  from  the  top  of 
the  head  wall  and  seating  against  rubber  packing  set 
in  a  cast  iron  ring. 

The  motors  for  driving  the  125-second-foot  pumps 
arc  of  the  self-starting  synchronous  type,  operating 
at  300  r.p.m.  and  receiving  60-cycIe,  three-phase  cur- 
rent at  2,200  volts. 

The  motors  for  operating  the  smaller  pumps  are 
similar  except  that  they  have  a  capacity  of  360  h.p. 

The  rotors  are  provided  with  squirrel-cage  wind- 
ings, to  permit  starting  as  induction  motors,  receiving 
for  this  purpose  current  at  low  voltage  from  compen- 
sators. The  compensator  voltage  is  so  adjusted  that 
the  starting  current  drawn  from  the  line  does  not  ex- 
ceed normal  full  load  operating  current  of  the  motor, 
and  by  careful  manipulation  the  motor  can  be  brought 
into  step  with  the  line  without  exceeding  this.  It  has 
been  found  that  this  can  be  most  easily  accomplished 
by  exciting  the  fields  while  the  motor  is  running  at 
low  \oltage  on  the  compensator  and  then  throwing 
o\er  to  full  voltage  with  the  machine  running  steadily 
at  synchronous  speed. 

The  step-down  transformers  are  of  the  three- 
phase,  air-blast  type,  receiving  30,000-volt  current 
through  oil  circuit  breakers  from  the  high-tension  bus 
and  delivering  the  2,200-volt  current  through  discon- 
necting switches  and  expulsion  fuses  to  the  low-tension 
bus. 

In  pumping  station  No.  2  are  installed  the  trans- 
formers necessary  for  station  No.  3.  The  distance  be- 
tween stations  1  and  2  is  lyi  miles,  and  between  sta- 
tions 2  and  3  three-quarters  of  a  mile,  the  highest  volt- 
age carried  to  the  latter  station  being  2,200  volts. 

The  exciters  and  blowers  for  the  transformers  are 
driven  by  induction  motors  and  a  motor-driven  air 
compressor  has  been  provided  for  cleansing  the  ap- 
paratus in  each  station.  Lightning  protection  is  pro- 
vided in  the  form  of  electrolytic  arresters  placed  inside 
the  building. 

All  the  switching  apparatus  in  the  pumping  sta- 
tions is  operated  by  distant  mechanical  control.  A 
single  high-tension  bus  has  been  provided,  but  provis- 
ion has  been  made  by  means  of  disconnecting  switches 
for  receiving  power  from  either  or  both  transmission 
lines. 

The  power  house  and  substation  buildings  up  to 
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TABLE    1. 
CONSTRUCTION    COST    OF    MINIDOKA  POWER   AND   PUMPING   SYSTEM. 


Power 
plant 

Capacity     6,500  kw. 

Building   $80,200 

Machinery      167.000 

Freight    and    hauling 25,100 

Erection      62,300 

Engineering  and  incidentals 13,600 

Tail  race    56,600 

Pressure    pipes    — 

Double   transmission    line — 

Total      $405,400 

Unit  cost    $63.00 


Pumping 
station 
No.    1 

2,500  kw. 

$34,500 

78..S00 

ll.SOO 

IS. 200 

5.600 

19,000 

$167,900 
$67.00 


Pumping 

station 

No.    2 

3,000  kw. 

$40,300 

73.600 

10.600 

16,800 

5,300 

14,000 

$160,600 
$53.00 


Pumping 

station 
No.   3 

1,300  kw. 

$19,200 

32,500 

6.100 

S,600 

2,800 

16,600 

$85,800 
$66.00 


Trans- 
mission 
line 

6,500  kw. 


35.000 

$35,000 

$5.40 


Total 

6,500  kw. 

$174,200 

352,500 

53,600 

105,900 

27,300 

56,600 

49,600 

35,000 

$854,700 

$132.00 


the  motor  and  generator  floor  were  built  during  the 
winter  between  the  middle  of  November,  1908,  and  the 
first  of  February,  1909,  and  during  this  time  the 
weather  was  very  cold,  reaching  to  as  low  as  15  deg.  be- 
low zero.  Considerable  rock  excavation  was  necessary 
at  pumping  station  No.  2,  and  at  the  tail  race  for  the 
power  plant,  and  the  concrete  work  on  all  of  the  struc- 
tures had  to  be  protected  from  freezing  until  set  by 
means  of  artificial  heat. 

The  apparatus,  consisting  of  one  unit  in  each  sta- 
tion, was  started  in  the  spring  of  1909  in  temporary 
wooden  structures  covering  the  motor  and  generator 
floors ;  around  these  structures  permanent  buildings 
were  finished  during  the  summer.  During  the  winter 
of  1909-1910  additional  units  were  installed  for  the 
operating  season.  At  the  present  time  two  additional 
units  are  being  installed  in  the  generating  stations  and 
two  pumps  in  the  pumping  stations  and  during  the 
winter  of  1911  and  1912  three  more  pumps  will  be  in- 
stalled. 

The  following  table  of  costs,  when  considered  in 
connection  with  the  strenuous  conditions  under  which 
these  plants  were  constructed,  may  be  of  interest.  The 
figures  given  in  the  table  do  not  include  the  cost  of 
operators'  rjuarters  and  road  making.  These  items 
have  been  omitted,  since  the)-  are  so  greatly  dependent 
upon  local  conditions.  The  erection  costs,  however, 
include  several  items  such  as  the  cost  of  making  pre- 
liminary tests  of  the  hydraulic  apparatus,  the  cost  of 
temporary  buildings  for  housing  machinery  during  the 
time  the  permanent  buildings  were  under  construction 
and  other  items  made  necessary  by  the  severe  condi- 
tions under  which  the  plants  were  constructed . 

A  large  portion  of  the  riveting  of  the  turbine 
cases,  penstocks  and  draft  tubes  was  done  in  the  field. 
In  fact,  the  penstocks  and  draft  tubes  were  completely 
assembled  at  the  plant. 

It  may  also  be  noted  that  the  cost  per  kilowatt 


of  station  No.  2  is  based  on  its  transformer  capacity 
of  3,000  kilowatts,  while  the  unit  cost  at  station  No.  3 
is  based  on  its  motor  capacity. 

In  table  II  is  shown  the  estimated  operating  cost, 
based  on  the  actual  cost  of  ojjeration  during  the  season 
of  1910,  of  that  portion  of  the  equipment  then  installed. 
There  are  two  operators  on  each  shift  at  the  power 
house  and  there  will  be  but  one  operator  on  each  shift 
at  each  of  the  pumping  stations.  The  cost  of  repairs 
during  the  season  of  1910  was  so  ridiculously  low  that 
the  figures  given  in  the  table  are  greatly  in  excess  of 
the  actual  cost  of  repairs  last  year.  This  also  applies 
to  superintendence  and  general  expense.  Five  per  cent 
per  annum  depreciation  has  been  allowed  on  the  power 
installations,  including  buildings,  and  10  per  cent  per 
annum  on  the  transmission  lines.  No  interest  charge 
appears,  since  funds  for  the  construction  of  all  reclama- 
tion projects  are,  in  reality,  loaned  by  the  United  States 
to  the  settlers  without  interest. 

The  figures  giving  the  acre-feet  pumped  by  each 
station  were  arrived  at  by  comparison  of  the  installed 
capacity  and  the  acre-feet  pumped  during  the  season  of 
1910,  with  the  ultimate  capacity  of  the  various  pump- 
ing stations  and  it  was  found  that  the  figures  thus  ob- 
tained check  very  closely  with  the  amount  of  water 
estimated  to  be  necessary  for  the  successful  raising  of 
crops  on  these  lands ;  namely,  three  acre-feet  per  acre 
per  season.  The  acre-feet  pumped  one  foot  high  was 
found  for  each  station  by  multiplying  the  total  acre- 
feet  for  that  station  by  the  approximate  net  lift,  name- 


TABLE    III. 
FULL   LOAD    EFFICIENCIES. 


Efficiency 

cent 


Turbines    81.5  pe 

Generators 96.0 

Step-up  transformers   98.4 

Transmission  line 90.0 

Step-down    transformer 98.0 

Motors    94.0 

Pumps     72.5 


Net  efficiency 
from    water 
behind  the  dam 

81.5  per  cent 

78.2 

77.0 

69.3 

67.9 

63.8 

46.3 


TABLE   II 
ESTIMATED  MONTHLY  OPERATING  COSTS  OF  ^^NIDOKA  PUMPING  SYSTEM  BASED  ON  ACTUAL  COST  DURING  SEASON 

OF    1910    ETXCLUSIVE  OF   DITCH    TENDING. 


Pumping 

station 

No.    1 

575  sec.  ft. 

$300 

30 

20 

200 

670 

220 

i.OOO 

750.000 

1,500,000 

0.163  ct. 


$1. 


Power 
,  plant 

Capacity     6,500  kw. 

Labor    $700 

Supplies    .'50 

Repairs     75 

Superintendence  and   general  expense 400 

Depreciation    1,460 

Total    $2,785 

Acre  feet  pumped — 

Acre  feet  pumped  1  ft.  high — 

Kw-hr     3,600,000 

Cost  per  acre  ft.  1  ft.  high 0.154  ct. 

Cost  per  kw-hr 0.077  ct. 

Cost  per  acre  per  season — 

Depreciation   at   5   per   cent   per   annum   on   complete  power  installation,  10  per  cent  on  line. 

Estimates    for    the    six    months    of    the    irrigating    season  assuming   that    the   winter   operating   expenses   are    covered   by 
the  sale  of  power. 

Allows   three  acre-feet  per   acre   during   season   over   50,000  acres. 
Average  lift  73  feet. 


Pumping 

station 

No.    2 

500  sec.  ft. 

$300 

30 

20 

200 

670 

$1,220 

20,000 

600,000 

1,200,000 

0.203  ct. 


Pumping 

station 

No.   3 

325  sec.  ft. 

$300 

15 

10 

150 

350 

$825 

15,000 

450,000 

900,000 

0.183  ct. 


Trans- 
mission 
line 

6,500  kw. 

$100 

5 

10 

40 

300 

$455 


Total 

$1,700 

230 

135 

990 

3,450 

$6,505 

1,800,000 
3,600,000 

0.362  ct. 

0.18  ct. 

78  ct. 
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\y,  30  ft.  The  results  of  last  season's  run  showed  that 
the  kilowatt-hours  generated  at  the  power  plant  were 
almost  exactly  double  the  acre-feet  pumped  one  foot 
high  by  the  pumping  stations;  and  since  one  kilowatt- 
hour  is  equal  to  1.01  acre-feet  one  foot  high,  this  would 
indicate  a  working  eflficiency  from  power  plant  to 
water  delivered  in  the  upper  canals  of  approximately 
50  per  cent.  This  actual  working  efficiency  should  be 
compared  with  the  following  table  of  full  load  effi- 
ciencies, starting  with  the  water  behind  the  dam  and 
working  through  the  system  to  the  water  delivered  in 
the  upper  canals.  The  cost  of  operation  per  acre-foot 
pumped  one  foot  high  given  for  the  various  pumping 
stations  might  be  taken  to  represent  what  a  companv 
would  expect  to  pay  for  operating  expenses,  exclusive 
of  the  cost  of  power  in  a  pumping  station  of  this 
character. 

In  the  table  of  operating  cost  it  has  been  estimated 
that  the  entire  winter  operating  expenses,  including 
fixefl  charges,  will  be  covered  by  the  sale  of  power  and 
that  the  land  under  the  pumping  season  will  not  he 
charged  with  any  standby  expenses  for  the  winter  sea- 
son. In  such  a  system  as  this,  where  a  large  amount 
of  power  is  required  during  the  summer  irrigatiiiL; 
season,  and  none  during  the  winter  season,  the  develo])- 
ment  of  a  winter  load  is  very  desirable,  and  with  this  in 
view,  the  transmission  lines  have  been  extended  to  the 
towns  of  the  Minidoka  Project  and  power  is  these  sold 
for  commercial  purposes.  Extremely  low  rates  are 
offered  for  electric  heating  and  the  use  of  large 
amounts  of  power  for  all  purposes  during  the  wintei 
is  encouraged  in  every  possible  way.  By  furnishing 
power  at  very  low  rates,  especially  during  the  winter 
months,  the  annual  operating  and  maintenance  charges 
against  the  pumping  system  are  reduced  and  the  set- 
tlers on  the  project,  who  have  paid  for  this  work,  have 
the  benefit  of  cheap  light,  power  and  electric  heat. 


THE  VOLTAGE  REGULATOR  AT  NORTH 
TOWER. 

I!V    GEO.     H.     ER.\G(i.' 

In  every  system  of  electrical  distributii  in  there  is 
a  loss  of  energy  and  consequently  a  loss  of  voltage. 
The  voltage  delivered  by  the  power  house  to  the  lines 
decreases  in  value  as  the  distance  becomes  greater, 
depending  in  amount  upon  the  size  of  conductors  and 
load. 

The  commercial  effect  of  this  voltage  loss  is  "poor 
light,"  or  inoperative  induction  apparatus,  and  unless 
some  means  is  employed  to  overcome  it,  the  quality 
of  the  service  is  "poor." 

Four  types  of  voltage  regulators  or  compensators 
are  on  the  market  today,  each  adapted  to  a  particular 
kind  of  work.  ^Vithout  going  into  a  description  of 
them,  they  are  as  follows :  The  induction  type,  the 
step-by-step  or  dial  switch  type,  the  relay  type,  and 
the  synchronous  type. 

The  first  and  second  are  used  principally  on  the 
substation  feeders,  the  third  at  the  power  house  on  the 
generators,  although  they  are  sometimes  used  in  the 
substation  on  synchronous  apparatus,  and  the  fourth 
on  long-distance  transmission  systems. 

'Operation    and    Maintenance    Department,    Pacific    Gas    and 
Electric   Company. 
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The  regulator  at  North  Tower  is  of  the  latter  type. 
In  every  respect  it  is  like  the  revolving-field  generators 
at  the  power  houses.  Its  nameplate  reads  as  follows: 
"S.  K.  C.  System.  Revolving  Field  Alternator.  Serial 
Xo,  1235— Type  144—4400  K.  ^\-.  Three-phase,  60- 
cycle,  11,000  volts,  speed  300  r.p.m." 

A  brief  description  of  the  auxiliary  ap|iaratus 
comprising  the  complete  installation  will  serve  to  ex- 
plain the  illustrations  and  at  the  same  time  assist  in  a 
better  understanding  of  the  operation  of  the  regulators. 
The  110-kw.  motor-generator  set  ser\-es  the  double 
purpose  of  exciting  the  regulator  and  furnishing  power 
to  its  starting  motor.  It  is  driven  by  a  2200-volt  motor 
supplied  by  a  bank  of  35-kw.  transformers,  which  steps 
down  the  station  voltage  from  11,000  to  2200  foi  the 
motor.  The  100-h.p.  direct-current  starting  motor  is 
geared  to  the  shaft  of  the  regulator,  and  it  receives  its 
power  from  the  motor-generator  set,  as  above  stated. 
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In  order  to  place  the  regulator  in  operation  on  the 
transmission  system  the  lOO-h.p.  motor  is  furnished 
with  power,  and  gradually  the  speed  of  the  regulator 
is  increased  from  rest  up  lo  300  revolutions  per  minute. 
At  the  proper  instant  the  main  switch  is  closed  and  the 
regulator  then  continues  to  operate  in  synchronism  at 
the  constant  speed  of  300  revolutions  per  minute,  re- 
ceiving the  power  to  drive  it  from  the  lines.  There  is 
no  further  use  of  the  starting  motor;  therefore,  it  is 
disconnected  from  the  regulator  and  shut  down. 

It  may  be  of  interest  to  describe  here  the  mechan- 
ical connection  between  the  starting  motor  and  the 
regulator.  Bolted  to  the  shaft  of  the  regulator  there 
is  a  large  geir  which  meshes  with  a  pinion  on  the  shaft 
of  the  starting  motor.  This  pinion  is  capable  of  being 
moved  parallel  with  the  axis  of  the  starting  motor 
shaft,  the  key  and  shaft  being  appro.ximatcly  double 
the  width  of  the  pinion.  When  the  motor  has  per- 
formed its  work,  a  lever  is  thrown  over,  and  the  pinion 
is  moved  on  its  shaft  until  it  is  out  of  mesh,  then  by 
opening  the  switch  the  starting  motor  will  come  to  rest. 
The  regulator  is  now  capable  of  regulating  the  line 
voltage;  by  turning  the  hand  wheel  on  the  rheostat  in 
its  field,  the  current  in  its  armature  will  vary.  A  point 
can  be  found  where  the  current  will  be  at  a  minimum, 
and  a  turn  of  the  hand  wh^el  in  either  direction  will 
cause  the  current  to  increase.  Graphically  this  is 
shown  in  Fig.  1. 
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Fig.     1. 

Increasing  the  exciting  current  from  the  minimum 
armature  current  condition  causes  the  regulator  to 
draw  a  leading  current,  which  in  turn  causes  the  volt- 
age to  raise.  Likewise,  decreasing  the  exciting  current 
from  the  minimum  armature,  current  condition  causes 
the  regulator  to  draw  a  lagging  currentr'and  this  cur- 
rent causes  the  voltage  to  lower.  The  straight  line  at 
the  top  gives  an  idea  <if  aljout  the  range  of  the  regu- 
lator. It  shows  a  regulation  of  approximately  ten  per 
cent,  and  for  all  variations  within  this  range  the  line 
voltage  can  l^e  held  constant.  To  make  the  regulation 
automatic  the  rheostat  (.)f  llie  regulator  is  equipped 
with  a  motor  as  shown  in  Fig.  2.  A  change  in   the  line  voltage  from   the  predeter- 

The  motor  is  operated  by  a  relay  switch  which  in  mined  value  causes  the  contact  making  relay  to  move 
turn  is  operated  by  a  contact  making  voltmeter.  The  up  or  down.  This  movement  operates  the  relay  switch, 
wiring  of  this  apparatus  is  shown  in  Fig.  3.  which  in  turn  operates  the  motor  on  the  rheostat. 


-V'oltage    Kegulator. 
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ENTROPY. 

BY  ALEXANDER  MCADIE. 

Many  of  us  read  with  interest  the  discussion  on 
"The  Physical  Meaning  of  Entropy,"  in  the  Journal  of 
Electricity,  Power  and  Gas,  Dec.  3,  1910,  and  succeed- 
ing issues.  Mr.  A.  L.  Menzin's  papers  brought  home 
to  most  of  us  the  fact  that  aside  from  the  mathematical 
concept  of  entropy  as  set  forth  in  the  Clausius  integral 

I  -^  there  was  and  should  be  a  physical  significance 

which  treatises  in   thermodynamics  fail   to  convey  to 
students. 

The  discussion  between  ]\Ir.  Menzin  and  Profes- 
sor Durand  was  in  my  opinion  one  of  the  most  valu- 
able and  enlightening  contributions  to  the  subject  that 
has  yet  appeared  and  should  be  given  wide  publicity. 
Students  of  thermodynamics,  especially  young  men  in 
the  universities,  will  do  well  to  obtain  copies  of  the 
Journal  of  the  dates  mentioned  for  future  reference. 

A\'aste  of  heat  accompanies  every  practical  at- 
tempt to  obtain  work  from  heat.  To  the  engineer  it  is 
all  important  to  have  clear  conceptions  of  heat,  energy, 
waste  of  heat  and  the  process  and  agency  through 
which  transformation  into  motive  power  is  accom- 
plished. 

Mr.  Menzin  defines  entropy  as  a  property  of  mat- 
ter which  determines  the  least  amount  of  heat  which 
must  be  rejected  to  an  external  substance  during  any 
change  of  thermal  state.  It  is  then  the  least  amount 
of  heat  which  must  be  rejected  for  each  and  every  de- 
gree of  the  absolute  temperature  at  rejection.  Pro- 
fessor Durand  while  not  questioning  the  method  em- 
ployed by  Mr.  Menzin,  whereby  the  rejection  of  heat 
or  the  change  of  entropy  backward  is  made  to  equal 
the  change  forward,  insists  that  this  does  not  aid  in 
getting  a  clear  idea  of  the  change  of  entropy  for  a 
simple  heating  and  cooling  process.  He  holds  that  it 
would  be  well  if  all  engineers  would  realize  once  and 
for  all 

'That  from  the  nature  of  things  such  attempts  (to  give  a 
physical  conception  to  entropy)  must  be  futile  and  such  effort 
will  only  result  in  a  labored  and  backhanded  physical  concept 
which  will  be  of  small  value  either  to  physicists  or  engineers." 
The  writer  is  not  an  engineer;  but  only  a  meteor- 
ologist who  while  looking  at  the  clouds  from  day  to 
day,  cannot  fail  to  wonder  at  the  processes  at  work 
in  the  expansion  and  condensation  of  the  water  vapor. 
He  wishes  he  were  an  engineer,  for  to  him  the  clouds 
represent  thermal  engines  and  he  longs  for  the  time 
when  they  will  be  so  studied  and  classified  rather  than 
as  now,  according  to  appearances.  In  considering  warm 
and  cold  cloud  masses  rising  and  falling  and  going 
throught  various  cycles,  entropy  will  be  a  factor  of  im- 
portance. It  is  therefore  necessary  at  the  outset  to 
have  a  clear  conception  of  the  term  "entropy"  not 
merely  as  a  mathematical  abstraction  but  as  a  physical 
condition  of  heat  transfer. 

There  has  just  come  into  his  hands  an  address 
delivered  to  the  Physical  Society  of  London,  Feb.  10, 
1911,  by  Professor' H.  L.  Callendar,  which  contains 
a  discussion  of  the  caloric  theory  of  heat  as  developed 
by  Carnot  in  his  famous  essay  on  the  motive  power 
of  heat  (Paris,  1824).  From  it  the  writer  gains  a 
clearer  conception  of  entropy  and  desires  to  give  others 


the  same  opportunity.  Few  men  are  better  qualified 
than  Professor  Callendar  who  has  spent  many  years 
in  both  experimenting  and  teaching.  The  relations 
between  energy  and  heat,  especially  in  reversible  pro- 
cesses, are  more  clearly  expressed,  Callender  thinks, 
by  the  use  of  Carnot's  conception  of  caloric  than  by 
the  present  kinetic  theory.  "It  einphasizes  the  differ- 
ences," he  says,  "between  reversible  and  irreversible 
transformations  and  directly  provides  the  natural 
measure  of  a  quantity  of  heat  as  distinct  from  a 
quantity  of  thermal  energy." 

In  the  Carnot  equation  W/G  =  F  (t)  or  dw/dt  = 
QF'  (t)  the  Carnot  function  F'  (t)  must  be  the  same 
for  all  substances  and  hence  the  efficiency  is  independ- 
ent of  the  agency  used ;  but  is  a  function  of  the  tem- 
perature limits  only.    In  a  gas  expanding  from  Vo  to  V, 


Q-Rlog 


■  (^>-' 


and    the   difference   of  the   specific   heats   at   constant 
pressure    and    volume   given    by    Sp  —  Sv  =^ 


R 


TF  (t; 

is  independent  of  the  pressure  and  is  the  same  for  all 
equal  volumes  of  all  gases.  Thus  heat  is  measured 
as  caloric  and  temperature  is  measured  on  the  scale 
of  a  gas  obeying  the  law  pv=  RTand  Sv  independent 
of  pressure.  If  VV  be  the  work  produced  from  a  quan- 
tity of  caloric  Q  at  temperature  T  then  W  ^  AQ  (T 
—  To)  which  is  the  correct,  final  solution  of  the  prob- 
lem. 

According  to  Carnot's  theory  it  can  be  assumed 
that  the  motive  power  of  the  caloric  generated  at  any 
temperature,  namely,  AOT.  should  be  equal  to  the 
motive  power  consumed  in  friction.  The  absolute  unit 
of  caloric,  which  may  be  appropriately  called  the  Car- 
not. is  that  quantity  which  is  capable  of  doing  one 
joule  of  work  per  degree  fall.  The  mechanical  equiva- 
lent of  O  Carnots  at  T  Absolute  is  QT  joules. 

From  Carnot's  data  the  work  done  in  a  cycle  per 
gram  of  steain  vaporized  at  100  degrees  C.  per  degree 
fall,  is  0.611  kilogrammeters,  or  nearly  6  joules.  The 
caloric  of  vaporization  is  6  Carnots.  Similiarly  from 
Kelvin's  data  for  the  pressure  required  to  lower  the 
freezing  point  1  degree  C.  the  caloric  of  fusion  of  ice 
is  1.2  Carnots. 

Callendar  refers  to  a  proposed  experiment  where 
steam  at  100  degrees  C.  is  condensed  on  one  side  of 
a  conducting  partition,  while  ice  is  melted  at  0  degrees 
C.  on  the  other.  The  caloric  falls  irreversibly  by  con- 
duction. For  each  gram  of  steam  condensed  or  for 
each  6  Carnots  supplied  at  100  degrees  C,  540/79.5 
grams  of  ice  would  be  melted.  Six  Carnots  at  100  de- 
grees C.  allowed  to  fall  directly  to  0  degrees  C.  by  con- 

540  X  1 .  2        o  ,  -  r-  .      .  r^  A 

duction  produce  — -^^ —  or 8. 1/  Carnots  at  0  degrees 

C.  The  quantity  of  caloric  at  0  degrees  C.  is  greater 
than  that  supplied  at  100  degrees  C.  in  the  proportion 
of  8.17  to  6.  which  is  nearly  the  same  as  the  ratio 
373/273  of  the  absolute  teinperatures.  The  motive 
power  of  the  caloric  at  100  degrees  C.  or  6x373  =  2,238 
joules  is  the  same  as  the  motive  power  of  the  caloric 
found  at  0  degrees  C,  namely,  8.17x273,  =  2,231  joules. 
Professor  Callendar  points  out   that   since  a  quantity 
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of  heat  is  most  directly  measured  as  a  quantity  of 
thermal  energy,  we  have  unconsciously  gotten  the  idea 
that  heat  is  energy  and  that  a  quantity  of  heat  is  com- 
pletely specified  by   its   energy   equivalent. 

He  says, 

"The  absurdity  would  be  at  ouce  apparent,  to  take  an  analo- 
gous case,  if  we  were  to  measure  a  quantity  of  electricity  always 
in  kilowatt-hours.  The  equivalent  energ>'  determines  the  cost 
of  production  and  is  for  many  purposes  the  appropriate  and  suf- 
ficient measure,  but  we  should  fare  very  badly  in  electrical  theory 
without  the  separate  units  of  quantity  in  ampere-hours  and  pres- 
sure in  volts." 

Caloric  then  is  the  "thermod\'namic  function"  of 
Rankine  and  the  "equivalence  value  of  a  transforma- 
tion" of  Clausius,  who  in  1865  finally  gave  it  the  name 
entropy  and  defined  it  as  the  integral  of  dO/T,  or  as 
Callendar  points  out,  much  better  defined  as  .\  in  the 
equation  W  =AQ  (T-T.). 

Callendar  concludes  with  the  statement  that  the 
conduction  of  caloric  is  closely  associated  with  the 
electrons  and  that  the  science  of  heat  would  gain  by 
attaching  a  more  material  conception  to  the  true  meas- 
ure of  a  quantity  of  heat  as  distinguished  from  a  quan- 
tity of  thennal  energy'. 

In  conclusion  the  writer  wishes  to  urge  the  gen- 
eral adoption  of  the  absolute  scale  of  temperature, 
whether  based  on  the  absolute  zero  of  the  gas  ther- 
mometer or  the  absolute  zero  of  heat  according  to 
Kelvin.  He  believes  that  the  use  of  this  scale  and  the 
disuse  of  both  Fahrenheit  and  centigrade  scales  will 
assist  greatly  in  the  forming  of  clearer  conceptions 
of  heat  quantities  and  processes.  While  urging  engi- 
neers to  use  the  one  proper  temperature  scale,  he  is 


not  unaware  of  the  fact  that  it  is  also  incumbent  upon 
meteorologists  and  physicists  to  set  the  example  by 
using  proper  scales  and  units.  In  this  connection  he 
refers  to  a  paper  upon  "New  Units  in  Aero-Physics" 
published  in  the  American  Journal  of  Science,  Octo- 
ber,  1910. 


WHERE  LIGHTNING  STRIKES. 

It  is  shown  that  362  out  of  each  million  buildings 
in  Schleswig-Holstein,  which  has  an  area  of  about 
7,200  square  miles,  are  annually  struck  by  lightning. 
The  number  of  buildings  struck  in  the  open  country 
is  nearly  double  that  struck  in  the  towns.  The  strokes 
were  much  more  frequent  and  the  damage  was  two 
and  one-half  times  as  great  with  buildings  with 
thatched  or  wooden  roofs  as  with  slate  or  metal  roofs. 
The  greatest  damage  occurred  on  the  average  during 
the  last  third  of  July,  the  greatest  number  of  electric 
storms  occurring  during  that  period.  The  greatest 
number  of  electric  discharges  was  observed  between 
4  and  5  o'clock  in  the  afternoon. 

All  kinds  of  trees  were  struck,  but  certain  kinds 
more  frequently  than  others,  depending  upon  the  char- 
acter of  the  bark  and  wood,  which  in  some  cases  fur- 
nish a  poorer  conductor  and  thus  aflford  greater  pro- 
tection than  others.  Poplars  were  most  frequently 
struck.  Of  239  trees  struck  in  15  years,  109  were  pop- 
lars, 26  oaks,  3  linden,  21  ash,  11  fruit,  10  willow,  10 
|)ine.  6  alder,  3  elm,  1  birch,  and  1  beech. 

It  was  observed  that  strokes  were  two  and  one- 
half  titues  more  frequent  in  marshy  than  in  dry  sec- 
tions, and  that  the  frequency  of  strokes  decreased  with 
forest  growth  and  increased  with  its  removal. 
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THE    NEW    YORK-DENVER    TELEPHONE 
CIRCUIT.' 

BY    B.    GHERARDl. 

The  New  York-Denver  circuit  has  a  length  of  a 
little  over  2,000  miles,  that  is,  it  is  more  than  twice 
as  long  as  the  New  York-Chicago  circuits,  which  are 
about  950  miles  long,  and  is  a  little  less  than  twice  as 
long  as  the  New  York-St.  Louis  circuits,  which  are 
about  1,050  miles  long.  Until  the  completion  of  the 
developments  which  have  made  the  New  York-Denver 
circuit  possible,  the  New  York-Chicago  and  New 
York-St.  Louis  circuits  represented  practically  the 
limits  of  long  distance  transmission.  Now  service 
from  New  York  to  Denver  can  be  given  which  is  as 
good  as,  or  even  better  than,  the  service  given  a  year 
or  two  ago  from  New  York  to  St.  Louis  or  Chicago, 
and  this  without  using  any  heavier  wire  than  was  for- 
merly employed.  All  our  old  circuits  from  New  York 
to  Chicago  and  St.  Louis  were  No.  8  B.  W.  G.  wire, 
weighing  435  pounds  to  the  mile.  No  heavier  wire  is 
used  to  get  the  New  York-Denver  service. 

One  of  the  aims  of  Mr.  Vail  is  to  give  universal 
service.  The  first  step  in  the  direction  of  giving  such 
service  is  obviously  to  be  able  to  give  transcontinental 


Diagram    1. 

service — that  is,  a  talk  from  New  York  to  San  Fran- 
cisco. Diagram  1  will  show  how  much  of  a  step  in 
this  direction  has  been  made  since  Mr.  Vail's  wish 
on  this  matter  was  stated  about  two  years  ago.  This 
diagram  shows  what  we  could  do  two  years  ago,  what 
we  can  do  now,  and  how  much  remains  to  be  done  to 
get  to  San  Francisco.  It  was  a  long  step  from  Chicago 
to  Denver.  One  more  step  a  little  longer  will  take  us 
to  San  Francisco. 

Two  years  ago  we  did  not  know  how  to  success- 
fully load  No.  8  circuits ;  how  to  commercially  phan- 
tom No.  8  circuits,  or  how  to  combine  phantoming 
and  loading.  Since  that  time  we  have  found  out  how 
to  do  all  of  these  things,  and  it  is  as  a  result  of  these 
developments  that  the  Denver  circuit  is  a  reality  today. 

Before  explaining  how  each  one  of  these  results 
was  accomplished,  and  the  part  which  each  result  con- 
tributed to  the  achievement  of  talking  from  New  York 
to  Denver,  I  will  describe  the  circuit.  Diagram  2 
shows  in  a  general  way  the  New  York-Denver  circuit. 
From  New  York  to  Morrell  Park  (the  test  station 
just  outside  of  Chicago),  there  are  two  loaded  No. 
8   circuits.      These    are    phantomed,    thus    creating    a 

•Ab.stract  of  paper  read  before  New  York  Telephone  Society. 


third  circuit  and  this  phantom  is  also  loaded.  From 
Morrell  Park  to  Omaha  there  is  a  loaded  No.  8  cir- 
cuit. No  loaded  phantom  has  as  yet  been  provided 
here  because  the  pole  line  did  not  carry  two  No.  8 
circuits  so  located  with  relation  to  each  other  that 
they  could  be  phantomed.  Arrangements  are  being 
made  to  move  a  No.  8  circuit  on  this  line  to  pins 
adjacent  to  the  present  loaded  No.  8  circuit  and  as 
soon  as  this  is  done  a  phantom  will  be  created  from  the 
two  circuits  and  this  phantom  will  also  be  loaded, 
thus  giving  between  Chicago  and  Omaha  the  same 
arrangement  as  now  already  exists  between  New  York 
and  Chicago.  From  Omaha  to  Denver  there  are  two 
No.  8  circuits  which  have  been  phantomed,  thus  cre- 
ating a  third  circuit,  and  the  two  physical  circuits  and 
the  phantomed  circuit  are  all  loaded,  thus  giving  from 
Omaha  to  Denver  the  same  general  circuit  equipment 
as  now  exists  between  New  York  and  Morrell  Park. 

The  circuit  from  New  York  to  Denver,  utilizing 
the  phantoms  where  they  exist  and  including  the  re- 
flection losses  due  to  the  present  irregular  arrange- 
ment, is  equivalent  in  transmission  elificiency  to  about 
30  miles  of  standard  cable.  The  circuit  if  connected 
throughout  on  a  non-phantomed  physical  circuit  over 
the    same   route    is    equivalent    to    about    52    miles    of 

GENERAL  ARRANGEMENT  OF  NE*  YORK  DENVER  CIRCUIT 
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Diagram    2. 

Standard  cable.  When  the  final  arrangement  is  com- 
pleted btween  Chicago  and  Omaha  our  present  esti- 
mate is  that  a  New  York-Denver  connection  on  the 
phantom  will  be  equivalent  to  between  28  and  29  miles 
of  standard  cable.  If  the  circuit  w^re  made  up 
throughout  of  unloaded  No.  8's  it  would  be  equivalent 
to  69  miles  of  standard  cable.  A  No.  8  unloaded  cir- 
cuit from  New  York  to  Chicago  by  the  shortest  route 
is  equivalent  to  about  34  miles  of  standard  cable  from 
test  board  to  test  board.  It  will  thus  be  seen  that  the 
new  circuits  to  Denver  are  better  than  our  old  cir- 
cuits were  to  Chicago.  Not  only  are  they  better,  but 
they  are  cheaper  because  with  the  art  as  it  was  two 
vears  ago  with  four  No.  8  wires  we  could  get  two 
circuits;  now  with  four  No.  8  wires  and  some  coils  and 
insulators  we  get  three  circuits  of  more  than  double 
tiie  transmission  efficiency.  It  is  interesting  to  con- 
>ider  what  results  these  cheaper  circuits  will  accom- 
plish when  used  in  connection  with  the  Chicago  busi- 
ness. The  No.  8  unloaded  circuit  to  Chicago  has  a 
transmission  efficiency  of  34  miles.  By  the  use  of 
telephone  relays  or  repeaters  this  can  be  cut  down  to 
about  22  or  24   miles.     The   efficiency   of   the   No.   8 
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loaded  circuits  from  New  York  to  Chicago  is  equiva- 
lent to  about  17  miles  of  standard  cable.  The  efficiency 
of  the  loaded  phantom  is  equivalent  to  about  15  miles 
of  standard  cable.  As  soon  as  certain  additional 
circuits  via  Pittsburg  are  loaded  and  phantomed,  we 
shall  start  using  the  high-grade  circuits  for  New  York- 
Chicago  business. 

As  I  have  alread}'  stated,  there  are  embodied  in 
the  New  York-Denver  circuit  three  advances  recently 
made  in  the  art,  namely 

Loading  No.  8  circuits. 

Phantoming  No.  8  circuits,  and  combining  loading 
and  phantoming  on  the  same  circuits. 

The  problem  of  loading  No.  8  circuits  was  pri- 
marily a  problem  in  connection  with  the  insulation  of 
the  line  wires.  A  No.  8  circuit  can  be  loaded  with 
the  same  coils  used  on  Xo.  12  circuits  and  these  coils 
would  be  spaced  in  the  same  manner,  that  is,  at  8-mile 
intervals.  It  has  been  a  fact  known  to  us  ever  since 
we  started  to  do  commercial  loading  that  low  insula- 
tion on  a  loaded  circuit  has  a  much  greater  effect  in 
impairing  the  efficiency  of  such  a  circuit  than  the  same 
insulation  has  on  an  unloaded  circuit.  It  has  also 
been  known  that  the  effect  of  low  insulation  on  the 
No.  8  circuits  was  much  more  serious  than  on  the  No. 
12  circuits. 

When  we  first  began  to  load  our  open  wire  cir- 
cuits about  ten  years  ago  it  was  found  that  the  No. 
12  gauge  circuits  which  had  been  loaded  gave  satis- 
factory results  in  dry  weather.  In  wet  weather  the 
results  were  not  so  good,  due  to  the  lower  insulation 
at  such  times,  but  these  results  were  good  enough. 
In  the  case  of  No.  8  circuits,  however,  it  was  found 
that  when  they  were  loaded  the  efTect  of  low  insula- 
tion was  so  serious  in  wet  weather  that  at  such  times 
the  circuit  was  no  better  than  if  it  was  unloaded — 
sometimes  even  worse.  A  system  of  loaded  No.  8 
circuits  could  not,  therefore,  be  considered  satisfac- 
tory, as  it  would  be  a  system  which  part  of  the  time 
would  be  better  than  if  not  loaded  and  part  of  the  time 
worse. 

It  having  been  established  that  a  substantial  im- 
provement would  have  to  be  made  in  the  insulation 
of  No.  8  circuits  in  order  that  they  might  be  success- 
fully loaded,  and  reasonably  uniform  results  obtained 
from  the  loading,  a  study  of  line  insulation  conditions 
was  made  to  determine  what  steps  would  be  neces- 
sary in  order  to  improve  the  line  insulation.  Aside 
from  the  general  insulator  leakage  two  particularly 
weak  points  were  found  in  the  insulation  of  open  wire 
circuits.  One  of  these  was  at  transposition  points. 
Diagram  3  shows  the  arangement  of  the  wires  on  a 
standard  single  pin  transposition.  It  will  be  seen  that 
with  this  arrangement  there  is  a  very  -direct  leakage 
path  from  one  wire  to  the  other  during  wet  weather. 
The  part  of  the  insulator  surface  protected  by  the  pet- 
ticoat is  the  only  part  that  is  of  much  value  during 
wet  weather.  Actual  measurements  showed  that  the 
leakage  on  lines  equipped  with  standard  single  pin 
type  transposition  insulators  was  20  per  cent  greater 
during  wet  weather  than  on  lines  where  the  two  wires 
were  never  allowed  tc  be  on  the  same  pin.  Of  course 
the  old  standard  transposition  which  employed  two 
insulators,    both    of    the     transposition     type,    and    in 


which  the  wires  were  tied  to  both  of  them,  was  just 
twice  as  bad  as  the  single  pin  transposition  already 
discussed.  The  method  of  overcoming  this  difficulty 
was  to  transpose  the  wires  without  bringing  them 
onto  the  same  insulator.  This  is  accomplished  in  the 
manner  shown  in  the  second  part  of  Diagrom  3,  that 
is,  to  employ  the  phantom  transposition  bracket  for 
transposing  a  physical  circuit.  The  same  problem,  of 
course,  arises  when  phantoms  are  involved  and  having 
used  the  phantom  bracket  for  the  transportation  of 
physical  circuits,  something  else  is  required  when 
phantoms   are    involved.        This   arrangement   is   also 


SINCIE  PW  TRANSPOSITION  WITH 
STANDARD  CUSS  INSULATORS 


Diagram    3. 

shown  in  the  diagram.  By  the  means  described  above 
the  transposition  as  a  factor  in  producing  low  insula- 
tion is  eliminated  and  the  transposition  points  are 
made  just  as  good  as  any  other  point  in  the  line. 

Another  point  at  which  it  was  found  that  there 
was  considerable  leakage  was  where,  for  the  purpose 
of  inserting  loading  coils,  connecting  with  a  test  sta- 
tion, or  for  any  other  reason,  the  wires  were  bridled. 
These  places  were  particularly  bad  during  wet 
weather,  especially  after  the  bridle  wire  had  been  in 
service  for  a  short  time  and  had  weathered.  The  path 
of  this  leakage  is  shown  in  part  1  of  Diagram  4.  The 
braid  on  the  bridle  wire  soon  becomes  weathered  and 
when  wet  is  a  fair  conductor.  Leakage  takes  place 
easily  over  the  wet  surface  at  the  end  of  the  rubber 
insulation  and  thence  to  the  wet  braid.  This  diffi- 
culty was  overcome  by  a  very  neat  device  known  as 
a  bridle  wire  insulator.  Part  2  of  the  diagram  shows 
a  picture  of  such  a  bridle  wire  insulator,  and  part  3 
shows  a   cross   section   of   it.     The   two   wires   shown 


June  10,  1911.1 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


509 


ill  connection  with  this  bridle  wire  insulator  extend — 
one  to  the  loading  coil  and  the  other  to  the  lightning 
arrester.  The  adoption  of  this  arrangement  has  com- 
pletely eliminated  low  insulation  at  bridling  points. 

In  addition  to  the  changes  at  transposition  points 
and  at  bridling  points  referred  to  above,  it  was  thought 
desirable  on  the  first  of  these  loaded  No.  8  circuits 
to  use  a  line  insulator  that  would  be  more  efficient 
than  our  standard  glass  insulator.  After  a  careful 
study  of  insulator  design  and  insulator  materials,  it 
was  decided  to  try  on  these  circuits  a  double  petti- 
coated  porcelain  insulator.  Tests  on  these  insulators 
extending  over  a  period  of  several  years  have  shown 
that  the  new  insulator  is  several  times  as  good  in  wet 
weather  as  the  standard  insulator.  Part  of  this  im- 
provement is  due  to  the  design  of  the  insulator.  Some 
is  attributed  to  the  use  of  porcelain.  An  objection  to 
these  insulators  is  that  they  are  not  so  easy  to  manu- 
facture uniformly,  and  that  each  insulator  must  be 
inspected,  whereas  with  glass  insulators  they  may  be 
inspected  by  sample.  These  porcelain  insulators  also 
cost  considerably  more  than  glass  insulators. 


■  ■] 


Part    1. 


Part    2. 

Diagram    4, 


Part   3. 


As  a  result  of  applying  the  improvements  de- 
scribed above  to  our  No.  8  circuits,  it  has  been  found 
by  measurements  and  tests  extending  over  a  long  per- 
iod that  the  line  insulation  was  at  all  times  sutTiciently 
good  to  warrant  the  loading  of  No.  8  circuits. 
Phantoming  No.  8  Circuits. 

The  problem  of  the  phantoming  of  No.  8  circuits 
is  one  in  phantom  repeating  coil  design.  To  meet  the 
special  conditions  existing  in  connection  with  the 
phantoming  of  loaded  No.  8  circuits  as  used  in  our 
plant,  it  was  desirable  that  apparatus  should  be  de- 
veloped of  the  highest  possible  transmission  efficiency. 
In  order  to  do  this  the  ringing  efificiency  of  the  phan- 
tom coil  was  sacrificed  and  special  means  for  ringing 
through  these  coils  had  to  be  adopted.  In  this  way 
and  by  specially  designing  a  coil  to  meet  the  circum- 
stances of  these  circuits,  coils  that  were  suitable  were 
developed.  The  manner  in  whicli  these  coils  are  used 
in  phantoming  a  circuit  is  shown  in  Diagram  5. 

Up  to  very  recently,  while  we  knew  how  to  phan- 
tom ordinary  circuits,  it  was  impracticable  to  phan- 
tom loaded  circuits  because  the  loading  coils  so  un- 
balanced the  phantom  and  so  increased  its  effective 
resistance  that  a  phantom  circuit  created  out  of  loaded 
circuits  could  neither  be  made  quiet  nor  made  efficient 
from  a  transmission  standpoint.  This  problem  is  one 
of  loading  coil  design.  Such  coils  were  devised  and  are 
now  in  successful  use  on  the  New  York-Denver  circuit. 


The  phantom  produced  in  this  manne^-  is,  how- 
ever, not  loaded.  It  is,  of  course,  desirable  to  load 
the  phantoni  in  order  to  obtain  the  benefits  of  im- 
proved transmission  on  this  circuit  also.  To  do  this 
another  coil  was  devised,  the  windings  of  which  were 
so  arranged  that  they  would  introduce  inductance  in 
the  phantom  circuit  without  affecting  the  side  cir- 
cuits. 

An  important  piece  of  work  which  it  was  neces- 
sary to  carry  on  in  parallel  with  the  work  dealing  with 
the  wire  plant,  was  the  development  on  a  satisfactory 
cord  circuit  to  be  used  with  these  very  efficient  loaded 
lines.  Very  successful  results  have  been  obtained  in 
this  direction,  and  a  cord  circuit  has  been  devised  on 
which  the  transmission  losses  are  almost  negligible. 
With  the  new  cord  circuits  the  loss  brought  in  on  the 
New  York-Denver  circuit  by  the  two  terminal  cords 
at  the  toll  switchboards  at  New  York  and  Denver  and 
the  two  intermediate  cords  at  Morrell  Park  and  Omaha 
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Diagram    5. 

is  only  0.3  miles  of  cable.  With  the  old  type  of  cord 
circuit  these  losses  were  substantially  greater.  The 
losses  with  the  old  cord  circuits  were  equivalent  to 
making  the  line  from  New  York  to  Den\'er  300  miles 
longer  than  with  the  present  arrangement. 

While  the  foregoing  touches  upon  the  engineering 
work  necessary  to  successfully  construct  a  circuit 
which  would  operate  from  New  York  to  Denver,  an- 
other series  of  problems  arose  from  the  fact  that  we 
have  not  now  and  could  not  for  many  years  expect  to 
have  traffic  sufficient  to  justify  three  or  even  one 
through  circuit  from  New  York  to  Denver.  Plans 
were  worked  out  by  which  at  certain  points  one  or 
both  of  the  physical  circuits  could  be  cut  and  made 
available  for  way  connections  without  interfering  with 
the  use  of  the  phantom  on  a  through  connection.  Such 
arrangements  are  used  at  several  points  along  the  cir- 
cuit. At  other  points  the  physical  circuits,  and  also 
the  i)liantom,  are  terminated  and  are  available  for  con- 
nection to  any  other  circuits  in  the  usual  manner. 

Each  of  the  various  functions  which  we  have 
caused  these  four  wires  to  perform  by  the  arrange- 
ments described  above  have  been  obtained  in  such  a 
manner  that  no  one  of  them  substantially  interferes 
with  the  others.  The  maintenance,  however,  of  the 
circuits — particularly  of  the  phantom — is  not  an  easy 
proposition,  and  requires  considerable  skill  on  the  part 
of  those  responsible  for  it. 
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Garl)led  press  accounts  of  several  distressing  elec- 
trical accidents  are  causing  much  unjust  criticism  of 
the  power  companies.    Electricity  is 
Electrical  mysterious  enough  without  ascrib- 

Accidents  ing  to  it  properties  which  exist  only 

in  the  disordered  brain  of  a  reporter 
inexcusably  ignorant  of  the  fundamental  characteristics 
(jf  commercial  electrical  phenomena,  \^'hether  gov- 
erned by  accident  or  by  intention,  an  electric  current 
obeys  fixed  mathematical  laws  whose  conditions  are 
followed  in  the  design  of  electrical  systems  built  for 
maximum  efficiency,  which  means  the  least  possibility 
of  disaster. 

Every  man  who  has  any  business  around  a  power 
svstem  or  where  he  can  touch  live  wires  knows,  or 
ought  to  know,  that  if  he  places  his  body  either  directly 
or  in  metallic  connection  between  two  points  where 
there  is  a  difference  of  potential,  a  current  will  flow 
between  these  points.  According  to  Ohm's  law  if  the 
difference  of  potential  is  suft'icient  and  the  resistance 
of  the  body  (which  varies  somewhat,  depending  upon 
the  length  of  the  path  traversed  and  the  nature  and 
condition  of  the  contacts)  low  enough  to  allow  about 
one-half  an  ampere  to  pass  through  a  vital  part,  the 
result  will  generally  be  fatal.  If  the  current  flow  is 
the  result  of  an  extreme  potential  difference,  such  as 
a  direct  ground  connection  from  a  60,000-volt  circuit, 
a  much  larger  current  than  that  which  is  necessarily 
fatal  may  flow  and  it  is  those  currents  of  high  density 
which  cause  the  severe  burns  often  accompanying 
these  accidents.  ^lany  freak  accidents  are  recorded 
where  the  victim  has  been  fearfully  burned  and  yet  has 
survived.  These  are  in  no  way  due  to  electrical 
peculiarities,  but  to  the  means  of  contact  or  other 
extraneous  conditions.  For  instance,  examples  have 
been  known  where  the  victim,  while  perspiring  freely, 
has  formed  a  conductor  for  a  short-circuit  in  which  the 
entire  current  passed  over  the  body  surface,  which 
offered  a  much  lower  resistance  to  the  passage  of  the 
current  than  the  skin  at  the  points  of  contact. 

To  so  cover  all  live  circuits  that  human  contact 
could  not  be  made,  even  if  intentionally  attempted,  would 
be  impracticable,  and  to  provide  for  all  unforeseen 
accidents  would  be  impossible.  As  a  matter  of  record, 
accidents  of  this  sort  have  invariably  occurred  through 
events  so  unusual  or  unforeseen,  that  blame  could  not 
be  attached  to  the  operating  company  and  in  most 
cases  the  probability  of  repetition  would  be  most 
remote.  On  the  other  hand  the  contributory  cause  is 
generally  carelessness  or  thoughtlessness  on  the  part 
of  the  victim. 

It  is  slight  satisfaction  to  one  who  may  survive  or 
to  the  loved  ones  who  may  be  left  behind,  that  a 
mumentary  abberation  of  attention  has  earned  such  a 
punishment.  These  attributes  are  a  manifestation  of 
the  undeveloped  part  of  human  nature.  Here  then  is 
where  the  improvement  must  be  made.  We  have 
learned  not  to  place  our  head  in  a  furnace  to  observe 
the  fire  or  to  stand  on  the  track  before  an  approaching 
train,  and  we  must  remember  that,  live  or  dead,  elec- 
trical circuits  appear  the  same,  it  is  foolhardy  to  take 
any  chance;  if  the  body  by  contact  forms  a  path  of 
least  resistance  between  points  having  potential  dif- 
ference a  current  will  flow. 
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PERSONALS. 

A.  H.  Woodbine,  an  engineer  of  Los  Angeles,  is  at  San 
Francisco. 

C.  N.  Black,  general  manager  of  the  United  Railroads  of 
San  Francisco,  is  visiting  New  York  and  other  Eastern  cities. 

H.  A.  Lardner,  manager  of  J.  G.  White  &  Co.'s  Pacific 
Coast  branch  office,  is  making  a  trip  to  the  firm's  New  York 
office. 

S.  L.  Stovall,  assistant  to  John  Coffee  Hays,  general  man- 
ager of  the  Mt.  Whitney  Power  Company  of  Visalia,  is  at  San 
Francisco. 

J.  P.  Poindexter,  manager  of  the  Pacific  Gas  &  Electric 
Company's  system  at  Marysville,  was  at  San  Francisco  during 
the  past  week. 

J.  G.  Anderton,  manager  of  the  Sierra  &  San  Francisco 
Power  Company's  Tuolumne  division,  has  returned  to  Sonora 
from  San  Francisco. 

Wynn  Meredith,  manager  of  Sanderson  &  Porter's  Pacific 
Coast  branch,  has  just  returned  to  his  San  Francisco  office 
from   British   Columbia. 

E.  v.  D.  Johnson,  general  manager  of  the  Northern  Cali- 
fornia Power  Company,  with  headquarters  at  Redding,  was  at 
San  Francisco  this  week. 

C.  E.  Grosbeck,  one  of  the  vice-presidents  of  H.  M. 
Byllesby  &  Co.,  who  recently  returned  from  a  trip  to  the 
Hawaiian  Islands,  is  at  Portland,  Ore. 

T.  E.  Bibbins,  assistant  manager  of  the  General  Electric 
Company's  San  Francisco  office,  has  returned  to  San  Francisco 
after  visiting  the  factory  at  Schenectady,  N.  Y. 

W.  L.  W.  Curl,  the  California  State  Secretary  of  the  Na- 
tional Association  of  Stationarry  Engineers,  attended  the  con- 
vention of  the  organization  at  San  Francisco  during  the  past 
week.  -I  J 

L.  H.  Baldwin,  with  the  Pacific  Coast  branch  office  of  the 
Kellogg  Switchboard  &  Supply  Company,  has  returned  to  San 
Francisco,  after  a  trip  through  Northern  California  and  South- 
ern Oregon. 

J.  W.  White  of  the  San  Francisco  office  of  the  Fort 
Wayne  Electric  Works,  is  making  an  extensive  tour  of  the 
Nevada  and  Northern  California  mining  camps,  in  the  inter- 
ests of  electric  rock  drills  and  other  apparatus. 

F.  F.  Barbour  assistant  to  the  president  of  the  Pacific 
Gas  &  Electric  Company,  has  just  returned  to  San  Francisco 
from  an  extended  tour  of  Central  and  Northern  California, 
where  the  corporation  has  numerous  electric  power  plants. 

Thomas  Mirk,  of  Hunt,  Mirk  &  Co.,  spent  the  past  week 
at  San  Diego,  in  connection  with  the  work  of  remodeling  and 
increasing  the  capacity  of  the  San  Diego  Electric  Railway 
Company's  power  plant,  which  is  progressing  rapidly. 

Harry  Leavitt,  a  popular  engineer,  who  was  for  a  number 
of  years  on  Atlantic  steamers  and  more  recently  in  charge  of 
power  plants  in  the  Fairmont  Hotel  and  elsewhere,  has  suc- 
ceeded Chief  Engineer  Richards  in  the  Monadnock  Building, 
San  Francisco. 

P.  C.  Barrington  has  resigned  as  president  and  manager 
of  the  Columbian  Electric  Company  of  St.  Joseph,  Missouri, 
to  become  manager  of  the  lighting  department  of  the  St.  Jo- 
seph Railway,  Light  &  Power  Company.  His  holdings  have 
been  taken  over  by  W.  R.  Thomas,  his  business  partner. 

John  R.  Freeman,  a  consulting  engineer  of  New  York, 
is  on  his  way  to  San  Francisco  to  assist  in  tabulating  the 
data  on  the  value  of  the  Spring  Valley  Water  Company's 
properties  for  the  Board  of  Public  Works.  The  company's 
latest  selling  price  is  said  to  be  about  $41,000,000. 


N.  A.  S.  E.  CONVENTION. 

The  eighth  annual  California  State  convention  of  the 
.\ational  Association  of  Stationary  Engineers  opened  at  San 
Francisco  Tuesday  June  6th.  Forty-four  delegates  had  been 
elected  and  there  was  thus  a  full  representation  of  the  900 
engineers  composing  the  six  associations  in  the  State  of  Cali- 
fornia. 

The  following  resolution  was  adopted  at  the  opening  on 
June  6th:  "Resolved,  that  the  eighth  annual  California  State 
Association  in  convention  assembled,  that  members  of  this 
association  shall  remain  absolutely  neutral  in  any  controversy 
between  employers  of  engineers  and  engineers  themselves." 

On  Tuesday  night  a  theatre  party  at  the  Orpheum  was 
attended  by  a  large  party  of  delegates  and  their  ladies. 

On  Wednesday  a  business  session  was  held  at  the  Mer- 
chants' Exchange  building  at  3  p.  m.  A  sight-seeing  automo- 
bile ride  was  given  to  the  ladies  at  10  a.  m.  and  luncheon  at 
Union  Square  Hotel  upon  return. 

On  Thursday  night  a  dinner  party  was  given  at  the  Union 
Square  Hotel. 

On  Friday  morning  a  trip  was  taken  about  the  bay  on  the 
U.  S.  steamer  General  Mifflin. 

David  Brian  of  Los  Angeles  was  elected  president  for  the 
ensuing  year,  succeeding  Herman  Nothig. 

State  Secretary  W.  T.  W.  Curl  says  that  the  Los  Angeles 
association  has  444  members,  with  prospects  of  rapid  growth, 
making  it  the  second  in  numbers  in  the  United  States. 
Chicago  No.  1  is  the  largest,  with  over  500  members,  and 
San  Francisco  has  a  total  of  350  members  in  its  two  associa- 
tions. There  is  no  doubt  that  Oakland  and  Sacramento  will 
both  form  associations  soon  after  this  convention. 


TRADE   NOTES. 

The  name  of  the  "Pacific  Miner"  of  San  Francisco  has 
been  changed  to  "The  Mining  and  Metallurgical  Journal." 

An  order  for  two  1000-kw.  synchronous  motor-generator 
sets  was  recently  received  by  the  Westinghouse  Electric  & 
Manufacturing  Company,  East  Pittsburg,  Pa.,  from  the  San 
Francisco  Gas  &  Electric  Company,  of  San  Francisco,  Cal. 

The  "California  Derrick"  of  May  25,  1911,  contains  a  val- 
uable article  by  Paul  W.  Prutzman  on  "A  Continuous  Topping 
Plant,"  this  being  one  of  a  long  series  of  a  discussion  of  the 
problems  of  oil  refining  by  Mr.  Prutzman  and  Professor  Ed- 
mund O'Neil. 

The  Westinghouse  Electric  &  Manufacturing  Company, 
East  Pittsburg,  Pa.,  recently  received  from  the  Seattle-Everett 
Traction  Company,  Bellingham,  Wash.,  an  order  which  calls 
for  a  quadruple  equipment  of  No.  304  railway  motors  with  the 
new  HL   (Non-Automatic)   Unit  Switch  Control. 


ELECTRICAL    CONTRACTORS    MEETING. 

The  electrical  contractors  of  California  are  busy  preparing 
lor  their  State  Convention,  which  takes  place  at  Santa  Cat- 
alina  Island  in  July.  A  special  rate  good  for  thirty  days  has 
been  obtained  for  the  contractors  and  their  friends.  The 
contractors  will  be  entertained  by  the  Los  ."Xngeles  con- 
tractors and  will  go  into  camp  at  the  Island  with  quite  a  large 
body.  There  being  in  the  California  State  Association  of 
Electrical  Contractors  about  200  members,  coming  from  San 
Francisco,  San  Jose,  Sacramento,  Stockton,  Eureka,  Oakland, 
Los  Angeles,  Palo  Alto,  Bakersfield,  Fresno,  Santa  Barbara, 
Los  Aangeles,  Palo  Alto,  Bakersfield,  FVesno,  Santa  Rosa 
and  San  Rafael.  All  members  of  the  building  crafts  are  in- 
vited to  take  advantage  of  the  excursion;  information  can  be 
obtained  from  officers.  The  officers  are  W.  S.  Hanbridge, 
San  Francisco  District;  H.  B.  Woodill  of  Los  Angeles,  first 
president;  F.  V.  Meyers,  secretary;  L.  R.  Boyton  director  for 
vice  president;  Carl  Heilbron  of  San  Diego,  second  vice  pres- 
ident; John  Rendler  of  Los  Angeles,  director  for  Los  Angeles 
district  and  in  charge  of  the  entertainment. 
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993,427.  Reinforced^Concrete  Pole.  Edward  L.  Williams, 
Igerna,  Cal.  A  reinforced  concrete  pole  comprising  a  plurality 
of  sections,  each  section  being  composed  of  reinforced  con- 
crete and  provided  with  an  integral  socket  at  one  end  and 
an  integi'al  concrete  plug  at  the  other  end,  a  reinforcing  ele- 


ment disposed  longitudinally  of  the  section  and  extending  into 
said  plug  at  one  end  and  into  the  walls  of  the  socket  at  the 
other  end  and  looped  back  upon  itself  in  said  plug  and  in 
the  walls  of  said  socket,  and  means  disposed  through  the  in- 
tegral plugs  and  sockets  to  lock  the  sections  together  to 
form  an  integral  structure,  substantially  as  described. 

994,100.  Process  of  Breaking  up  and  Separating  the  Gas- 
eous Liquid  and  Solid  Constituents  of  Crude  Petroleum.  Linus 
W.  Brown,  Monrovia,  Cal.:  George  Francis  Brown  and  Daisy 
I.ucretia  Brown  Condon,  executors  of  said  Linus  W.  Brown, 
deceased.  The  described  process  of  treating  the  species  of 
crude  petroleum  obtained  from  oil  wells  in  the  State  of  Cali- 
fornia, for  the  purpose  of  separating  the  solid  liquid  and  gas- 


eous constituents  from  the  oil  proper,  which  consists  in  pass- 
ing the  crude  oil  in  its  emulsified  condition  alpng  with  steam 
through  a  common  conduit,  whereby  they  are  tlioroughly  in- 
termingled and  the  emulsion  is  broken  up,  and  then  allowing 
the  steam  and  other  gases  to  escape  and  discharging  the  solid 
and  liquid  products  into  a  hot-water  tank  wherein  the  elements 
are  completely  segregated  as  described. 

993,768.  Liq^iid-Fuel  Burner.  James  E.  Dunkley,  Los 
.Angeles,  Cal.  A  liquid  fuel  burner,  comprising  an  elongated 
approximately  cylindrical  mLxln.g  chamber  having  logitudinal 
depressions  in  Its  outer  side  walls  and  having  discharge  slots 
in  Its  outer  side  walls  extending  both  above  and  below  the 
depressions,  the  bottom  walls  of  the  depressions  being  imper- 


lorated,  a  mixing  tube  extending  from  one  end  to  a  point  near 
the  center  of  the  mixing  chamber  along  its  under  wall,  the 
mixing  tube  extending  slightly  into  the  mixing  chamber,  a 
.t;enerating  tube  in  the  said  depressions  and  adapted  to  form 


a  passage  around  the  sides  and  rear  end  of  the  chamber,  an 
inlet  valve  adapted  to  control  the  admission  of  fluid  to  one 
end  cf  the  tube,  means  connected  to  the  tube  on  the  other  end 
for  injecting  the  generated  vapo,-  into  the  forward  end  of  the 
air  tube. 

993,975.  Telephone-Support.  Charles  E.  Flynn,  Vale  Ore. 
The  combination  of  a  desk  telephone  set,  a  sleeve-shaped  grip 
encircling  and  movable  longitudinally  of  the  handle  of  the 

7 


telephone,  and  an  upwardly-extending  member  rising  from  the 
top  of  the  sleeve  and  having  means  connecting  with  the  re- 
ceiver fork  to  actuate  the  same  by  the  relative  movement  be- 
tween the  grip  and  telephone. 

993480.  Boiler.  Samuel  M.  Walker,  Los  Angeles,  Cal. 
A  boiler  comprising  a  cylindrical  casing,  a  closed  fire  box 
f(U-med  of  approximately  rectangular  hollow  side  and  end 
sections,  extending  from  the  base  to  a  point  about  half  way 
u|)  the  sides  and  ends  of  the  cylindrical  casing,  means  for 
securing  the  side  sections  together,  means  for  securing  the 
end  sections  to  the  side  sections,  pipes  and  couplings  connect- 


ing  the  side  sections,  pipe  and  couplings  connecting  the  end 
sections  to  the  side  sections,  a  supply  pipe  connected  with 
tlie  forward  end  section,  pipes  and  couplings  connecting  the 
side  and  end  sections  with  the  cylindrical  casing,  an  arched 
cover-plate  resting  on  the  top  of  the  rear  side  sections  and 
against  the  rear  end  of  the  cylindrical  casing,  and  means  for 
.=^iipporting  the  rear  end  of  the  cylindrical  casing  upon  the  rear 
side  sections. 
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INDUSTRIAL 


O-B  THERMO  BONDING  PROCESS. 
This  is  a  simple,  economical,  rapid  and  effective  method 
bj  which  the  terminals  of  standard  O-B  all  wire  compressed 
terminal  rail  bonds  can  be  soldered  to  the  rails  after  being 
compressed  by  the  O-B  compressor  in  the  ordinary  way,  thus 
combining  the  great  permanent  conductivity  afforded  by  sol- 
dering both  head  and  stud  of  the  terminal  with  the  well-known 
mechanical  strength  and  positive  aijplicaflon  olitained  by  coni- 
jiression. 


obtained  will  be  maintained  without  depreciating  for  an  ex- 
tremely long  period  of  time  under  service  conditions. 

This  filling  in  of  the  solder  will  remedy  careless  work  on 
the  part  of  the  compressor  gang  where  the  bonds  have  not 
been  compressed  to  the  full  extent  (a  not  unusual  occurrence) 
and  thus  make  a  permanently  good  joint  out  of  the  one  that 
would  inevitably  soon  lose  all  conductivity  due  to  corrosion. 

This  process  is  equally  effective  for  both  new  bonding 
and  rebonding  work. 
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Applying    the    Solder. 


The  extra  tool  equipment  and  materials  required  are  sim- 
ple and  low  in  cost.  The  entire  o|)eration  can  be  performed 
by  one  man  in  a  very  few  min\ites  and  it  has  been  found  pos- 
sible to  apply  bonds  by  this  process  on  roads  having  a  two- 
minute  headway  without  delaying  the  traffic. 

The  process  consists  of  heating  the  bond  terminal,  after 
compression,  and  the  adjacent  web  of  the  rail  practically 
instantaneously,  independent  of  cold  or  windy  weather  condi- 
tions, by  a  chemical  reaction.  The  heat  produced  is  so  con- 
centrated that  while  the  terminal  and  the  adjacent  web  are 
quickly  brought   to  a  soldering  heat  the  ball  of  the  rail   re- 


Fig.  4.     Showing  Application  ot  Process. 

mains  so  cool  that  the  hand  can  he  laid  upon  it  while  the 
soldering  is  being  done  so  that  no  injury  to  the  rail  or  to  the 
body  of  the  bond  can  possibly  result.  The  solder  enters  at 
"C,"  Fig.  4,  under  the  shoulder  "B"  of  the  terminal  and  firmly 
unites  the  entire  shoulder  "B"  to  the  web  of  the  rail,  forming 
a  fillet  at  "C"  and  thus  positively  sealing  the  joint  against  the 
entrance  of  moisture  between  the  head  of  the  bond  and  the 
web  of  the  rail  and  uniting  the  compressed  portions  of  the 
terminal  to  the  annular  walls  of  the  hole  in  the  rail. 

The  result  is  a  greatly  increased  permanent  contact  area 
(B)  and  the  positive  sealing  of  the  entire  joint  against  moist- 
ure and  corrosion  so  that  the  initial  high  conductivity  thus 


A  number  of  the  most  expert  bond  men  in  the  country 
have  made  trial  installations,  using  this  process,  and  have 
made  tests  extending  over  a  long  period  of  time  of  the  results 
obtained  as  compared  to  compressed  terminal  bonding  with- 
out this  process  and  without  exception  the  verdict  has  been 
that  the  increased  permanent  efficiency  due  to  the  O-B  thermo 
bonding  process  is  remarkable  to  say  the  least. 

Complete  instructions  for  using  this  process  will  be  sent 
to  ijroper  parties  on  application  and  The  Ohio  Brass  Co.  of 
Marsfield,  Ohio,  would  be  glad  to  have  their  representatives 
make  trial  demonstrations  on  the  tracks  of  companies  who 
are  in  the  market  for  rail  bonds. 

The  Ohio  Brass  Co.  has  broad  patents  covering  the  pro- 
cess and  its  use  is  strictly  limited  thereby  to  the  applica- 
tion of  rail  bonds  furnished  by  that  company  only.  The  use 
of  this  process  in  applying  bonds  other  than  those  supplied 
by  The  Ohio  Brass  Co.  will  constitute  an  infringement  and  be 
prosecuted  by  them  as  such. 


NEW  LUMINOUS  ARC  HEADLIGHTS. 

The  luminous  magnetite  arc  which  already  has  revolu- 
tionized street  lighting  systems  is  employed  to  great  advan- 
tage in  the  new  line  o.f  arc  headlights  for  electric  cars,  de- 
veloped by  the  General  Electric  Company.  There  are  eight 
styles  available,  the  different  styles  being  specially  designed 
to  satisfy  all  the  requirements  and  operating  conditions  ob- 
taining in  suburban,  interurban  and  mining  electric  railways. 
All  styles  operate  on  the  same  principle,  but  differ  in  the  de- 
tails of  construction  and  equipment  necessai-y  to  furnish  the 
character  of  illuiuination  most  suitable  for  the  various  classes 
of  service. 

The  mechanism  is  arranged  to  maintain  an  arc  of  fixed 
length  at  the  focus  of  the  reflector,  without  requiring  the 
motorman  to  make  any  electrode  adjustments  whatever.  Fur- 
thermore, the  well  known  characteristic  of  the  luminous  arc, 
to  emit  a  reduced  amount  of  light  under  reversed  polarity  of 
the  electrodes,  is  utilized  for  dimming  the  headlights  when 
operating  within  the  limits  of  cities,  towns  and  other  popu- 
lous districts.    This  feature  is  distinctly  novel  in  the  manipula- 
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tion  of  arc  headlights,  and  completely  eliminates  the  use 
of  antiquated  mechanical  screens  and  other  inconvenient 
methods. 

It  is  recognized,  however,  that  dimming  by  means  of  aux- 
iliary incandescent  lamps  is  satisfactory  and  preferred  by 
some  railway  companies.  Therefore,  several  styles  are  equip- 
ped with  one  or  more  standard  16  c.p.  110-volt  incandescent 
lamps,  connected  in  series  with  a  suitable  resistance  for 
operation    across    the    nominal    railway    potential. 

The  headlights  for  suburban  cars  operating  on  tracks 
having  many  curves  and  intersected  by  numerous  roadways 
are  equipped  with  parabolic  reflectors  of  polished  metal,  for 
furnishing  a  broad  fan  of  light  which  extends  directly  from 
the  head  of  the  car  and  50  ft.  on  each  side  to  a  distance  of 
about  1200  or  1500  ft.  along  the  track.  This  character  of  il- 
lumination enables  the  motorman  to  see  to  some  extent  around 
curves,  and  also  to  detect  the  presence  of  pedestrians  or  ve- 
hicles approaching  at  right  angles  to  the  track.  These  head- 
lights are  provided  with  efficient  heat  resisting  glass  doors, 
which  effectually  protect  the  arc  from  draughts,  and  are 
equipped  with  spherical  chimneys  or  shields  for  cutting  off  the 
objectionable  side  rays. 

Where  curves  and  intersecting  roads  are  less  numerous, 
and  the  cars  operate  at  higher  speeds,  headlights  equipped 
with  mangin  mirror  reflectors  are  found  very  satisfactcry. 
The  mangin  mirror  furnishes  a  more  concentrated  beam  of 
greater  iienetrating  power  than  that  of  the  parabolic  re- 
flector, and  for  satisfying  the  requirements  of  high  speed 
suburban  and  interurban  service  it  lies  between  the  para- 
bolic reflector  styles  and  those  equipped  with  semaphore 
lenses. 

The  latter  are  especially  designed  for  high  speed  interur- 
ban cars  operating  on  lines  having  long  tangents.  They  fur- 
nish a  brilliant  beam  of  practically  parallel  rays,  projected 
to  a  distance  of  about  2000  ft.  ahead  of  the  car.  Since  an 
interurban  limited  traveling  at  60  miles  an  hour  can  be 
brought  to  a  stop,  by  good  braking,  within  a  distance  of 
about  1800  ft.,  these  headlights  afford  an  ample  factor  of 
safety  at  the  highest  probable  operating  speeds. 

The  semaphore  lens  is  of  the  moulded  plano-convex  type. 
It  consists  of  a  series  of  circular  sections  arranged  to  give 
the  best  optical  effect,  and  combines  great  strength  with 
minimum  weight.  Its  depth  of  focus  enables  it  to  be  placed 
sufficiently  far  from  the  electrodes  so  that  it  is  not 
affected  by  the  heat  of  the  arc.  These  headlights  also,  are 
arranged  for  in-town  dimming  either  by  the  reversed  polarity 
method,  or  by  means  of  auxiliary  incandescent  lamps. 

In  all  styles  of  headlights  the  positive  electrode  con- 
sisting of  a  stationary  copper  forging  sheathed  in  a  shell 
of  non-oxidizable  metal,  has  a  life  of  2000  to  3000  hours.  The 
negative  electrode,  consisting  of  a  tube  of  thin  welded  steel 
containing  the  mixture  of  iron  oxide  and  other  substances 
required  for  forming  the  luminous  arc,  has  a  life  of  60  to  80 
hours.  The  low  rate  of  consumption  of  the  electrodes 
serves  to  maintain  the  arc  at  the  focus  of  the  reflector  and  to 
keep  it  within  safe  voltage  limits,  without  requiring  the 
motorman  to  make  any  electrode  adjustments.  Furthermore, 
since  the  light  of  the  luminous  arc  emanates  from  the  entire 
arc  stream  composed  of  the  highly  incandescent  vapors  from 
the  negative  electrode,  these  headlights  are  much  more  effi- 
cient than  those  employing  carbon  arcs  in  which  the  source 
of  light  is  limited  to  the  incandescent  tips  of  the  carbons. 

Unless  otherwise  ordered,  all  headlights  are  arranged  to 
operate  on  a  nominal  railway  potential  of  550  volts  with  an  80 
volt  arc  and  a  current  of  4  amperes.  The  difference  between 
the  line  and  arc  potentials  may  be  controlled  by  resistances 
or  by  incandescent  lamps.  In  the  latter  case  the  incandescent 
lamps  can  be  acceptably  uMlized  for  lighting  the  interior  of 
the  car  and  the  wiring  can  be  easily  arranged  to  permit  of  the 
interior  lamps  remaining  lighted  whenever  the  headlights  are 
turned  either  on  or  off. 


THE   WESTINGHOUSE   NURSERY   MILK   WARMER. 

With  the  Westinghouse  electric  nursery  mill;  warmer  a 
bottle  full  of  infants'  food  will  be  heated  to  the  right  tem- 
perature for  the  baby,  in  three  minutes  after  the  switch  is 
turned  on.  Although  intended  primarily  for  heating  infants' 
food,  the  milk  warmer,  without  the  bottle,  can  be  used  for 
heating  or  boiling  any  liquid  and  is  convenient  for  heating 
water,  for  the  sick  room,  for  shaving,  and  for  similar  pur- 
poses. The  water  vessel  holds  about  a  pint  and  this  quantity 
of  water  can  be  raised  to  the  boiling  point  in  about  six 
minutes. 

A  heater  of  the  '\\'estinghouse  cylindrical  Immersion  type 
is  used.  When  in  use,  the  heater  is  wholly  submerged  in  the 
water  to  be  heated.  All  of  the  heat  developed  in  the  heater 
must,  therefore,  be  transmitted  to  the  water.  The  heating 
element  (resistor)  is  hermetically  sealed  within  the  walls 
of  the  copper  jacket  forming  the  heater  and  is  thus  effectually 
protected  against  oxidization.  The  heater  has  an  indefinite 
length  of  life  if  operated  on  normal  voltage. 
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K.xploiieil    View    of   Nursery   Milk   Warmer. 

By  merely  turning  it  to  a  pcsition  where  a  slot  in  the 
rim  permits  of  its  being  taken  out.  the  heater  can  be  re- 
moved from  the  water  vessel.  All  parts  are  accessible  for 
easy  cleaning  as  indicated  in  the  illustration. 

A  nursery  bottle  and  nipple  of  Hygia  manufacture  are 
supplied  with  each  warmer.  While  being  heated,  the  bottle 
sets  in  a  water  bath  and  in  the  cylindrical  heater  which, 
in  turn,  rests  in  the  water  vessel.  The  water  bath  is  an  im- 
portant feature  of  the  heater,  as  infants'  food  cannot  be 
burned  and  thereby  rendered  indigestible  if  heated  in  a  water 
bath. 

A  current  tap  attachment  plug  is  furnished  with  each 
milk-warmer  outfit.  This  plug  screws  into  any  Edison  base 
lamp  socket  and  has  itself  a  lamp  socket  and  a  socket  to  ac- 
commodate the  plug  on  the  milk  warmer  cord.  By  using  it, 
the  warmer  and  an  incandescent  lamp  can  be  operated  from 
the  same  outlet.  The  warmer  takes  500  watts  and  operates 
with  either  alternating  or  direct  current. 


NEW  STORAGE  BATTERY  CARS. 

The  Electric  Storage  Battery  Company  of  Philadelphia 
has  closed  a  contract  for  the  batterj-  equipment  of  the  35 
new  storage  battery  cars  for  the  Dry  Dock,  East  Broadway 
&  Battery  Railroad  Company  of  New  York  City  to  be  placed 
in  sorvice  on  their  lines  during  the  early  summer. 

These  new  cars  have  been  specially  designed  by  the  Third 
Avenue  Railway  Company  to  give  the  necessary  strength  with 
minimum  weight.  Each  car  is  equipped  with  two  motors  and 
the  batteries  are  installed  under  the  longitudinal  seats. 

The  cars  will  give  a  maximum  speed  of  15  miles  an  hour 
on  level  track  with  a  schedule  speed  of  seven  to  eight  miles  an 
hour  including  stops.  They  are  of  the  open  platform  single 
truck  type  with  18-foot  car  bodies. 

The  battery  equipment  of  each  car  consists  of  58  cells  of 
Type   29   MV  "Hycap-Exide." 
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FINANCIAL. 
CHINO,  CAL. — The  City  Council  has  passed  an  ordinance 
issuing  bonds  in  the  sum  of  $40,000  for  the  purpose  of  acquir- 
ing a  complete  municipal  water  plant  and  system. 

SANTA  PAULA,  CAL.— The  city  clerk  will  receive  sealed 
bids  up  to  July  17  for  a  franchise  to  construct  and  operate 
for  30  years  a  conduit,  main  or  pipe  line  along  certain  portions 
of  streets  and  highways  of  the  city. 

SANTA  BARBARA,  CAL.— The  City  Council  has  sold  $40.- 
000  worth  of  municipal  bonds  to  the  Santa  Barbara  County 
National  Bank  for  a  premium  of  $233.50.  The  money  is  to  be 
used  in  waterworks  extensions. 

RIVERSIDE,  CAL.— A  meeting  will  be  held  at  the  office 
of  the  Riverside  Water  Company  on  August  1,  1911,  for  voting 
on  the  proposition  of  issuing  bonds  iu  the  sum  of  $750,000  for 
enlarging  and  perfecting  the  water  system. 

TROY,  IDAHO. — The  Council  has  passed  an  ordinance  au- 
thorizing the  call  of  an  election  in  Troy  for  the  purpose  of 
authorizing  the  issuance  of  $12,000  in  bonds  to  be  used  for 
the  purpose  of  constructing  a  system  of  waterworks. 

SACRAMENTO,  CAL.— The  City  Board  of  Trustees  has 
adopted  a  resolution  clearing  the  way  for  calling  an  election 
for  the  purpose  of  voting  bonds  in  the  sum  of  $200,000  to  pur- 
chase and  install  a  new  pumpin.s;  unite  for  the  city  water- 
works department.  It  is  expected  that  the  election  will  be 
held  some  time  in  July. 

SAN  FRANCISCO,  CAL.— In  a  decision  handed  down  last 
week  by  the  Supreme  Court,  Los  Angeles  was  given  the  right 
to  issue  bonds  to  the  extent  of  $3,500,000  authorized  by  the 
vote  of  the  electors  April  19,  1910,  for  the  purpose  of  building 
and  maintaining  its  own  heat,  light  and  power  company.  An 
injunction  obtained  by  Percy  H.  Clark,  which  had  been  de- 
cided in  favor  of  the  city  and  then  was  appealed  to  the  Su- 
preme Court,  was  dissolved  when  the  Supreme  Court  sus- 
tained the  verdict  of  the  lower  court,  which  had  given  judg- 
ment on  a  demurrer  tiled  by  the  city  attorney  a  year  ago. 
Clark  contended  that  the  city  had  no  power  to  engage  in  the 
enterprise  projected,  but  the  Supreme  Court  held  this  unten- 
able, as  an  amendment  to  the  Los  Angeles  charter  in  1909 
gave  the  power  and  the  right  to  secure  lands,  water  rights, 
machinery  and  all  else  needed.  Clark  also  contended  that  the 
bonds  would  give  Los  Angeles  an  indebtedness  beyond  the 
fixed  limit,  but  this  also  was  overruled,  the  court  decided,  by 
a  special  amendment  to  the  charter  making  provision  for  pub- 
lic utilities. 


INCORPORATIONS. 
HERMISTON,  ORE.— The  Hermiston  Farmers'  Exchange 
Telephone   Company,   capital    $10,000,   has   been   incorporated 
by  W.  H.  Skinner,  Geo.  H.  Cressy,  et  al. 

SAN  FRANCISCO,  CAL.— California  Land  and  Water  Co., 
$25,000;  shares  $1  each,  subscribed  $500,  by  M.  E.  Miller,  W. 
L  Wilson,  E.  G.  Straub,  H.  Woods  and  O.  S.  Strain,  1  share 
each. 

VANCOUVER,  WASH.— The  Washington  Engineering  & 
Securities  Company,  capital  $3,500,000,  has  been  incorporated 
by  E.  M.  Scanlon  and  James  P.  Stapleton  of  this  city,  with  the 
help  of  several  New  York  capitalists.  The  intention  is  to 
operate  all  kinds  of  plants  to  distribute  light  and  power,  at 
this  place. 


McMINNVILLE,  ORE.— McMinnville  Mutual  Telephone  as- 
sociation,  principal   office,    McMinnville,   Ore.;    capital   stock, 

$1000. 

LOS  ANGELES,  CAL.— Annex  City  Water  Company,  $75,- 
000,  subscribed  $30,  by  B.  G.  Adams,  E.  H.  Adams  and  W.  C. 
Murray. 

SAN  FRANCISCO,  CAL.— Perpetual  Germ  Proof  Tele- 
phone Mouthpiece  Co.,  San  Fi'ancisco;  $75,000,  shares  $1  each, 
subscribed  $500,  by  E.  J.  Leiter,  F.  Rittigstein,  J.  L.  Jannet, 
M.  F.  Rapp  and  W.  M.  English,  100  shares  each. 

STOCKTON,  CAL.— Joaquin  Delta  Railway  Company, 
Stockton,  $500,000,  subscribed  $40,000,  by  E.  W.  and  L.  H. 
Woods,  Frank  West  and  E.  L.  Wilhoit  of  this  city,  W.  P. 
Plumer,  I.  L.  Borden  and  M.  E.  Cerf   of  San  Francisco. 

HALF  MOON  BAY,  CAL.— Half  Moon  Bay  Light  &  Power 
Company,  Moss  Beach;  $25,000,  subscribed  $12,500,  by  J.  J. 
Gomez,  M.  Codivo,  Ben  Cunna,  Joe  Fernandez  and  F.  N.  Staley. 
A  power  line  has  been  surveyed  from  San  Mateo  under  the 
direction  of  Sidney  Sprout,  consulting  engineer. 


ILLUMINATION. 
CLARKSTON,  WASH.— At  the  council  meeting  last  week 
the    Lewiston-Clarkston    Improvement    Company    made   appli- 
cation for  a  50-year  franchise  for  light  and  power. 

LACROSSE,  WASH.— Harry  G.  Wilson,  proprietor  of 
the  Lacrosse  chop  mill  and  lessee  of  the  local  waterworks 
system,  contemplates  the  installation  of  a  150-light  16  c.  p. 
electric   plant. 

TULARE,  CAL.— The  Tulare  County  Power  Company,  C. 
H.  Holly,  manager,  has  made  application  for  a  franchise  to 
establish  and  maintain  poles,  wires  and  other  electrical  appli- 
ances in  this  city. 

SEBASTOPOL,  CAL.— A  contract  has  been  entered  into 
with  the  Neptune  Meter  Company  to  furnish  the  town  with 
Trident  No.  3  disk  meters  for  one  year  at  a  cost  of  $8.60 
for  each  meter. 

LOS  ANGELES,  CAL.— The  Southern  California  Edison 
Company  has  filed  application  with  the  war  department 
through  the  Los  Angeles  United  States  engineering  offices, 
for  permission  to  erect  a  transmission  line  across  Cerritos 
slough,  west  of  Long  Beach  harbor.  The  co.ipany  agrees  to 
maintain  the  cable  on  towers  at  least  140  feet  above  the 
water. 

SAN  PEDRO,  CAL.— Plans  for  a  new  light  and  fog  signal 
station  to  be  built  at  end  of  the  breakwater  are  now  completed 
and  work  on  the  new  structure  will  begin  shortly  after  July 
1,  at  which  time  the  appropriation  of  $36,000  made  by  congress 
for  it  will  be  available.  Plans  call  for  a  structure  of  rein- 
forced concrete  and  boiler  plate.  The  equipment  will  consist 
of  flashing  light  and  fog  siren,  the  light  to  be  visible  for 
eighteen  miles. 

MEDFORD,  ORE.— That  the  Siskiyou  Light  &  Power  Com- 
pany will  bring  their  power  line  from  the  Pall  Creek  plant  to 
Ashland  and  distribute  cun-ent  in  the  Rogue  River  Valley  in 
connection  with  the  Condor  Power  Company  is  now  certain. 
Engineer  Harvey  J.  Barter  has  finished  the  Ashland  end 
of  the  permanent  survey  and  Engineer  John  C.  Beyle  will 
complete  the  Fall  Creek  end  this  week.  General  Manager 
Orlo  G.  Steel  was  in  Ashland  several  days  last  week  arranging 
lor  the  immediate  construction  of  the  line.     The  first  work  is 
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the  clearing  of  a  75-l'0()t,  right  of  way.  The  line  avoids  tlie 
heavy  limber  and  tlie  distance  between  Ashland  and  Pall 
Creek  is  2:!  miles.  Mr.  Steel  states  that  20(),()0()  pounds  of 
No.  2  copper  wire  and  5000  insulators  are  en  route  from  New 
York.  Red  fir  poles  44  feet  high  and  7  inch  tops  have  been 
ordered  and  they  will  he  put  on  top  of  concrete  bases.  The 
line  will  be  of  special  wooden  tower  construction,  10  towers 
to  the  mile.  The  transmission  line  will  carry  current  at  60,000 
volts.  The  power  line  will  cost  approximately  $50,000  though 
other  expenses  connected  with  it  will  require  an  additional 
$25,000.  When  completed  it  will  tie  into  five  different  plants 
operated  by  subsidiary  companies,  affording  opportunities  to 
fall  back  on  in  case  of  emergencies.  The  line  will  be  con- 
nected with  the  Ashland  Klectric  Light  &  Power  Company's 
plant    in  .Asliland  in  the  fall. 


TRANSMISSION. 
PALA   CRDRO,   CAL.— Sixty   tons   of  freight     lies     here 
awaiting   shipment   to    the    Northern    California   Power  .Com- 
pany's power  plant  at  Kilarc,  near  Whitmoore.     The  plant  is 
to  be  increased  from  5000  h.p.  capacity  to  SOOO  h.p. 

LEWISTON,  IDAHO.— It  is  reported  that  the  Lewiston- 
Clarkslon  Improvement  Company  will  in  about  a  year  erect 
a  sub-station  east  of  the  city  and  rebuild  the  high  power  sta- 
tion line  serving  the  city.  It  has  been  announced  that  the 
company  is  laying  plans  for  the  development  of  their  power 
site  on  the  Grande  Ronde  river. 

CONCONULLY,  WASH.— A  franchise  has  been  granted  to 
J.  C.  Morton  for  the  construction ,  of  an  electric  light  plant 
and  waterworks.  Work  will  start  at  once  on  the  electric  light 
plant  and  waterworks  system  which  will  be  completed  at  the 
expiration  of  the  year.  Both  plants  will  cost  $10,000.  The  elec- 
tric plant  will  at  present  be  operated  with  steam,  later  water 
power  will   be  used. 

VANCOUVER,  WASH.— Fire  of  unknown  cause  originat- 
ing in  the  boiler  room  totally  destroyed  the  Vancouver  power 
plant  of  the  Portland  Railway,  Light  &  Power  Company  on 
June  4,  causing  a  loss  of  $63,000;  Insurance,  $35,000.  Little 
Inconvenience. was  caused  consumers  of  light  and  power,  the 
company  placing  in  use  an  emergency  cable,  bringing  current 
from  the  Portland  plant. 

MANTON,  CAL.— Chadwick  &  Sykes  the  contractors  who 
were  to  finish  the  Colman  ditch,  have  turned  the  work  back 
to  the  Northern  California  Power  Company.  A.  H.  Clough, 
the  civil  engineer  for  the  company,  will  take  charge  of  the 
work  again.  The  Colman  power  house  is  completed,  and  all 
the  machinery  has  been  installed,  but  the  ditch  will  not  be 
finished  before  the  first  of  the  year. 

SAN  FRANCISCO,  CAL.— Architect  Willis  Polk  is  now 
preparing  the  plans  for  a  reinforced  concrete  power  station 
which  is  to  be  erected  for  the  San  Francisco  Gas  &  Electric 
Company  on  Bush  street,  near  Larkin.  The  new  building  will 
be  used  as  a  substation  for  the  company's  power  distribu- 
tion. The  cost  of  the  work  has  been  estimated  at  $15,000. 
The  plans  will  be  ready  for  figures  in  a  short  time. 

BODIE,  CAL.— The  plant  of  the  Pacific  Hydroelectric 
Power  Company,  at  Mono  Lake  has  been  completely  restored 
and  power  is  again  being  furnished  cities  of  Southern  Nevada. 
This  plant  was  destroyed  last  March  by  snowslides,  which 
tore  away  the  power  plant  and  lines  and  caused  the  death  of 
several  people  and  in.iury  to  others.  The  plant  supplies  power 
and  light  to  Bodie,  Lucky  Boy,  Aurora,  Rawhide,  Fairview  and 
other  camps  in  Nevada. 

VICTORIA,  B.  C— Bids  will  be  received  by  W.  L.  Coulson, 
general  manager  of  the  Canadian  Collieries,  Ltd.,  up  to  June 
20  for  furnishing  and  installing  two  direct  connected  hydro- 


electric units  at  the  company's  ))i)wcr  house  at  Comox,  B.  C. 
I'.ids  will  be  received  on  the  same  date  for  construction  work 
necessary  on  the  installation  of  hydroelectric  power  on  the 
I'untledge  River,  Comox.  Work  to  embrace  clearing,  con- 
struction of  dams,  llume,  pipe  line  and  power  house. 

OROVILLE,  CAL.— County  Recorder  J.  A.  Tyler  is  in  re- 
ceipt of  an  order  from  C.  D.  Marx,  chairman  of  the  State  Board 
of  Control  of  Water  Power,  instructing  him  not  to  record 
any  more  water  right  locations  and  requesting  a  copy  of  all 
location  notices  filed  in  the  Recorder's  office  sixty  days  prior 
to  and  sixty  days  after  the  new  conservation  measure  went 
into  effect.  During  tie  last  winter,  while  the  waterpower 
measure  was  pending  before  the  California  Legislature,  rep- 
resentatives of  the  Great  Western  Power  Company  and  the 
Oro  Light  &  Power  Company  forestalled  the  action  of  that 
body  by  filing  on  hundreds  of  thousands  of  inches  of  water 
in  the  North  Fork  watershed.  These  filin.gs,  with  others,  ag- 
gregated in  the  neighborhood  of  800,000  miner's  inches,  and 
having  been  made  prior  to  the  bill  becoming  effective,  it  is 
not  thought  anything  can  be  done  in  the  matter.  The  new 
law  ai)proved  April  8th  places  all  water  rights  under  the  su- 
pervision of  the  State  Board  of  Control  in  Sacramento. 

PORTLAND.  ORE.— The  Pacific  Power  &  Light  Company, 
already  owning  and  operating  about  90  public  utilities  in  the 
I'acific  .Northwest,  is  approaching  the  local  field  in  its  sphere 
of  influence.  Through  as  associated  corporation,  the  Electric 
I  tend  and  Sliare  Company,  of  New  York,  it  has  just  organized 
and  incorporated  the  Washington  Engineering  &  Securities 
Company,  with  headquarters  at  Vancouver,  Wash.  It  is  capi- 
talized at  $3,500,000,  divided  into  35,000  shares  of  $100  each 
and  its  charter  allows  it  to  operate  all  kinds  of  industrial 
plants  and  to  engage  in  the  distribution  of  light  and  power 
and  to  operate  electric  transportation  lines.  This  is  the  first 
move  this  syndicate  has  taken  toward  getting  a  foothold  in 
the  immediate  vicinity  of  Portland.  It  owns  the  street  rail- 
way, electric  light  and  gas  plants  at  Astoria  and  practically 
controls  the  entire  public  utility  fields  of  more  than  a  score 
of  cities  in  Eastern  Oregon  and  Washington.  The  new  syn- 
dicate will  come  as  a  strong  factor  in  the  Vancouver  field 
which  is  already  being  served  by  the  Portland  Railway,  Light 
&  Power  Company  and  the  Mount  Hood  Railway  &  Power 
Company.  These  corporations  control  all  the  public  service 
franchises  which  have  been  granted  by  the  Vancouver  Council 
and  so  far  as  is  known  the  new  concern  has  not  shown  its 
hand  as  to  what  its  intentions  are  toward  further  exploitation 
of  that  field.  It  is  known,  however,  to  have  unlimited  Eastern 
capital  behind  it. 


TRANSPORTATION. 

TACOMA,  WASH.— F:-ank  E.  Ross  of  this  city  announced 
that  preliminary  plans  have  been  completed  for  the  construc- 
tion of  an  electric  railroad  from  Gig  Harbor  to  the  Straits  of 
Juan  de  Fuea.  Survey  has  been  completed  and  part  of  right 
of  way  secured. 

FORT  ANGELES,  WASH.— Various  commercial  bodies 
of  the  Olympia  peninsula  will  meet  here  and  discuss  plans 
for  the  organization  of  a  company  to  construct  an  electric 
railway  from  Lake  Crescent  through  to  Hoods  Canal,  via  this 
city. 

O.AKLAND,  CAL. — Sixty  pay-as-you-enter  cars  will  be  put 
into  service  by  the  Oakland  Traction  Company  within  the 
next  month.  The  new  cars,  which  will  resemble  those  being 
used  by  the  United  Railroads  in  San  Francisco,  are  on  their 
w-ay  to  Oakland  from  the  car  shops  in  St.  Louis,  and  are  ex- 
pected here  within  three  or  four  weeks.  They  will  be  put 
into  service  on  the  various  lines  immediately  upon  their  ar- 
rival. No  announcement  has  been  made  as  to  which  lines 
the  cars  will  be  put  into  service. 
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WENATCHEE,  WASH.— The  City  Council  will  probably 
grant  a  franchise  to  the  Wenatchee  Traction  Company  at  their 
next  regular  meeting,  permitting  the  company  to  operate  an 
elecric  line  in  this  city. 

BERKELEY,  CAL. — Announcement  was  made  that  the 
Oakland  Traction  Company  will  start  at  once  on  the  double 
tracking  of  its  Northbrae  line,  from  University  and  Grove  to 
the  southern  boundary  of  the  Spring  estate. 

HAYWARDS,  CAL.— The  Board  of  Trustees  has  adopted 
an  ordinance  granting  I.  B.  Parsons,  and  his  assigns  a  fran- 
chise to  construct  and  operate  for  30  years,  a  single  or  double 
track,  standard  gauge  railroad  by  electric  or  any  other  than 
steam,  animal  or  cable  power,  over  and  across  certain  streets 
in  the  town  of  Haywards. 

RIVERSIDE,  CAL.— The  City  Council  has  received  a  for- 
mal request  from  the  Pacific  Electric  Railway  Company  for 
a  franchise  for  an  electric  line  over  Magnolia  avenue.  The 
city  attorney  was  instructed  to  draw  up  a  franchise  covering 
the  thoroughfare. 

RAYMOND,  WASH.— Ray  Fulcher,  construction  engineer 
for  Sanderson  &  Porter,  the  New  York  engineering  concern 
controlling  the  Grays  Harbor  Electric  Company,  is  here  pre- 
paratory to  assembling  a  crew  to  inaugurate  construction 
work  on  the  Raymond-South  liend  electric  line.  It  is  prob- 
able that  other  electric  lines  to  tap  agricultural  and  timber 
lands  will  follow. 

NAPA,  CAL. — Announcement  is  made  by  Superintendent 
M.  Mclntyre  of  the  San  FVancisco  &  Napa  Valley  Electric  Rail- 
way, that  the  line  will  be  extended  to  Calistoga  in  the  immedi- 
ate future.  The  company  has  already  begun  the  erection  of 
a  bridge  across  York  Creek,  at  the  present  terminus  of  the 
line  at  St.  Helena,  and  as  soon  as  the  steel  arrives  froni  the 
East  the  construction  of  the  track  north  to  Calistoga  will 
commence.  The  improvement  was  made  possil)le  by  the  recent 
reorganization  of  the  road,  when  a  new  $1,000,000  bond  issue 
was  authorized. 

MODESTO,  CAL.— Six  carloads  of  ties  have  arrived  in 
Modesto  and  were  consigned  to  the  Tidewater  &  Southern 
Railroad  Company,  which  is  building  an  electric  line  from 
Stockton  to  Merced,  passing  through  this  city.  The  campaign 
for  subscriptions  for  the  purchase  of  bonds  has  progressed 
to  such  an  extent  recently  that  the  officials  of  the  road  are 
now  confident  that  the  line  will  be  in  operation  before  the 
close  of  the  year.  The  Board  of  Trustees  of  Modesto  has 
granted  a  franchise  to  the  company  for  a  right  of  way  along 
Ninth  street,  running  parallel  with  the  Southern  Pacific  line. 


WATERWORKS. 

LOS  ANGELES,  CAL.— The  Department  of  Public  Serv- 
ice is  receiving  sealed  bids  for  furnishing  fire  hydrants  to  the 
city. 

NORTH  YAKIMA,  WASH.— Water  main  extensions  have 
been  decided  on  by  the  officials  of  ihe  Pacific  Power  &  Light 
Company. 

SAN  DIEGO,  CAL,— The  Department  of  Finance,  Ways 
and  Means  is  receiving  sealed  bids  for  furnishing  cast  iron 
water  pipe  to  the  city. 

ESCONDIDO,  CAL.— The  Directors  of  the  Escondido 
Water  Company  have  rejected  bids  submitted  for  furnishing 
supplies  to  the  company. 

VANCOUVER,  WASH.— The  Washington-Oregon  Corpor- 
ation, which  controls  the  water  and  gas  plants  of  this  city, 
plans   $400,000   improvements  to   the  same. 

TACOMA,  WASH.— Fifteen  bids  on  the  final  unit  of  the 
Green  River  gi-avity  water  system  have  been  received  by 
Commissioner  of  Light  &  Water  Nicholas  Lawson.-  P.  E.  Mc- 
Hugh  of  this  city  submitting  the  lowest  bid. 


PASCO,  WASH.— The  contract  for  furnishing  the  pipe 
for  the  water  system  for  Sylvester's  Addition  has  been 
av/arded  to  the  Washington  Pipe  &  Foundry  Company  of 
Tacoma. 

PASCO,  WASH. — An  ordinance  has  been  passed  by  the 
council  authorising  the  city  attorney  to  institute  condemna- 
tion proceedings  against  the  Pacific  Light  &  Power  Company 
for  the  purpose  of  acquiring  the  waterworks  system. 

PORTLAND,  ORE.— Bids  will  be  received  by  the  Water 
Board  of  Portland  to  June  13th  for  furnishing  200  fire  hy- 
drants f.  o.  b.  cars,  Portland,  Ore.  Specifications  to  be  ob- 
tained at  the  office  of  D.  D.  Clarke,  Engineer  of  Water 
Board. 

CORVALLIS,  ORE.— Engineer  Miller  of  Seattle,  the  de- 
signer of  the  mountain  water  system  of  this  city,  has  devel- 
oped a  plan  for  improving  the  intakes  to  prevent  clogging 
in  time  of  high  water.  Superintendent  Strange  will  take  per- 
sonal charge  of  the  construction  work. 

TACOMA,  WASH.— Bids  are  being  received  at  the  office  of 
Ihe  commissioner  of  Light  &  Water,  City  Hall,  Tacoma,  Wash., 
for  furnishing  and  delivering  all  materials  and  for  the  con- 
struction of  water  mains  in  local  improvement  district  No. 
573,  according  to  plans  and  specifications  on  file. 

HAINES,  ORE.— The  $20,000  bond  issue  providing  for  a 
iiiuMicipal  water  system,  has  been  sold  and  a  contract  for 
tlie  entire  system  with  the  exception  of  drilling  the  well,  has 
lieen  awarded  to  G.  H.  Sutherlin  &  Co.,  of  Walla  Walla,  for 
$15,453.  Thos.  Leffler  of  Haines  was  awarded  the  contract 
for  drilling  the  well. 

PORTLAND,  ORE.— A  12  inch  main  will  lie  laid  on  East 
Water  street  before  the  pavement  is  laid  down,  and  large 
mains  will  be  laid  on  East  Third  street  and  Union  avenue,  East 
Oak  and  East  Salmon  streets.  Paquet,  Giebisch  &  Joplin  have 
sul)mitted  the  lowest  bid  for  laying  the  large  cast  iron  main 
on  Lincoln  street  from  East  Sixteenth  to  Marguerete  avenue 
to  supply  the  high  service  direct  from  the  new  reservoir. 

OAKLAND,  CAL.— W.  F.  Kelly,  up  to  May  1st  general 
manager  of  all  the  lines  of  the  Oakland  Traction  Company 
and  the  Key  Route  system  properties,  in  which  F.  M.  Smith,  the 
"borax  king,"  is  greatly  interested,  is  now  a  director  of  the 
People's  Water  Company,  of  which  Frank  C.  Havens  is  presi- 
dent. Kelly  was  elected  to  the  office  at  a  meeting  of  the 
board  of  directors  May  18th,  his  name  being  proposed  to  fill 
the  vacancy  left  through  the  resignation  of  George  N.  O'Brien 
of  Berkeley. 

SPOKANE,  WASH.— W.  A.  White,  chairman  of  the  finance 
committee  of  the  Washington  Water  Power  Company,  Spo- 
kane, Wash.,  has  outlined  as  follows  work  Ij  be  undertaken 
by  the  company  at  Spokane:  Large  amounts  of  money  have 
been  provided  to  develop  the  large  power  station  at  Long 
Lake  and  the  Spokane  &  Long  Lake  Railway  and  to  complete 
the  Little  Falls  plant,  purchase  additional  cars  and  equipment, 
extend  the  local  distributing  lines  within  the  city,  install  stor- 
age batteries,  extend  the  underground  conduit  system  and 
complete  the  transmission  line  from  Post  Falls. 

TACOMA,  WASH.— The  Council  has  adopted  a  resolution 
providing  for  placing  a  6  inch  cast  iron  water  main  on  Carr 
street,  from  Yakima  avenue  to  North  Thirtieth  street,  accord- 
ing to  plans  and  specifications  to  be  prepared  by  the  Commis- 
sioner of  Light  and  Water.  The  Council  has  also  adopted  a 
resolution  providing  for  the  construction  of  8  inch  wooden 
water  main  on  South  Sixty-sixth  street  from  Huson  street  to 
Orchard  street,  a  6  inch  wooden  water  main  on  South  Sixty- 
second  street  from  Ferdinand  street  to  Orchard,  and  a  6 
inch  wooden  water  man  on  Huson  street  and  Orchard  street, 
from  South  Sixty-second  street,  to  South  Sixty-sixth  street, 
according  to  plans  to  be  prepared  by  the  Commissioner  of 
Light   and    Water. 
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INDEX  TO  ADVERTISEMENTS 


A 

Allu-Chalmers  Co 13 

Milwaukee,    Wis. 

San       Francisco,       Jackson 

BUlg..   Second   &   Natoma 
Los     Angeles.     129-131     E. 

Fifth. 
Portland,    92    First. 
Seattle,   115  ,)ackson. 

Aluminuin  Co.  of  America 

Pittsburg,   Pa. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
tric Bldg. 

Seattle,  Colnian   Bldg. 

Amrncan  Circular  Loom  Co 

Boston.    45   Milk. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 

American  Electrical  Heater  Co 

Detroit,    U.    S.   A. 

AyU worth  Agencies  Co 13 

San   I'rancisco.  143  Second. 

B 

Barnes-Lindtley  Mfg.  Co. 5 

Portland.   Ore. 

Bay  Citiei  Home  Telephone  Co. . 

San  Francisco.  :!3:i  Grant 
Ave. 

Benjamin  Electric  ^4lg.  Co 

New    York,    27   Thames. 

Chicago,  120-128  S.  San- 
gamon. 

San  Francisco,  151  New 
Montgomery. 

Blake  Signal  and  Mfg.  Co 13 

Boston.   246   Summer. 

Boneatell  &  Co 5 

San     Francisco.     IIS    First. 

Bridgeport  Brass  Company 4 

Bridgeport,    Conn. 

c 

Chicago  Fuse  Mfg.  Co 

Chicago,      1014    -    1020      W. 

Congress. 
New    York,    1     Hudson. 

Colonial    Electrical  Agency  Co  ._ 

San  Francisco,  576  Mis- 
sion. 

Crocker- Wheeler  Co.  i 

San  Francisco.  195-7  Fre- 
mont. 

D 

D.  &  W.  Fuse  Co 

Pro\  idence,    R.    I. 

Dearborn  Drug  &  Chem.  Works, _  I  I 

Chicago,    Postal    Bldg. 
San    Francisco,    301    Front. 
Los  Angeles,   355  E  Second 

Duncan  Eloc.  Mfg.  Co. __ 5 

Lafaj'ette,    Indiana. 

San    Francisco,    61    Second. 

B 

Ee«a*my  Electric  Co.,  The 

Warren,   Ohio. 

Electric  Cntrlr  &  Mfg.    Co.,  The 

New   Y'ork,   50   Church. 
Pittsburg,   515    Frick   Bldg. 
Chicago,     135    Adams. 
Birmingham.     827     Brown- 
Marx  Bldg. 

Electric  Goods  Mfg.  Co 13 

Boston,  Mass. 

San  Francisco,   165  Second. 


Electric  Storage  Battery  Co 

Philadelphia,    Pa, 
San    Francisco,   Monadnock 
Bldg. 

F 

Fairbanks,  Morse  &  Co 

Chicago.  4S1.  Wabash  ave. 
San  Francisco,  158  First. 
Los  Angeles,   423   E.  Third. 

Farnsworth  Electrical  Works 2 

San       l''ranc!scci,       1S2  -  138 
.Second. 

Fort  Wayne  Electric  Works 2 

l-'ort  Wayne,   Ind. 

San  Francisco.  604  Mission, 

Seattle   Colman   Bldg. 

G 

General  Electric  Co 14 

Schenectady  N.    Y. 

San  Francisco,  Union  Trust 

Bldg. 
Los        Angeles,       124       W. 

Fourth. 
Seattle,    Colman    Bldg. 
Portland,   Worcester   Bldg. 
Atlanta,  Ga. 
Baltimore,   Md. 
Boston,    Mass, 
Buffalo,  N.   Y. 
Butte,    Mont. 
Charleston,    W.    Va. 
Charlotte,    N.    C. 
Chicago,    111. 
Cincinnati,   O. 
Cleveland,    O. 
Columbus,    O. 
Denver,   Colo. 
Detroit,    Mich. 
Indianapolis,    Ind. 
Kansas  (_^ity.  Mo. 
Minneapolis.    Minn. 
Nash\'ille,   Tenn. 
New    Haven.    Conn. 
New   Orleans,   La. 
New  York,  N.   Y. 
Philadelphia.    Pa. 
Pittsburg,  Pa. 
Richmond,  Va. 
Salt    Lake    City,    Utah. 
St.    Louis.    Mo. 
Syracuse,  N.  Y. 
Spokane,   Wash. 

Goeriz,  O.  C.  &  Co 13 

San    Francisco,    916    Postal 
Tel.  Bldg. 

Gould  Storage  Battery  Co. 

San     Francisco.     604     Mis- 
sion. 

H 

Habirshaw  Wire  Co 

New    York,    253    Broadway. 

Hammel  Oil  Burner  Company  ._ 

Los   Anseles,    640   N.    Main. 

Holtzer-Cabot  Elec.  Co.,  The 

Boston  and   Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co.,  E.  C 5 

San     Francisco,      147    -    151 
Minna. 

Hunt,  Mirk  &  Co 1 

.San  Francisco,  141  Second. 

I 

Indiana  Rubber  &  Ins.  Wire  Co 16 

Jonesboro,   Indiana. 

J 

Johns-Manville  Co.,  H.  W 5 

New    York.    100    William. 
San     Francisco.     159     New 

Montgomery. 
Los  Angeles,  222-224  North 

Los   Angeles. 
Seattle,   576   First  Ave.   So. 


K 

Kellogg  Switchb'd  &  Supply  Co..  12 

Chicago. 

San   Francisco,  88  First, 

Kelman  Electric  &  Mfg.  Co. 

Los   .\ngeles.   Cal. 

Klein  &  Sons,  Mathias 13 

Chicago,   Station   U-29. 

L 

Locke  Insulator  Mfg.  Co 4 

Victor.   N.    Y. 

San    I'^rancisco,   Monadnock 

Hldg. 
Los   Angeles,    Pacific   Elec- 

tiical    Bldg. 
Seattle.    Colman    Bldg. 

M 

Machinery  &  Supply  Co 

San  l''rancisco.  Seventh  & 
Harrison. 

Moore,  Chas.  C.  &  Co.  Engineers.       3 

.San    L'rancisco,    99    First. 
I,os       .Angeles.       American 

Bank    Bldg. 
Seattle,   Mutual    Life    Bhlg. 
Portland,Wells-FargoBldg. 
Salt   Lake  City,   Atlas   Blk. 
New      Y'ork      City,     Fulton 

Bldg, 
Tucson,    Arizona. 

N 

New  York  insl'td  Wire  Co 

.\'ew    York.    114    Liberty. 
San   l''rancisc(^,  770  Folsom. 
Seattle,  416  .American  Bank 
Bldg. 

o 

Ohio  Brass  Co. 

Mansfield,    Ohio. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
tric   Bldg. 

Seattle,    Colman    Bldg. 

Okonite  Co 16 

New    Y'ork,    253    Broadway. 

P 

Pacific  Gas  &  Elect.  Co.,  The...  1  I 

.San    Francisco. 

Pacific  Meter  Co. II 

San     Francisco.    311    Santa 
Marina    Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The.... 

Sun    Francisco. 

Partrick  Carter  &  Wilkins  Co 5 

I'll  iladelphia.  Twenty-sec- 
nnil    and   Wood. 

Pellon  Water  Wheel  Co..  The...  I  I 

San  Francisco,  2219  Har- 
rison. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 
Bldg. 

Los  .Angeles.  Pacific  Elec- 
tric Bldg. 

Seattle,    Colman    Bldg. 

Portland  Wood  Pipe  Co 12 

Portland,   Ore. 


s 

Schaw-Batcher  Co.  Pipe  Works. _ 

Sacramento,    Cal.,    211    J. 
San  Francisco,  356  Market. 

Southern  Pacific  Co. .16 

S.Lii  l''iaii<isco.  Flood  Bldg. 

Sprague  Electric  Co. 5 

New      York     City,     527-531 

W.  Thirty-fourth. 
San   Francisco,  Atlas  Bldg. 
Seattle.    Colman    Bldg. 

Standard  Und.  Cable  Co 16 

.San  I'^rancisco,  First  Na- 
tional   Bank   Bldg. 

lios  Angeles,  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Sterling  Paint  Company, II 

San    Francisco.    US    First. 

T 

Technical  Book  Shop 

San  I'^i'ancisco,  604  Mission. 

Thomas  and  Sons  Co.,  R 

New   York,   227   Fulton. 
East  Liverpool,  Ohio. 

Thompson  Co.,  The  Chas.  C 

Chicago,  545-549  Wabash 
ave. 

Tracy  Engineering  Co 5 

San  Francisco,  461  Market. 
Los   Angeles,  Central   Bldg. 

w 

Wagner  Electric  Mfg.  Co 

St.   Louis,   Mo. 

Western  Electric  Co. 2 

San   I^rancisco.  680  Folsom. 
Oakland,   507   Sixteenth. 
Los  Angeles.  119  E.  Seventh 
Seattle.  1518  First  Ave.  So. 

Western  Wireless  Equipment  Co.. 

San  Francisco,  Grant  Bldg., 
Seventh  and  Market. 

Westinghouse.  Elec.  &  Mfg.  Co...    6 

Pittsburg,    Pa. 

Los  Angeles,  527   So.  Main. 

Denver,  429  Seventeenth. 

Seattle,   Central   Bldg. 

Salt  Lake  City,  212-214 
So.  W.  Temple. 

San   Francisco.   165  Second. 

Spokane.    Columbia    Bldg. 

Portland,    Couch    Bldg. 

Butte,   Lewisohn   Bldg. 

Canada,  Canadian  -  West- 
inghouse Co..  Ltd.,  Ham- 
ilton. Ontario. 

Mexico.,  G.  &  O..  Braniff  & 
Co.,  City  of  Mexico. 

Westinghouse  Machine  Co I 

Pittsburg.    Pa. 

San   Francisco.   141  Second. 

Weston  Elect'l.  Instrument  Co 3 

Waverly   Park,   N.  J. 
New    Y'ork,    114    Liberty. 
San    Francisco,    682     -    684 
Mission. 

Wilbur.  G.  A.— - -  5 

San  Francisco,  61  Second. 
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Tlie    Rfdoiulo    I'owi-i-    Plant 


ENLARGEMENT  OF  THE  REDONDO  PLANT 


BY    A.    H.     HAI.LORAN 


Tlie  Reddiido  plant  ui  the  Pacific  Lisiil  and  Power 
Company  at  Redoiido  Ileach.  near  Los  Angeles,  Cali- 
fornia, is  operated  as  a  steam  auxiliary  to  the  Kern 
River  and  other  hydroelectric  plants  by  which  this  com- 
pany supplies  light  and  power  throughout  Southern 
California.  While  electric  power  may  be  more  cheaply 
generated  hydraulically,  the  continuity  of  service  de- 
manded from  this  great  system  requires  an  almost 
equal  steam  power  capacity.  The  Pacific  Light  and 
Power  Company  supplies  the  current  for  the  far-famed 
electric  railway  system  of  Los  Angeles,  whose  per- 
fection of  service  is  in  a  large  measure  due  to  the  con- 
stancy of  power  supply. 

The  original  Redondo  plant,  as  completed  just  three 
years  ago,  had  a  capacity  of  15,000  kw.,  there  being 
three  5000  kw.,  60-pole  General  Electric  alternators 
furnishing  three-phase  current  at  18,000  volts,  50  cycles 
and  driven  at  100  r.p.m.  by  three  34x70x56  combined 
double  horizontal  and  vertical,  compound,  side-crank, 
Mcintosh  &  Seymour  automatic  grid-iron  valve  en- 
gines. This  plant  was  fully  described  in  the  Journal 
of  Electricity,  Power  and  Gas  of  August  22,  1908. 

The  increased  business  of  the  Pacific  Light  and 
Power  Company  has  necessitated  not  only  the  exten- 
sion of  their  Kern  River  system  in  the  Sierra  Nevada 
Mountains,  but  also  the  enlargement  of  their  auxiliary 
steam  power  capacity.  The  latter  has  been  accom- 
plished by  the  installation  of  two  steam  turbine  units 


which   il   is   the  jjurpusc  of  the   present   article   to  de- 
scribe.. 

The  two  new  15,000  k.v.a.  steam  turbine  units  have 
been  installed  in  the  west  end  of  the  main  power  house 
which  formerly  contained  the  pump  pit  and  the  cir- 
culating water  system  which  has  now  been  housed  in 
a  separate  building  nearer  the  beach  line.  The  new 
work,  as  performed  under  the  direction  of  J.  G.  White 
&  Co.,  involved  the  design  and  installation  of  two  15,- 
000  k.v.a.  turbo-generators  and  auxiliaries,  eight  boil- 
ers, a  125-foot  concrete  stack,  an  extension  and  re- 
building of  the  circulating  water  system,  necessary 
piping  and  the  switchboard  control  apparatus.  • 

Turbo-Generators. 

Power  is  generated  by  two  General  Electric  type 
.\TB  8-pole  alternators  driven  at  750  r.p.m.  by  vertical 
Curtis  turbines  with  condenser  base.  The  generators 
are  rated  at  15,000  k.v.a.  and  supply  three-phase  current 
at  50  cycles  and  9000  volts.  As  the  reciprocating  units 
of  the  old  plant  delivered  current  at  18,000  volts,  which 
is  also  the  voltage  of  transmission,  the  turbo-generator 
voltage  is  raised  from  9000  to  18,000  by  means  of  six 
General  Electric  single-phase  compensators,  Y-con- 
nected,  oil  and  water  cooled.  A  spare  compensator  is 
also  provided.  Excitation  current  is  derived  from  a 
100  kw.  4-pole  General  Electric  horizontal  turbo- 
exciter,  the  normal  excitation  being  60  kw.  at  250  volts. 
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Operating    Floor.    Showing    Turbo-Generatdr    fnits     No 


mil  No.    t. 


This  unit  is  tlriven  at  2400  r.p.m.  and  is  o])eratccl  non- 
condensing. 

Oil  is  su])plif(l  for  ilie  hearings  and  val\e  gears  hy 
three  steam  driven  horizontal  tluplex  pumps  designed 
for  an  operating  pressure  of  1000  11).  per  s(|.  in.  and 
manufactured  by  Dean  Bros. 

Boilers. 

Superheated  steam  is  supplied  hy  eight  601.'^  h.p. 
Stirling  water-tube  boilers,  type  0-24,  arranged  in  four 
batteries  of  two  each  and  burning  fuel  oil.  This  type 
of  boiler   as   is    well    known,   consists   of   three   upper 


?-leam  drums,  resting  in  saddles  and  supijurlcd  by  I 
beams,  and  a  lower  mud  drum  sustained  by  the  steel 
tubes  which  connect  it  to  the  steam  drums  above, 
ilius  allowing  for  expansion  and  contraction.  The 
steam  drums  are  42  in.  in  diameter  and  14  ft.  10  in. 
lung,  the  mud  drum  48  in.  in  diameter  and  13  ft.  7  in. 
long.  Each  boiler  contains  432  hot-rolled  seamless 
lubes,  3J/2  in.  in  diameter,  and  designed  for  working 
pressures  of  200  lb.  per  sq.  in. 

Each  boiler  is  e()ui]jped  with  one   llabcnck  &-  W'il- 
cn\    f(}rged    steel    su])erhcater    designed    t<i    gi\en    100 


New    Boiler   InstHllation. 
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degrees  !•".  superheat  at  the  boiler  nozzle  when  ope- 
rating at  or  above  rating  and  190  lb.  gauge  pressure. 
Peabody  patent  fuel  oil  burning  furnaces  and  Haniniel 
oil  burners  are  installed  in  each  bniler.  there  lieing 
three  burners  per  boiler. 

The  make-up  water  for  the  |)lant  is  supplied  from 
wells  on  the  property  and  is  purified  and  pre-heated  by 
two  10,000  h.p.  Cochrane  vertical  feed  water  heaters 
and  purifiers,  right  and  left  handed.  The  boilers  were 
supplied  and  installed  by  Chas.  C.  Moore  &  Co.,  en- 
gineers,  who  will   also  install   ten   more  similar  units. 

Stack. 

The  reinforced  concrete  chimiie\',  as  designed  by 
C.  Leonhardt,  is  similar  in  ap])earance  to  the  two  al- 
ready installed.     Its  dimensions  are: 

Height   above   boilei»  room   floor   Une l-o   ft. 

Depth  of  foundation  below  boiler  room   floor  line 6    " 

Width    of  square   part   of   foundation 24 

Height    of   square    part    of    foundation 5 

Inside    diameter    of    top 1'^ 

Height    of    inside    lining SI 

Thickness   of  wall   at   top 1  in. 

Thickness  of  wall  at  base 1" 

The  foundation  concrete  is  composed  of  one  i)art 
Portland  cement,  three  parts  sand  and  fi\  e  parts  stone 
(2  in.).  The  chimney  concrete  is  made  up  of  one  part 
Portland  cement,  two  parts  sand,  three  parts  stone 
(}i  in.).  The  foundation  reinforcement  consists  of  two 
cross  layers  of  steel  bars ;  the  first  network  being 
placed  about  6  in.  from  the  bottom  with  its  bars  run- 
ning diagonal  to  the  sides.  Reinforcement  of  the  shaft 
consists  of  vertical  bars  with  horizontal  rings  placed 
14  in.  apart  with  additional  reinforcement  at  all  open- 
ings. .\11  the  chimneys  are  provided  with  two 
18.\30  in.  clean-out  doors. 

The  Condensers. 

The  most  interesting  and  novel  feature  of  this 
plant  is  the  system  of  condensation  whereby  the  high 


vacuum  is  obtained  upon  which  the  efficient  operation 
of  the  steam  turbine  is  so  dependent.  The  condensers 
are  of  the  surface  type,  the  steam  being  condensed  by 
coming  in  contact  with  metal  tubes  through  which  cold 
water  is  constantly  circulated. 

The  main  condenser  for  each  of  the  turbines  is  in 
the  base  of  these  machines,  there  also  being  an  auxili- 
ary condenser  with  connecting  water  and  steam  pas- 


JS-/*i'ho/eo  on  4e  *xc. 


lij^'/si.  f^fsnt^es >^^  Pipe  T'Jange^ 


/  J2-r^'hoitson  4-2't^c 


Tapffea  /"or  d-y* 
^ruas  on  //Kb.c 


/'oTf^ea         I  r — 


\P''fst  coniitcf-on) 
On  borrom 


S-i'-f  O^tfol/ 


£0  'Vact/u/n   Connref' 


Plan   of  Main   and   Auxiliary   Condensers. 
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sages  thereto.  The  total  cooling  surface  of  each  con- 
denser is  24,000  sq.  ft.  and  consists  of  5100  copper-zinc 
tubes,  one  inch  in  diameter  and  18  ft.  long,  a  total 
length  of  over  17  miles,  two-thirds  being  in  the  main 
and  one-third  in  the  au.xiliary  condenser.  The  water 
first  circulates  through  the  auxiliary  condenser  and 
then  passes  to  the  main,  the  steam  passing  in  the  oppo- 
site direction. 

The  vacuum  produced  by  the  condensation  of 
steam  into  water  is  augmented  by  exhausting  the  air 
and  other  non-condensed  vapors  from  the  condenser 
steam-space  by  means  of  dry-vacuum  pumps,  there 
being  one  for  each  condenser.  Such  vacuum  pump  is 
merely  an  ?,ir  compressor  compressing  from  say  28 
inches  of  vacuum  (1  lb.  absolute)  to  atmospheric  pres- 
sure (14.7  Ih.  absolute).  The  air  suction  is  taken  from 
the  auxiliary  condenser,  which  is  furthest  from  the  en- 
tering stream,  the  air  therefore  having  minimum  tem- 
perature and  least  volume,  and  is  thence  discharged  to 
the  atmosphere.  Each  of  the  vacuum  pumps  are  of  the 
horizontal  straight-line  crank  and  fly-wheel  type.  lO.x 
30x24  in.,  having  one  steam  cylinder  tilted  with  non- 
releasing  Corliss  gear  and  one  air  cylinder  equipped 
with  semi-rotative  valves,  each  base  condenser  being 
provided  with  a  30  in.  horizontal  automatic  atmos- 
pheric relief  valve. 

The  two  condensed  water  pumps  on  eacli  turl)ine 
are  5  in.  centrifugals,  one  motor-driven  and  the  other 
direct-connected  to  and  driven  by  a  non-condensing 
steam  turbine,  the  latter  being  for  emergency  use. 
These  pumps  draw  from  the  main  liase  condenser 
which  is  nearest  the  entering  steam  and  the  water  is 
then  discharged  at  the  maximum  temperature. 

This  equipment  maintains  a  vacuum  of  from  1  to 
Ij/  in.  absolute  according  to  conditions.  It  was  fur- 
nished by  the  Alberger  Condenser  Co.  of  New  York 
and  installed  by  Braun,  Williams  &  Russell  of  San 
Francisco. 

High  Pressure  Piping. 

The  high  pressure  piping  includes  all  steam  pip- 
ing, high  pressure  drip,  boiler-feed  piping,  blow-ofT 
piping,  steam  piping  for  the  oil  burners,  the  boiler 
cleaning  line,  oil  step-bearing  discharge  and  guide- 
bearing  pump  discharge.  It  was  all  tested  with  400  lb. 
hydrostatic  pressure,  except  the  step-bearing  oil  piping 
which  was  tested  to  1500  lb.  .-Ml  steam  piping  is  de- 
signed for  200  lb.  pressue  and  150  degrees  F.  super- 
heat. 

Full  weight  steel  pipe  is  used  throughout,  all  sizes 
above  4  in.  being  made  up  with  forged  steel  Van  Stone 
type  flanges.  All  gaskets  are  of  corrugated  steel  to 
withstand  the  high  temperature  of  superheated  steam. 
The  large  steam  valves  and  flanged  steam  fittings  arc 
of  semi-steel,  the  smaller  valves  are  of  bronze  and  the 
fittings  of  cast  iron. 

The  steam  vslves  on  the  turbine  mains  are  oper- 
ated and  controlled  hydraulically  from  the  engine- 
room  floor. 

The  main  steam  piping  connecting  boilers  and  tur- 
bines consists  of  a  series  of  bends  which  are  securely 
anchored  to  the  steel  work  of  the  building,  and  which 
absorb  all  expansion.  In  the  smaller  steam  lines  ex- 
pansion is  taken  care  of  by  means  of  slip  joints. 

The  boiler  feed  piping  is  made  up  of  cast  iron  pipe 
54  in.  thick.  This  was  selected  because  the  steel  boiler 
feed  piping  in  the  old  plant  was  found  to  rapidly  de- 


teriorate. All  boiler  feed  valves  have  bronze  stems, 
bronze  seats  and  bronze  faced  disks. 

The  boiler-washing  lines  are  covered  by  the  same 
s])ecifications  as  the  boiler-feed  lines.  The  blow-off 
]Mping  is  likewise  covered  by  the  same  specificatif)ns 
as  for  the  main  steam  piping.  Special  ties  were  de- 
signed giving  a  large  sweep  from  each  boiler  blow-off 
into  the  main  line.  Separate  connections  are  made  from 
each  boiler  for  carrying  away  water  used  in  washing 
the  boilers.  These  discharge  directly  into  the  open 
trench.  This  arrangement  eliminates  the  danger  of 
scalding  men  while  cleaning  a  boiler,  bv  the  openin.t; 
of  a  blow-off  on  a  live  boiler. 

High  pressure  drips  similar  in  design  to  the  high 
pressure  piping  are  run  from  all  points  where  con- 
densed steam  is  liable  to  accumulate.  Squires  steam 
traps  return  the  water  to  the  feed  water  heaters.  The 
steam  piping  for  the  oil  burners  is  similar  to  the  other 
steam  piping.  The  piping  for  convoying  lubricating 
oil  to  the  vertical  guide  bearings  of  the  turbine,  is  of 
the  same  weight  as  steam  piping,  but  all  is  galvanized 
to  insure  absolute  freedom  from  scale  which  w'ould  be 
very  injurious  to  bearings.  The  piping  for  conveving 
oil  from  the  step-bearing  pumps  to  the  step-bearing 
of  the  turbine,  is  required  to  stand  a  working  pressure 
of  1500  lb.  per  sq.  in.  which  is  the  pressure  of  oil  re- 
quired in  the  step-bearing  to  support  the  turbine. 
Double  extra  heavy  seamless  drawn  annealed  steel 
tubing  is  used  for  this  purpose.  Valves  are  of  the 
gate  type  similar  to  those  used  for  very  high  head 
hydraulic  work.  P.ends  are  used  where  possible,  elimi- 
nating fittings  and  all  joints  are  made  with  special 
grooved  flanges. 

Low  Pressure  Piping. 

The  low  pressure  piping  consists  of  the  auxiliary 
exhaust,  water  supply,  heater  vents  and  mains,  hot 
well  pump  suction  and  discharge,  oil  lubricating  sys- 
tem, oil  feeder  and  air  pump  cooling  lines,  oil  piping 
to  burners  and  compressed  air  line.  The  large  atmos- 
pheric exhaust  pipes  leading  from  the  relief  valves  in 
the  condenser  are  of  riveted  steel,  as  they  are  used  only 
occasionally  in  emergencv. 

All  auxiliary  exhaust  piping  is  of  standard  weight 
steel  pipe  with  screwed  cast-iron  flanges.  All  valves 
and  fittings  are  of  cast-iron. 

The  water  supply  piping  throughout  the  plant, 
the  hot  well  pump  suction  and  discharge,  the  air  pump 
cooling  water  lines  and  the  oil  filter  piping  are  of  cast 
iron  in  sizes  4  in.  and  over  and  of  galvanized  steel  in 
smaller  sizes. 

The  heater  vents,  the  oil  piping  to  oil  burners,  the 
compressed  air  lines,  the  air  pump  suction  and  dis- 
charge, all  cylinder  pipes,  lubricating  piping,  etc.,  are 
standard  weight  and  similar  to  the  auxiliary  exhaust. 
All  lubricating  piping  has  been  galvanized  to  elimi- 
nate scale.  The  expansion  in  all  low  pressure  lines  is 
taken  care  of  bv  '\^''ainwright  corrugated  copper  expan- 
sion joints.  All  pumps  are  controlled  by  Fisher  auto- 
matic regulators,  and  are  fitted  with  anti-corrosive  re- 
lief valves. 

All  piping  throughout  the  station  is  supported  at 
intervals  of  about  12  in.  by  adjustable  steel  hangers, 
or  brackets,  and  is  securely  held  against  vibration  or 
expansion  by  specially  designed  anchors  and  braces. 
The  large  pipes-  for  the  salt  water  condenser  circulat- 
ing svstems  are  all  of  riveted  steel.     Braun,  Williams 
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&  Russell  of  San  Francisco  arc  the  contractors  for  the 
entire  piping  system.  Most  of  the  valves  were  manu- 
factured by  Crane  Company  and  the  balance  of  the 
material  came  from  various  firms. 

The  Circulating  Water  System. 

The  circulating  water  for  the  condensers  is  ob- 
tained from  the  Pacific  Ocean,  a  620  ft.  ])ier  gaining  the 
necessary  deijth  for  suction  at  low  tide.  The  salt  water 
for  the  reciprocating  engines  was  originall)-  ])umped 
direct  from  the  ocean  through  two  .SO  in.  steel  pii)es 
the  power  house  by  centrifugal  pumjjs  therein,  giving 
a  combined  suction  and  discharge  pii)ing  length  of 
1700  ft.  So  much  trouble  was  experienced  with  sea- 
weed that  it  was  decided  to  extend  the  pier  100  ft.  fur- 
ther to  deeper  water,  thus  considerably  reducing  the 
amount  of  seaweed.  Furthermore  a  large  double  screen 
chamber  has  been  constructed  near  the  beach  at  an 
elevation  of  l.S  ft.  above  mean  high-water  level.  The 
water  is  delivered  to  this  screen  chamber  by  three  54 
in.  steel  siphon  pipes.  To  the  following  descrijjtion 
of  the  screen  chamber  and  the  novel  manner  in  which 
it  was  constructed  the  writer  is  indebted  to  Mr.  C.  R. 
Guertler,  construction  superintendent  for  J.  G.  White 
&Co. 


Cross   Section  of  Screen   Chamber. 

The  screen  chamber  is  a  rectangular  reinforced 
concrete  structure  58x52  ft.  inside  and  extending  from 
the  ground  level,  about  +  17  to  —  16  ft. below  sea  level. 
Two  reinforced  concrete  walls  divide  it  into  three 
equal  compartments  in  which  are  contained  the  sea- 
weed racks  and  finer  screens.  The  sides  not  braced 
by  these  division  walls  are  sustained  by  a  horizontal 
girder  near  their  top  over  7  ft.  thick  and  heavily  rein- 
forced. 

On  beginning  this  structure  the  question  arose 
whether  to  build  a  rectangular  cofifer  dam  with  cross 
bracing  or  a  circular  one  without  any  internal  bracing, 
other  than  walling.  The  failure  of  much  smaller  circu- 
lar coffer  dams  previously  built  caused  grave  doubts 
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about  the  feasibility  of  a  circle  86  ft.  in  diameter;  but 
tiie  simplicity,  cheapness  and  convenience  of  an  un- 
obstucted  area  to  build  in,  together  witli  llu'  uniform- 
ity of  the  earth  to  be  supported,  finally  carried  the  de- 
cision for  the  circular  unl:)raced  coffer  dam. 

Mules  and  scrapers  removed  the  first  10  ft,  of 
sand,  and  the  coffer  dam  began  at  that  point.  The 
contractor  first  set  two  circles  of  light  walling  built 
up  of  three  thicknesses  of  2  in.  stuff,  one  inside  and  one 
outside  as  a  guide ;  and  drove  between  them  with  an 
ordinary  pile  driver  and  pile-jet  outfit,  26  ft.  lengths 
of  Wakefield  piling  built  each  of  ^xl2  in.  pieces  of 
Oregon  fir.  These  were  plumbed  and  driven  with  the 
greatest  possible  care,  and  final  e.\ca\ations  proved 
them  to  be  as  true  and  tight  at  the  liottom  as  they 
were  at  the  top. 

The  excavation  was  done  by  hand  loading  ]dain 
cu.  yd.  boxes  with  hinged  bottoms  and  hoisting  them 
by  a  guyed  derrick.  Two-thirds  of  the  way  down  the 
excavation  exposed  a  prehistoric  marsh  in  the  form  of 
peat.  Under  this  was  a  water  tight  semi-clay,  but 
just  before  the  required  depth  was  reached  this  clay 
unfortunately  gave  place  to  (pticksand  full  of  spout- 
ing springs.  Three  centrifugal  ]iumps  one  .^  in.  and 
two  6  in.  were  installed,  but  the  great  amount  of  water 
encountered  made  it  necessary  to  remove  the  clay 
blanket  in  sections  and  place  the  concrete  in  blocks 
about  18x10  ft.,  bringing  joints  under  division  walls. 

During  these  operations  the  coffer  dam  mo\eil 
f|uite  appreciably,  coming  in  all  around  about  y^  in.  a 
day  until  the  guide  wallings  around  the  top  were  in 
some  ])laces  crushed.  As  soon  however  as  the  sheeting 
had  stpieezed  together  so  as  to  exert  an  arch  action 
on  the  ground  the  movement  practically  ceased.  .\s 
close  as  could  be  measured  the  complete  coft'er  dam 
probably  closed  in  a  total  of  Zyi  or  3  in.  Two  wallings 
placed  near  the  bottom  and  built  of  16x16  in.  segments 
l)utted  and  jacked  into  place,  and  finally  wedged  with 
hard  wood  held  without  the  least  sign  of  deformation. 

The  spouting  springs  made  it  necessary  to  lay 
the  concrete  dry  on  a  2  in.  planking,  forcing  the  water 
ahead.  In  the  worst  places  canvas  tents  were  sacri- 
ficed to  lay  down  over  the  springs.  Once  the  whole 
bottom  slab  was  placed,  however,  all  difficulty  disap- 
peared. 

At  this  ]w\nt  the  idea  presented  itself  of  using  the 
whole  circular  area  to  advantage  by  building  the  out- 
side walls  of  the  pit  in  a  circular  form,  thereby  util- 
izing the  arching  eft'ect  of  the  concrete  circle,  and  do- 
ing away  with  all  of  the  heavy  girders  and  reinforc- 
ing bars  in  them.  The  change  was  accordingly  made 
and  effected  a  great  saving  of  time.  Old  concrete 
broken  from  other  parts  of  the  plant  were  imbedded 
in  the  thick  segments  of  the  walls  between  the  circular 
e.xterior  and  rectangular  interior.  This  eonstruction 
was  continued  no  to  the  -f  17  level  and  from  there  the 
walls  were  extended  10  ft.  higher  as  ordinary  rein- 
forced retaining  walls,  with  a  light  6  in.  concrete  fence 
surmounting  the  whole. 

By  this  means  all  trouble  with  seaweed  has  been 
eliminated.  The  chambers  are  arranged  so  that  one 
can  be  cleaned  while  the  others  are  in  operation. 

The  three  54  in.  siphon  pipes  are  made  of  yi  in. 
mild  steel  having  a  guaranteed  tensile  strength  of 
55,000  11).  per  sq.  in.  After  erection  the  pipe  was 
subjected  to  a  hydrostatic  pressure  of  30  lb.  per  sq. 
in.     The  siphon  suction  is  started  and  maintained  by 


■/' 


Circulating   Water   Pumps. 

means  of  three   air  compressors   in   the  beach   pump- 
house. 

The  water  is  drawn  from  the  screen  chamber  and 
discharged  to  the  condenser  by  three  30  in.  Price  dou- 
Ijle  suction,  centrifugal  pumps  each  designed  to  deliver 
24.000  gallons  of  sea-water  against  a  total  head  of  40 
fi.  when  operating  at  225  r.p.m.  and  taking  about  350 
h.p.    The  pump  inlet  is  32  in.,  the  discharge  30  in. 
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Cirouhitinpr  Water  rump  Uunse. 


Each  of  tlu'sc  i)iiiii|)s  is  CI  iiiiicctcd  tliniut;h  a  mnse- 
less  flexible  coupling  to  a  l()x27.\lS  in.  special  Uarris- 
burn--I'"leming  side  crank  engines  equipped  with  Gard- 
ner throttling  governor  with  speeding  attachment. 
With  18  lb.  gauge  pressure,  3  lb.  back  jjressure  and  100 
to  150  degrees  supeheat  these  engines  are  rated  at 
400  i.h.p.  These  engines  were  supi)lied  b_\-  Chas.  C. 
Moore  &  Co.,  engineers. 

Switchboard. 

The  switchboard  and  high  tension  switching  appa- 
ratus is  contained  in  an  enclosed  gallery  running  the 
length  of  the  building  between  the  engine  and  the 
boiler  room  and  partly  extending  over  the  latter.  A 
look-out  window  commanding  a  view  of  the  gener- 
ator floor  is  placed  in  the  center  of  this  gallery.  At 
the  time  of  writing,  the  new  switchboard  had  not  been 
installed  the  original  temporary  wooden  board  still 
sufficing. 

The  new  board  being  installed  by  the  Westing- 
house  Electric  &  Manufacturing  Company  consists  of 
twenty  slate  panels  with  benchboard  control.  These 
comprise  five  generator  panels,  ten  feeder  panels,  four 
blanks  and  an  auxiliary  apparatus  panel,  with  tlie 
usual   instrument  equipment. 

Connections. 

The  wiring  connections  are  shown  in  the  accom- 
panying plan  of  generator  connections  and  wiring 
diagram.  Each  generator  feeds  through  ducts  under 
the  floor  and  a  1200  ampere  disconnecting  switch  to 
its  set  of  three  compensaiors  which  raise  the  voltage 
from   9000   to    18,000,    the     neutral     being    grounded. 


.\fter    passing    through    tiX)   ampere    oil 
leads  are  cnnnected  to  the  bus  bars  thrc 


switches    the 
lugh  600  am- 
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Plan  of  Generator  Connections. 
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pcre  oil  switches.  The  tiiibo-generiitor  busbars  are 
sectionalized  from  those  of  the  recipocatini,'^  units  by 
1000  ampere  switches.  Thence  tlirongh  lightning- 
arresters  and  another  set  of  disconnecting  oil  switches 
the  bus  joins  the  18,000  volt  feeders. 
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Wiling   Diagram. 


Kelman    Oil   Switches. 


All  the  oil  switches  were  manufactured  by  the 
Kelman  Electric  &  Mfg.  Co.  of  Los  Angeles 
and  are  of  the  well  known  pantograph  type  previously 
described  in  these  columns.  They  are  arranged  for 
remote  and  control  and  have  given  eminently  satis- 
factory service. 


A  SIMPLE  METHOD  FOR  DETERMINING  THE 
LOAD    ON    A    TRANSFORMER. 

BY    E.    G.    ROUIN.SON,    .IK. 

The  engineer  of  a  small  power  plant  is  often  con- 
fronted with  the  problem  of  accurately  determining 
the  load  in  a  lighting  transformer,  the  peak  and  its 
duration,  whereas  he  cannot  afford  to  buy  the  neces- 
sary measuring  instruments.  For  this  purpose  the 
writer  has  successfully  and  .satisfactorily  emi)loyed  a 
standard  recordiug  i'.ristol  vollmeler  and  a  spare 
transformer. 


Ti'adsforniei'    I^oad    Cur\'e.s. 

The  latter  is  a  standard  W'estinghouse  series  trans- 
fiirmer  ha\ing  a  ratio  of  20  to  5  amperes  and  intended 
for  use  on  a  6600  volt  switchboard.  By  connecting 
its  20  amjjere  coil  in  series  with  the  primary  of  the 
transformer  under  test  and  connecting  the  terminals 
of  the  5  ampere  coil  to  the  recording  voltmeter,  the 
results  shown  on  the  accompanying  chart  were  ob- 
tained. 


^.^-''''^       < 

<5          .'f^^^ 

A  XaX:^^ 

'iKl 

mm 

Calibration   Curve. 

To  get  the  calibration  curve  a  portable  ammeter 
was  connected  in  the  primary  circuit  and  the  current 
\aried  over  a  wide  enough  range  to  cover  all  practical 
requirements. 

The  series  transformer  may  be  mounted  in  a  box 
that  can  be  hung  on  the  cross-arm  beside  the  trans- 
f'jrmer  to  be  tested. 
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NOTES   FROM   PRESS  REPORTS   OF  THE   NA- 
TIONAL ELECTRIC  LIGHT  ASSOCIA- 
TION MEETING. 

The  1912  N.  E.  L.  A.  meeting  will  be  held  at 
Seattle,  Washingtun,  during-  the  first  week  in  June, 
following  the  affiliation  of  the  Northwest  Electric 
Light  &  Power  Association  with  the  national  body. 

Grounding  secondary  alternating  current  circuits 
of  150  volts  or  less  was  unanimously  advised  by  the 
committee  on  this  matter.  The  American  Institute  of 
Electrical  Engineers  recommends  grounding  all  cir- 
cuits of  250  volts  or  less. 

Gas  producers,  gas  and  oil  engines  give  excellent 
satisfaction  where  carefully  operated  in  small  plants, 
especially  with  low  grade  fuel.  For  large  plants 
the  initial  investment  cost  is  heavier  than  that  of 
steam-turbine  equipment. 

Projection  against  lightning  on  transmission  lines 
may  be  afforded  b\-  arresters  (^prefciably  of  the  elec- 
trolytic type),  an  underhung  insulator  with  a  grounded 
portion  between  the  line  and  the  support,  a  superposed 
ground  wire,  and  by  grounding  the  neutral  wire  on 
primary   and   secondary   dislrilnition   circuits. 

The  use  of  reactance  coils  to  limti  the  current  from 
short-circuited  generators  was  strongly  advised.  They 
should  be  inserted  in  series  with  the  armature  of  low 
reactance  turbo-generators,  a  four  per  cent  reactance 
effectually  limiting  the  short-circuit  current  delivered 
to  the  bus  to  fifteen  limes  full-load  current. 

The  public  poUcy  committee  reconnnended  acci- 
dent insurance,  sickness  insurance  and  death  benefits, 
service  annuities,  profit  sharing,  employees'  savings 
and  investment  funds,  and  life  insurance  as  the  best 
means  of  creating  harmony  between  employees  and 
companies.  These  recommendations  were  adopted  by 
the  association. 

Ventilation  of  turbo-generators,  according  to  a 
paper  of  R.  L>.  Williamson  of  the  Allis-Chalmers  Co., 
requires  from  5  to  7.5  cu.  ft.  of  air  per  minute  per 
k.v.a.  output,  the  weight  of  air  being  even  greater 
than  that  of  the  steam  consumed  by  the  turbine  at 
the  same  time.  The  heat  in  the  discharged  air  rep- 
resents from  3  to  6  per  cent  of  the  station  output 
which  is  available  for  preheating  the  air  supply  to  the 
boiler  or  heating  cold  buildings.  To  supply  this  large 
amount  of  air  calls  for  some  sort  of  blower  provided 
with  dust-filtering  devices. 

An  adjustable  speed  single  phase  motor,  which 
fulfills  every  condition  now  met  by  the  d.c.  adjustable 
speed,  was  described  by  W.  A.  Layman  of  the  Wag- 
ner Electric  &  Mfg.  Co.  W^ith  a  motor  ratetl  at  3  h.p. 
six  speeds  are  possible  between  750  and  2250  r.p.m., 
giving  from  2  to  5  h.p.  respectively.  This  motor,  like 
a  new  constant  speed  type  also  described,  employs  a 
rotor  provided  with  a  commutated  winding  and  two 
sets  of  brushes,  one  in  the  axis  of  the  main  stator  wind- 
ing, the  other  normal  thereto.  One  set  carries  the 
working  currents,  the  other  the  compensating 
and  exciting  currents,  speed  regulation  being  pro- 
vided through  the  stator  windings.  The  motor  is 
claimed  to  have  a  low  percentage  of  slip  at  each  step 
between  no-load  and  full-load  and  to  have  a  high 
power-factor  under  all  operating  conditions.  In  Eu- 
rope this  type  has  been  commerciallv  developed  up  to 
15  h.p. 


Water-wheel  troubles  discussed  include  unl.al 
anced  gates,  pitting  of  turbine  runners,  horizontal 
shaft  and  gears  for  vertical  units  and  no/.zles  for  im- 
inilse  wheels.  Simplification  in  governor  design  i.- 
urged,  one  suggestion  being  for  a  governor  electrically 
actuated  by  change  in  load  rather  than  by  change  in 
speed,  thus  obtaining  closer  speed  regulation. 

In  ice-making,  under  average  conditions,  the  con- 
sumption of  electric  power  should  not  exceed  60  kw. 
hours  per  ton.  The  load-factor  in  a  latitude  above 
that  of  New  York  is  about  65  per  cent  and  the  maxi- 
mum demand  of  a  100  kw.  plant  would  be  about  230 
kw.,  which  includes  the  power  for  operating  compres- 
sors, all  auxiliary  apparatus  and  electric  lights  for 
the  plant. 

A  IJ/^-ton  electric  truck  in  service  24^4  days 
each  month  averaging  29^^  miles  daily  requires  an  aver- 
age of  .491  kw.-hours  per  mile,  .6  cent  for  oil  and  other 
supplies  per  mile,  1.4  cents  per  mile  for  general  repairs, 
1.62  cents  per  mile  for  tires,  and  .7  cents  per  mile  for 
batteries,  making  a  total  of  7.32  cents  per  mile  with 
current  at  4  cents  per  kw.  hour.  This  does  not  in- 
clude the  cost  of  driver  or  garage  service. 

Transmission  line  interruptions  are  more  fre- 
(piently  due  to  failure  of  insulators  than  to  any  other 
cause  on  account  of  their  lower  factor  of  safet>  ac- 
cording to  observations  of  M.  Hebgen  of  Butte,  Mon- 
tana. I''or  100,000-volt  lines  he  recommends  a  factor  of 
safety  of  three,  for  50,000  volts  of  four,  and  for  20,000 
to  30,000  volts  of  five,  because  abnormal  surges  are 
relatively  greater  in  lower  than  in  the  higher  voltage 
lines. 

The  fuel  cost  of  gasoline  lighdng  with  gasoline  at 
18  cents  per  gallon  varies  from  >4  cent  to  1  cent  per 
hour  with  single  mantle  units,  while  at  10  cents  per 
kilowatt-hour  a  100-watt  tungsten  lamp  costs  1  cent 
per  hour.  Adding  the  maintenance  cost  and  fixed 
charges  of  a  gasoline  outfit,  makes  this  lighting  method 
even  more  expensive  than  that  of  tungsten  lighting, 
ii;  a<ldition  to  the  many  other  disadvantages  and  in- 
ciinveniences  of  gasoline. 

Electricity  for  the  rural  districts  of  Southern  Cali- 
fornia is  being  energetically  installed  under  the  direc- 
tion of  S.  M.  Kennedy  of  the  Southern  California  Edi- 
son Company.  The  highest  standard  of  line  construc- 
tion is  employed  in  extending  lines,  the  average  cost 
depending  upon  the  voltage  and  the  nature  of  the 
ground  over  which  the  extension  is  made  and  ranging 
from  $600  to  $1200  per  mile.  Extensions  are  made  on 
the  basis  that  50  per  cent  of  the  cost  of  the  line  is 
represented  by  the  first  year's  income.  One  26-mile 
line  was  built  on  the  understanding  that  one-third  of 
the  cost  be  borne  by  the  consumer. 

The  advantages  of  oil  fuel  in  the  East,  where  the 
oil  to  produce  a  certain  amount  of  steam  costs  one-third 
more  than  the  coal,  include  its  quick-firing  capabili- 
ties in  emergency,  its  lower  banking  cost  and  a  saving 
in  investment  and  labor  for  peak  load.  Experiments 
in  simultaneous  firing  of  coal  and  of  oil,  the  former 
from  the  front  and  the  latter  from  the  rear  of  a  partly 
partitioned  furnace,  show  that  2000  kw.  can  be  car- 
ried as  easily  as  1200  kw.  when  only  coal  is  used.  This 
means  a  gain  of  66  per  cent  by  the  use  of  oil  or  the 
saving  of  40  per  cent  in  the  cost  of  boiler  equipment 
for  a  given  output. 
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PRESENT  STATE  OF  IRRIGATION  DEVELOP- 
MENT IN  CALIFORNIA.' 

nV     l-KANK     ADAMS. 

Eliniinatiiig-  projects  still  in  the  promotion  stage, 
a  conservative  estimate  shows  750,000  acres  for  which 
construction  to  provide  irrigation  water  is  now  under 
way.  Of  this  area,  about  one-third  is  in  Southern  Cali- 
fornia and  the  remainder  north  of  Tehachapi. 

Of  the  area  now  being  brought  under  water  in 
Southern  California,  the  principal  acreage  is  under 
the  various  mutual  water  company  systems  of  Imperial 
Valley,  the  Yuma  project  of  the  United  States  Re- 
clamation Service,  the  new  municipal  aqueduct  being 
built  to  supply  water  for  use  within  the  city  of  Los 
Angeles,  but  which  will  irrigate  a  large  area  outside 
of  the  city  pending  the  increased  needs  by  the  city, 
and  the  southern  coastal  regions  where  development 
has  already  reached  a  high  state.  In  the  latter  sec- 
tions it  is  the  increase  in  pumping  plants,  notably 
around  Pomona,  Corona,  Chino,  Whittier,  Covina,  An- 
aheim, Fullerton,  Riverside  and  San  Jacinto  Valley, 
that  is  increasing  irrigation.  At  Redlands  the  most 
notable  addition  will  come  by  the  construction  of  a 
large  multiple-arch  dam  in  the  San  Bernardino  moun- 
tains to  supply  water  to  the  various  mutual  water  com- 
panies that  two  years  ago  acquired  the  property  of 
the  Bear  Valle}'  Irrigation  Company,  from  which  they 
had  theretofore  been  purchasing  water  but  which  they 
have  now  mutualized.  In  San  Diego  county  the  mat- 
ter of  chief  interest  from  the  standpoint  of  irrigation 
engineering  is  the  raising  by  15  ft.  of  the  height  of 
Sweetwater  dam. 

The  rapid  irrigation  development  now  taking 
place  in  Southern  California  is  the  more  surprising 
in  view  of  the  popular  impression  that  all  of  the  avail- 
able water  was  long  ago  utilized  in  that  section  of 
the  State.  An  account  of  it  is  submitted  to  show  the 
great  value  attached  to  water  there  and  the  extreme 
efforts  being  put  forth  to  acquire  an  increased  supply. 
Turning  north  of  Tehachapi,  in  some  sections  de- 
velopment is  not  unlike  that  of  the  south.  Pumping 
for  water  is  being  increasingly  resorted  to  in  the  foot- 
hill sections  of  Kern,  Fresno  and  Tulare  counties,  and 
one  of  the  largest  pumping  irrigation  systems  in  the 
west  is  now  operating  in  San  Joaquin  county,  the 
water  supply  being  the  San  Joaquin  river.  The 
lower  San  Joaquin  Valley  is  fortunate  in  having  a  plen- 
tiful supply  of  underground  water  of  good  quality  and 
at  relatively  small  distance  below  the  ground  surface. 
In  the  belt  around  Porterville,  Lindsay,  E.xeter  and 
Lemon  Cove,  Mr.  V.  M.  Cone,  of  this  office,  finds  it 
now  considered  profitable  to  pump  against  a  head  of 
400  to  500  ft.  for  citrus  trees.  Outside  of  pumping, 
very  little  irrigation  development  is  b^ing  accom- 
plished in  the  lower  San  Joaquin  Valley,  owing  to  ex- 
haustion of  the  low-water  flow  of  the  streams  and 
the  difficulties  of  utilizing  flood  waters  that  now  go 
to  waste  for  want  of  adequate  water  right  laws  under 
which  they  can  be  acquired.  In  the  upper  San  Joa- 
quin, a  steady  increase  in  the  irrigated  area  is  being 
brought  about  in  Modesto  and  Turlock  irrigation  dis- 
tricts, and  what  is  perhaps  the  most  notable  accom- 
plishment in  the  entire  San  Joaquin  valley  is  the  re- 

'Extract    from    report    to    Nathaniel    EUi'ry.    State    Engineer 
of   California. 


cent  successful  <jrganization  of  the  <  )akdale  and  .South 
San  Joaquin   irrigation   districts,   in   San  Joaquin  and 
Stanislaus  counties.     These  two  districts  have  jointly 
purchased  for  $650,000  the  old  Tulloch  irrigation  .sys- 
tem at  Oakdale,  with  its  valuable  water  rights  in  Stan- 
islaus   river,   and    have   together   voted   bonds    to   the 
extent  of  $3,475,000  for  the  construction  of  reservoirs, 
canals    and    distributaries.      In    Sacramento    Valley, 
which   has  been  more  backward  than  any  other  part 
of  the  State  in  recognizing  the  needs  and  advantages 
of   irrigation,   the   largest   single    unit   is    that   of   the 
Sacramento   Valley  Irrigation   Company  at  Willows, 
which  as  the  successor  of  the  old  Central  irrigation 
district,  formed  under  the  the  original  Wright  act,  is 
constructing  works  to  cover  a  large  area  of  the  valua- 
ble land  of  this  valley.     At  Orland  the  Orland  project 
of  the   United   States   Reclamation   Service,   covering 
14,000  acres  in  its  first  unit,  was  77  per  cent  completed 
October  I,  1910,  and  ready  for  settlement.    Other  areas 
of  more  or  less  size  are  also  being  put  under  irrigation 
and  sold  to  settlers  in  Sacramento  Valley.    The  open- 
ing of  the  Western  Pacific  Railway  over  the  Sierra 
Nevada  at  a  considerable  distance  north  of  any  other 
transcontinental  line  has  given  new  impetus  to  devel- 
opment, which  must  be  largely  through  irrigation,  in 
the    northeastern    counties    of    Plumas,    Lassen    and 
Modoc.     In  the  latter  county  additional  land  is  to  be 
irrigated  by  the  Klamath  project  of  the  Reclamation 
Service.      Plans    of    the    Reclamation    Service    for   re- 
claiming   and    ultimately    irrigating    27,000    acres    of 
Klamath  marsh  and  about  an  equal  area  of  Tule  lake, 
all  in  California,  have  already  been  approved  by  the 
Secretary  of  the  Interior  and  bids  for  construction  in 
connection  with  the  latter  were  opened  November  1, 
1910.    A  third  sub-project  included  in  the  plans  of  the 
Reclamation  Service,  but  not  yet  approved,   provides 
for  the  irrigation  of  10,400  acres  in  California  south 
and  west  of  Clear  Lake  reservoir. 


EARNINGS   AND   TAXES   OF   ELECTRIC 
PROPERTIES. 

California  street  railways  have  reported  tlicir 
earnings  and  taxes  as  follows : 

Earnings.  Taxe.s. 

fnited    Railroads,    S.    F $7,672,873.15  $306,914.92 

Pacific   Electric,   L.   A 4,911,863.54  196,474.54 

I.,    A.    Ry.    Corporation     4.600.748.11  184,029.92 

iiaklanrt     Traction     2,934,508.54  117,380.34 

i.'is   Angeles   Pacific    1,821,306.01  72,852.24 

San   Francisco,  Oakland   &   San   .lose   1,230.599.49  49,223.98 

Lms    Angeles    &    Redondo    72S. 662.31  29.146.48 

S.in     Diego     Electric     541,535.22  21,661.40 

Xorthern    Electric    528,703.95  21.148.16 

Sacramento  Electric,  Gas  &  Railway      509,151.53  20,366.06 

I'alifornia    Street    Cable    Road 374,249.56  14,969.98 

Peninsula    Railway     233,373.78  9,334.94 

San  Jose  &  Santa  Clara  County....       208,038.26  8,321.52 

San  Bernardino  Valley  Traction....       191,994.87  7,679.80 

i;f-ary   Street,    Park   and   Ocean 188,892.33  7,555.68 

S,    v..    Vallejo    &    Napa 172,403.21  6,896.12 

The  gas,  electric  and  power  companies  which  will 
1)0  called  on  to  pay  more  than  $10,000  taxes  each  fol- 
low: 

Operative    Receipts.  Taxes. 

Pac.    Gas    &    Electric $12,836,732.96  $513,469.32 

I-.  A.  Gas  &  Electric   3,314,199.76  132,568.00 

s.juthern  California  Edison    3,294,750.78  131,790.04 

Pac.     Light     &     Power 1.970,008.00  78,800.32 

lireat  Western   Power    930,170.99  37.207.08 

I'ity    Electric,    S.    F 912,792.44  36,511.70 

San    Joaquin    Light    &    Power 789.351.18  31,574.04 

Western  States  Gas  &  Electric    ...         740,386.67  29,615.46 

San  Diego  Con.  Gas.  &  Electric   ...         543,260.15  21,730.40 

Xorthern    Calif.    Power    Co.    Con...         530,028.99  21,201.16 

-Metropolitan   Light  &   Power,   .S.   P.         411,480.10  16.459.20 

Sierra  &   S.    F.    Power    397,191.85  15,887.68 

Mt.  Whitney  Power  &   Electric...         328,690.77  13,147.64 

Southern    California  Gas    256,137.16  10,245.08 


June   17,   1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


527 


POWER  FACTORS.' 

BY   F.   D.    NEWBURG. 

Incandescent  lighting  with  small  lowering  trans- 
formers.— Power-factor,   90  per   cent   to  95    per  cent. 

Alternating-current  inclosed-arc  lamps  with  con- 
stant-current transformers. — Power-factor,  from  60  per 
cent  to  75  per  cent,  depending  upon  whether  the  trans- 
formers are  carrying  their  rated  number  of  lamps.  An 
average  figure  would  be  70  per  cent. 

Direct-current  metallic-arc  lamps  with  rectifiers. — 
Power-factor,  from  55  per  cent  to  70  per  cent,  depend- 
ing upon  whether  the  rectifiers  are  carrying  their  rated 
number  of  lamps.  An  average  figure  would  be  65  per 
cent. 

Single-phase  induction  motor,  squirrel-cage  rotor, 
1/20  h.p.  to  1  h.p. — Power-factor,  55  per  cent  to  75 
per  cent,  average  68  per  cent,  at  rated  load. 

Single-phase  induction  motors,  squirrel-cage  rotor, 
1  h.p.  to  10  h.p. — Power-factor,  75  per  cent  to  86  per 
cent,  average  82  per  cent,  at  rated  load. 

Polyphase  induction  motors,  squirrel-cage  rotor, 
1  hp.  to  10  h.p. — Power-factor,  75  per  cent  to  91  per 
cent,  average  85  per  cent,  at  rated  load. 

Polyphase  induction  motors,  squirrel-cage  rotor, 
10  h.p.  to  50  h.p. — Power-factor,  85  per  cent  to  92  per 
cent,  average  89  per  cent,  at  rated  load. 

Polyphase  induction  motors,  phase-wound  rotors, 
5  h.p.  to  20  h.p. — Power-factor,  80  per  cent  to  89  per 
cent,  average  86  per  cent,  at  rated  load. 

Polyphase  induction  motors,  phase-wound  rotors, 
20  h.p.  to  100  h.p. — Power-factor,  82  per  cent  to  90  per 
cent,  average  87  per  cent,  at  rated  load. 

Induction  motor  loads  in  general. — Power-factor, 
from  60  per  cent  to  85  per  cent,  depending  on  whether 
motors  are  carrying  their  rated  loads. 

Rotary  converters,  compound  wound. — Power- 
factor,  at  full  load  can  be  adjusted  to  practically  100 
per  cent.  At  light  loads  it  will  be  lagging,  and  at 
overloads  slightly  leading. 

Rotary  converters,  shunt  wound. — The  power- 
factor  can  be  adjusted  to  any  desired  value,  and  will 
be  fairly  constant  at  all  loads  with  the  same  field  rheo- 
stat adjustment.  Rotary  converters,  however,  should 
not  be  operated  below  95  per  cent  power-factor  lead- 
ing or  lagging  at  full  load  or  overload. 

Small  heating  apparatus.— This  load  has  the  same 
characteristics  as  an  incandescent-lighting  load.  The 
power-factor  of  the  load  unit  is  practically  unity,  but 
the  distributing  transformers  will  lower  it  to  some  ex- 
tent. 

Arc  furnaces.— Power-factor,  80  per  cent  to  90  per 

cent. 

Induction  furnaces.— Power-factor,  60  per  cent  to 

70  per  cent. 

Electric-welding    transformers.— Power-factor,    50 

per  cent  to  70  per  cent. 

Synchronous  motors.— Adjustment  between  prac- 
tically zero  power-factor  leading  to  zero  power-factor 
lagging. 

Operating  power-factors  above  95  per  cent  will  be 
obtained  only  when  practically  all  of  the  load  is  syn- 
chronous motors  or  converters  which  may  be  oper- 
ated at  practically  unity  power-factor. 

1  Extract   from   Paper  Presented   at  New   York  Meeting  Na- 
tional Electric  Light  Association. 


PHYSIOLOGICAL  EFFECTS  OF  ELECTRIC 
SHOCK. 

Accoi-ding  to  Doctors  Krida  and  Stantcm  in  the 
New  York  State  Journal  of  Medicine  the  chief  causes 
of  death  from  electric  shock  are  undoubtedly  "fibril- 
lary" contractions  of  the  heart  and  respiratory  paral- 
ysis. By  the  former  are  meant  incoordinate  contrac- 
tions of  the  individual  muscles  of  the  heart,  resulting 
in  complete  derangement  of  its  normal  rhythmic  beat. 
Respiratory  paralysis  seems  to  be  identical  with  the 
results  of  an  overdose  of  an  anaesthetic.  Respiration 
may  continue,  and  consciousness  be  presei'ved,  in  cases 
of  fibrillary  contractions,  till  anaemia  of  the  nervous 
system  causes  death,  but,  if  the  action  of  the  heart  be 
unimpaired,  respiration  can  frequently  be  artificially 
restored.  As  yet  there  is  no  known  reliable  means  of 
restoring  the  normal  action  of  the  heart  once  it  is 
deranged ;  on  the  other  hand,  if  the  respiratory  organs 
are  alone  affected,  prolonged  artificial  respiration  en- 
ables a  considerable  percentage  of  recoveries  from  ap- 
parent death. 

The  conflicting  results  reached  by  many  investi- 
gators, as  to  the  physiological  effects  of  electric  cur- 
rents, are  chiefly  attributable  to  the  difTerent  forms 
of  current  employed  and  the  diverse  experimental 
conditions.  The  following  remarks  apply  to  cases  of 
shock  from  circuits  carrying  amounts  of  energy  such 
as  are  used  in  ordinary  commercial  work.  The  cur- 
rent passing  through  the  body  of  the  victim  probably 
varies  between  Yi  and  10  or  more  amperes. 

The  effects  produced  by  direct  and  alternating 
currents  vary  directly  with  the  current  strength  (and 
hence  with  the  applied  voltage),  with  the  duration 
of  contact  and  with  the  path  of  current  flow  through 
the  body.  The  frequency  of  alternating  currents  is 
of  great  importance,  low-frequency  currents  being 
usually  more  dangerous  than  high-frequency  currents 
of  the  same  strength. 

Paralysis  of  the  heart  is  especially  liable  to  re- 
sult from  low-pressure  currents,  particularly  if  the 
heart  be  in  the  path  of  current  flow ;  respiratory  par- 
alysis, however,  usually  follows  on  anaesthesia  of  the 
central  nervous  system  set  up  by  high-pressure  cur- 
rents. Actual  destruction  of  tissues  by  burning  occurs 
only  at  the  site  of  high-resistance  contacts,  and  is  of 
minor  importance  as  a  cause  of  death  :  nevertheless 
the  tissues  often  slough  far  beyond  the  apparent  limits 
of  the  burn.  In  cases  of  accidental  shock,  the  body 
often  serves  merely  to  complete  the  path  of  a  high- 
pressure  arc. 

In  general  the  lower  animals  are  more  susceptible 
than  human  beings  to  electric  shock.  Whereas  70 
volts  d.c.  is  often  fatal  to  dogs,  100  volts  scarcely 
affects  a  normal  man,  200-400  volts  produces  muscular 
cramp,  and  550  volts  produces  almost  instantaneous 
respiratory  failure.  Low-pressure  a.c.  shocks  are  lia- 
ble to  cause  fibrillary  contractions ;  600  volts  causes 
fibrillations  and  respiratory  paralysis,  but  2300-4800 
volts  usually  affects  respiration  alone  (in  such  cases 
artificial  respiration  should  be  persevered  with,  for 
hours  if  necessary).  The  medical  reports  of  the 
U.S.A.  electrocutions  since  1890  show  that  a  few  sec- 
onds flow  of  2  to  7  amperes  fat  1500  volts,  15  to  50 
cycles  per  sec.)  may  not  cause  death,  but  with  an  ap- 
plication of  45  to  50  seconds'  duration,  the  heart's 
action  is  permanently  suspended. 
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The   wisdom   of  grounding  secondary   circuits   is 
generally  conceded  and  the  question  now  resolves  itself 
into  selecting  a  limit,  whether  250 
Grounding  volts,  as  recommended  by  the  A.  I. 

Secondaries  K.  K.,  or  150  as  urged  b)'  the  N.  E. 

L.  A.  The  prime  intent  of  this 
])ractice  is  to  protect  such  circuits  from  destructive 
high  tension  current  flow,  due  either  to  a  break-down 
of  transformer  windings  or  to  accidental  contact  be- 
tween primary  and  secondary  wires  outside  the  trans- 
former, lightning  and  line  discharges  being  merely 
contributor)'  danger  sources. 

The  principal  objection  to  a  limiting  circuit  po- 
tential of  over  150  volts  is  the  possibility  of  shock 
from  contact  between  a  live  part  of  the  circuit  and 
any  ground,  as  a  water  pipe  or  bath  tub.  When  a 
ground  wire  is  run  from  a  transformer  secondary  such 
an  accidental  connection  is  necessarily  a  short  circuit. 
A  250  volt  shock  is  not  considered  fatal,  but  at  best 
is  a  disagreeable  experience  and  may  cause  a  fall  or 
serious  fright.  Fatalities  at  this  voltage  are  usually 
due  to  a  weak  heart  or  other  secondary  cause.  With 
a  potential  difference  of  over  120  volts  the  benefits  of 
grounding  may  be  had  without  these  disadvantages, 
but  voltages  up  to  250  on  lighting  circuits  are  coming 
more  and  more  into  use  and  the  dangers  to  be  pre- 
vented by  grounding  are  just  as  great  and  in  some 
cases  greater  as  higher  primary  potentials  become 
more  common. 

Failure  to  provide  ground  wires  of  sufficient 
carrying  capacity  and  good  ground  contact  are  re- 
sponsible for  much  of  the  dissatisfaction  with  this 
means  of  safety.  While  strong,  ample  and  permanent 
connections  are  easily  made  at  reasonable  cost,  a  suit- 
able ground  contact  requires  special  study  for  each 
case. 

Besides  the  possibility  of  actual  break-down,  the 
condenser  action  of  isolated  secondary  transformer 
windings  places  a  heavy  strain  on  the  insulation 
throughout  a  distribution  system,  especially  with  the 
increasing  use  of  higher  voltages  over  wider  areas. 
Cases  have  been  cited  where  the  static  potential  be- 
tween the  secondary  winding  and  ground,  due  to  the 
condenser  action,  may  become  as  great  as  the  im- 
pressed potential  of  the  high  tension  circuit.  Increased 
insulation  in  the  transformer  is  of  little  value  in  pre- 
venting destructive  results,  while  a  ground  connec- 
tion offers  immediate  relief.  The  importance  of  the 
lowest  possible  resistance  in  the  ground  circuit  is 
rtadily  apparent. 

The  question  of  the  danger  in  grounding  circuits 
of  over  150  volts  is  not  altered  in  any  way  by  greater 
care  in  making  ground  connections,  in  fact  the  possi- 
bility of  accidental  shock  is  enhanced,  so  that  the 
determination  of  a  limiting  voltage  becomes  a  ques- 
tion of  expediency.  Both  engineers  and  operators 
agree  that  grounding  at  some  fixed  limiting  voltage 
slinuld  be  mandatory.  The  former  naturally  con- 
siders the  question  from  the  standpoint  of  absolute 
protection  of  lighting  circuits  and  assumes  that  of 
the  two  possible  evils  the  greater  or  more  probable 
must  be  considered  at  all  costs.  The  operator,  on  the 
^,    ,  .    „    ,.       .,,  .,  other  hand,  takes  a  more  conservative  stand,  forming 
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sort,  never  forgetting  what  he  has  perhaps  snPercd 
from  damage  suits,  possibly  unjust  from  his  point  of 
view,  but  vital  nevertheless  to  his  serenity  of  mind 
and  method  of  operation.  It  is  to  be  hoped  that 
this  all  important  question  may  be  discussed  and  un- 
derstood so  thoroughly  by  all  concerned  that  it  may 
be  settled  by  fixing  rules  which  will  be  agreeable  to  all. 


Hardwood    poles    are    almost    unknown    in    the 
Pacific  States  where  soft  woods  may  be  secured  eas- 
ily and  cheaply  from  local  supply, 
Prolonging  although  not  always  economically 

Pole  Life  desirable    because    of    their    short 

life  due  to  dry-rot.  After  many 
years  of  experimentation,  the  use  of  pole  timber  from 
the  Northwestern  States  has  become  almost  universal. 
Probably  the  most  enduring  wood  for  the  purpose 
is  California  redwood,  but  it  must  be  sawn  and  its 
high  cost  makes  its  use  prohibitive  in  competition 
with  Washington  fir. 

The  life  of  this  timber,  if  placed  in  the  ground 
untreated,  varies  greatly  with  soil  conditions  but  at 
best  is  seldom  over  six  years,  when,  if  the  center  of 
the  wood  is  still  sound,  the  dry-rot  must  be  cut  away 
for  a  distance  of  18  inches  above  and  below  the  ground 
line.  Some  means  must  then  be  adopted  to  strengthen 
and  reinforce  the  pole.  This  invariable  short-coming 
in  wood  poles  has  produced  the  two  characteristic 
eiTects  always  created  when  a  radical  improvement 
becomes  necessary,  namely,  prevention  or  substi- 
tution,— prevention  by  covering  or  impregnating  the 
pole  with  preservative  compounds,  and  substitution 
by  employing  steel  or  concrete  steel  towers. 

The  possibility  of  cheaply  and  eft'ectively  im- 
pregnating the  wood  with  creosote  or  other  preserva- 
tive compound  is  unquestioned,  and  lack  of  proper 
equipment,  careless  work,  or  unfamiliarity  with  cor- 
rect methods,  are  the  probable  causes  of  the  unsatis- 
factory results  sometimes  obtained.  Where  the  poles 
have  been  bought  by  contract  with  an  impregnating 
specification  the  work  can  easily  suft'er  fraudulent 
fulfillment  with  little  danger  of  detection. 

Assuming  that  the  life  of  wood  poles  may  be 
indefinitely  prolonged,  this  form  of  line  construction 
will  long  maintain  its  place  in  electrical  systems. 
Aside  from  cheapness,  the  fact  that  dry  wood  does 
not  form  a  good  ground  connection  from  the  insu- 
lators is  one  of  the  principal  arguments  in  favor  of 
its  use.  This  feature  is  reported  to  be  somewhat 
lessened  in  its  effectiveness  by  impregnation  with 
creosote  under  pressure,  when  the  pole  acts  as  if  thor- 
oughly wet  and  has  more  or  less  conductivity. 

The  substitution  of  reinforced  concrete  poles  for 
wood  has  been  the  object  of  considerable  experimen- 
tation. Though  they  are  undesirable  because  of  their 
conductivity,  they  have  long  life,  great  strength  and 
clean  appearance.  Weight  and  cost  argue  against 
their  general  adoption  except  for  special  services 
which  justify  the  use  of  more  expensive  and  stronger 
forms  of  line  construction. 

Steel  towers  are  not  so  much  substitutes  as  im- 
provements over  wood  poles,  where  the  highest  serv- 
ice requirement  is  necessary,  where  conductors  must 
be  carried  at  extreme  heights,  in  mountainous  dis- 
tricts   or   where  there   are   unusual   wind   strains,  the 


tower  then  being  the  only  method  of  maintaining  a 
transmission  system.  Where  these  extreme  require- 
ments are  not  met,  the  problem  may  easily  become 
one  of  careful  computation  as  to  which  form  of  con- 
struction should  be  adopted.  This  is  clearly  the  case 
in  a  transmission  line  of  reasonable  length  and  me- 
dium electromotive  force,  where  the  wood  pole  line, 
perhaps  in  duplicate,  has  considerable  advantage  in 
first  cost  over  a  double  tower  line  with  a  double  cir- 
cuit. The  cost  of  maintenance  and  the  nature  of 
the  load  will  probably  determine  the  selection.  Pre- 
servative treatment  is  especially  important  in  the 
innumerable  cases  where  it  is  only  the  low  cost  of 
wood  poles  which  makes  a  project  commercially  feas- 
ible. 


The  subject  of  cooling  electrical  generating  and 
converting  apparatus  in  large  units  has  become  a  mat- 
ter of  such  great  importance  that. 
Artificial  where  not  so  long  ago  it  was  con- 

Cooling  of  sidered    necessary    to    design    ma- 

Generators  chinery  so  as  to  be  self  cooling,  the 

other  extreme  of  elaborate  artificial  means  of  carrying 
away  the  heat  produced  by  electrical  losses  is  now 
proposed.  For  many  years  transformers  have  been 
cooled  by  extraneous  means,  so  that  refinements  in 
the  methods  of  cooling  and  in  the  subsequent  design  of 
apparatus  are  not  especially  novel.  The  advent  of  the 
turbo-generator,  with  its  high  speed  and  necessarily 
compact  design,  brought  about  several  systems  of 
forced  air  ventilation  whose  development  have  neces- 
sarily kept  pace  with  the  constant  tendency  toward 
increased  output  from  single  units.  This  influence  is 
also  being  felt  in  the  construction  of  the  slower 
speed  machines  which  have  heretofore  been  designed 
for  self  cooling. 

The  fact  that  many  of  the  largest  engine  or 
water  wheel  type  generators  have  failed  to  carry  loads 
in  accordance  with  the  purchaser's  specifications  until 
forced  ventilation  was  tried  indicated  the  possibility 
of  a  design  including  some  such  form  of  cooling. 
Large  turbo-generators  are  found  to  require  a  greater 
weight  of  air  for  cooling  than  of  steam  for  driving 
durhng  the  same  interval.  This  air  represents  a  direct 
loss,  not  only  in  the  heat  which  it  removes  but  also 
in  the  power  necessary  to  supply  it.  A^s  to  what  de- 
pendence should  be  placed  on  forced  ventilation  in  the 
design  of  generators  is  yet  a  matter  of  conjecture. 
The  ideal  machine  should  have  a  minimum  of  acces- 
sories and  to  add  artificial  cooling  as  a  necessity  is 
an  obnoxious  idea  to  the  operator  whose  greatest  re- 
spect for  a  generator  has  been  based  on  its  ability  to 
carry  rated  loads  within  the  temperature  limit. 

\  reasonable  and  conservative  design  is  proba- 
bly reached  in  a  type  of  machine  operating  at  450 
r.p.m.  or  thereabouts,  where  air  is  driven  through  the 
stator  laminations  and  windings  under  the  influence 
of  fan  blades  permanently  affixed  to  each  side  of  the 
rolor,  direction  being  given  to  the  air  currents  by  end 
liclls  mounted  on  the  stator  so  that  the  final  discharge 
parallels  the  shaft  in  both  directions.  This  is  self 
contained,  requires  no  ducts  and  instead  of  mixing  the 
air  into  an  endless  variety  of  currents  from  the  motion 
of  the  rotor  gives  it  a  uniform  direction  and  ventilat- 
insT  action. 
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PERSONALS. 
George  R.  Alexander,  assistaul  engineer  ol'  the  NorUiern 
Electric  Railway,  has  retnrned  to  Chico  from  San  Francisco. 

John  J.  Connell,  consulting  electrical  engineer,  has  re- 
turned to  IjOS  Angeles  after  spending  a  few  days  at  San 
Francisco. 

R.  Leo  Vander  Naillen,  electrical  engineer  for  the  Oro 
Light  &  Power  Company  of  Oroville,  was  at  San  Francisco 
during  the  past  week. 

C.  W.  Hinchcliffe,  general  manager  of  the  Consolidated 
Telephone,  Telegiaph  &  Electric  Company  of  Tucson.  Ariz., 
is  a  San  Francisco  visitor. 

G.  B.  Bush,  general  commercial  superintendent  of  the 
Pacific  Telephone  and  Telegi-a|)h  Company,  recently  sailed 
for  Japan  on  a  vacation  trip. 

D.  W.  Cole,  the  engineer  in  charge  of  the  government 
construction  work  on  the  Truckee-Carson  project,  was  at  San 
Francisco  during  the  past  week. 

I^eon  M.  Hall  returned  to  San  Francisco  during  the  past 
week  after  making  a  trip  through  Nevada  in  connection  with 
an   electrical   engineeiing   investigation. 

Frederick  Whorf,  who  has  been  chief  electrician  of  the 
State's  Ferry  Depot  Building,  at  San  t^ancisco  since  it  was 
first  opened,  has  been  succeeded  by  Charles  Stanton. 

E.  C.  Bradley,  vice-president  and  general  manager  of  the 
Pacific  Telephone  and  Telegraph  Company,  returned  to  his 
San  Francisco  office  last  Wednesday  after  an  Eastern  trip. 

R.  S.  Porter,  the  new  vice-president  of  the  California  Sec- 
tion of  National  Association  of  Stationary  Engineers,  has  re- 
turned to  Santa  Barbara  after  attending  the  annual  conven- 
tion at  San  Francisco. 

E.  M.  Capps,  the  city  engineer  of  San  Diego,  is  at  San 
Francisco  with  a  party  of  city  officials,  investigating  the 
subject  of  State  harbor  improvements  having  a  bearing  upon 
the  proposed  bond  issue. 

John  Coffee  Hays,  general  manager  of  the  Mt.  Whitney 
Power  Company,  spent  the  past  week  at  San  Francisco  and 
on  last  Thursday  attended  the  funeral  of  his  father,  John  C. 
Hays,  a  prominent  pioneer,  who  died  June  13th. 

J.  Q.  Brown,  chief  engineer  and  purchasing  agent  of  the 
Oakland  Traction  Company,  recently  visited  New  York  after 
ordering  twenty-five  new  70-foot  electric  coaches  for  the 
Key  Route  electric  railway  system  of  the  United  Properties 
Company. 

Elam  Miller,  commercial  engineer,  A.  H.  Griswold,  plant 
engineer,  and  A.  C.  Stannard,  traffic  engineer,  of  the  Pacific 
Telephone  and  Telegraph  Company,  have  returned  to  San 
Francisco  after  making  an  inspection  of  the  system  in  Oregon 
and  Washington. 

A.  Phillip  an  official  of  the  Poulsen  Wireless  Telegraph 
&  Telephone  Company,  with  headquarters  at  Copenhagen, 
spent  last  Monday  at  the  San  Francisco  branch  of  the  com- 
pany on  business  connected  with  the  extension  pf  the  wire- 
less telegraph  service. 

W.  D.  Ward,  of  the  Pelton  Water  Wheel  Company's  sales 
force,  has  returned  to  San  Francisco  from  Montana,  where  he 
closed  a  contract  with  the  Libby  Water  Works  Company  for 
Pel  ton-Francis  turbine  equipment  for  an  electric  generating 
unit,  which  is  to  be  installed  near  Lewiston. 

C.  B.  Zabriskie,  one  of  the  officials  of  the  United  Prop- 
erties Company,  and  New  York  representative  of  the  Key 
Route  and  Oakland  Traction  system  arrived  at  the  San 
Francisco  office  of  the  corporation  last  week  to  confer  on  the 
important  extension  work  that  is  being  undertaken. 


David  Brian,  who  has  charge  of  the  electric  power  plant 
in  the  Hamburger  Building  at  Los  Angeles,  has  returned  to 
that  city  after  attending  the  State  Convention  of  the  National 
Association  of  Stationary  Engineers  at  San  Francisco,  and 
being  elected  president  of  the  organization  for  California. 

Mortimer  Fleishhacker,  of  the  City  Electric  Company, 
returned  to  San  Francisco  last  Saturday  from  New  York 
where  he  completed  arrangements  for  the  purchase  of  his 
corporation  by  the  Great  Western  Power  Company.  It  can 
be  authoritatively  stated  that  after  July  1,  Mortimer  Fleish- 
hacker and  Herbert  Fleishhacker  will  be  made  vice-presidents 
of  the  Great  Western  Power  Company  and  will  have  the 
control  of  its  affairs.  They  have  reorganized  the  financing 
of  the  company,  which  now  has  very  strong  backing,  both 
American  and  English  capital  being  represented. 


TRADE    NOTES. 

The  John  Wood  Company,  handling  electric  weld  pro- 
ducts, have  opened  an  office  and  salesroom  at  219-221  Pacifl'c 
Building,   San    Francisco,   Cal. 

The  John  G.  Sutton  Company  has  been  awarded  the  con- 
tract for  all  of  the  electrical  work  on  the  new  city  hall  in 
Oakland,  the  figure  being  $40,000. 

The  Westinghouse  Electric  and  Manufacturing  Company, 
East  Pittsburg,  Pa.,  has  just  received  an  order  from  the  Great 
Western  Power  Company,  San  Francisco,  Cal.,  which  calls 
for  six  300  k.v.a.  oil  insulated,  self-cooling  transformers. 

The  Kellogg  Switchboard  &  Supply  Company  is  installing 
a  complete  telephone  system  covering  the  buildings  and  exten- 
sive grounds  of  the  new  hotel  that  has  been  opened  in  the 
Yellowstone  National  Park  in  Montana,  by  the  Hotel  Associa- 
tion. 

Recent  transformer  business  secured  by  the  Westinghouse 
Electric  &  Manufacturing  Company,  East  Pittsburg,  Pa.,  in- 
cludes an  order  from  the  Desert  Power  &  Water  Company, 
of  Kingman,  Arizona,  for  four  600  k.v.a.  oil  insulated  water 
cooled  transformers. 

The  California  Electrical  Construction  Company  have 
taken  a  $5000  contract  for  wiring  the  country  mansion  of 
W.  S.  Tevis  near  Bakersfield.  Charles  Sefton  and  Dan  Bron- 
son  have  gone  south  to  take  charge  of  the  work,  which  will 
rtMiuire  about  three  months  to  complete. 

The  Great  Western  Power  Company  has  awarded  a  con- 
tract to  the  Pelton  Water  W'heel  Company  of  San  Francisco, 
for  two  impulse-wheel  units  for  driving  General  Electric 
generators  in  connection  with  an  electric  installation,  which 
is  to  be  used  in  the  consti-uction  of  the  large  impounding 
dual  at  Big  Meadows.  The  total  capacity  of  the  two  wheels 
is  1500  h.p.    Pelton  oil  pressure  governors  will  be  used. 

On  June  1st  1911,  The  Sprague  Electric  Company  was 
merged  with  The  General  Electric  Company,  of  Schenectady, 
N  Y.  Its  business  will  be  conducted  under  the  name  Sprague 
Electric  Works  of  General  Electric  Company.  The  manufac- 
ture and  sale  of  the  lines  of  apparatus  and  supplies  heretofore 
exiiloited  by  the  Sprague  Electric  Company  will  be  continued 
li.\  the  Sprague  Electric  Works  of  General  Electric  Company 
under  the  same  organization,  with  Mr.  D.  C.  Durland  in  re- 
siiousible  charge  as  general  manager. 

The  Union  Iron  Works  Company  of  San  Francisco  have 
purchased  the  good-will,  patterns,  records,  etc.,  of  the  Risdon 
Iron  Works.  The  United  States  Steel  Corporation  i-ecently 
jiuichased  the  site  and  plant  of  the  Risdon  Iron  Works,  but 
il:d  not  take  over  any  of  the  equipment,  and  through  its  acqui- 
sition by  the  Union  Iron  Works  Co.  the  latter  has  added  ma- 
terially to  its  position  as  a  large  manufacturer  of  mining  ma- 
chinery, etc.  R.  H.  Postlethwaite,  formerly  manager  of  the 
Kisdon  Iron  Works,  will  superintend  the  department  created 
by  this  consolidation. 
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994,347.  Head-Gate.  Karl  .Johau  Thorsby,  Oakland,  Cal., 
assignor  to  California  Corrugated  Culvert  Company,  Oakland, 
Cal.  In  a  head-gate,  the  combination  of  a  pipe  section  form- 
ing the  gate  carrier,  said  pipe  section  having  a  flange  at  its 
rear  end;   a  gate  hinged  to  said   pipe  section  and  adajited  to 


seat  against  its  forward  end;  a  conduit  pipe;  an  independent 
flange  conforming  to  and  encircling  the  conduit  pipe,  the  said 
pipe  having  its  end  bent  over  the  face  of  the  independent 
flange;  and  bolts  clamping  the  flange  of  the  pipe  section 
and  the  independent  flange  of  the  pipe  conduit  together. 

994,351.  Safety  Device  for  Immersion-Heaters.  Charles 
S.  Walton,  Los  Angeles,  Cal.  In  coml)iuation  with  an  electric 
immersion  heater  comprising  a  heatin.g  element,  electric  sup- 
ply connections  therefor,  a  switcli  carried  by  the  device  and 


controlling  said  supply  connections,  and  controlling  means  for 
said  switch  adapted  and  arranged  for  engagement  with  the 
wall  of  the  receptacle  in  which  the  heater  is  to  be  immersed 
to  hold  the  switch  in  closed  position,  and  means  tending  to 
move  the  switch  to  open  position. 

994,303.  Armature.  Stanley  A.  Duvall,  San  Francisco, 
Cal.  An  armature  for  dynamo-electric  machines  comprising 
a  core  member,  segmental  pole  pieces  at  each  end  of  the  core 
member,  disks  of  non-magnetic  material  secured  to  each  end 
of  the  pole  pieces,  a  coil  surrounding  the  core  member  and 


occupying  the  space  between  the  core  member  and  the  irole 
pieces  and  disks,  and  segmental  closure  members  of  non- 
magnetic material  closing  the  space  between  the  ends  of  the 
pole  pieces  and  the  end  disks,  said  segmental  pole  pieces  hav- 


ing longitudinal  slots  in  their  edges  and  said  end  disks  having 
segmental  slots  and  said  closure  members  engaging  and  fitting 
in  the  said  slots  in  the  pole  i)ieces  and  end  disks. 

994,666.  Dam  Construction.  George  J.  Bancroft,  Denver, 
Colo.  A  dam  consisting  of  a  number  of  rows  of  cells  or  cham- 
lioi-s,  the  walls  of  which  are  thickest  at  the  base  of  the  dam 


and  .gradually  decreasing  in  size  toward  the  top,  and  a  suitable 
filling  contained  within  the  said  cells  or  chambers  to  form 
a  solid  mass  of  the  dam,  substantially  as  described. 

994,188.  Electric  Heating  Unit.  Edward  J.  Ovington,  Los 
Angeles,  Cal.,  assignor,  by  direct  and  mesne  assignments,  to 
Electric  Device  Company.  An  electrical  immersion  heater 
comiirising  a  water-proof  heat-conducting  shell  of  smaller 
vertical  than  horizontal  extension,  a  non-heat-absorbing  core. 


mis  *■ 


electrical  resistance  around  the  core,  heat-conducting  electri- 
cal insulation  between  the  resistance  and  the  shell,  a  cap  in 
the  end  of  the  shell,  said  shell  being  spun  over  the  cap  and 
the  joint  being  water-proof,  a  handle  fastened  to  the  shell,  and 
electrical  leads  extending  through  the  handle  and  connected 
with  the  terminals  of  the  resistance. 
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BOWIE  HIGH  TENSION  SWITCH. 
The  present  trend  tf  the  best  practice  in  high  tension 
construction  is  to  locate  as  much  apparatus  as  possible  in 
the  open,  thus  saving  all  the  expense  of  buildings,  and  outlets, 
and  reducing  considerably  the  cost  of  wiring.  Among  other 
reasons  why  this  is  desirable  is  the  fact  that  it  minimizes  any 
l)0ssible  damage  likely  to  be  caused  by  accident.  The  photo- 
.^raph  shown  befewith  illustrates  an  outdoor  high  tension 
switch  built  for  the  Hydro  Electric  Comi)any  of  Hodie.  Cal.,  by 
The  Howie  Switch  Company  of  San  Francisco.  Cal.  The 
switch  is  mounted  on  a  galvanized  framework,  set  in  turn  on 
two  wooden  poles.  The  framework,  which  is  strtng  and 
rigid,  is  shipped  riveted  together,  thus  minimizing  the  labor 
of  erection. 


Bowie    High    Tension    Switch. 

The  switch  is  operated  by  a  vertical  shaft,  which  in  turn 
operates  a  rock  shaft  carrying  the  insulators  which  work  the 
blades.  The  operating  mechanism  is  simple,  and  effective, 
and  requires  little  power,  as  it  has  a  toggle  action  at  both 
the  start  and  end  of  the  stroke.  As  the  operating  shaft  rotates 
through  slightly  over  180  degrees,  it  locks  the  switch  in  either 
position,  open  or  closed. 

This  switch  serves  a  double  purpose,  acting  both  as  a 
circuit  breaker  for  opening  under  load,  and  also  as  a  positive 
disconnecting  switch.  The  advantage  of  combining  these  two 
fanctions  in  a  single  switch  is  greatly  appreciated  by  oper- 
ators, and  effects  a  material  saving  in  installation,  taking  the 
])lace  of  two,  and  often  of  three  switches. 

The  advantage  of  iiumediate  inspection  at  all  times  is  an 
important  consideration.  It  is  desirable  to  be  able  to  see 
l)0sitively  that  the  lines  are  open. 

The  switch  is  practically  indestructible  as  all  parts  ex- 
cept the  insulators  are  made  of  metal,  and  all  the  steel  is  gal- 
vanized. Although  these  switches  have  been  in  practical  use 
in  many  parts  of  the  United  States  and  Canada  for  the  past 
seven  years,  under  the  most  severe  climatic  conditions,  it  is 
claimed  that  they  have  not  yet  failed  to  open  the  circuit 
promptly,  and  in  an  entirely  satisfactory  manner,  causing  no 
surging  on  the  Ines. 


THE  TYPE    Dl   AIR-COOLED  CHOKE  COILS. 

It  is  sometimes  convenient  to  mount  choke  coils  on  ceil- 
ings so  that  the  insulating  coil  supports  hang  pendent  and  at 
other  times  it  is  preferable  to  arrange  them  so  that  the  coil 
rests  on  the  supports,  as  shown  in  Fig.  1.  The  new  Westing- 
house  DI  Coil  can  be  mounted  either  way,"  because  the  insu- 
lating columns  can  be  removed  and  inverted  by  taking  out 
four  bolts. 

An  aluminum  rod,  bent  into  a  helix  of  about  15  inches 
diameter  and  containing  about  SO  turns,  forms  the  coil  proper. 
Bracing  clamps  are  provided  to  give  mechanical   strength  to 


Type  1->I  air  cooled  clioke  coil  ai'rangecl   tor  upright 
mounting. 

the  helix.  The  aluminum  rod  used  is  of  sufficient  diameter 
to    safely   carry   200    amperes. 

Each  coil  is  supported  on  two  insulating  columns  made 
up  of  porcelain  insulators,  which,  except  for  the  end  pieces, 
aie  interchangeable.  The  number  of  insulators  used  in  any 
ciilumn  depends  on  the  voltage  of  the  circuit  in  which  the 
(Mil  is  to  be  used. 

Type  DI  coils  can  be  mounted  in  any  position  convenient 
for  the  wiring,  on  floor,  wall  or  ceiling.  For  floor  mounting, 
the  parts  are  arranged  as  illustrated,  and  for  inverted  mount- 
ing the  insulator  columns  are  inverted  and  the  base  attached 
to  the  ceiling.  The  insulating  columns  are  supported  on  sub- 
stantial cast  iron  blocks  fixed  on  wooden  bases. 

These  choke  coils  are  intended  principally  for  the  pro- 
tection of  transformers  and  should  not  be  used  for  gener- 
ators. Where  greater  reactance  than  is  afforded  by  a  single 
(Oil  is  desired  for  the  higher  voltage  circuits,  it  is  recom- 
mended that  two  or  more  coils  be  connected  in  series. 


June    17,   1911.] 


JOURNAL    OF    ELECTRICITY,    POWER    AND    GAS 


535 


ALLIS-CHALMERS    LIGHTING    TRANSFORMERS. 

The  general  design  of  lighting  transformers  has  been  well 
established  for  many  years,  but  occasionally  marked  improve- 
ments in  details  have  been  made  which  have  greatly  in- 
creased the  practical  value  of  this  type  of  electrical  appara- 
tus. The  new  line  of  lighting  transformers  which  AUis- 
Chalmers  Company  is  now  placing  on  the  market,  brings  out 
this  point  very  fully,  as  radical  departures  have  been  made 
from  older  designs.  These  changes  have  produced  a  trans- 
former in  which  the  heat  is  conducted  to  the  air  from  the 
coils  in  a  much  more  rapid  manner  than  is  usually  the  case, 
thus  insuring  a  transformer  with  an  exceedingly  low  tem- 
perature rise.  The  greatest  visible  change  in  these  trans- 
formers is  a  provision,  in  the  larger  sizes,  of  three  cooling 
surfaces  instead  of  the  single  surface  in  the  ordinary  plain 
case  transformer.  This  is  accomplished  by  encircling  the 
main  case  with  a  jacket  and  providing  for  the  circulation  of 
oil  between  the  two.  Both  the  tank  and  the  jacket  are  made 
ot  boiler  plate.  They  are  connected  at  top  and  bottom  by 
short  tubes  leaving  an  air  space  between  the  two.  All  joints 
are  welded,  making  both  the  tank  and  jacket  seamless,  and  ab- 
solutely preventing  the  chance  of  leakage.  In  addition  to  the 
three  radiating  surfaces  provided,  the  space  between  the 
jacket  and  the  tank  forms  a  flue  which  causes  currents  of 
air  to  ascend  at  a  considerable  velocity,  thereby  exerting 
a  scrubbing  action  on  the  surface  which  greatly  facilitates 
heat  dissipation.  This  style  of  tank  is  used  on  all  lighting 
transformers  from  20  k.v.a.  to  50  k.v.a.,  inclusive.  The  tubes 
connecting  the  top  and  bottom  of  the  tank  and  jacket  provide 
for  a  continuous  and  positive  circulation  of  the  oil.  Tests 
made  on  these  show  that  this  circulation  is  rapid  and  that 
heat  is  quickly  conducted  from  the  transformer  through  the 
oil  to  the  surface  of  the  tank  and  jacket  and  thence  to  the  air. 

An  entirely  new  departure  has  also  been  made  in  the 
40  k.v.a.  and  50  k.v.a.  sizes  by  so  arranging  the  coils  that 
there  is  a  ventilating  space  between  them  which  allows  full 
and  free  circulation  of  the  oil.  These  sizes  are  wound  with 
two  low  voltage  and  one  high  voltage  coil,  the  latter  being 
placed  between  the  other  two.  The  coils  are  separated  from 
each  other  and  the  space  between  them  provides  ventilating 
ducts  on  each  side  of  the  high  voltage  coil  through  which  the 
oil  can  readily  circulate.  This  ventilating  feature  helps  to 
make  a  transformer  that  is  extremely  cool  in  operation. 

All  these  transformers  are  supplied  with  the  5  per  cent 
and  10  per  cent  taps  which  have  long  distinguished  Allis- 
Chalmers  transformers  from  others.  These  taps  or  leads  are 
connected  near  each  end  of  the  primary  winding  and  enable 
normal  secondary  voltage  to  be  secured,  even  if  the  voltage 
supplied  the  primary  coil  is  5  or  10  per  cent  below  normal. 
These  transformers  are  designed  for  use  on  2200  volt  or 
1100  volt  lines.  The  use  of  the  taps  makes  it  possible  to 
step  down  from  2200  volts  in  nine  different  ratios  and  from 
1100  volts  in  six  different  ratios.  Allis-Chalmers  Company 
claims  that  these  many  special  and  useful  features  give  a 
transformer  having  extremely  satisfactory  operating  charac- 
teristics and  one  which  is  unexcelled  for  central  station  work. 


A   NEW  SOLDER  IN   PASTE   FORM. 

Do  you  remember,  when  you  were  a  youngster  at  home, 
watching  the  plumber,  tinsmith  or  electrician  heating  his 
soldering  iron  in  a  portable  furnace  and  mending  the  leaks 
in  the  pipes,  wires  or  kitchen  utensils  by  melting  his  solder 
through  contact  with  the  hot  iron  and  soldering  stick?  And 
do  you  recall  how  he  poured  on  a  little  acid  to  form  a  flux  and 
kept  on  heating  his  iron  ana  repeating  the  iiroceas? 

You  probably  observed  him  with  a  great  deal  of  interest 
and  curiosity  and  thought  his  work  picturesque  and  mysteri- 
ous; but  it  was  mighty  troublesome  and  a  precious  waste  of 
time,  labor  and  materials  to  the  workman.  At  that  time  such 
laborious  methods  were  necessary  in  order  to  solder  effi- 
ciently. 


Recently  a  new  kind  of  solder  has  been  placed  on  the  mar- 
ket. It  is  in  the  form  of  a  paste  in  a  collapsible  tube,  put  up 
just  like  the  familiar  tube  of  tooth  paste,  and  all  that  is  neces- 
sary for  its  effective  use  is  to  scrape  off  the  surface  of  the 
part  a  little  with  a  knife,  squeeze  some  of  the  soldering  paste 
on  and  apply  a  match,  candle  or  torch.  When  the  paste  be- 
comes hot  it  fuses  and  solders  in  the  same  manner  as  the  old 
style  soldering  stick. 

The  name  of  this  new  device  is  Solderall,  and  it  s  being 
marketed  by  the  H.  W.  Johns-Manville  Company,  through 
their  branch  houses  in  various  cities  throughout  the  country. 
Wliile  this  article  has  been  in  use  only  a  short  time  it  has  met 
with  practically  universal  approval  by  the  trade  and  the  pub- 
lic. Its  convenience,  cleanliness,  economy  and  many  other 
advantages  have  naturally  made  a  wide  appeal  to  householders 
as  well  as  to  plumbers,  tinsmiths,  electricians,  hardware  and 
supply  stores  and  others. 


NEW  CATALOGUES. 

Bulletin  No.  9,  from  the  Benjamin  Electric  Manufacturing 
Company,  is  an  illustrated  price  list  of  the  various  Benjamin 
street  lighting  fixtures  for  high  and  low  voltage  circuits. 

Bulletin  No.  lOSO  from  the  Western  Electric  Company, 
entitled  "Railroad  Telephone  and  Selective  Apparatus,"  lists 
all  varii^ties  of  apparatus  used  in  this  new  field  of  telephony. 

The  Aylesworth  Agencies  Co.  of  San  Francisco  have  is- 
sued a  Pacific  Coast  Wireless  Telegraph  Directory,  compris- 
ing a  complete  list  of  all  navy,  commercial  and  experimental 
stations  in  Washington,  Oregon  and  California  including  all 
ships  and  stations  on  the  Pacific. 

General  Catalog  No.  40  from  the  Chain  Belt  Company  of 
Milwaukee,  Wis.,  is  a  substantially  bound  278  page  volume 
illustrating  and  describing  their  complete  line  of  elevating 
and  conveying  machinery.  Special  attention  has  been  paid  to 
the  dimensional  and  engineering  data. 

Allis-Chalmers  Comiiany  have  issued  Bulletin  No.  1523 
entitled  Portable  and  Stationary  Air  Compressors  for  Indus- 
trial Purposes.  This  bulletin  gives  a  general  description  and 
photographs  of  this  type  of  apparatus,  together  with  tables 
containing  data  relative  to  sizes,  capacities,  weights,  etc. 

The  General  Electric  Company  has  just  issued  Bulletin 
No.  4831,  describing  briefly  a  type  of  oil  switch  suitable  for 
irstalling  in  manholes.  These  switches  are  made  single,  dou- 
ble or  tripe  pole,  single  throw,  and  are  for  use  on  circuits  on 
voltages  up  to  7500.  The  normal  current  rating  is  200  am 
peres. 

The  General  Electric  Company  recently  issued  Bulletin 
No.  4825,  which  illustrates  and  describes  a  line  of  compact, 
accurate  and  moderate  priced  instruments  for  use  on  alter- 
nating and  direct  current  switchboards.  The  bulletin  con- 
tains dimension  diagram^  and  also  illustrations  showing  the 
actual  size  of  the  meter  scales. 

Westinghouse  Engine  Driven  Direct-current  Interpole  Gen- 
erators— Type  Q.  Circular  1194,  is  the  title  of  a  new  publica- 
tion recently  issued  by  the  Westinghouse  Electric  &  Manu- 
facturing Company,  East  Pittsburg,  Pa.  The  circular  is  well 
illustrated  and  contains  valuable  information  on  the  advan- 
t;:ges  of  interpole  construction  and  this  entirely  new  line  of 
standard  direct-current  generators,  which  has  just  been  put 
on  the  market. 

The  General  Electric  Company  has  just  issued  Bulletin 
No.  4819,  which  is  devoted  to  the  subject  of  alternating  current 
switchboard  panels,  suitable  for  general  use  in  the  central 
station  and  isolated  plant.  The  bulletin  contains  information 
including  dimension  and  connection  diagrams  regarding  three- 
phase  generator  panels,  single  circuit  and  double  circuit  three- 
phase  feeder  panels,  generator  voltage  regulator  panels  and 
combination  regulator  and  exciter  panels  and  three-phase  in- 
duction motor  panels. 
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ELECTRICITY  ON   THE   FARM. 

The  in'actiiiil  liiriiu'r  iniisl  1)P  coiiviiifed  ol  tlio  eci)noiui(t 
value  of  electricit.v  lor  laiiii  work  before  he  will  coiisulpi- 
the  expense  involved  in  ils  adoplion.  A  bulletin  recently 
issued  by  the  General  Electric  Comi)any  gives  exanii)les  not 
only  of  the  theoretical  value  of  electricity  for  this  service, 
but  as  actual  demonstrations  of  what  has  successfully  been 
accomplished  along  this  line. 

The  extent  to  which  electricity  should  be  adopted  will 
vary  with  the  different  conditions  on  each  farm.  On  some 
of  the  farms  which  have  been  electrically  equipped,  the  elec- 
tric current  is  used  only  for  lighting  and  for  driving  auxil- 
iarv     machinery     by    means    of    motors,    while    other    farms 


added  to  as  llie  fanner  liecunie  oonvimed  of  ils  practical  util- 
ity, convenience  and  economy. 

The  eleclric  motor  can  bo  readily  applied  In  all  classes 
of  farm  and  dairy  niactliinery.  The  .sizes  of  motors  iisua'ly 
required  are  light  in  weight  and  can  therefore  be  installed 
without  special  foundations.  They  may  be  mounted  on  the 
machine  itself  or  on  the  floor,  wall  or  ceiling,  and  drive  by 
means  of  belts  or  gears;  or,  for  some  classes  of  machinery 
they  may  be  direct  connected  to  the  driving  shaft.  The  adop- 
tion of  electric  drive  does  not  involve  any  radical  change 
in  existing  machinery,  and  even  the  hand  operated  machines 
may  be  driven  by  small  motors  by  simply  substitutin.g  a  pulley 
for  the  handwheel  or  crank. 


Threshing   at    Xight    bv    Aid    of    Elecinc   Motor   and     Electric    Arc. 


hf;ve   been   completely   equipped   with   electric   appliances   for 
field  work,  farm  building  machinery  and  household  use. 

If  we  compare  electricity  with  other  forms  of  applied 
power  for  farm  work,  we  find  that  its  chief  advantages 
are  reliability,  safety,  cleanliness  and  flexibility  in  applica- 
tion. This  latter  quality  has  a  peculiar  value  il  equipping 
farm  buildings  with  motor  drive,  since  due  to  the  scattered 
location  of  the  buildings  on  the  average  farm,  the  cost  of 
equipping  the  various  buildings  with  individual  engines 
(except  in  special  cases)  is  practically  prohibitive.  On  a 
farm  supplied  with  electric  current  every  building  may  be 
provided  with  motor  drive  and  the  power  transmitted  from 
the  feeder  lines  by  means  of  wires  which  can  be  easily  run, 
and  can  if  necessary  be  conducted  underground  so  as  to 
avoid  any  interference  with  the  operations  in  the  yards.  It 
is  instructive  to  note  that  in  practically  every  case  where  elec- 
tricity has   been   adopted   the  original   equipment  has   been 


In  order  to  reduce  the  first  cost  of  the  motor  equipment 
it  has  been  the  practice  in  some  instances  to  provide  a 
portable  motor,  which  can  be  moved  from  building  to  build- 
ing, and  belt  connected  to  the  various  machines,  or  trans- 
Ijorted  to  the  field  for  the  operation  of  threshers,  loaders  and 
other  machinery.  In  this  latter  case  it  is  of  course  necessary 
to  run  wires  to  the  point  at  which  the  motor  will  operate; 
these  wires  can  be  carried  on  a  reel,  unwound  as  the  motor 
is  taken  into  the  field  and  rewound  upon  its  return. 

The  motor-operated  hay  hoist  is  a  good  example  of  the 
saving  in  labor  which  may  be  obtained  by  the  use  of  motor 
drive  in  barne,  as  well  as  the  safety  with  which  electric  mo- 
tors may  be  installed  and  operated  in  proximity  to  combusti 
ble  materials.  This  hoist  is  operated  by  a  10  h.p.  motor  which 
drives  it  through  gears,  and  a  simple  drum  controller  is  used 
to  regulate  the  hoisting  and  traveling  speeds.  This  hoist  has 
been  installed  and  operated  with  entire  success  for  a  period 
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Klectric    Ha>"    Hoist. 


Electrically    Driven    Hay    Wagon. 


of  more  than  three  years;  the  method  of  operation  being  as 
follows:  The  load  of  hay  is  driven  in  onto  the  main  floor  of 
the  barn  and  stopped  under  an  opening  to  the  loft,  located 
in  the  center  of  the  building.  Two  U-shaped  forks  are  in- 
serted in  the  hay  by  the  driver  and  the  hoist  is  started  by  a 
man  in  the  loft  and  the  entire  load  elevated  thereto,  the 
motor  controller  being  so  placed  near  the  loft  opening  as  to 
give  the  operator  an  uninterrupted  view.  The  hoist  pulley 
is  then  automatically  tripped,  and  the  load  of  hay  thereby 
transfered  to  an  overhead  rail,  along  which  it  is  pulled  by 
the  hoist  to  the  position  selected  for  it  in  the  loft.  The 
forks  are  next  released  by  pulling  two  light  tripping  ropes 
and  the  hay  is  deposited  on  the  loft  floor,  the  hoist  tackle 
returning  for  the  next  load.  The  entire  operation  is  carried 
on  by  two  men  and  a  ton  of  hay  can  be  lifted  from  the  wagon 
and  stored  at  either  end  of  the  2S0  ft.  loft  in  less  than  five 
niinutes. 

Electric  drive  is  equally  adaptable  to  the  operation  of  hay 
presses,  feed  grinders,  root  choppers,  corn  shellers,  buskers 
and  ensilage  cutters.  In  the  latter  application  a  portable 
motor  is  generally  used  and  drives  the  ensilage  cutter  and 
silo    filler   through    belting. 


A  simple  portable  motor  outfit  consists  of  a  motor  and 
controller  mounted  on  a  wooden  framewv.rk  which  can  be 
easily  dragged  or  carried  to  the  point  at  which  it  is  desired 
to  operate  the  motor.  When  motors  are  required  for  operat- 
ing field  machinery  at  some  distance  from  the  source  of 
power,  a  more  eloborate  portable  outfit  is  used.  It  ordinarily 
consists  of  a  small  covered  truck  with  broad  wheels  in  which 
the  motor,  controller  and  cable  reel  are  enclosed.  This  type 
of  portable  motor  outfit  can  be  readily  equipped  with  arc 
or  incandescent  lamps  so  that  operations  in  the  fields  can  be 
effectively  carried  on  at  night.  An  outfit  of  this  kind  is 
equally  adaptable  for  operating  a  thresher,  ensilage  cutter, 
milling  machinery,  or  for  intermittent  irrigation  pumping. 
A  portable  field  outfit  can  often  be  profitably  used  during 
harvesting  operations,  as  it  will,  in  the  case  of  emergency, 
enable  the  field  work  to  be  carried  on  both  day  and  night 
without  interruption. 


The  Butte  Engineering  &  Electric  Company  has  been 
awarded  the  electric  wiring  contract  on  the  Lincoln  School  of 
San  Francisco  for  $1767. 
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FINANCIAL. 
SAN  FRANCISCO,  CAL. — Ernest  Tlialiiuum,  the  New 
York  banker,  Patrick  Calhoun  and  their  associates  have  com- 
pleted arrangements  for  the  sale  of  $1,000,000  of  the  bonds 
of  the  Sierra  and  San  Francisco  Power  Company  to  com- 
plete its  electric  power  generating  plant  on  the  Stanislaus 
River,  together  with  its  distributing  system.  This  company 
was  acquired  some  time  ago  to  give  the  United  Railroads 
an  independent  and  assured  source  of  power  for  the  opera- 
tion of  its  street-car  lines  in  this  city.  It  is  the  intention 
to  sell  the  surplus  power  in  the  markets  of  this  city  and  the 
interior. 

SAN  FRANCISCO,  CAL.— The  report  of  the  United 
Railroads  for  April  and  the  first  four  months  of  the  year 
shows  that  the  company  continues  to  make  gains  in  earn- 
ings over  the  corresponding  periods  of  last  year.  Only  gross 
receipts  are  reported.  The  company  this  year  will  probaltly 
carry  160,000,00(1  paying  passengers  as  against  l')0,000,000  in 
1910.  This,  added  to  the  traitic  usually  handled  by  the  Geary, 
Union  and  California  street  roads,  the  three  independent  lines, 
will  probably  show  by  the  end  of  this  year  215,000,000  fares 
paid  on  San  Fi-ancisco's  street  railways.  In  April  the  United 
Railroads  earned  gross  $6.i2,866,  an  increase  of  $48.')  1  over  the 
same  month  of  the  preceding  year.  For  .lanuary,  February, 
March  and  April  the  gross  earnings  aggregated  $2,'i25,935,  as 
against  $2,484,866  for  the  same  period  of  1910.  This  is  an 
increase  of  $31,069.  In  April  of  this  year  the  paying  passen- 
gers totaled  13,037,320,  an  increase  of  97,000  over  April  of 
1910.  For  the  first  four  months  of  this  year  50.518,700  pass- 
engers were  handled.  This  is  an  increase  of  621.380  over 
the  first  four  months  of  1910. 


INCORPORATIONS. 
LOS  ANGELES,  CAL.— The  Los  Angeles  &  San  Fernando 
Electric  Railroad  Company;  capital  stock,  $25,000;  subscribed 
$25,000.      Directors:     L.    C.    Brand,    E.    T.    Earl,    W.    G.    Ker- 
choff.  .1.  F.  Sartori.  Harry  Chandler. 

T^EVVISTON,  IDAHO.— Articles  of  incorporation  have 
been  filed  with  the  Secretary  of  State  tor  the  Boise-Council- 
Ladrone  Railroad.  Preliminary  surveys  have  already  been 
made  for  the  line  which  is  to  be  an  electric  road  from  Coun- 
cil through  the  fruit  belt  of  Adams  County  and  the  mining 
and  timber  regions  of  the  Seven  Devils  sections.  The  incor- 
porators are:  E.  W.  Rowman,  C.  M.  Hail,  D.  S.  Manville, 
Harry  C.  Wyman  and  George  H.  Bener.  The  capital  stock  is 
$2,000,000. 


ILLUMINATION. 
SACRAMENTO,  CAL.— Proposals  for  the  installation   of 
electroliers  for  Sacramento  are  being  received. 

PASO  ROBLES.  CAL. -The  Paso  Robles  Light  and 
Power  Company  has  purschased  the  electrical  supply  store 
of  Arthur  C.  Bryan. 

GOLDENDALE,  WASH.— It  is  the  intention  of  the  North- 
western Electric  Company  to  install  a  5,000  h.p.  plant  in  the 
first  unit  on  the  Klickitat  river. 

OAKLAND,  ORE.— An  election  to  be  held  here  to  deter- 
mine a  bond  in  the  sum  of  $15,000  to  defray  the  expenses  of 
an  electric  plant  and  pumping  plant. 

CONCONULLY  WASH.— This  city  is  to  have  an  electric 
light  plant  and  water  works  according  to  a  decision  made  by 
the  city  council.     Both  plants  are  to  cost  $10,000. 


RIVERSIDE.  CAL.— The  City  Council  have  passed  a  reso- 
liilic  n  for  installing  electric  poles,  conduits  and  lamps  on  each 
side  of  Twelfth  street,  from  Main  to  Pepper  streets. 

LEWISTON.  IDAHO.— The  Lewiston-Clarkston  Improve- 
ment Company  has  secured  contract  for  furnishing  this  city 
with  power  for  the  pumping  station  and  for  street  lights. 

R.\TON,  N.  M. — City  Engineer  Martin  is  now  figuring 
on  the  Park  lighting  system.  Plans  call  for  fourteen  or 
fifteen  100  watt  tungstens,  set  on  cement  supports  at  various 
points  in  the  park. 

LOS  ANGELES,  CAL.— The  Board  of  Supervisors  has 
sold  a  franchise  to  the  Southern  California  Gas  Company  for 
laying  gas  nuiins  along  the  roads  highways  in  country  dis- 
trict for  $100.  This  takes  place  of  blanket  franchise  asked 
Ijy   Gas  Company   and   refused   by   Supervisors. 

SAN  LUIS  OBISPO,  CAL.— Attorney  Charles  P.  Kaetzel 
will  app'y  for  a  franchise  and  right  of  way  for  the  Santa 
.Maria  Gas  Company  at  the  head  of  which  is  E.  A.  Easton. 
It  is  the  intention  of  the  new  company  to  run  a  pipe  line  from 
the  seat  of  operations  at  Santa  Maria  to  Guadalupe,  Nipomo, 
Arroyo  Grande  and  thence  to  San  Luis  Obispo. 

SUSANVILLE,  CAL.— The  Board  of  Town  Trustees  has 
considered  the  application  for  franchise  of  the  Northern 
California  Telephone  Company  and  the  Lassen  Electric  Com- 
pany. The  franchises  were  granted  with  the  understanding 
that  all  poles  hereafter  erected  must  conform  to  the  provis- 
ions of  the  ordinance,  and  be  placed  so  the  wires  will  be  35 
feet  above  the  ground  . 

SACRAMENTO,  CAL.— The  contract  for  lighting  the 
State  Capitol  building  and  jiark  has  been  awarded  to  the 
Great  Western  Power  Company,  the  bid  being  1%  cents  per 
kilowatt-hour.  The  contract  is  for  three  years  and  includes 
light  and  power  for  the  Capitol  and  grounds,  and  will  begin 
July  1st.  Onamental  electroliers  are  to  be  placed  in  Capi- 
tol Park,  and  underground  conduits  are  to  take  the  place 
of  overhead  wiring.  The  State  is  now  paying  5  cents  per 
kilowatt  for  power  in  its  printing  office.  The  new  contract 
will  also  apply  there. 


TRANSMISSION. 

KLAMATH  FALLS.  ORE.— .1.  L.  Hammersley,  publicity 
and  right  of  way  man  for  the  Rogue  River  Electric  Company 
says  that  the  Rogue  River  Electric  Company  contemplates 
entering  the  Klamath  country  with  its  power  lines. 

VICTORIA.  B.  C— Bids  addressed  to  W.  L.  Coulson  will 
be  received  up  to  the  26th  of  June  for  the  construction  work 
in  development  of  hydro-electric  power  on  the  Puntledge 
River,  Comex,  B.  C.  for  Canadian  Colleries;  the  construction 
of  dams,  flume,  pipe  line  and  power  house. 

DEE,  ORE. — J.  P.  Newell,  a  Portland  civil  engineer,  has 
been  in  this  locality  for  several  days  surveying  for  parties 
who  contemplate  utilizing  the  power  at  the  junction  of  the 
east  and  west  forks  of  Hood  River  at  Winan's  station  on  the 
Mt.  Hood  Railway.     A  dam  100  ft.  high  is  contemplated. 

OROVILLB,  CAL. — Arrangements  are  being  made  by  the 
Great  Western  Power  Company  to  start  a  thousand  men  at 
work  within  the  coming  month  upon  the  excavation  for  the 
dam  to  be  erected  at  Big  Meadows.  For  this  work  there  is 
now  on  hand  $1,800,000  for  immediate  expenditure.  Within 
the  past  few  days  the  company  has  taken  an  option  until 
July  1st  upon  all  the  lands  in  Big  Meadows,  with  the  ex- 
ception of  a  couple  of  ranches  in  the  upper  end. 
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LOS  BANGS.  CAL.— E.  B.  Walthall,  assistant  to  the 
general  manager  of  the  San  Joaquin  Light  &  Power  Com- 
pany of  Fresno,  has  been  in  town,  conferring  with  Ralph 
W.  Merritt,  vice-president  of  the  Miller  &  Lux  corporation, 
regarding  the  site  for  a  substation  of  the  power  company. 


TRANSPORTATION. 
BERKELEY,    CAL.— The    amended    franchise    sought    by 
the  Oakland   Traction   Company   for  the  right   to  change   its 
tracks  on  Grove  street  in  South  Berkeley,  has  been  granted 
by   the  City  Council  of  Berkeley. 

LEAVENWORTH,  WASH.— L.  W.  Pratt,  J.  B.  Askew  ami 
W.  M.  Harvey  have  made  application  to  the  County  Com- 
missioners of  Chehalis  County  to  operate  an  electric  railway 
on   the  streets  of  Leavenworth. 

SAN  FRANCISCO,  CAL.— Permission  to  the  United  Riil- 
loads  to  construct  a  loop  at  the  terminal  at  Forty-ninth  ave- 
nue and  B  street  has  been  granted  by  the  Board  of  Public 
Works,  the  object  being  to  facilitate  the  moving  of  cars. 

SAN  LUIS  OBISPO,  CAL.— Walter  Oou!d  Lincoii  who 
has  a  franchise  pending  before  the  City  Council  has  filed 
a  petition  asking  the  Beard  of  Supervisors  for  an  electric 
railway  franchise  throughout  the  county  of  San  Luis  Obispo. 

BISHOP,  CAL.— The  Owens  River  Valley  Electric  Rail- 
way Company  has  arran.ged  for  14  acres  of  ground  at  the 
southeastern  edge  of  town.  A  tract  .'>:!0  feet  on  Main  street 
and  900  feet  deep  has  been  reserved  for  the  company  build- 
ings and  for  a  yard. 

FRESNO,  CAL.— Frank  W.  Webster,  manager  of  the 
F'resno  Traction  Company,  has  accepted  an  offer  to  superin- 
tend the  reconstruction  of  the  Bakersfield  street  car  line  of 
the  San  Jaoquin  Light  &  Power  Company.  Mr.  Webster  re- 
built the  Stockton  car  system  a  couple  of  years  ago.  Last 
year  he  was  appointed  manager  at  Fresno  and  rebuilt  the 
Fresno  system. 

FRESNO,  CAL.—  Grading  on  the  Fresno,  Hanford  &  Sum- 
mit Lake  Railroad  is  now  within  a  mile  of  Sanger.  The  grad- 
ing crews  will  soon  be  brought  to  the  junction  of  Jensen  ave- 
nue and  the  l^one  Star  road  and  started  on  their  march  to- 
ward Fresno.  Between  1.")  and  16  miles  of  road  have  now 
been  graded.  The  grading  has  been  completed  between  Fow- 
ler and  Sanger,  and  about  five  miles  of  the  grading  has  been 
done  between  Fowler  and  Kinsburg. 

MARTINEZ,  CAL.— The  State  Railroad  Commission  has 
ordered  the  officials  of  the  Santa  Fe  Company  to  meet  with 
the  heads  of  the  new  Oakland,  Antioch  and  Eastern  Electric 
Railway  and  agree  as  to  a  rate  tor  freight  and  passenger  tran- 
sportaticn  between  the  two  lines.  The  order  of  the  Com- 
mission follows  the  complaint  of  farmers  and  residents  of 
central  Contra  Cost  county  that  the  Santa  Fe  refused  to 
make  a  traffic  agreement  with  the  officers  of  the  electric 
line. 

SACRAMENTO,  CAL.— F.  V.  Keesling  of  San  Francisco 
president  of  the  Sacramento-Folsom  Electric  road,  has  ap- 
plied to  the  City  Trustees  for  a  franchise  on  the  city  streets. 
The  road  is  to  run  from  here  to  Folsom  with  a  side  line  into 
Fair  Oaks.  The  company  is  capitalized  at  $1,000,000.  It  is 
Le'ieved  the  company's  purpose  is  to  aid  in  the  development 
of  the  Nate  mas  Colony  project  of  3.'..000  acres  across  which 
it  v.-as  built.  The  Natomas  Consolidated,  capitalized  by  W. 
P.  Hammon  and  others  for  .$20,000,000,  is  said  to  be  largely 
interested  in  the  road,  it  being  owner  of  the  colonization  pro- 
ject and  other  undertakings  in  the  Sacramento  valley.  The 
road  will  carry  freight  and  passengers.  The  franchise  asked 
from  the  city  is  to  construct  the  line  from  .?lst  and  Y  streets 
on  31st  north  to  I,  thence  west  on  I  to  2nd,  thence  south  on 
2d  to  M  street,  to  the  M-street  bridge  across  the  Sacramento 


River,   running  part  of  the  way  over  the   Northern   Electric 
tracks. 

OAKLAND,  CAL. — A  temporary  restraining  order  '  pro- 
hibiting the  Oakland  City  Council  from  granting  a  franchise 
along  Shaffer  avenue  to  the  Oakland  and  Bay  Shore  Railway 
has  been  issued  by  Superior  Judge  Waste  on  petition  of 
Joseph  A.  Hoffman,  a  property  owner  whose  lands  front  on 
the  proposed  right  of  way,  and  who  appears  for  a  number  of 
residents  along  that  thoroughfare.  The  giounds  alleged  in 
Hoffman's  petition  against  granting  the  franchise  are  that 
the  route  described  in  the  petition  signed  by  property  owners 
is  different  than  the  route  described  in  the  ordinance  granting 
the  franchise. 

BERKELEY,  CAL.— The  Berkeley  line  of  the  Southern 
Pacific  Company  will  be  the  next  in  the  interurban  service 
between  the  Alameda  county  cities  and  San  Francisco  to  be 
electrified.  Work  of  preparing  the  local  line  for  the  change 
was  started  this  week  when  a  force  of  men  began  laying 
feed  cables  along  the  new  poles  which  have  been  erected 
along  the  Shattuck  avenue  line  for  some  time.  After  the  feed 
lines  aie  completed,  the  work  of  stringing  trolley  wires  will 
be  started.  Following  the  completion  of  work  on  Shattuck 
avenue,  the  crews  will  be  put  to  work  completing  the  wiring 
of  the  Ashby-EUsworth  street  line,  on  which  service  will  be 
opened  as  soon  as  arrangements  are  completed. 


TELEPHONE  AND  TELEGRAPH. 

CHELAN,  WASH.— The  Knapp's  Coulee  Telephone  Com- 
pany proposes  the  construction  of  a  telephone  line  from 
Knapp's  Coulee  to  this  place. 

SNOHOMISH,  WASH.— A  number  of  telephone  and  other 
wires  owned  by  the  Snohomish  Light  &  Power  Company 
here  suffered  complete  destruction  in  the  recent  conflagra- 
tion; loss  about  $1,000. 

WALLACE,  IDAHO.— Geo.  R.  Bloomer,  manager  of  the 
North  Idaho  Telephone  Company,  announces  plans  for  the 
immediate  construction  of  a  telephone  line  between  Murray 
and   Nelson,  a  distance  of  14  miles. 

EUREKA.  CAL.— G.  A.  Webb  of  Crescent  City,  secretary 
of  the  Del  Norte  People's  Tel.  Company,  which  gave  Eureka 
and  Crescent  City  direct  telephone  communication  for  the 
first  time,  has  sent  notice  of  a  stockholders'  meeting  to  inter- 
ested parties  in  this  city.  H.  L.  Ricks  of  this  city,  one  of  the 
stockholders  in  the  independent  telephone  line,  states  that 
for  some  time  past  negotiations  have  been  pending  with  the 
Pacific  Telegraph  &  Telephone  Company  for  the  sale  of  the 
system  to  the  great  corporation  and  he  is  of  the  opinion 
that  the  deal  will  be  consummated  at  the  meeting  of  stock- 
holders just  called. 

SAN  FRANCISCO.  CAL.— Announcement  is  made  that 
the  Postal  Telegraph  Company  is  to  enter  the  telephone  field. 
As  the  result  of  experiments  just  completed  between  Salt 
Lake  City,  Utah,  and  Reno.  Nev.;  between  Reno  and  San 
Fi-ancisco  its  trunk  telegraph  lines  are  to  be  used  for  tele- 
phone messages  between  those  cities.  When  the  telephone 
experiments  were  made  the  wires  were  being  used  for  the 
transmission  of  telegraphic  messages  between  Chicago  and 
San  Francisco.  Furthermore,  four  operators  were  at  work, 
two  in  each  direction,  but  at  the  same  time  men  in  Salt  Lake 
and  San  Francisco  were  in  conversation  with  Reno,  talking 
through  the  telegraphic  messages.  A  new  power  plant  is 
being  completed  at  Reno.  When  it  comes  into  use  through 
telephone  service  over  the  800  miles  of  wire  between  Salt 
Lake  and  San  Francisco  will  be  established.  In  the  former 
city  local  service  will  be  oft'ered  even  before  that  time  with 
automatic  instruments.  This  service  will  be  put  in  along  the 
line  to  the  west  and  north  to  Billings  and  Great  Falls,  Mont. 
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Allis-Chalmers  Co 5 

Milwaukee,    Wis. 

.San       Francisco,       Jackson 

Blflg.,   Second  &  Natoma 
Los     Angeles.     129-131     E. 

Fifth. 
Portland,    92    First. 
Seattle,  115  Jackson. 

Aluminum  Co.  ol  America 

I'ittshurgr,    Pa. 

San  Francisco,  Monadnock 
Bldg. 

Los  Anseles,  Pacific  Elec- 
tric Bldg. 

Seattle,  Colman  Bldg. 

Amrncan  Circular  Loom  Co 

Unston,    4.'>   Milk. 
San  Francisco,  770  Folsom. 
Seattle,  116  American  Bank 
Bldg. 

American  Electrical  Healer  Co 

ivlroit,    r.    S.    A. 

AyUworth  Agencies  Co 

San  Francisco,  1-13  Second. 

B 

Barnes-Lindsley  IVllg.  Co '  2 

Portland.   Ore. 

Bay  Cities  Home  Telephone  Co. . 

San  Francisco,  333  Grant 
Ave. 

Benjamin  Electric  Mfg.  Co 

Niw    Y'lrk,    1.'7    Thames. 

Ciiicaso.  11'0-12S  S.  San- 
gamon. 

San  Francisco,  l.')l  New 
Montgomery. 

Blake  Signal  and  Mtg.  Co 

I'.i.st'n.   -  Mi   Summer. 

Bonestell  &  Co 5 

San    Franci.sco,     118    First. 

Bridgeport  Brass  Company 4 

Bridgeport,   Conn. 

c 

Chicago  Fuse  Mfg.  Co 

rhieago,      1014    -    1020     W. 

Congress. 
XfW    York,    1    Hudson. 

Colonial  Electrical  Agency  Co...  14 

San  Francisco,  576  Mis- 
sion. 

Crocker- Wheeler  Co 

San  F'-ancisco,  195-7  Fre- 
mont. 

D 

D.  6c  W.  Fuse  Co 

ProNidence,    R.    I. 

Dearborn  Drug  &  Chem.  Works..  12 

Cnicago,    Postal    Bldg. 
San    Francisco,    301    Front. 
Los  Angeles,  355  E  Second 

Duncan  Elec.  Mtg.  Co 

Lafayette,    Indiana. 

San    Francisco,    61    Second. 

E 

Elconomy  Electric  Co.,  The 14 

Warren,  Ohio. 

Electric  Cntrlr  &  Mfg.  Co.,  Th  e 

New  York,   50  Church. 
Pittsburg,   515   Frick  Bldg. 
Cliicago,    135    Adams, 
Birmingham,     827     Brown- 
Marx   Bldg. 

EUactric  Goods  Mfg.  Co 

Boston,   Mass, 

San  Francisco,  165  Second. 


EJectric  Storage  Battery  Co 

Philadelphia,   Pa. 
San    Francisco,  Monadnock 
Bldg. 


Fairbanks,  Morse  &  Co 

Chicago,  481  Wabash  ave. 
San  Francisco,  15S  First. 
Los  .\ngeles.  423   E.  Third. 

Farnswotlh  Electrical  Works 

San       Francisco,       132  -  138 
Second. 

Fort  Wayne  Electric  Works 

l''nrt   AA'ayno.   Ind. 

San  Francisco,  604  Mission. 

Seattle   Colman   Bldg. 


General  Electric   Co 

SiheiUM-tady   X.    V, 

.Sin  I''rancisco,  Union  Trust 

Bldg. 
Los        Angeles,       124       W. 

Fourth. 
Seattle,    Colman    Bldg. 
Portland,    Worcester    Bldg. 
Atlanta,  Ga. 
Baltimore.    Md. 
Boston,    Mass. 
Hnffalo.  N.   Y. 
Butte.    Mont. 
'Charleston,   W.   Va. 
Cli.irlotte.    N.    C. 
Ciiicago,    III. 
Cincinnati,  O. 
Cleveland,    O, 
(N>lumbus,    O. 
I>enver,   Colo. 
Detioit,    Mich. 
Indianapolis.   Ind. 
Kansas  City,  Mo. 
Minneapolis.    Minn. 
Nashville,   Tenn. 
New    Haven,    Conn. 
New   Orleans,   La. 
New  York,  N.  Y. 
Pliiladelphia.    Pa. 
Pittsburg,  Pa. 
Ric'limond.  Va. 
Salt    I^Tke    City,    Utah. 
St.    Ijouis,    Mo. 
Syracuse,   N.  Y. 
Spokane,   Wash. 

Goeriz,  O.  C.  &  Co 

San    Francisco,    916   Postal 
Tel.  Bldg. 

Gould  Storage  Battery  Co 

San     Francisco,     604     Mis- 
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Habirshaw  Wire  Co 

New   York,    253   Broadway. 

Hammel  Oil  Burner  Company  .. 

Los    Angeles,    640   N,   Main. 

Holtzer-Cabot  Elec. Co. .The 

Boston  and   Chicago. 

San  Francisco,  612  Howard. 

Hughes  &  Co.,  E.  C 5 

San     Francisco,      147    -    151 
Minna.  ' 

Hunt.  Mirk  &  Co I 

San  Francisco,  141  Second. 


Indiana  Rubber  &  Ins.  Wire  Co 

J<mesboro,  Indiana, 


Johns-Manville  Co.,  H.  W 

New    York.    100   William. 
San     Francisco,     159     New 

Montgomery, 
Los  Angeles,  222-224  North 

Los   Angeles. 
Seattle,   576   First  Ave.   So. 


K 

Kellogg  Switchb'd  &  Supply  Co.. 
Chicago. 
San  Francisco,  88  First. 

Kelman  Electric  8e  Mfg.  Co. 4 

],.os   .Angeles,   Cal. 

Klein  &  Sons,  Mathias 2 

Chicago,   Station  U-29. 


Locke  Insulator  Mfg.  Co 4 

\"iilcir,   N.    Y. 

San  Fiaiiciseo,  Monadnock 
Bldg, 

Los  Angeles.  Pacific  Elec- 
trical   Bldg. 

Seattle.   Colman    Bldg. 

M 

Machinery  &  Supply  Co 

.s.m  Francisco,  Seventh  & 
Harrison. 

Moore,  Chas.  C.  &  Co.  Engineers.       3 

San     l''rancisco,    99    First. 
Los       .Angeles,       American 

Bank    Bldg. 
Seattle,   Mutual   Life   Bldg. 
Port  land. Wells- FargoBldg. 
Salt    Lake   City.   Atlas  Blk. 
New      York      City,     Fulton 

Bhlg. 
Tucson,    .\rizona. 

N 

New  York  InsKld  Wire  Co 

New    York.    II  I    Liberty. 
San  Francisco.  770  Folsom. 
Seattle,  416  American  Bank 
Bldg. 


Ohio  Brass  Co. 2 

Mansfield,   Ohio. 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles.  Pacific  Elec- 
tric  Bldg. 

Seattle,   Colman   Bldg. 

Okonite  Co 14 

New   York,   253   Broadway. 


Pacific  Gas  &  Elect.  Co..  The___12 

San    Francisco. 

Pacific  Meter  Co. 12 

San    Francisco,    311    Santa 
Marina    Bldg. 

Pacific  Tel.  &  Tel.  Co.,  The._._ 

.San    Francisco. 

Partrick  Carter  &  Wilkins  Co 

Philadelphia.  Twenty-sec- 
ond and  Wood. 

Pelton  Water  Wheel  Co..  The_._  12 

San  Francisco,  2219  Har- 
rison. 

Pierson,  Roeding  &  Co 4 

San  Francisco,  Monadnock 
Bldg. 

Los  Angeles,  Pacific  Elec- 
tric Bldg. 

Seattle,    Colman   Bldg. 


Portland  Wood  Pipe  Co.. 

Portland,   Ore. 


Schaw-Batcher  Co.  Pipe  Works.. 

.Sacramento,    Cal.,    211    J. 
San  Francisco.  356  Market. 

Southern  Pacific  Co. 14 

San  Francisco,  Flood  Bldg. 

Sprague  Electric  Co. 2 

New     York     City,     527-531 

W.  Thirty-fourth. 
San  Francisco,  Atlas  Bldg. 
Seattle,   Colman    Bldg. 

Standard  Und.  Cable  Co 14 

San  Francisco,  First  Na- 
tional   Bank    Bldg. 

Los  Angeles.  Union  Trust 
Bldg. 

Seattle  Office,  Lowman 
Bldg. 

Sterling  Paint  Company, 

San    I'rancisco,    IIS    Fii'st. 


Technical  Book  Shop 5 

San  l"ranrisrci,  i;04  Mission. 

Thomas  and  Sons  Co.,  R 

New    York,  227    l'"ulton. 
ICast  Liverpool,  Ohio. 

Thompson  Co.,  The  Chas.  C — 

Chicago,     545-549     Wabash 
ave. 

Tracy  Engineering  Co 5 

San  Francisco,  461  Market. 
Los  Angeles,  Central   Bldg. 
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Wagner  Electric  Mfg.  Co. 

St.   Louis,  Mo, 


Western  Electric  Co 2 

San  Francisco,  680  Folsom. 
Oakland.   507   Sixteenth. 
Los  Angeles,  119  E.  Seventh 
Seattle,  1518  First  Ave.  So. 

Western  Wireless  Equipment  Co.. 

San  Francisco,  Grant  Bldg., 
Seventh  and  Market. 

Westinghouse.  Elec.  &  Mfg.  Co... 

Pittsburg.    Pa. 

Los  Angeles,  527  So.  Main. 

Denver,  429  Seventeenth. 

Seattle.  Central   Bldg. 

Salt  Lake  City,  212-214 
So.  W.  Temple. 

San  Francisco.  165  Second. 

Spokane.    Columbia    Bldg. 

Portland.    Couch    Bldg. 

Butte,  Lewisohn   Bldg. 

Canada.  Canadian  -  West- 
inghouse Co.,  Ltd.,  Ham- 
ilton, Ontario. 

Mexico.,  G.  &  O.,  Braniff  & 
Co.,  City  of  Mexico. 

Westinghouse  Machine  Co 6 

Pittsburg.   Pa. 

San  Francisco,  141  Second. 

Weston  Elect'l.  Instrument  Co 3 

Waverlv  Park,  N,   J. 
New    York,    114    Liberty 
San    Francisco,    682    -    6S4 
Mission. 


Wilbur,  G.  A --- 

San  Francisco,  61  Second. 
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POWER  AT  THE  ROOSEVELT  DAM 


BY     HARRY     WELCH. 


TIiL'  Salt   Ri\cr  \'a!ley  Project  adjacent  to  Phoe-  1080   feet,   326,000  cubic  yards  of  masonry   and   over 
nix,  Arizona,  conserves  the  flood  waters  of  two  streams,  350,000  barrels  of  cement  were  necessary  in  the  con- 
so  as  to  irrigate  240,000  acres  of  land  from  a  28-mile  st ruction, 
lake    impounded    by    the    Roosevelt    dam.       This    arch  .\mons;  the  first  problems,  was  where  to  get  the 


Roosevelt    Dam 


gravity   structure   of   rubble    masonry   rises   284   feet  power  to  lift  the  giant  blocks  of  stone  into  place,  to 

from  foundations  sunk  30  feet  in  the  bedrock  of  the  make  and  grind  the  cement,  to  run  the  drills,  and  in 

river.     At  base  the  dam  is  168  feet  through,  tapering  fact  to  build  the    dafn.     Nineteen    miles    above    the 

to  a  width  of  20  feet  at  the  top  where  the  length,  in-  dam-site  a  weir  across  the  Salt  River  diverted  to  a 

eluding  the  two  bridges  crossing  the  spillways,  totals  power  canal  250  second    feet  of  water  under  a  226 
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Section    ut   Roosevelt   Power   House. 


ft.  head,  through  an  inclined  penstock  tunnel,  con- 
crete and  steel  lined,  to  the  three  1200  k\v.  \ertical 
turbines.  These  operate  at  500  r.p.m.  furnishing 
three-phase,   25   cycle,   2300  volt   current.      Thence    it 

was  discliar!7ed  into  the  river  and  allowed  to  continue 


railways  and  commercial  purposes  at  Phoenix  as  well 
as  at  Mesa,  Tempe,  and  other  Salt  River  Valley 
towns.  The  power  generated  at  the  dam  is  about 
7200  kw.,  including  three  units  to  be  operated  under 
the  reservoir  head  and  in  the  entire  project  there  will 
l)e  generated  when  all  the  plans  are  completed,  a  total 
of  about  27,000  h.p.  At  present  the  city  of  Phoenix  con- 
sumes only  about  2000  h.p.,  but  power  is  transmitted 
to   several   points   for   pumping.      At   Sacaton,   on    the 


Vertical    Turbo-Generators    :it    Hoosevelt    Power    Hnus 


.Switi  hiiiK    Station     near    Mesa.    .Salt     Itivei-    Valley. 


down  stream.  Here  is  generated  the  power  that  has  Tima  Indian  Reservation,  some  fine  batteries  of  wells 
built  the  dam  and  is  now  lighting  the  city  of  Phoe-  have  been  established  and  power  can  here  be  used 
nix.  75  miles  away.     The  power  is  also  used  for  street      tn  lift  water,  for  10,000  acres  of  land.     A  number  of 
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Sub-Station     No. 


anil    Well    No. 


Gila    Indian     Reservation,   near    1' 


motors  are  lifting  water  for  20.000  to  40,000 
acres  of  land  in  the  vicinity  of  Mesa,  where 
are  other  large  wells.  In  other  points  pumps  can  be 
installed  to  lower  the  ground  water  and  lift  drainage 
water  to  higher  levels  that  cannot  be  placed  under 
gravity  ditches. 

The  journey  of  the  water  from  the  Roosevelt 
dam  to  its  final  distribution  on  the  land  is  a  story  of 
utility.  The  stream  passes  from  one  power  canal  to 
another.  Some  of  these  power  canals  and  tunnels  are 
yet  to  be  developed  but  all  are  included  in  the  com- 
l)lete  project,  which  is  now  fast  acquiring  the  finish- 
ing touches.  Seven  miles  from  the  Roosevelt  dam 
the  water  will  enter  a  short  tunnel  which  will  save 
7000  feet  of  canal  arid  at  the  same  time  develop  3500 
h.p.  The  water  returns  to  the  old  river  bed  and  is 
uninterrupted  for  about  twenty  miles  when  it  is 
directed  through  another  tunnel  3500  ft.  long,  where 
it  develops  2500  h.p.  before  re-entering  the  river 
below.     Almost   at  once   it   is  again   taken   up  and   is 


the  (iranite  Reef  Dam  where  it  is  diverted  by  a  great 
weir,  1100  ft.  long  and  38  ft.  high,  to  the  main 
irrigating  canals  on  the  north  and  south  banks  of  the 
river. 

In  the  main  canals  more  power  will  be  developed. 
On  the  south  side  of  the  river,  two  miles  from  the 
iiead  of  the  canal,  one-half  of  the  water  is  turned  into 
tlie  Consolidated  canal  with  a  drop  of  30  ft.  and  de- 
veloping about  2000  h.p.  in  the  fall.  On  the  north 
side,  the  main  canal,  the  Arizona,  flows  without  in- 
terruption for  fifteen  or  twenty  miles,  to  a  point  at 
which  about  one-half  of  the  supply  will  be  diverted 
through  a  new  crosscut  canal.  This  canal  carries  the 
water  about  four  miles  along  the  base  of  the  rocky 
jioints  to  a  place  where  there  will  be  a  drop  of  126  ft., 
the  water  in  the  fall  developing  3000  to  5000  h.p.  ac- 
cording to  the  season.  The  other  half  of  the  water  of 
the  Arizona  canal,  when  it  reaches  the  Arizona  falls. 


Portion     ot    Concrete     Lined     Power     Canal     at 
Roosevelt. 


Transmission  Line  Crossing  Desert  Near  Salt  River 
Valley,    Arizona. 


now  carried  along  the  rocky  hillsides  for  severa!  a  mile  or  two  away  from  the  dividing  point,  will  de- 
miles  and  then  dropped  a  sheer  100  ft.  through  an-  velop  about  700  h.p.  On  the  south  side  of  the  river 
other  set  of  wheels  which  will  develop  about  5000  h.p.  there  is  again  a  further  possibility  of  developing  an- 
The  water  then   follows  the  river  bed   until   reaching  other  700  additional   h.p.     The  power  generated  will 
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be  sold  to  the  ranchers  in  the  valley  at  reasonable 
rates.  Community  lines  from  the  main  power  lines 
to  different  sections  will  be  established.  It  will  be 
economical  to  operate  the  farm  machinery  with  the 
cheap  power  available  and  there  will  ])e  great  quanti- 
ties used  for  pumping  in  the  sections  of  the  valley 
that  are  outside  of  the  240,000  acres  that  are  included 
in  the  project. 

The  great  transmission  line  from  Roosevelt  dam 
to  the  city  of  Phoenix,  seventy-five  miles  long,  over 
mountain  and  desert,  is  splendilly  equipped  as  are 
also  the  different  power  stations,  pumping  stations 
and  batteries  of  wells.  The  transmission  voltage  is 
45,000,  the  wires  being  arranged  to  form  an  equi- 
lateral triangle  witii  4  ft.  sides. 

It  will  be  readily  seen  that  with  the  great  power 
possibilities  of  the  project,  there  is  in  store  for  the 
farmer  under  this  system  of  reclamation,  a  large  reve- 
nue which  will  surely  in  time  not  only  cover  all 
annual  charges  for  maintenance  of  the  system,  but  in 
addition  will  pay  him  a  handsome  return,  each  year, 
for  the  money  he  has  invested  in  his  land.  The  entire 
scheme  is  inseparably  associated  with  the  ownership 
of  the  lands,  and  all  the  240,000  acres  of  land  that  are 
included  in  the  Salt  River  Project  have  a  share  in 
the  concern,  each  acre  a  .«harc  and  each  share  an 
acre.  The  Government  has  expended  about  $9,000,000 
on  the  project  to  date  and  of  this  amount  about 
$3,500,000  has  been  expended  on  the  building  of  the 
Roosevelt  dam.  Comparing  the  dam  with  some  of 
the  famous  dams  built  in  the  east  it  will  be  found 
that  the  structure  at  Roosevelt  stores  twelve  times 
more  water  than  the  New  Croton,  Wachusett  and 
•Askokan  reservoirs  combined,  while  the  cost  of  these 
combined  reservoirs  w-as  seven  times  the  cost  of  the 
main  work  in  the  Salt  River  Project.  The  first  stone 
was  laid  on  September  20,  1906,  and  the  last  stone 
was  put  in  place  on  February  5,  1911. 

The  Salt  River  Project  will  not  be  turned  over 
to  the  Water  Users'  Association   for  two  years  and 
in    the    meantime    the    Water    Users'    Association    is 
arranging  for  the  construction  of  the  Crosscut  canal, 
and   has   voted   bonds   for  $900,000   for   the   purpose! 
The   machinery   has   been   ordered,    several   contracts 
have  been  let,  and  funds  are  well  in  hand.    The  Water 
Users'  Association  is  the  organization  through  which 
the  Government  deals  with  the  farmer.     Its  member- 
ship   is    composed    of    the    farmers    and    landowners 
whose  lands  are  included  in  the  project.     The  Gov- 
ernment will  not  deal  direct  with  the  individual,  but 
wdl  deal  only  through  the  association.     The  value  of 
the   power    features   of   the    Salt    River    Project    have 
been    variously    estimated,    figuring    the    total    horse- 
power at  27,000  and  allowing  $50  for  a  horsepower 
per  year,  we  have  a  total  of  $1,350,000  or  a  net  re- 
turn of  over  $5.00  to  each  acre  each  year.     Several 
offers    have    been    made    to   the   Water   Users'  Asso- 
ciation for  the  taking  over  of  the  power  features  of 
the  project  but  the  as.sociation  will  develop  and  hold 
the    great    possibilities    that    are    held    forth    in    this 
unique  scheme  of  reclamation  and  conser\'ation.    This 
association  of  farmers  and  landowners  becomes  a  sig- 
nificant  factor  in  the  "power  producing  world"  and 
undoubtedly   the   progress   in   the   Salt    River   Vallev 
under  this  system  will  be  watched  with  great  interest 
by   people  all   over  the  country. 


A  REPLY  TO  COLONEL  THEODORE  ROOSE- 
VELT.' 

KV     FRANK     H.    SHORT. 

The  Commonwealth  Club  of  San  Francisco,  on 
-March  27,  1911,  tendered  a  banquet  to  Colonel  Roose- 
velt. At  this  banquet  I  was  invited  to  speak  for  ten 
minutes  on  "Conservation  from  the  Point  of  View  of 
the  Western  States."  Colonel  Roosevelt,  as  the  guest 
of  the  evening,  was,  of  course,  allowed  unlimited 
time,  following  all  of  the  others.  So  far  as  the  other 
gentlemen  who  spoke  were  concerned,  he  simply  took 
sufficient  time  to  "ditto"  their  remarks,  and  pro- 
ceeded for  the  remainder  of  a  full  hour,  in  a  very 
brilliant  speech,  to  mutilate  and  obliterate  my  feeble 
remarks. 

Colonel  Roosevelt's  reply  to  this  argument,  thus 
briefly  outlined,  was  certainly  brilliant,  forceful  and 
effective,.  We  may  always  differ  as  to  deduction  and 
conclusion,  but  I  very  briefly  propose  to  show  that 
not  only  in  his  conclusions  and  his  deductions,  but  in 
his  statements  Colonel  Roosevelt,  unwittingly,  no 
doubt,  preserved  his  consistency  by  being  uniformly 
and  always  wrong. 

It  requires  a  philosopher  to  be  right  on  general 
subjects,  a  statesman  to  be  generally  right  on  ques- 
tions of  government,  but  it  requires  a  genius  to  be 
generally  wrong  on  most  subjects  and  still  to  be  able 
to  persuade  people  that  he  is  right.  Colonel  Roose- 
velt is  a  genius. 

First,  I  had  referred  to  a  decision  oi  the  Supreme 
Court  of  the  United  States,  rendered  some  seventy- 
fi\e  or  eighty  years  ago,  and  this  decision  was  both 
seriously  and  jocularly  assailed  by  Colonel  Roose- 
velt as  necessarily  obsolete,  entirely  too  ancient  for 
modern  use,  and  a  subject  fit  only  for  jests  and  gibes, 
adroitly  overlooking  that  portion  of  my  remarks  in 
which  I  had  stated,  "These  decisions  have  been  re- 
affirmed," etc.,  and  have  been  held  "to  apply  to  the 
later  admitted  States  and  the  lands  and  resources 
therein."  .Ml  that  had  been  decided  in  the  first  case, 
and  all  that  I  contended  for  w-as  re-affirmed  by  the 
Supreme  Court  of  the  United  States  in  the  case  of 
Kansas  vs.  Colorado,  decided  May  13.  1907:  by  the 
way,  during  the  administration  of  President  Roose- 
velt, and  it  certainly  will  be  admitted  that  anything 
that  occurred  during  his  administration  is  strictly 
modern,  not  ancient  and  obsolete.  In  the  case  referred 
to,  the  Supreme  Court  of  the  United  States  used  this 
language : 

■'While  arid  lands  are  to  be  found  mainly  if  not  only  in  the 
western  and  newer  States,  yet  the  powers  of  the  National  Gov- 
ernment within  the  limits  of  those  States  are  the  same  (no 
greater  and  no  less)  than  those  within  the  limits  of  the  original 
thirteen,"   etc. 

The  decisions  of  the  Supreme  Court  of  the  United 
States  related  to  certain  property  being  held  in  trust 
and  to  certain  powers  of  government  fixed  and  dele- 
gated under  the  Constitution.  Later  inventions  and 
changes  in  methods  of  commerce  and  mechanical  de- 
vices do  not  transfer  property,  nor  do  they  grant  or 
extend  powers,  except  to  extend  them  in  so  far  as  a 
change  in  practice  and  custom  may  automatically  re- 
sult in  bringing  certain  industries  under  a  different 
governmental   authority.     Such  later  changes,  inven- 
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tioiis  and  devices  have  no  more  to  do  with  powers 
of  government,  and  have  no  more  connection  with 
the  rights  of  property,  than  has  llie  invention  nf  the 
aeroplane  the  efifect  of  repealing  the  Ten  Comniantl- 
ments. 

If  it  is  now  argued  that  because  of  a  change  in 
condition  and  the  de\eIopment  of  values  and  uses 
not  known,  that  a  right  of  property  held  in  trust, 
and  a  right  of  government  fixed  by  an  unamended 
law,  is  to  be  swept  aside  merely  because  one  indi- 
vidual thinks  it  would  be  better  for  the  great  mass 
of  mankind  to  take  from  the  one  and  bestow  upon 
the  other,  we  cannot  know  but  ere  long  we  will  be 
confronted  with  the  argument  that  the  Command- 
ment "Thou  shalt  not  steal,"  should  be  repealed,  or 
more  appropriately  speaking,  should  be  ignored,  be- 
cause to  take  from  the  abundance  of  the  few  for  the 
benefit  of  a  sufficiently  large  number  of  people 
(usually  voters)  is  not  stealing,  but  benevolent  assim- 
ilation. 

If  conversion  of  trust  property  is  commendable 
under  a  higher  law,  and  for  a  greater  good,  who  can 
say  that  it  is  not  merely  another  and  easy  step  to  a 
repeal  of  any  other  o1)jectionablc  commandment  or 
law  that  interferes  with  the  greatest  good  of  the 
greatest  number,  in  the  opinion  of  the  greatest  politi- 
cian of  a  particular  generation  ? 

Throughout  Colonel  Roosevelt's  speech  it  re- 
mained undenied  that  if  "the  remaining  resources  of 
the  Nation"  now  "belong  to  all  of  the  people  of  the 
Nation,"  that  in  the  beginning  "all  of  the  resburces 
of  the  Nation  belonged  to  all  of  the  people  of  the 
Nation."  Nor  was  it  denied  that  East,  North  and 
South  had  received  all  of  their  portion  of  the  common 
inheritance,  nor  was  it  denied  that  it  is  now  claimed 
that  the  remaining  portion  of  the  Western  States 
should  be  held  for  the  benefit  of  "all  of  the  people 
of  the  Nation."  Nevertheless,  a  very  brilliant  re- 
joinder was  made  in  the  way  of  what  we  lawyers 
would  call  a  confession  and  an  avoidance.  In  fact, 
Colonel  Roosevelt's  argument  was.  first,  to  the  efifect 
that  while  the  remaining  resources  of  the  Nation  were 
to  be  held  for  the  benefit  of  all  of  the  people  of  the 
Nation,  that  the  people  within  the  districts  where 
such  property  was  situated  would  still  receive  greater 
benefits  than  ever  therefrom.  In  other  words,  that 
all  of  the  people,  under  this  new  system,  would  get  all 
I  if  the  benefits  of  all  of  the  property  of  the  Nation, 
and  the  people  of  the  district  where  it  was  situated 
would  get  more  benefits  than  heretofore,  which  would 
seem  to  indicate  that  the  argument  is  sustainable 
that  a  pint  cup  of  water  will  fill  a  two-quart  vessel, 
rind  that  you  can  keep  your  cake  and  eat  it,  and  have 
uKjre  cake  when  you  get  through  than  before  3'ou 
commenced. 

Admitting,  however,  that  the  proposition  really 
is  to  hold  the  remaining  resources  of  the  Nation  for 
the  benefit  of  all  of  the  people  of  the  Nation,  and  for 
the  Federal  Government  through  the  public  lands  to 
exercise  Federal  authority  and  control  throughout  the 
Western  States,  such  as  cannot  be  exercised  in  the 
Eastern  and  other  States  not  having  public  lands,  nev- 
ertheless, it  is  asserted  that  while  the  Western  States 
are  to  be  shorn  of  their  powers  of  taxation,  of  eminent 
domain  and  sovereign  control  over  the  public  lands. 


and  exceptional  charges  and  burdens  are  imposed  on 
the  use  thereof,  that  while  this  is  "New  Nationalism" 
<>nd  will  take  away  these  rights  and  functions  from 
the  Western  States,  still  that  the  Federal  Government, 
in  the  way  of  generosities  and  bequests,  donations 
and  family  allowances,  such  as  the  Reclamation  Serv- 
ice illustrates,  has  given  a  sufficient  return. 

Stated  in  other  words,  if  the  Western  States  have 
been  deprived  and  are  to  be  deprived  of  their  sover- 
eignty powers  of  taxation  and  eminent  domain  and 
made  to  submit  to  unequal  taxation,  so  far  as  these 
rights  are  affected  by  the  remaining  public  lands,  that, 
nevertheless,  it  can  be  shown  that  in  the  taking  away 
of  this  birthright,  they  have  received  a  sufficient  mess 
of  pottage  in  return. 

Obviously,  the  whole  argument  is  beside  the 
point.  The  rights  and  duties  of  the  National  Govern- 
ment, and  of  the  several  States,  cannot  be  assumed 
by  the  one,  or  traded  away  by  the  other.  The  Nation 
has  certain  duties  of  government,  and  the  States  have 
certain  duties  of  government,  and  each  has  reciprocal 
rights,  duties  and  obligations  and  responsibilities,  and 
the  argument  is  hopelessly  bad  that  these  have  been, 
c_>r  are  to  be,  departed  from,  waived  or  exchanged  for 
a   sufficient   and   valuable   consideration. 

Conservation  is  appealed  to  as  a  National  policy. 
Reclamation  is  claimed  to  be  conducted  on  a  basis 
peculiarly  favorable  to  the  West.  However,  reclama- 
tion in  the  West  is  conducted  on  the  basis  that  the 
funds  therefor  must  be  obtained  wholly  from  the 
sales  of  Western   lands. 

Appalachian  Forests,  however,  are  purchased  and 
established,  and  reclamation  in  the  East  is  carried  on 
by  appropriations  directly  from  the  general  treasury, 
and  not  to  be  repaid.  Upon  the  other  hand,  repay- 
ment for  money  advanced  in  Western  reclamation  is 
secured  by  mortgages,  or  liens,  amounting  to  the 
same  thing,  upon  the  lands  and  homes  of  the  small 
settler,  who  is  thereby  obligated  to  repay  all  that  has 
been  advanced,  dollar  for  dollar.  Having  been  born 
and  having  lived  on  a  \A^estern  farm,  and  having 
li\ed  all  of  my  life  amongst  Western  people, 
i  apparently  may  not  be  expected  to  have  an 
understanding  of  their  needs  such  as  arises  from 
casual  visits  and  political  relation.  Fullness  of  heart 
and  deepness  of  affection  belong  apparently  to  those 
who  are  either  doing  politics  or  doing  nothing.  There- 
fore, my  opinion  that  the  loaning  by  the  Federal 
(icivernment  of  money  derived  from  the  sale  of  local 
resources  for  the  development  of  the  public  use  of 
irrigation  in  W^estern  rivers,  such  liens  to  be  repaid 
and  secured  by  liens  on  the  twenty,  forty  and  eighty- 
acre  farms  and  homes  of  poor  settlers,  is  little  short 
of  extortion,  must,  I  suppose,  be  read  as  the  cold- 
blooded opinion  of  a  cold-blooded  corporation  lawyer. 

The  people  of  the  East  and  the  North  and  the 
South  have  no  desire  or  disposition  to  do  injustice  to 
the  West.  They  are  actuated  by  reasonable  and 
generous  motives.  But  while  each  section  of  the 
country  can  in  a  degree  understand  what  pertains  to 
the  whole  Union,  such  section  can  only  understand 
those  local  matters  that  pertain  to  its  own  portion  of 
the  Union.  Therefore,  each  section  and  each  State 
should  religiously  hold  on  to,  enforce  and  protect  its 
own  right,  at  the  same  time,  with  equal  sincerity,  re- 
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specting  the  ri<,'hts  of  all  other  .-^cctioii.'^  of  the  Union. 
The  "parable  of  the  four  brothers"  illustrate.^  ati  unde- 
niably correct  situation,  with  ecpial  relation  to  his- 
torical and  present  conditions,  and  the  more  it  is 
argued  against  the  more  it  will  grow  and  the  longer 
it  will  survive.  _ 

One  of  the  most  conspicuous  features  of  Colonel 
Roosevelt's  address  was  the  total  absence  of  any  ap- 
parent realization  that  the  Western  States,  as  well 
as  other  States,  possess  powers  of  government  and 
the  powers  and  duties  to  regulate  and  control  monop- 
olies. As  a  matter  of  fact  and  of  law,  each  and  every 
one  of  the  Western  States,  for  all  purposes  of  pro- 
tecting itself  and  the  people  within  the  State  from 
every  kind  of  oppression  and  mono])oly,  has  all  of 
the  powers  possessed  by  any  sovereign  government 
in  the  world.  Four-fifths  of  the  States  have  no  public 
lands,  and,  therefore,  the  Federal  Government  can  act 
in  those  States  only  under  the  Constitution,  and,  there- 
fore, when  it  acts  otherwise  through  the  public  lands 
i'l  the  Western  States,  it,  the  h'ederal  (jovernment, 
acts  not  through  the  Constitution,  but  as  a  landlord, 
and  arbitrarily  and  illegally. 

Colonel  Roosevelt  is  sincere,  no  doubt,  in  his  \iew 
that  the  National  development  of  irrigation  benefits 
the  people  and  prevents  monopoly.  I  am  not  one  of 
those  who  criticise  the  Reclamation  Service ;  I  think 
it  has  proceeded  with  more  efficiency  than  is  usual  in 
connection  with  a  politically  managed  business.  I  do 
not  doubt  its  integrity,  but  informed  persons  know 
that  many  mistakes  have  been  made  that  will  cost  the 
smaller  settlers  under  the  reclamation  projects  a  great 
deal  of  money. 

In  every  one  of  the  Western  States  the  devel- 
opment and  beneficial  use  of  water,  whether  for  irriga- 
tion or  power,  is  peculiarly  and  fully  subject  to  the 
regulation  and  control  of  such  State,  not  only  as  to 
charges,  but  as  to  service,  and  unless  we  wholly  den}' 
to  the  people  of  the  \Vestern  States  the  capacity  of 
self-government,  no  single  one  of  these  developments, 
no  matter  how  large  or  how  small  the  corporation 
may  be  that  develops  it,  can  ever  become  a  monopoly 
in  any  hurtful  or  oppressive  sense. 

The  true  situation  is  that  the  cost  to  water  users 
for  equivalent  uses  under  irrigation  projects  devel- 
oped by  the  Federal  Government  have  averaged 
nearly,  if  not  ciuite,  four  times  as  much  as  the  average 
cost  for  equivalent  uses  and  benefits  under  what 
Colonel  Roosevelt  calls  monopolies  "of  the  very  worst 
and  most  undesirable  type."  Further,  it  is  true  that 
the  reclamation  projects  have  necessarily  been  more 
expensive  than  the  privately  developed  projects,  but 
it  can  be  fairly  asserted  that,  the  necessary  gost  con- 
sidered and  the  equivalent  benefits  produced,  the  re- 
clamation projects  havt  been  at  least  twice  as  expen- 
sive "to  the  poor  small  man"  as  has  been  the  cost  for 
similar  service  and  values  under  these  execrated 
"monopolies." 

The  doctrine  of  holding  "all  of  the  remaining  re- 
sources of  the  Nation  for  all  of  the  people  of  the  Na- 
tion," instead  of  distributing  the  remaining  property 
as  rapidly  as  circumstances  will  permit,  as  far  as  pos- 
sible to  small  ownerships  and  to  actual  settlers,  and 
leaving  the  regulation  of  public  uses  to  the  State,  is 


Socialism,  pure  and  .simple.  Jl  is  the  most  drastic, 
sweeping  and  complete  form  of  Socialism  that  could 
be  suggested.  If  it  had  been  adopted  from  the  begin- 
ning, we  would  have  had  a  "Nationalism,"  complete 
antl  perfect  within  itself.  States  ruled  through  the 
jniblic  lands  and  necessarily  mere  dependencies;  peo- 
ple lu)lding  the  lands  as  tenants  or  through  National 
favor   and    under   official    surveillance. 

You  may  call  it  progress,  if  you  will,  but  it  is 
progress  backwards,  towards  the  beginning  of  the 
world.  It  is  the  most  Adamic,  arbitrary  suggestion 
of  form  of  government  that  has  been  made  in  the  last 
one  tln)usand  years.  We  are  told  that  the  govern- 
ment must  be  kept  in  the  hands  of  the  people.  God 
knows  we  hope  that  it  will,  but  how  it  can  be  so  kept 
by  the  (iovernment  acting  as  a  landlord,  and  through 
the  public  lands,  we  do  not  know.  We  choose  an 
electoral  college ;  the  electors  choose  a  presiden't ; 
the  president  appoints  a  secretary  of  agriculture;  the 
secretary  of  agricidture  appoints  a  forester ;  the  for- 
ester appoints  a  district  forester;  the  district  forester 
a  local  forester;  the  local  forester  studies  local  condi- 
tions, ascertains  what  are  and  what  are  not  monopo- 
ies,  who  are  "malefactors."  and  who  are  good  citi- 
zens, what  should  be  taxed  and  what  should  not  be 
taxed,  what  should  be  regulated  and  what  should  not 
be  regulated.  Then  the  local  forester  reports  to  the 
district  forester;  the  district  forester  reports  to  the 
forester  at  Washington ;  the  forester  reports  to  the 
secretary ;  the  secretary  reports  to  the  president ; 
the  president  forgets  that  we  have  a  Congress,  and  tells 
us  what  we  ought  to  do,  and  adopts  rules  and  regula- 
tions for  our  benefit  and  protection,  and,  lo  and  be- 
hold, government  is  restored  to  the  hands  of  the  peo- 
ple and  the  people  rule!  If  this  is  not  retractive 
progressiveness,  headed  straight  towards  the  creation 
of  the  world,  then  I  understand  nothing  of  govern- 
ment, and   have   no  knowledge  of  history. 

We  are  all  equally  and  profoundly  interested  in 
tlie  preservation  of  our  constitutional  form  of  gov- 
ernment and  of  our  liberties  and  a  continuance  of  the 
government  in  the  hands  of  the  people,  in  the  preven- 
tion of  monopolies  in  such  a  way  as  to  not  throttle 
industry  or  prevent  progress.  There  is  one  way,  and 
one  way  only,  that  this  can  be  done,  and  that  is  by 
devoted,  old-fashioned,  patriotic  adherence  to  our  con- 
stitutional form  of  government,  "rendering  unto 
Caesar  the  things  that  are  Caesar's,  and  unto  God  the 
things  that  are  God's."  To  the  Nation,  all  things 
that  pertain  to  the  Nation  ;  to  the  States,  all  things 
that  pertain  to  the  States ;  to  the  end  that  this  shall 
constitute  and  continue  to  be  a  real  and  actual  gov- 
trnment  of  the  people,  "an  inse])arable  Union  of  inde- 
structible  States." 

Very  recently,  and  since  the  discussion  before  the 
Commonwealth  Club,  the  United  States  Supreme 
Court,  in  a  case  appealed  from  Colorado,  has  affirmed 
the  authority  of  the  Federal  Government,  by  virtue  of 
its  proprietary  title  to  the  public  lands,  to  establish 
Forest  Reserves  and  exclude  trespassing  stock  there- 
from. The  decision  does  not  go  to  any  of  the  impor- 
tant questions  discussed,  but  it  is  agreed  that  it  does 
affirm  the  right  of  the  Federal  Government  to  estab- 
lish, operate  and  protect  such  reserves  in   the   public 
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interest,  and  to  make  rules  am'  regulations  fur  the 
full  protection  of  its  proprietary  interest  therein.  This 
doctrine  I  have  personally  never  controverted,  and 
while  the  decision  will  for  a  time,  no  doubt,  be  widely 
misunderstood,  it  does  not  relate  to  or  afifect  the  ques- 
tion of  the  right  of  the  Federal  Government  to  deny 
to  the  State  public  uses  over  the  public  lands,  such 
as  can  be  acquired  by  eminent  domain  over  other 
lands  for  railroads  and  other  means  of  travel,  tele- 
graph and  telephone  lines,  canals,  ditches,  and  the 
like,  nor  does  it  in  any  manner  suggest  the  right 
of  the  Federal  Government  to  exercise  any  powers 
of  government  or  control  or  impose  any  taxes  or 
excises  of  an  unequal  or  unusual  nature  in  any  State. 
This  case  and  the  Kansas-Colorado  case,  above  re- 
ferred to,  might  well  be  agreed  to  as  settling  the  law 
that  as  a  proprietor  in  the  public  interests,  the  Federal 
Government  may  make  all  needful  rules,  regulations 
and  reservations  that  it  may  desire  to  make  in  con- 
nection with  the  public  lands,  but  that  it  cannot,  un- 
der the  guise  of  such  lands  or  through  reservations 
made  of  the  same,  exercise  any  exceptional  powers 
of  government  in  any  State ;  impose  any  exceptional 
or  unequal  taxes,  or  excise  or  other  unequal  charges 
therein ;  or  prevent  the  construction  of  roads,  rail- 
roads, telephone  or  telegraph  lines,  or  canals  or 
ditches  or  other  public  uses  therein.  I  have  con- 
stantly adhered  to  this  view,  and  have  always  agreed 
as  to  the  full  authority  of  the  Federal  Government 
for  the  protection  of  its  proprietary  interest  in  the 
public  lands.  In  any  event,  the  Supreme  Court  of  the 
United  States  decides  the  law,  and  it  is  the  duty  of 
all  loyal  citizens  to  conform  thereto.  I  am.  therefore, 
thankful  that  we  are  reaching  a  point  where  if  extreme 
conservationists  will  assume  the  same  attitude,  where 
the  decisions  are  against  them,  we  can  ])roceed  in  an 
orderly  and  well  understood  way  in  accordance  with 
the  law.  It  will  be  observed  that  the  Supreme  Court 
passes  on  no  question  of  policy  or  the  equities  most 
discussed  in  our  argument.  Such  questions  are  stated 
to  he  for  Congress,  not  for  the  courts. 


CHINESE  TELEPHONE  AND  TELEGRAPH 

SYSTEMS. 

Consul  General  Amos  P.  Wilder  of  Shanghai 
states  that  improvements  in  the  telephone  and  tele- 
graph systems  of  the  Chinese  Empire  are  being  made 
in  accordance  with  a  program  adopted  by  the  Board 
of  Posts  and  Communications.  This  program  was 
arranged  to  cover  nine  years,  beginning  with  1908  and 
ending  with  1916.  An  abstract  of  the  program,  show- 
ing the  improvements  yet  to  be  made,  follows : 

During-  the  present  year  depots  will  be  estab- 
lished for  experiment  puri)os(:'s  and  also  for  the  manu- 
facture of  telegraph  and  telephone  instruments  and 
materials.  The  following  additions  will  be  made  to 
already  existing  telegraph  lines:  In  Hunan,  Hunkiang 
and  Yungchow  lines;  in  Honan,  the  Chow-chia-kou 
and  the  Haochow  lines  in  Amuri;  in  Manchuria,  the 
Anhui  Province  lines:  in  Kwangtung,  the  Kaochow- 
Pi-ching  lines.  Plans  will  be  made  for  the  erection 
of  wireless-telegraph  stations  along  the  seacoast.  Ex- 
periments will  be  made  with  automatic  telephones  in 
the  city  of  Peking.     The  telephone  systems  at  Tient- 


sin and  the  Provinces  of  Kiangsu  and  Chekiang  will 
lie  extended  and  enlarged. 

In  1912  the  northern  and  southern  telegraph  circuits 
ot  Shensi  and  Shansi  Provinces  will  be  extended,  as  well 
as  certain  lines  in  Kwangtung  Province  from  Foshan 
to  Hsun-teh-hsiang-shan.  Officers  will  be  sent  abroad 
to  investigate  foreign-made  electrical  materials  and 
compare  them  with  materials  manufactured  in  China. 
Telephone  and  electric-lighting  systems  in  Hupeh 
Province  will  be  extended,  and  telephone  installations 
in  Hunan  and  Shantung  Provinces  will  be  experi- 
mented with. 

In  1913  China  will  participate  in  the  international 
electrical  conference.  Telegraph  lines  will  be  con- 
structed from  Fuchow  in  Kiangsi  Province  to  Ying- 
chih  in  Fukien  Province,  and  from  Chi-an  in  Kiangsi 
to  Ti-ling  in  Hunan.  Experiments  are  to  be  made 
with  automatic  telephones  at  Canton,  Tientsin,  and 
Shanghai ;  and  with  telephones  in  Shensi  and  Honan 
Provinces. 

In  1914  telegraph  lines  will  be  extended  from 
Hsing-i  in  Kwei-chow  to  Kwangnan  in  Yunnan  and 
from  Chengtu  to  the  capital  of  Szechwan  Province  and 
to  points  in  Kansu  Province.  Further  depots  for  the 
experimental  manufacture  of  electric  lighting,  sub- 
marine cables,  and  all  kinds  of  materials  for  electrical 
appliances  will  be  established.  Telephone  systems 
will  be  tried  in  the  Provinces  of  Kweichow,  Yunnan, 
Szechwan,  Kwangsi,  and  the  systems  already  in  oper- 
ation in  Shansi  Province  will  be  extended. 

In  1915  extensions  will  be  made  to  the  lines  be- 
tween Pu-erh  and  H sunning  in  Yunnan  ;  and  to  the 
lines  between  Ching-yuan  in  Kwangsi  and  Kuei-yang 
ill  Kweichow.  A  surv-ey  will  be  made  for  a  line 
between  Urga  and  Kobdo,  Mongolia.  A  depot  for 
the  manufacture  of  all  materials  used  in  wireless  tel- 
egraphy will  be  enlarged.  Experiments  will  be  made 
with  telephone  systems  in  Kansu  and  the  New  Do- 
minion (Hsin  Chiang).  Telegraph  lines  in  both 
inner  and  outer  Tibet  will  be  extended. 

In  1916  telegraph  lines  in  inner  and  outer  Mon- 
golia will  be  extended.  Plans  will  be  made  for  the 
construction  of  telegraph  lines  from  Pao-t'eu-Chen 
to  .\ing-hsia,  from  Kansu  to  Ching-hai  and  inner 
Tibet,  and  from  Hi  to  Kuche.  The  telegraph  lines 
in  the  northwest  Provinces  will  be  reconstructed  and 
the  general  improvement  of  all  the  electric-lighting 
plants  and  telephone  systems  in  the  Empire  will  be 
undertaken. 

It  is  impossible  to  say  how  much  of  this  program 
will  actually  be  put  into  operation,  much  depending 
upon  the  funds  at  the  disposal  of  the  Board  of  Com- 
munications. Only  by  stationing  a  representative  at 
Peking  who  will  have  access  to  the  officials  of  the 
board  will  it  be  possible  effectivly  to  keep  in  touch 
with  the  actual  operations  in  the  way  of  the  con- 
struction and  extension  of  telei)hiine  and  telegraph 
lines   in   this   Empire. 


The  steel  motor  cars  used  in  the  Alameda  electri- 
ficaiiiin  of  the  Soutiiern  Pacific  Company  are  7Z  ft. 
long  and  10  1/3  ft.  wide,  with  23^  in.  aisles  and  two 
and  three-passenger  cross-seats.  They  seat  116  pas- 
sengers and  one  motor  and  one  trailer  car  has  a  weight 
of  761  lb.  per  passenger  seat. 
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WOOD    STAVE    PIPE. 

The  accompanying  diagram,  published  b\ 
permission  from  Manifold  and  Poole's 
"Straight  Line  Engineering  Diagram,"  is 
used  for  designing  wood  stave  pipe  and 
estimating  the  quantities  of  materials  re- 
quired. It  is  seen  to  consist  of  eight  ver- 
tical scales.  No.  1  gives  the  outside  diam- 
eter of  the  pipe  in  inches,  No.  2  the  cor- 
responding size  and  number  of  staves,  No. 
3  the  weight  of  metal  per  foot  with  one  lug 
per  band  and  No.  4  with  two  lugs  per  band. 
No.  5  and  6  the  distance  from  center  to 
center  for  various  sized  round  bands.  No. 
7  the  pressure  in  pounds  per  square  inch 
and  No.  8  the  corresponding  head  in  feet. 
Problems  are  solved  by  connecting  No.  1 
and  No.  8  by  a  straight  edge  and  reading 
the  required  results  on  the  intercepted 
scales. 

Scale  No.  2  shows  directly  the  size  and 
number  of  staves  required.  For  instance,  a 
48  in.  pipe  made  with  staves  I^  in.  thick 
would  have  an  outside  diameter  of  51  inches 
and  require  29  staves.  As  the  staves  are 
from  2x6  in.  stock,  29  board  ft.  of  lumber 
would  be  necessary  per  ft.  of  pipe. 

A  tensile  strength  of  60,000  lb.  per  sq.  in. 
is  assumed  for  the  steel  in  the  bands,  with 
a  factor  of  safety  of  4.  Swelling  of  the 
wood  is  assumed  at  100  lb.  per  sq.  in. 

Example.  A  48  in.  wood  stave  pipe  has 
an  outside  diameter  of  51  in.,  find  the  dis- 
tance between  center  of  ^  in.  bands  to 
sustain  a  head  of  48  ft.,  also  the  weight  of 
metal  in  bands  and  shoes  per  foot  of  pipe. 

Solution.  Connect  51  on  Scale  No.  1  to 
48  on  Scale  No.  8  and  read  5.9  in.,  on  Scale  .\o.  5, 
the  distance  from  center  to  center,  and  36  lb.  on  scale 
No.  3.  If  the  bands  were  of  ly^  round,  the  distance 
from  center  to  center  would  be  3.8  in.  as  found  on 
Scale  No.  6. 

The  following  information  on  the  characteristics 
of  wood  stave  pipe,  its  use  and  cost  is  abstracted  from 
a  paper  presented  by  T.  C.  Hatton  at  the  annual  con- 
vention of  the  American  W'ater  \A^orks  Association, 
June  5-9,  1911: 

There  are  two  distinct  forms  of  wood  stave  pipe 
in  common  use.  One  is  termed  "continuous"  and 
the  other  "machine  made."  Both  are  built  of  the 
same  character  of  wood,  and  the  staves  are  of  equal 
thickness  for  like  pressures.  Those  built  into  "contin- 
uous" pipe  are  made  of  uniform  thickness,  through- 
out their  lengths,  with  a  bead  on  one  longitudinal 
edge  and  with  a  saw  kerf  at  each  transverse  edge  into 
which  a  metal  plate  is  inserted  to  make  a  water  tight 
joint.  The  bead  on  the  longitudinal  edge  serves  to 
make  a  water  tight  joint  by  being  squeezed  into  the 
face  of  its  neighboring  stave  when  the  iron  bands  sur- 
rounding the  pipe  are  cinched  up.  The  staves  are 
made  in  unequal  lengths  to  enable  joints  to  be  broken 
in  constructing  the  pipe.  The  staves  are  held  to- 
gether by  round  iron  or  steel  bands  of  such  diameters 
and  spacing  as  will  retain  the  pressures  required,  each 
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end  of  the  bands  passing  through  a  malleable  iron  shoe 
anl  having  a  thread  to  which  a  nut  is  fitted.  Thus 
the  staves  can  be  brought  together  so  close  that 
no  leakage  can  occur  unless  it  oozes  through  the 
grain   of  the  wood. 

This  form  of  wood  pipe  is  built  in  the  trench,  and 
from  16  ins.  to  any  diameter  required,  but  is  more 
commonly  used  for  pipes  over  24  ins.  in  diameter.  It 
has  one  special  feature  well  worth  noting,  if  the  pipe 
leaks  at  any  point  in  the  longitudinal  joints,  these 
leaks  can  be  easily  stopped  by  cinching  up  the  bands 
near  the  leaks  or  if  some  defect  shows  up  in  the  pipe 
line  a  few  years  after  building,  sections  can  be  easily 
removed  and  replaced,  by  substituting  new  staves,  or 
new  bands. 

The  staves  built  into  "machine  made"  wood 
pipe  have  two  beads  upon  one  longitudinal  edge  and 
two  corresponding  grooves  in  the  other  longitudinal 
edge.  The  beads  are  a  little  larger  than  the  grooves, 
thus  insuring  their  being  totally  filled  and  made  water 
tight.  At  one  end  there  is  a  tenon,  cut  4  ins.  long, 
where  the  staves  are  one-half  the  thickness  of  the 
balance  of  the  walls  of  the  pipe.  On  the  other  end 
there  is  a  chamber  cut  4  ins.  deep.  The  tenon  is 
smaller  in  diameter  at  the  end  than  at  the  shoulder 
and  when  driven  into  the  chamber  makes  a  water  tight 
joint,  even  though  the  two  shoulders  are  not  in  per- 
fect contact. 
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The  staves  are  cut  radially  to  correspond  with 
the  diameter  of  the  pipe,  and  are  held  together  by  a 
steel  band,  steel  wire  or  copper  clad  wire.  This  band 
or  wire  is  wound  spirally  upon  the  pipe  by  a  machine. 
The  high  tension  produced  by  the  machine  squeezes 
the  beads  into  the  grooves  making  a  longitudinal  joint 
that  cannot  leak  so  long  as  the  elastic  limit  of  the 
band  is  not  overcome. 

Where  steel  is  used  for  banding  the  pipe  it  is 
run  through  a  bath  of  warm  asphalt,  which  adheres 
to  its  surface,  thus  protecting  it  from  any  water 
which  might  ooze  through  the  grains  of  the  wood. 
After  the  pipe  is  wound,  and  the  tenon  and  chamber 
cut,  it  is  rolled  in  a  bath  of  hot  asphalt  which  ad- 
heres to  the  outside  of  the  steel  and  wood  protecting 
them  from  outside  oxidizing  agents.  It  is  then  rolled 
in  a  bed  of  sawdust.  This  sawdust  enters  into  the 
asphalt  and  forms  a  protection  for  it  in  shipment  and 
handling. 

"Machine  made"  wood  pipe  are  made  in  lengths 
from  5  to  12  ft.  and  shipped  to  the  work  ready  to 
be  laid.  They  are  laid  by  driving  one  piece  into 
another  until  the  two  shoulders  are  in  contact,  or 
nearly  so.  No  skilled  labor  is  required ;  the  inspector 
standing  on  top  of  the  trench  can  readily  observe 
whether  the  pipe  has  been  driven  home  by  observing 
the  two  shoulders.  This  form  of  pipe  is  made  for 
diameters  from  3  ins.  to  36  ins.  Either  form  can  be 
laid  around  curves  of  from  90  to  200  ft.  radius,  ac- 
cording to  the  diameter  of  the  pipe. 

One  of  the  usual  questions  asked  is,  "What  pres- 
sure can  wood  stave  pipe  safely  withstand?"  The 
proper  reply  to  this  is  that  the  tensile  strength  of 
the  material  composing  the  bands  represents  the  pres- 
sure the  pipe  will  stand.  Wood  pipes  are  made  to 
withstand  pressures  up  to  200  lbs.  per  sq.  in.,  so  far 
as  the  writer  knows.  The  more  the  pressure  under 
which  the  pipes  are  subjected,  the  more  steel  or  wire 
is  required  to  band  them  together. 

As  the  tensile  strength  and  elastic  limit  of  iron 
and  steel  are  well  known,  it  becomes  a  simple  matter 
of  computation  to  determine  the  gage  and  spacing 
of  the  bands  to  make  a  wood  pipe  which  W'ill  w'ith- 
stand  any  pressure  up  to  200  lbs.  Beyond  this  pres- 
sure it  is  likely  the  water  would  waste  through  the 
pores  of  the  wood  so  that  a  higher  pressure  would 
not  be  economical  or  practicable. 

The  writer  has  experimented  with  wood  pipe  up 
to  a  direct  pumping  pressure  of  300  lbs.,  without 
fracturing  the  pipe.  This  experiment  was  made  to  as- 
certain what  a  pipe  built  for  pressures  up  to  100  lbs. 
would  do  if  it  was  subjected  to  a  water  hammer  equal 
to  three  times  the  pressure.  At  250  lbs,  the  water 
oozed  through  the  walls  of  the  pipe.  At  300  lbs.  it 
spurted  in  small  streams  at  a  few  of  the  longitudinal 
joints,  with  a  few  leaks  at  the  transverse  joints.  The 
pressure  was  suddenly  removed  to  nothing,  and  grad- 
ually brought  up  to  100  lbs.  with  the  result  that  the 
leaks  stopped.  This  showed  that,  while  the  steel 
bands  had  been  stretched,  the  elastic  limit  had  not 
been  overcome,  and  the  pipe  would,  under  such  con- 
ditions as  frequently  exist  in  a  long  pipe  line,  safely 
withstand  a  wide  range  of  pressures  suddenly  applied. 

Pressures   from    100  to   150  lbs.  are  common  in 


machine  made  wood  pipe,  while  continuous  pipe  of 
large  diameter  is  successfully  operating  under  pres- 
sures from  80  to  130  lbs. 

Assuming  that  wood  stave  pipe  is  laid  where  it 
wdl  be  constantly  subjected  to  water  pressure  the  life 
of  such  is  entirely  dependent  upon  the  life  of  the  ma- 
terial with  which  it  is  banded.  \Miile  the  life  is  some- 
what problematical  there  are  well  known  illustrations 
where  steel  banded  pipe  has  been  in  continuous  oper- 
ation for  50  years  without  apparent  deterioration. 
While  the  writer  has  industriously  made  inquiries 
wherever  such  might  be  expected  to  give  reliable 
inforriiation  he  has  failed  to  learn  of  a  single  case 
where  steel  bands  have  given  way  on  machine  made 
pipe. 

The  engineer  who  designs  a  continuous  wood 
stave  pipe  provides  for  at  least  a  factor  of  safety  of 
3  in  determining  the  size  and  spacing  of  his  bands. 
The  manufacture  of  machine  made  pipe  provides  for 
an  equal  factor  of  safety.  Now  when  steel  or  iron 
corrodes  it  does  so  by  pitting,  and  thus  it  is  rea- 
sonable to  assume  that  two-thirds  of  the  cross-section 
of  the  steel  can  oxidize  before  the  band  will  fail  under 
ordinary  conditions.  From  the  writer's  observation 
sheet  steel,  such  as  composes  the  bands  of  machine 
made  wood  pipe,  pits  in  irregular  spots,  and  never 
I  Ml  a  straight  line,  thus  the  band  may  be  two-thirds 
gone  before  the  pipe  will  fail. 

AVhere  oxidizing  agents  are  known  to  exist,  such 
as  in  salt  marshes,  through  salt  water  or  sulphur 
deposits,  the  pipe  should  be  banded  together  with 
copper  clad  steel  wire.  This  copper  clad  wire  is 
clieai)er  than  solid  copper  wire.  It  has  an  elastic 
limit  of  about  50,000  lbs.  per  sq.  in.,  a  tensile  strength 
of  from  90.000  to  100,000  lbs.,  and  a  coefficient  of 
expansion  less  than  two-thirds  that  of  copper.  Thus 
it  becomes  a  product  equal  in  strength  with  the  steel 
and  far  better  than  copper.  The  writer  knows  of 
several  cases  where  copper  clad  steel  wire  wound 
wood  stave  pipe  has  been  successfully  used  where 
cast  iron  and  steel  pipe  were  unsuccessful. 

The  claim  is  made  by  wood  pipe  manufacturers 
that  wood  pipe  has  a  greater  carrying  capacity  than 
cast  iron  pipe  of  equal  diameter,  and  from  a  few  well 
conducted  experiments  this  claim  seems  reasonable. 
Marx.  Wing  and  Hoskins  of  Stanford  University  con- 
ducted careful  experiments  to  determine  the  coeffi- 
cient of  friction  in  wood  pipes.  They  found  that 
coefficient  n  amounted  to  .009.  Mr.  Campbell  on  the 
VA  Paso  and  Southwestern  Railway  pipe  line,  found 
tin-  \alue  of  n  in  13,200  ft.  of  10  in.  wood  pipe  to  be 
.00866,  and  in  47.500  ft.  of  16  in.  wood  pipe  to  be 
.0092.  Mr.  Campbell  had  exceptional  facilities  for  de- 
termining the  true  values  of  n  which  are  rarely  found 
in  actual  practice. 

The  value  of  n  in  new  cast  iron  pipe  has  been 
determined  repeatedly  and  found  to  be  .012.  From 
the  results  of  these  experiments  it  appears  quite  true 
that  a  wood  pipe  has  greater  capacity  than  cast  iron 
"f  like  diameter.  For  instance  a  12  in.  wood  pipe  with 
a  loss  of  head  of  8.85  ft.  per  1000  will  carry  approxi- 
mately 2025  gals,  per  minute,  whereas  a  new  12  in. 
cast  iron  pipe  under  the  same  loss  of  head  will  carry 
about  1810  gals,  per  minute.    A  30  in.  wood  pipe  under 
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a  loss  of  head  of  2.05  ft.  per  1000  will  carry  about  11,-  porting  and  furnishing  fuel,  and  caulking  joints. 
600  gals,  per  minute,  whereas  a  iO  in.  cast  iron  pipe  While  it  is  impossible  to  coni])iIe  a  table  showing 
under  the  same  head  will  carry  about  8810  gals,  per  the  difference  of  cost  between  furnishing  and  laying 
minute.  The  longer  the  cast  iron  pipe  is  used  the  less  the  two  characters  of  ])i])e  which  will  fit  conditions 
its  carrying  capacity,  under  frecpient  conditions.  The  existing  generally,  it  can  easily  be  determined  at  a 
capacity  of  wood  pipe  does  not  diminish  with  age,  the  glance  that  there  is  a  difference  in  favor  of  wood 
inside  perimeter  becoming  smoother  from  use.  pipe;  that  this  difference  depends  upon  the  size  of 
So  far  as  the  writer's  knowledge  goes  there  have  the  pipe,  and  that  it  can  easily  be  determined  for  each 
been  very  few  well  conducted  observations  made  of  locality  when  freight  and  labor  charges  are  known, 
the  leakage  from  wood  pipe  lines.  F"rom  general  ob-  .V  few  instances  of  known  costs  might  be  inter- 
servations  made  by  the  writer  of  lines  in  operation,  no  esting.  The  23  miles  of  30  in.  continuous  wood  stave 
leaks  of  any  significance  have  been  apparent.  Mr.  pipe  laid  for  supplying  Lynchburg,  Va.,  with  water, 
Campbell,  however,  conducted  careful  observations  under  the  direction  of  Mr.  James  H.  Fuertcs,  M.  Am. 
on  his  lines,  and  states  that,  after  two  years,  there  Soc.  C.  E.,  cost,  for  furnishing  and  laying  pipe,  ex- 
was  no  material  leakage  in  the  10  miles  of  10  in.  and  elusive  of  trenching  and  backfilling,  from  $1.82  to 
16  in.  wood  pipe  line  between  the  source  of  supply  $2.10  per  lin.  ft.,  depending  upon  spacing  of  bands, 
and  the  reservoir,  which  pipe  was  working  under  a  This  wood  was  shipped  from  the  Pacific  Coast  at  a 
maximum  pressure  of  130  lbs.  That  in  the  12.6  miles  freight  rate  approximately  $300  per  car. 
of  11  in.  and  12  in.  pipe  lines  below  the  reservoir,  and  The  42  in.  continuous  wood  stave  pipe  laid  as  a 
subjected  to  a  less  pressure,  the  11  in.  line  leaked  supjily  main  for  the  Atlantic  City  Water  Works,  under 
17.046  gals,  per  mile  and  the  12  in.  about  3.702  gals,  the  direction  of  Mr.  Kenneth  .Allen.  M.  Am.  Soc.  C.  E., 
])er  mile.  Along  the  railway,  when  the  maximum  pres-  cost,  exclusive  of  trenching  and  backfilling,  $2.25  per 
sure  was  130  lbs.  the   11   in.  i)ipe  leaked  120  gals,  per  lin.  ft. 

mile,  and  8j/>  in.  and  J'/^  in.  pil)c  leaked  268  gals,  per  The  24  in.  machine  made  ])ipe  line  laid  under  the 

mile.    It  occurs  to  the  writer's  mind  that  if  there  were  direction  of  the  writer  for  Carney's  Point,  N.  J.,  cost, 

103.4  miles  of  wood  pipe  in  this  installation  wherein  exclusive  of  trenching  and  backfilling,  $1.32  per  lin.  ft. 

the   maximum   leakage   was  268   gals.   ]jer   mile,   and  Comparing  the  above  costs  with  the  cost  of  cast 

8.6    miles    wherein    the    leakage    amounted    to    17.046  iron   pipe   of   equal    diameter,   delivered    f.o.b.   cars   at 

gals.  ])er  mile,  there   must   ha\e  been   some  defective  railway    point,    and    the    cost    of   lead    and    hem])    for 

joints  or  pipes  in  the  latter  section  which  needed  look-  making  joints,   omitting  transportation   charges   from 

ing  after,  that   if  90  per  cent   of  the   whole   line   was  railway   to   trench,    laying    charges,    extra    excavation 

]iractically    water  tight,   the   other    10   per   cent   could  for    bell    holes,    fuel    for    lead    melting,    caulking    and 

easily  be  made  so.     However,   from  the  result  of  the  handling  cast   iron  pipes: 

careful  obser\ations  made  bv  Mr.  Campbell,  it  seems  ..,, 

,  ,  1  '  1       ■  1  1  'riie  42  in.  cast  iron  pipe  would  cost  at  $22  pel'  ton Jlj.ll 

rea.sonable  to  assume  that  wood  pipe,  properly  made      ^hc  so  in.  cast  iron  pipe  would  cost  at  $22  per  ton 3.47 

and   laid,  can   be  made   water  tight   under  a   pressure      Tiie  24  in.  cast  iron  pipe  would  cost  at  $22  per  ton 2.43 

01  at  least  130  lbs.                            ,     ,    ,    ,                .  ,     .  The  difference  in  cost  of  laving  wood  and  cast  iron 

1  his   subject    mav    be    concluded    by    considering  .       .     ,    ,.                 ,  .            j  u'  1  cii;„„   .,„a  ,,,1,10,-  o^- 

,.„             \              :     .         ...                ,  ■'               ,       ^  pipe  including  trenching  and  backfilling,  and  under  ex- 

the  difference  in  cost  m  installing  wood  stave  and  cast  ' ,      ^,          "              t-^.-^  „    :^   „,„ii   ^^f   f^,.^u   ;„    m,- 

„,.,.-.                .    '^       ,                r               ,  actlv   the   same    conditions,    is   well   set   tortli    in    Mr. 

iron    pipe.      Ihis    difference    is    made    up    of    several  ,-.     '    ,    ,,,                  ,            „i-„  ^„j  <.„ 

^^     .       .                   ,                  ^    ,    ^           ,  Lampbell  s  paper  above  referred  to. 

Items,   as,   for   instance:  the   cost   of  the   two   charac-  '        ,         .      ^„>  -.^^  r        r           ,     ■       i- 

r     ■        J  ,•         J    r     ,                 ^               ^       -1  He  states  that  the  384,300  ft.  of  wood  pipe  from 

ters   of   pipe   delivered    t.o.b.   cars   at   nearest    railwav  ^^^  3ici1.cn  ma     uuc  ^     ,                                 1   p 

point.  Hauling  pipe  alongside  of  trench,  width  and  ^  t"  ^K.  ,n.  in  diameter  were  laid  at  an  average  cost 
Septh  of  trench^  Laving  pipe,  etc.  "f  500472  per  Im.  ft  whereas  the  101,200  ft.  o  12 
The  difference  in  cost  of  furnishing  and  delivering  *"•  '-•^^^t  iron  pipe,  including  lead  and  hemp,  were  laid 
the  two  characters  of  pipe  at  railway  points  is  largely  'i^  'i"  average  cost  of  $0.2343  per  lin.  ft. 
dependent  upon  the  difference  in  diameters  of  the  It  is  not  the  writer's  purpose  to  recommend  to 
pipes  to  be  used.  The  larger  the  diameter  the  greater  his  colleague,  who  may  be  interested  in  laying  supply 
the  difference.  The  difference  in  weights  per  foot  mains  for  water  works,  wood  stave  pipe  under  all  con- 
of  pii)e  also  increases  in  direct  ratio  to  the  increase  ditions,  but  to  suggest  that,  after  knowing  the  condi- 
in  diameters.  Therefore  the  cost  of  transport-  tions,  he  look  into  the  advisability  of  using  wood  stave 
ing  wood  pipe  from  railway  to  trench  is  from  pipe,  study  its  applicability  to  the  existing  conditions, 
one-third,  for  wood  pipe  8"  ins.  in  diameter,  to  including  the  comparative  cost  with  cast  iron  or  steel 
one-sixth,  for  wood  pipe  30  ins.  in  diameter  l>ipe,  keeping  his  mind  open  to  recommending  the 
of  the  cost  of  transporting  cast  iron.  'To  over-  installation  which  will  best  suit  the  conditions,  and  he 
come  frost  conditions  the  wood  pipe  need  not  be  will  find  many  circumstances  when  he  can  save  his 
built  as  deep  as  cast  iron  pipe,  as  wood  is  a  good  non-  client's  money  and  secure  for  him  equal  service, 
conductor  and  can  be  laid  closer  to  the  surface  of  the  Wood  stave  pipe  has  long  been  familiar  to  west- 
ground  without  being  damaged  by  frost.  In  laying  ern  engineers  and  water  works  superintendents.  The 
wood  pipe  no  bell  holes  are  necessary,  and  this  item  great  cost  of  transporting  cast  iron  pipes  from  the 
of  cost  is  eliminated,  which,  in  rock  excavations,  be-  i:ast  was  prohibitory  and  engineers  were  forced  to  use 
comes  a  very  important  item.  As  there  is  no  lead  and  wood  pipe.  These,  however,  have  proven  so  efficient 
hemp  used  in  laying  wood  pipe  these  items  of  cost  after  many  years'  trial  that  they  are  being  used 
are  eliminated,  as  is  the  cost  of  melting  lead,  trans-  wlierever  conditions  are  proper. 
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VALUATION  definitions; 

l;^     HKNkv    M.ov. 

Depreciation,  likt-  ])erpetiial  nintidn.  implies  con- 
stant acti<in;  but  only  in  this  are  they  alike,  for  as 
the  practitioner  knows,  depreciation  is  an  inexorable 
reality  while  perpetual  motion  is  but  an  alluring 
chimera.  Webster  defines  "Depreciation"  as  the  "act 
or  state  of  lessening  the  worth  of,"  and  in  this  sense 
it  will  be  used  by  the  writer  regardless  of  the  source 
or  method  of  worth  reduction,  or  by  what  means  it 
may  or  may  not  be  removed.  The  term  "amortiza- 
tion" has  been  used  somewhat  indiscriminately  for 
depreciation,  but  it  should  properly  be  applied  only 
to  the  laying  aside  of  funds  at  a  uniform  rate  for  the 
ultimate  replacement  of  capital  investment :  and  in  this 
sense  alone  will  be  used  by  the  author. 

Depreciation  has  been  used  to  mean : 

1.  The  annual  amount  expressed,  as  a  percentage 
or  in  dollars,  that  should  be  laid  aside  to  renew  or 
replace  the  article  in  question  at  the  time  of  its  aban- 
donment. In  this  use  of  the  term,  the  loss  of  worth, 
which  can  be  made  good  or  replaced  through  ordi- 
nary maintenance  or  repairs,  is  not  included  as  a 
part  of  depreciation,  but  is  provided  as  a  part  of  the 
regular  operating  expenses.  This,  until  comparatively 
recently,  was  the  more  common  use  of  the  term  de- 
preciation which  was  applied  ])articularly  to  renewals 
and  replacements.  Used  in  this  sense,  the  term  "de- 
preciation" is  somewhat  academic  and  theoretical,  and 
may  or  may  not  represent  any  actual  financial  outlay. 

2.  The  annual  amcnint  ex])ressed,  as  a  percentage 
or  in  dollars,  that  should  be  laid  aside  to  renew  or 
replace  the  article  in  question  at  the  time  of  its  aban- 
donment, plus  the  annual  expense  of  maintenance  and 
repair  expended  in  removing  such  part  of  depreciation 
as  is  practicable  and  good  economy.  This  then  in- 
cludes all  classes  of  "lessening  of  worth"  and  is  the 
application  of  the  term  preferred  by  the  writer  and 
used  by  the  New  York  Ptiblic  Service  Commissions 
ill  their  rules  for  uniform  accounting. 

3.  The  total  amount — it  may  be  the  sum  of  sev- 
eral years  of  depreciation — expressed  in  a  percentage 
or  in  dollars,  that  must  be  deducted  from  the  "original 
cost"  or  the  "cost  to  reproduce  new"  in  order  to  ob- 
tain the  present  value.  The  determination  of  the 
amount  of  depreciation  at  a  given  time,  in  connection 
with  the  valuation  of  a  property-,  is  merely  the  sum- 
mation of  the  annual  accrued  amounts  of  deteriora- 
tion, which,  from  the  time  of  installation,  have  been 
continuously  reducing  the  worth  of  the  property,  less 
such  value  as  has  been  restored  by  expenditures  for 
wear  and  tear,  replacements  and  renewals. 

Physical  Value.  This  ex])ression  is  usually  recog- 
nized to  represent  those  elements  of  cost  incurred  in 
installing  and  putting  the  physical  property  in  a 
condition  to  begin  operation.  It  includes  primarily, 
"those  things  which  are  visilile  and  tangible,  capable 
of  being  inventoried";  but  secondarily,  certain  non- 
physicat  charges  "which  are  an  inseparable  part  of 
the  cost  of  construction  but  which  do  not  appear  in 
the  inventory  of  the  completed  property."  These 
secondary  values  which  are  to  be  included  as  a  part 


"Extracts  from  paper  to  be  presented  at  28tli  Annual  Con- 
vention  A.   I.   E.   E..  Chicago,   June   26,   1911. 


oi    the    physii 
ilems   as: 

1.  Engineers"  and  architects'  fees,  including  cost 
ol  design  and  testing  all  construction  and  equip- 
ment, etc. 

2.  Administration  expenses  chargeable  to  con- 
struction, including  superintendence,  inspection,  ac- 
counting, salaries  of  officers  and  clerks,  consents  of 
authorities  and  property  owners  for  temporary  work 
ol  use,  legal  expenses,  rent,  printing,  storeroom  ex- 
|)enses,   etc. 

3.  Provision  for  various  incidentals  and  contin- 
gencies, incomplete  inventciries,  unforseen  require- 
ments, etc.,  which  practical  experience  has  shown 
to  be  necessary. 

Development  Expenses,  Intangible  or  Overhead 
Values.  Any  one  of  these  terms  is  generally  used  to 
include  certain  expenses,  which,  while  a  necessary 
part  of  the  complete  cost  of  a  going  property,  are  not 
costs  inherently  a  part  of  the  construction  of  the  phys- 
ical property,  as  such. 

Development  expenses  generally  cover  most  or 
all  of  the  following  expenditures: 

1.  Legal  and  other  expenses  of  preliminary  pro- 
motion, incorporation  and  organization,  procuring 
consents  of  property  owners,  condemnation  proceed- 
ings, obtaining  franchises,  consents  and  certificates 
from  Public  Service  Corporations  and  other  public 
bodies,  title  examinations  and  insurance. 

2.  Technical  expenses  in  connection  with  pre- 
liminary work,  surveys,  expert  estimates,  etc. 

3.  Interest  on  capital  and  bond  issues,  wages  of 
superintendence  and  administration  not  chargeable  to 
construction  ordinarily  necessary  in  connection  with 
])utting  a  property  in  going  order;  and  also  some- 
times the  deficiency  in  operating  expenses  and  taxes 
until  the  property  is  put  on  a  paying  basis. 

4.  Taxes  of  various  amounts  including  corpora- 
tion tax.  mortgage  tax.  real  estate  tax,  personal  prop- 
erly tax,  capital  and  State  tax,  franchise  tax,  etc., 
which  must  be  provided  and  paid  until  the  property  is 
com])leteIy  a  ".going  concern." 

3.  Discounts  on  securities,  brokerage  or  other 
customary  and  necessary  expenditures  in  connection 
with  financing  such  an  undertaking  and  marketing 
securities. 

f).  Reasonable  promotion  profit,  possibly  also 
compensation  for  risk  of  capital,  estimated  at  5  to 
10  ])er  cent  of  the  cash  investment. 

Development  expenses  are  not  ordinarily  depre- 
ciated in  the  same  way  as  the  physical  prc)perty, 
iliongh  some  authorities  have  indicated  such  proce- 
dure is  ])roper.  Developnient  expenses  may  well  be 
amortized,  but  the  rate  of  such  amortization  has 
no  necessar}'  connection  with  the  rate  of  depreciation 
of  the  physical  property.  The  rate  of  amortization 
if  development  expenses  might  well  be  based  on  the 
life  of  the  securities,  for  example,  50  years,  whereas 
(he  depreciation  of  the  physical  property  would  have 
to  l)e  based  on  its  rate  of  deterioration  through  life, 
wiiich  the  Wisconsin  Commission  reports  to  aver- 
age for  electric  lighting  properties,  17.46  years,  tele- 
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phono  plants   11.24  years,  and  clecUic  railways,   18.02 
years. 

Original  Cost.  As  llu-  lenu  indicates,  tliis  refers 
lu  the  actual  amount  of  money  paid  for  the  physical 
property  including  original  construction  plus  all  addi- 
tions since  that  time.  Original  cost  should  be  shown 
in  the  books  of  corporations,  but  is  not  always  there 
obtainable.  In  making  deduction  for  depreciation  all 
authorities  agree  that  the  value  of  any  property  that 
has  been  abandoned  or  discarded  should  be  entirely 
written  oiT,  unless  possibly  the  earnings  have  been 
so  small  as  to  preclude  doing  so  at  once  without  un- 
fairness to  the  stockholders  or  bankruptcy  to  the  cor- 
poration. 

Cost  to  Reproduce  New,  or  Cost  of  Reproduction. 
These  terms,  so  much  in  evidence  nowadays,  refer 
to  an  estimated  value  based  on  the  cost  of  reproducing 
the  physical  property  new,  on  the  basis  of  prices  cur- 
rent at  the  time  of  estimate — prices  that  fluctuate  con- 
siderably are  averaged  for  five  years  preceding — and 
is  made  up  to  include  everything  that  can  be  inven- 
toried regardless  of  original  cost,  age,  service  value 
or  present  condition  as  eiifected  by  depreciation. 

Scrap  Value.  All  physical  property  unless  oiTset 
in  whole  or  in  part  by  cost  of  removal,  has  a  certain 
scrap  or  junk  value  beyond  which  there  is  no  depre- 
ciation, hence  physical  property  can  only  deteriorate 
until  it  reaches  its  scrap  value.  This  value  is  simply 
the  fair  market  price  that  a  purchaser  will  pay  for  the 
property  in  its  disintegrated  condition.  If  a  property 
consisting  of  its  several  elements  is  usable  not  as  junk 
but  as  serviceable  property  elsewhere,  a  higher  price 
than  scrap  value  is  obtainable,  and  this  worth  has  been 
characterized  as  "salvage  value"  or  "minimum  going 
value." 

Wearing  Value.  If  from  the  cost — taken  on 
whatever  basis  is  determined  to  be  the  correct  one — 
there  is  subtracted  "scrap"  or  "salvage"  value  of  given 
physical  property,  the  remainder  is  a  value  known  as 
"wearing  value,"  which  will  deteriorate  more  or  less 
rapidly  and  entirely  pass  away,  as  regards  the  instal- 
lation being  considered,  at  the  expired  life  of  said 
property,  which  life  ceases  through  age,  inadequacy, 
obsolescence  or  sudden  damage. 

Service  Value.  Physical  property,  honestly  and 
intelligently  purchased  with  a  view  to  its  suitableness 
for  the  service  intended,  aside  from  some  hidden  defect 
or  untoward  accident,  maintains  its  original  value 
practically  throughout  its  life  except  for  such  deterior- 
ation as  results  from  wear  and  tear  or  deferred  main- 
tenance. The  life  of  the  property  may  expire  nor- 
mally thrtaigh  age  or  prematurely  through  inad- 
equacy or  obsolescence  init  these  two  latter  classes 
of  depreciation  develop  quickly  so  that  for  the  larger 
part  of  the  time  used,  the  ser\'ice  value  of  property 
will  approximate  original  cost.  Service  value  must 
not  be  confounded  with  going  value.  Service  value 
results  from  the  use  of  the  property  in  the  place  and 
for  the  purpose  for  which  it  was  intended.  Going 
value  may  or  may  not  accrue  in  addition  to,  and,  over- 
and-above  service  value.  Going  value  relates  to  estab- 
lishment of  earnings  while  service  value  exists  regard- 
less of  earnings. 

Present  Value.    This  expression  refers  to  the  esti- 


mated worth  of  the  physical  property  as  it  exists  at 
ijie  period  being  considered.  It  may  ha\e  one  of  sev- 
t  ral  values,  some  purely  academic  and  artificial  as  ex- 
plained more  fid!)'  hereafter,  depending  on  what  appli- 
cation is  made  of  the  theory  of  depreciation  ami 
therefore,  present  value  always  needs  some  qualitica- 
lion  or  explanation  as  to  the  sense  in  which  the  term 
is  used.  The  more  frequent  application  of  the  term 
is  to  that  value  obtained  by  deducting  from  "original 
cost"  or  "cost  to  reproduce  new,"  the  accrued  depre- 
ciation, which  may  be  either  absolute  depreciation 
oi  the  sum  of  both  absolute  and  theoretical  deprecia- 
tion. Though  usually  so,  "present  value"  does  not 
necessarily  include  a  deduction  from  cost  to  cover  de- 
terioration as  is  illustrated  in  the  valuation  of  the 
Texas  Railroads  made  by  the  Commission  of  that 
State,  where  no  deduction  from  cost  of  reproduction 
was  made  on  account  of  existing  wear  and  tear  or 
normal  deterioration. 

Appreciation  as  well  as  depreciation  must  be  con- 
sidered in  determining  "present  value"  as  indicated  by 
tlie  Supreme  Court. 

"Original  cost"  or  "cost  of  reproduction  new,"  in 
connection  with  depreciation  of  the  physical  property 
inventoried  is  quite  generally  used  in  determining  pres- 
ent  value. 

In  estimating  "present  value"  it  is  perhaps  un- 
necessary to  state  that  "second  hand,"  "scrap"  or 
"forced  sale"  values  are  not  the  "fair  values"  to  be  con- 
sidered in  connection  with  a  "going  concern."  This 
has  been  repeatedly  affirmed  by  the  courts. 

In  obtaining  the  depreciated  value  of  "used  or 
useful"  property,  worn  out  or  replaced  inventoried 
material  which  has  no  value  except  for  sale,  may  be 
put  in  at  scrap  or  salvage  value,  unless  such  property 
is  being  carried  merely  to  artificially  increase  value. 

Going  Value.  This  refers  to  an  estimated  worth 
recognized  by  the  highest  courts  and  ingeniously  fig- 
ured and  allowed  for  by  at  least  one  State  Commission 
in  connection  with  a  wise  expenditure  made  in  in- 
creasing the  business  of  an  established  plant. 

Good  Will.  A  monopoly,  as  is  generally  admitted, 
has  no  good  will  which  can  be  evaluated,  and  the 
courts  have  sustained  this  view.  Good  will  can  only 
result  where  competition  exists  and  the  tendency  of 
the  times  is  to  make  no  allowance  for  this  element 
in  a  public  utility  valuation;  it  being  considered  that 
good  will  belongs  rather  to  industrial  enterprises 
where  its  value  is  determined  by  the  profitableness 
of  the  business;  namely,  capitalizing  the  net  income. 
Good  will  has  no  value  which  must  be  considered  in 
dealing  with  the  subject  of  Depreciation. 

Franchises.  As  the  term  indicates,  it  is  the  right 
I')  "do  business."  Formerly  franchises  were  consid- 
ei  1(1  more  or  less  valuable  assets  and  in  some  in- 
stances, have  been  recognized  and  allowed  for  by  the 
courts;  but  the  present  tendency,  largely  by  reason 
of  legislative  enactments,  is  to  prohibit  the  capital- 
ization of  franchises  beyond  the  absolute  expenditures 
made  in  good  faith  in  obtaining  said  franchises.  De- 
l)ieciation  of  franchises  depends  on  their  terms  and 
has  no  relation  to  deterioration  of  the  physical  prop- 
erty although  the  expiration  of  a  franchise  might 
easily  reduce  service  value. 
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THE  WESTINGHOUSE  ANNUAL  REPORT. 

The  report  of  the  Westinghouse  Electric  &  Mfg. 
Company  to  be  presented  at  the  annual  meeting 
on  July  26,  1911,  shows  gross  earnings  of  $38,119,112, 
and  net  income  of  $4,881,106  for  the  year  ending 
March  31,  1911,  the  largest  in  the  history  of  the  com- 
pany. The  gross  earnings  exceeded  those  of  the  pre- 
ceding fiscal  year  by  nearly  nine  million  dollars  and 
were  over  five  million  dollars  greater  than  the  earn- 
ings of  the  best  preceding  year. 

As  these  results  were  reached  during  a  period 
of  less  than  normal  activity  in  other  lines  of  industry, 
they  afford  sound  basis  for  continued  hope  in  the 
future  of  the  electrical  manufacturing  industry.  How- 
ever, the  volume  of  business  now  offering  is  on  a 
diminishing  scale,  and  the  results  of  the  last  year,  are 
no  certain  indication  of  a  continuance  for  the  future 
of  gross  earnings  and  net  profits  such  as  the  past 
twelve  months  have  produced.  The  business  taken  by 
the  company  during  February  and  March,  1911 — the 
last  two  months  of  the  fiscal  year  covered  by  this 
report — was  somewhat  less  than  that  taken  during 
the  same  months  of  1910,  and  the  value  of  the  orders 
booked  since  the  close  of  the  fiscal  year  does  not 
compare  favorably  with  that  of  the  corresponding 
period  a  year  ago.  The  value  of  unfilled  orders  as  ol 
March  31,  1910,  was  $11,256,196;  as  of  March  31,  1911, 
this  value  stood  at  $7,616,058. 

The  fifteen-year  agreement  with  the  General  Elec- 
tric Company  whereby  each  company  licensed  the 
other  under  the  patents  controlled  by  it  expired  by 
limitation  of  time  on  April  30,  1911.  No  renewal  of 
it  is  contemplated.  Other  patent  license  agreements 
with  manufacturers  of  mining  locomotives,  small 
motors,  fuses,  switches  and  sockets,  under  which  the 
company  has  been  working  for  some  years,  have  re- 
cently been  cancelled  on  the  suggestion  that  they 
might  be  questioned  as  being  in  violation  of  the  Fed- 
eral anti-trust  laws. 

Considerable  increase  has  been  made  in  the  ex- 
penditures of  the  selling  organization,  for  increasing 
the  number  of  salesmen  in  the  field,  for  remuneration 
to  its  representatives  adequate  to  secure  the  best  effort 
on  their  part,  for  the  extension  of  advertising,  and  to 
provide  for  proper  warehouse  facilities  for  carrying 
stocks  at  distributing  points. 

Large  expenditures  ha\e  been  authorized  for  the 
work  of  new  development  and  for  improvement  in 
current  types  of  apparatus.  This  work  has  been  par- 
ticularly marked  with  respect  to  the  redesigning  of 
direct  current  motors,  alternating  current  and  direct 
current  mill  and  crane  motors,  small  power  motors, 
high  speed  turbo-generators,  circuit  breakers,  railway 
equipment  and  heating  and  cooking  apparatus. 

The  company  was  made  party  defendant,  together 
with  the  General  Electric  Company,  the  National 
Lamp  Company  and  a  number  of  other  lamp  manu- 
facturers, to  a  bill  in  equity  recently  filed  by  the  United 
States  under  the  provisions  of  the  Sherman  anti-trust 
law.  This  bill  proceeds  on  the  theory  that  certain 
agreements  and  acts  of  the  lamp  manufacturers,  de- 
fendants in  the  suit,  constitute  a  combination  in  re- 
straint of  trade.  The  directors  say  that  the  com- 
pany's operations  have  been  such  that  the  outcome 
of  the  suit  is  not  likely  to  seriously  affect  the  con- 
duct of  its  lamp  business. 


The  securities  of  the  Westinghouse  Electric  & 
Manufacturing  Company  carried  at  their  face  values 
are  as  follows:  Capital  stock  (assenting)  $1,507,- 
048;  convertible  sinking  fund  bonds',  $266,000;  bond 
scrip,  $1,150.50;  total,  $1,774,198.50. 

The  assenting  capital  stock  was  acquired  partly 
by  the  several  subsidiary  companies  in  settlement  of 
accounts  due  them  by  the  Westinghouse  Electric  & 
Manufacturing  Company  at  the  time  of  the  receiver- 
ship, and  partly  in  settlement  of  disputed  relations 
existing  at  and  after  the  receivership  between  the 
Westinghouse  Electric  &  Manufacturing  Company 
and  Security  Investment  Company.  The  stock  is 
carried  as  an  investment  with  the  intent  that  at  a 
favorable  time  it  shall  be  resold. 

The  convertible  sinking  fund  bonds  have  been 
acquired  and  are  held  in  anticipation  of  sinking  fund 
requirements.  The  bond  scrip  represents  scrip  pur- 
chased to  be  exchanged  for  bonds,  also  to  be  held 
for   sinking   fund   purposes. 

The  following  are  known  as  the  "Subsidiary 
Companies"  of  Westinghouse  Electric  &  Manufac- 
turing Company:  Westinghouse  Lamp  Company, 
The  Bryant  Electric  Company  (The  Perkins  Electric 
Switch  Manufacturing  Co.),  R.  D.  Nuttall  Company, 
Westinghouse  Electric  &  Manufacturing  Company  of 
'i'exas. 

The  operations  of  the  British  company  have  been 
"([uite  uniformly  unprofitable."  The  French  company 
has  been  "steadily  unprofitable,"  but  the  Italian  com- 
pany has  succeeded  in  making  some  money  for  its 
parent  corporation.  On  the  contract  for  the  elec- 
trification of  the  St.  Petersburg  tramways,  the  com- 
pany lost  over  a  million,  and  had  much  trouble  with 
the  authorities,  who  seized  its  private  papers  and  oth- 
erwise molested  the  local  officers.  Up  to  date  Russian 
propositions  have  cost  the  Westinghouse  people  more 
than  $1,800,000.  Disputes  over  fines  imposed  by 
St.  Petersburg  on  the  company  are  still  being  waged 
in  the  Russian  courts.  In  Austria  the  company  has 
been  "measurably"  successful  in  its  operations.  The 
Canadian  organization  has  also  done  well. 

The  total  book  value  of  power-company  securities 
carried  is  $211,498.24.  The  total  book  value  of  all 
investments  is  given  as  $24,034,635.99.  "The  owner- 
ship of  the  securities  of  power  companies  constitutes 
the  sole  foundation  in  fact  for  the  statements  from 
time  to  time  appearing  in  current  periodicals  and 
(iovernment  reports  of  the  connection  of  the  West- 
inghouse Company  with  a  so-called  'waterpower 
trust.'  " 

Chairman  Robert  Matlier  concludes  his  report  by 
stating:  ".\fter  a  careful  consideration  of  all  of  the 
circumstances,  having  due  regard  for  the  true  condi- 
tion of  your  balance  sheet,  hereinbefore  minutely  de- 
.scribed  to  you,  the  elements  of  uncertaint)'  as  to  the 
immediate  future  of  your  company's  business,  the 
need  for  cash  for  new  foundry  facilities,  for  extension 
of  the  Newark  plant  and  other  factory  improvements, 
and  the  necessity  of  making  wise  provision  for  shortly 
maturing  obligations,  your  directors  have  felt  that  it 
is  not  wise  at  the  present  time  to  weaken  your  com- 
pany position  by  diverting  its  surplus  earnings,  even 
in  part,  to  the  payment  of  dividends  on  the  assenting 
stock." 
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We  lake  plcasiire  in  aniiouiicing  Uial  on  July  1 
RoluTt  Sibley  of  Missoula,  Moutana,  will  assume  the 
position  of  editor-in-chief  of  the 
Publishers'  Journal   of    I'.lectricity,  Power  and 

Announcement  Gas.  'I'o  this  task  he  Itrings  a  wide 
experience  as  an  operating  and 
consulting  engineer,  the  technical  knowledge  of  a  uni- 
versity professor  and  early  training  as  an  editor. 

.\  Southerner  by  birth,  Mr.  Sibley  is  a  Westerner 
by  adoption.  Preparing  at  the  Los  Angeles  High 
School,  he  graduated  from  the  College  of  Mechanics 
of  the  L'niversity  of  California  in  \'^)0^.  Here  he 
founded  and  was  first  editor  of  the  California  Journal 
of  Technology.  Gaining  the  highest  honors  from  both 
the  student  body  and  the  faculty,  he  was  called  as 
professor  of  mechanical  engineering  at  the  University 
of  Montana  after  serving  for  a  brief  time  as  electrical 
engineer  in  charge  of  the  Mariposa  Commercial  and 
Mining  Company's  hydroelectric  installation.  At 
the  University  of  Montana  he  was  soon  made  pro- 
fessor of  electrical  engineering  also,  being. dean  of  the 
school  of  engineering  for  two  years  prior  to  his  resig- 
nation in  1907. 

I'or  the  past  four  years  he  has  been  practicing 
as  a  consulting  engineer  at  Missoula  for  many  power 
and  irrigation  projects  in  the  Bitter  Root  Valley  and 
Western  Montana.  He  carried  on  a  series  of  investi- 
gations for  the  Bunker  Hill  &  Sullivan  mine,  the 
Federal  Mining  Company,  the  Hercules  and  Hecla 
mine  and  was  called  as  an  expert  in  the  damage 
suits  of  the  Chicago,  Milwaukee  &  Puget  Sound  Rail- 
road of  Montana.  He  is  a  member  of  the  American 
Institute  of  Electrical  Engineers  and  the  author  of 
many  articles  in   the  technical   press. 
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Federal  prosecution  of  the  great  corporations  is 
now  so  active  as  to  lead  many  to  believe  that  the  law 
intends  to  destroy  this  convenient 
Corporation  means     of     conducting     business. 

Breaking  Perhaps  some  of  them  will  be  abol- 

ished, just  as  an  unusually  high- 
spirited  horse  is  sometimes  killed  while  being  sub- 
jected to  a  similar  breaking  process.  But  the  great 
majority  of  corporations  will  thereby  merely  be  made 
amenable  to  discipline,  "broke  to  ride  and  drive,"  and 
become  of  even  greater  utility  in  the  social  structure. 
No  better  commercial  vehicle  has  yet  been  devised  to 
replace  the  corporation,  as  the  automobile  is  being 
substituted  for  the  horse,  and  until  such  is  found  the 
corporations  should  be  allowed  to  continue. 

Human  progress  has  ever  been  based  on  a  pro- 
cess of  taming  wild  forces,  first  by  might,  later  by 
reason.  The  first  to  be  subjugated  were  the  ox,  the 
ass  and  the  horse ;  then  fire  was  made  a  servant,  the 
water-fall  was  mastered,  the  wind  was  subdued,  steam 
was  confined,  and  finally  the  lightning  was  restrained. 
Titanic  Nature,  who  once  struck  fear  to  the  heart  of 
man,  is  now  constrained  to  do  his  will,  namely,  to 
provide  means  of  getting  closer  together. 
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Every  day  men  are  getting  closer  together  by 
railroad,  by  telegraph  and  by  telephone.  Is  it  any 
wonder  that  business  has  similarly  been  centralized 
in  obedience  to  this  primitive  gregarious  instinct? 
How  futile  it  is  to  make  laws  "to  prevent  business  from 
getting  together"  when  each  new  conquest  of  Na- 
ture lowers  the  barriers  of  time  and  distance  which 
tend  to  keep  men  apart.  Yet  the  legislators  persist 
in  trying  to  build  an  impenetrable  wall  to  stop  the  ir- 
resistible ball  propelled  by  scientific  progress. 

\\'ithnut  electricity,  the  modern  corporation  would 
be  inipnssilile.  As  recently  stated  by  George  W.  Per- 
kins, "a  corporation  is  a  composite  of  steam,  elec- 
tricity and  men."  We  do  not  dispense  with  the  action 
of  steam,  of  electricity  or  of  men  because,  unregu- 
lated, they  are  capable  of  harm.  Individually,  they 
may  be  so  supervised  and  controlled  as  to  be  made 
useful.     Whv  not  collectivelv? 


Wood  stave  pipe  is  in  successful  use  throughout 
all    the    Pacific    Coast    States    where    the    service   has 
been  unusually  severe,  either  from 
Wood  Stave  climatic  extremes,  heavy  pressures 

pjpg  or  unfavorable  ground  conditions. 

Wood  has  been  extensively  em- 
ployed for  underground  closed  water  conduits  in  the 
United  States  since  the  founding  of  this  government, 
although  the  built-up  variety  is  comparatively  new. 
especially  in  large  sizes.  The  increase  in  size  and 
output  of  hydraulic  power  systems,  whose  water  must 
be  carried  under  jjressure,  made  it  popular  wherever 
the  cost  of  iron  and  steel  was  prohibitive  or  where 
these   materials   could   not   be   easily  obtained. 

^^'ood-stave  pipe  while  of  doubtful  permanency, 
has  a  lower  friction  factor  and  offers  greater  resistance 
to  collapse.  Steel  of  an  economic  thickness  for  the 
upper  end  of  a  long  pipe,  where  the  hydrostatic  head 
is  less  than  one  hundred  feet,  is  so  thin  as  to  be  liable 
to  collapse.  Cast-iron,  while  thicker,  is  more  costly. 
The  durability  of  steel  varies  greatly  with  locality,  in 
some  places  "rusting  out"  in  a  few  j^ears.  Cast-iron 
pipe  constantly  filled  with  pure  water  has  long  life  at 
any  point.  It  is  interesting  to  note,  however,  that  the 
early  Californian  hydraulic  miners  would  not  buy 
riveted  pipe  constructed  of  steel  plates,  but  insisted 
upon  wrought  iron  as  having  longer  life.  These  pipes 
were  carelessly  handled,  seldom  buried  in  trenches  and 
were  as  often  empty  as  full.  Yet  after  forty  years  they 
niav  still  be  found  either  in  service  or  capable  of  with- 
standing the  pressures  for  which  they  were  built. 
However,  they  were  seldom  over  twenty-four  inches 
in  diameter  and  exhibited  a  disconcerting  tendency  to 
collapse.  The  firm  belief  in  these  old  metal  pipes  and 
a  natural  fear  of  wood  decay  created  an  early  preju- 
dice against  its  use  sometimes  apparent  to  this  day. 
Another  relic  of  early  mining  practice  is  the  open 
timber  flume.  With  timber  at  hand  and  a  service  not 
injured  by  occasional  interruption,  this  was  the  cheap- 
est and  most  logical  method  of  carrying  water  in  the 
hills.  Its  rapid  depreciation  makes  it  inadequate  for 
modern  power  supply  except  under  unusual  conditions 
or  with  a  small  quantity  of  water.  Such  objection 
does  not  apply  to  wood-stave  pipe,  which  is  closed  and 


under  pressure  and  thus  subject  to  the  preserving 
action  of  constant  immersion.  The  greatest  possible 
external  pressure  which  may  cause  collapse  is  that 
"f  the  atmosphere,  which  all  but  the  lightest  wood 
stave  pipe  can  readily  resist. 

For  carrying  mater  on  canal  grades,  this  form  of 
l)ipe  costs  little  more  than  either  open  canal  or  timber 
flume;  it  has  a  lower  friction  factor  and  prevents  the 
liiss    from   evaporation. 

It  is  significant  that  many  large  stave  pipes  have 
been  in  continuous  power  plant  service  for  ten  years 
i)r  more,  and,  with  very  little  repair,  give  every  evi- 
dence that  another  ten  years  will  find  them  still  in 
service.  Care  in  the  selection  of  the  wood  for  staves, 
straight  grain,  free  from  knots  and  properly  dried,  is 
essential,  redwood  here  being  better  than  pine  or 
spruce.  Failures  in  these  pipes  have  probably  been 
due  to  either  improper  design  or  the  careless  selection 
of  materials. 

As  the  pressure  is  increased,  the  amount  of  steel 
necessary  in  the  bands  holding  the  staves  in  place, 
increases  in  direct  ratio.  These  are  calculated  for 
strength  in  the  same  manner  as  is  steel  pipe,  and  there- 
fore a  point  is  reached  where  the  cost  of  the  wood 
pipe  equals  that  of  steel.  At  this  point  the  compara- 
tive values  are  in  favor  of  the  steel  and  in  fact  the 
limiting  pressure  should  occur  some  time  before  that 
])oint  is  reached.  A  further  limitation  is  the  pressure 
at  which  the  pores  of  the  wood  do  not  offer  sufficient 
resistance  anfl  sweating  or  actual  leakage  occurs. 

.\s  an  example  may  be  cited  a  3000  ft.  pipe  line 
sup])lving  water  to  a  modern  power  plant.  Two- 
thirds  its  length,  beginning  from  the  intake  end,  lies 
(in  an  even  grade  and  is  straight:  the  maximum 
hydrostatic  head  on  this  section  is  about  100  ft. ;  and 
the  diameter  of  the  pipe  is  6  ft.  The  remainder  of 
the  pipe  follows  a  heavy  grade  and,  due  to  the  in- 
creasing hydrostatic  head  throughout  its  length,  neces- 
sarily falls  outside  of  the  limits  of  wood-stave  pipe  and 
is  of  steel.  To  have  constructed  the  long  section  of 
steel  would  have  required  a  thickness  of  at  least  5/16  in. 
and  to  lessen  the  danger  of  collapse,  this  would  prob- 
ably have  been  made  3/8  in.  Such  a  steel  pipe  would 
have  cost,  laid,  about  $16.50  per  ft.  A  carefully  se- 
lected and  built  wood-stave  pipe  was  installed  with 
3  in.  staves  and  round  galvanized  s^eel  bands  5/8  in. 
in  diameter.  The  spacing  at  the  intake  end  is  10  in. 
and  at  the  lower  end,  where  the  head  is  greatest  it  is 
2  in.  This  pipe  cost  laid,  $1.56  per  linear  ft.  It  should 
have  a  life  of  at  least  10  years.  The  lower  first  cost 
is  a  vital  item  in  the  construction  of  a  new  plant,  and 
in  this  case,  where  depreciation  could  not  be  greater 
than  10  per  cent  per  annum,  and  good  service  is  prac- 
tically assured,  it  is  good  engineering  practice  to  fig- 
ure on  replacement  at  least  twice  rather  than  employ 
the  more  costly  steel  construction. 

The  argument  which  holds  good  for  large  pipes 
under  low  pressures  is  even  more  applicable  to  small 
service  pipes  in  town  or  city  water  works  systems, 
and  many  small  towns  are  enjoying  a  perfect  water 
supplv  service  using  the  wood  machine-made  pipe  that 
could  scarcely  afford  the  cost  of  the  same  system  with 
cast  iron  mains. 
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PERSONALS. 

Thomas  Mirk  and  K.  G.  Dunn,  of  Hunt,  Mirk  &  Co., 
are  in  Southern  California. 

S.  M.  Kennedy  of  the  Los  Angeles  Edison  Electric  Com- 
pany, was  at  San  Francisco  this  week. 

J.  W.  Boyle,  who  is  interested  in  electric  railways  at 
Utica,  N.  Y.,  was  a  San  Francisco  visitor  last  week. 

Leon  Bly,  the  secretary  of  the  Tehama  County  Water  & 
Power  Company,  is  at  San  Francisco  from  Red  Bluff,  Cal. 

Ben  H.  Maddox,  of  the  Mt.  Whitney  Power  Company  at 
Visalia,  Cal.,  was  at  San  Francisco  during  the  past  week. 

J.  J.  Davis,  superintendent  of  the  Santa  Monica  Light 
and  Power  Company,  of  Los  Angeles,  was  a  recent  San  Fran- 
cisco visitor. 

Morris  Bien,  a  supervising  engineer  in  the  reclamation 
service  of  the  United  States  government,  was  a  recent  arrival 
at  San  FVancisco. 

J.  P.  Poindexter,  manager  of  the  gas  and  electric  light- 
ing system  of  the  Pacific  Gas  &  Electric  Company  at  Marys- 
ville,  was  at  San  Francisco  during  the  past  week. 

R.  E.  Starkweather  is  building  by  contract  the  trans- 
mission and  telephone  line  of  the  Mt.  Konocti  Light  & 
Power  Company  from  Hopland  to  Lakeport,  Cal. 

Wynn  H.  Meredith,  Pacific  Coast  manager  for  Sanderson 
&  Porter  of  New  York,  has  returned  to  his  San  Francisco 
office  from  British  Columbia,  after  an  Eastern  trip. 

R.  L.  Yates,  chief  engineer  with  the  Piatt  Iron  Works, 
spent  the  past  week  at  San  Francisco  with  Chas.  C.  Moore 
*  Co.,  Pacific  Coast  representatives  of  his  company. 

H.  C.  Goldrick,  Pacific  Coast  manager  for  the  Kellogg 
Switchboard  &  Supply  Company  of  Chicago,  has  just  returned 
to  San  Francisco  after  a  tour  of  Oregon  and  Washington. 

J.  W.  White,  of  the  sales  force  of  the  Fort  Wayne  Elec- 
tric Works,  returned  to  San  Francisco  last  Tuesday  from  an 
extensive  tour  of   California  and   Nevada   mining  districts. 

George  I.  Kinney,  manager  of  the  Pacific  Coast  offices 
of  the  Port  Wayne  Electric  Works,  has  returned  to  his  San 
Francisco  office  after  a  tour  of  Oregon  and  Washington. 

B.  C.  Condit,  engineer  for  the  Fleishhacker  interests,  is 
at  Portland,  Ore.,  in  connection  with  their  new  hydroelectric 
transmission  project  in  that  territory.  They  are  now  in  the 
market  for  two  5000-kw.  generators. 

C.  L.  Cory  recently  completed  a  valuation  and  a  report  to 
the  Mayor  and  City  Council  of  Berkeley  on  the  plant  of  the 
Berkeley  Electric  Lighting  Company  in  connection  with  the 
fixing  of  future  rates  for  lighting. 

W.  S.  Hanbridge  left  last  Thursday  on  a  ten  days'  tour 
of  Southern  California  in  the  interests  of  the  coming  conven- 
tion of  California  State  Association  of  Electrical  Contractors 
at  Santa  Catalina  Island.  He  will  visit  Santa  Barbara,  Bakers- 
field,  Los  Angeles  and  San  Diego,  and  other  cities. 

W.  T.  Brown,  formerly  with  the  Washington  Water  Power 
Company  at  Spokane,  in  conjunction  with  W.  L.  Hoffman  and 
P.  H.  Godfrey,  has  opened  offices  as  consulting  electrical  and 
mechanical  engineer  at  S^-attle,  Tacoma  and  Vancouver,  the 
Seattle  office  being  in  the  Bailey  Building  and  the  Tacoma 
office  in  the  Bank  of  California  Building. 

F.  D.  Weber,  electrical  inspector  of  the  Underwriters' 
Equitable  Rating  Bureau,  has  been  elected  chairman  of  the 
Portland  (Ore.),  Section  of  the  American  Institute  of  Elec- 
trical Engineers,  and  H.  R.  Wakeman,  engineer  line  depart- 
ment of  the  Portland  Railway,  Light  &  Power  Company, 
secretary.  L.  B.  Cramer,  W.  M.  Hamilton  and  C.  L.  Wer- 
nicke make  up  the  executive   committee. 


W.  G.  B.  Euler,  power-house  superintendent  of  the  Great 
Western  Power  Company,  with  headquarters  at  the  Las 
Plumas  plant,  was  at  San  Francisco  last  Tuesday. 

A.  Strauch,  formerly  with  the  General  Electric  Company's 
San  Francisco  office,  has  taken  a  position  at  the  head  of  the 
n<  \v  business  department  of  the  Mt.  Whitney  Power  Company 
at  Visalia. 

Newly-elected  members  of  the  American  Institute  of 
Electrical  Engineers  include:  E.  L.  Bettanier,  electrician, 
Pasadena  Municipal  Light  Department,  Pasadena,  Cal.;  W. 
R.  Birt,  electrician,  telegraph  department.  Southern  Pacific 
Co.,  San  Francisco,  Cal.;  R.  E.  Cunningham,  superintendent 
electrical  distribution.  Southern  California  Edison  Co.,  Los 
Angeles,  Cal.;  B.  C.  Edgar,  assistant  engineer.  Southern 
Pacific  Co.,  San  Francisco,  Cal.;  W.  F.  Forward,  wireman 
and  repairman.  Northern  California  Power  Co.,  Manton,  Cal.; 
F.  H.  Goodwin,  electrical  machinist  Southern  Pacific  Co., 
Oakland,  Cal.;  J.  A.  Groninger,  assistant  chief  electrician, 
Atchison,  Topeka  &  Santa  Fe  Railroad,  San  Bernardino,  Cal.; 
C.  E.  Kemper,  engineer.  Pacific  Tel.  &  Tel.  Co.,  Los  Angeles, 
Cal.;  L.  M.  Klauber  new  business  department,  San  Diego 
Gas  &  Electric  Co.,  San  Diego,  Cal.;  R.  B.  Lawton,  operator 
in  charge,  hydraulic  generating  station.  Pacific  Light  & 
Power  Corporation,  Azusa,  Cal.;  C.  W.  B.  Lindsey,  electrical 
oi)erator.  Pacific  Light  &  Power  Corporation,  Los  Angeles, 
Cal.;  O.  G.  F.  Markhus,  general  manager,  Idaho-Oregon 
Light  &  Power  Co.,  Boise,  Idaho;  D.  H.  McAllister,  assistant 
general  superintendent  of  operation,  Telluride  Power  Co., 
Provo,  Utah;  H.  C.  McCutchan,  sales  engineer,  Holabird- 
Reynolds  Elec.  Co.,  Los  Angeles,  Cal.;  E.  R.  Pease,  drafts- 
man, Western  Canada  Power  Co.,  Vancouver,  B.  C;  W.  H. 
Trenner,  superintendent,  Idaho-Oregon  Light  &  Power  Co., 
Boise,  Idaho;  C.  M.  Warnecke,  assistant  electrical  engineer. 
Pacific  Electric  Co.,  Los  Angeles,  Cal.;  E.  G.  Wedgwood, 
electrician,  Sacramento  Valley  Power  Co.,  Chico,  Cal.;  G.  W. 
Welsh,  assistant  engineer,  electrical  department.  Southern 
Pacific  Co.,   San  Francisco,  Cal. 


TRADE    NOTES. 

.M.  C.  Baker  &  Son  have  moved  their  electric  shop  from 
61  Second  street  to  more  commodious  quarters  at  78  Second 
street,   San   Francisco. 

The  annual  conference  of  Pacific  Coast  salesmen  and  supply 
assents  of  the  General  Electric  Co.  was  held  at  San  Francisco  this 
week,  several  Eastern  heads  of  departments  attending. 

The  Colonial  Electrical  Agency  of  San  Francisco,  agents 
tor  the  Colonial  Electric  Company  and  the  Economy  Elec- 
tiic  Company,  incandescent  lamp  manufacturers,  has  removed 
from  576  Mission  street,  to  the  Board  of  Public  Trade  Build- 
ing,   444    Market    street. 

O.  K  Brown,  secretary  of  the  Treasure  Gold  Mining  Com- 
pany, Pacific  Building,  San  Francisco,  has  shipped  a  quantity 
of  electrical  equipment,  purchased  from  Fairbanks,  Morse  & 
Co.  to  their  mine  and  works  at  Hornitos,  Cal.  Current  will  be 
purchased  from  the  San  Joaquin  Light  and  Power  Corpora- 
tion. A  15-h.p.  motor  will  be  installed  to  operate  five  addi- 
tional stamps  in  the  mill,  a  40-h.p.  motor  to  drive  an  air- 
compressor  and  a  6-h.p.  motor  for  the  concentrator. 

The  General  Electric  Company  has  closed  a  contract  with 
the  United  States  Government  for  three  steam  turbines  for 
the  Bureau  of  Yards  and  Docks  for  use  in  connection  with 
the  government  drydock  at  Pearl  Harbor,  Hawaiian  Islands. 
This  aparatus  is  rated  as  follows:  One  A.  T.  B.  2,  1000-kw., 
SOnn  i-.p.m.,  2300-v.,  horizontal  Curtis  turbine;  one  A.  T.  B.  2, 
.500-kw.,  3600  r.p.m.,  2300-v.,  horizontal  Curtis  turbine;  one 
C.  C.  2,  35-kw.,  3600  r.p.m.,  125-v.,  D.  C.  turbine  exciter  set. 
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994,712.  Electrical  Indicator.  Edward  W.  Bishop,  Ba- 
kersfield,  Cal.  In  an  indicating  device  of  ttie  class  described, 
the  combination  of  a  support,  a  swinging  element  mounted 
thereon,  a  position-indicating  means  located  behind  the  free 
end  of  the  element  and  over  which  the  latter  moves,  an  elec- 
trical  device   responsive  to   current  for  moving  the  element 


from  its  normal  position,  means  for  opposing  the  movement 
of  the  element  and  returning  the  latter  to  normal  position 
when  the  said  device  is  de-energized,  a  trough  disposed  be- 
hind the  said  position  indicating  means,  and  a  member  rigid 
on  the  element  and  extending  into  the  trough  for  retarding 
the  movement  of  the  element. 

995,062.  Gas-Engine.  Otbo  C.  Duryea  and  Morris  C. 
White,  Los  Angeles,  Cal.,  assignors  to  Duryea-White  Machin- 
ery Company,  Los  Angeles,  Cal.  A  cylinder,  a  piston  therein, 
a  shaft,  mechanism  co-operating  with  the  piston  for  driving 


said  shaft,  valves,  cams  and  a  longitudinally  and  pivotally 
movable  bar  operated  by  said  shaft  for  controlling  said 
vales  and  thereby  causing  the  piston  to  operate  by  internal 
combustion  in  said  cylinder  or  by  fluid  pressure. 

995,362.  Oil-Gas  Generator  and  Burner.  Ezra  P.  Ma- 
goon,  Los  Angeles,  Cal.,  assignor  to  Blue  Flame  Distillate 
Burner  Company,  Los  Angeles,  Cal.  An  oil  burner  compris- 
ing a  generator  formed  with  two  horizontal  members,  a 
cross  tube  connecting  said  members  at  vae  end,  an  oil 
inlet  connection  at  the  other  end  of  one  of  said  members, 
an  outlet  connection  at  the  corresjionding  end  of  the  other 
of  said  members,  a  burner  chamber,  extending  longitudinally 
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between  said  horizontal  members,  consisting  of  a  tubular 
body  with  a  series  of  vertical  outlet  openings  in  each  side, 
end  plates  for  said  tubular  body,  the  forward  end  plate 
being  perforated  and  having  a  hollow  extension  projecting 
laterally  into  said  tubular  body  forming  a  mixing  chamber, 


the  walls  of  said  perforation  converging  rearwardly  into 
said  mixing  chamber  forming  an  air  and  gas  inlet  into  said 
mixing  chamber,  said  mixing  having  a  discharge  outlet  in  the 
top  thereof  at  its  inner  end. 

995,112.  Water-Lift  and  Air-Compressor.  Ransom  Y. 
Rovee,  Denver,  Colo.,  assignor  to  Hydro  Engine,  Power  & 
Irrigation  Company,  Denver,  Colo.  A  device  of  the  class 
named  comprising  a  helicoidal  conduit  rotative  about  a  hori- 
zontal axis,  a  suction  pipe  communicating  with  one  of  its 
ends,  a  stand-pipe  communicating  with   the  opposite   end  of 


/$  ,9  a 

tlie  conduit,  an  air  reservoir  having  an  inlet  interposed  be- 
tween the  conduit  and  the  stand  pipe,  whereby  the  air 
leaving  the  conduit  with  the  fluid,  may  be  separated  there- 
from before  the  latter  reaches  the  stand  pipe,  and  valve 
(•ontrolled  pipes  respectively  connecting  the  various  convo- 
lutions comprised  in  said  conduit,  with  said  reservoir. 

994,957.  Magnetic  Vibrator.  Frank  V.  Smith,  Floriston, 
Cal.  In  a  device  of  the  class  described,  an  electro-magnet; 
plates  applied  to  opposite  ends  of  the  magnet;  a  cover  rest- 
ing upon  one  of  said  plates;  securing  devices  uniting  the 
plates  and  the  cover;  a  holder  reciprocating  in  the  plates 
and  in  the  cover;  an  armature  upon  the  holder  beneath  the 
cover;  a  spring  bearing  at  one  end  upon  the  cover;  and  a 
device  upon  the  holder  for  engaging  the  other  end  of  the 
spring  to  adjust  the  tension  thereof. 

994,901.  Surveying  and  Cruising  instrument.  Joseph 
Barrow,  Portland,  Ore.  A  surveying  instrument  that  com- 
prises a  compass  box,  a  compass  needle  mounted  in  said 
box,  a  scale  plate  co-operating  with  said  compass  needle 
and  having  the  cardinal  points  provided  with  indicating 
letters  -N"— "S" — "E"  and  "W",  said  scale  plate  having 
pointers  graduated  on  the  same  at  the  north,  south,  east 
and   west  letters   to  accentuate  the   indication   of  the  north. 


south,  east  and  west  positions,  a  second  scale  plate  carried 
by  said  box  beneath  said  compass  needle  and  having  gradu- 
ated on  the  same  a  due  north  and  south  and  a  due  east 
and  west  line,  a  lid  hinged  to  said  box,  a  mirror  carried  by 
said  lid  to  reflect  said  compass  needle  and  said  scales  when 
said  lid  is  tilted  up  at  an  angle  to  the  plane  of  said  box, 
said  lid  having  a  line  thereon  according  to  the  north  and 
south  line  of  said  second  scale  plate. 
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SINGLE-PHASE  AND  POLYPHASE  POWER-FACTOR 
METERS. 
The  modern  tendency  in  the  operation  of  large  systems 
is  to  regulate  the  power-factor  of  the  load  by  over-exciting 
synchronous  machines,  and  wherever  such  regulation  is 
attempted  accurate  knowledge  of  the  value  of  the  power- 
factor  is   highly  desirable. 


Fig.    1.     Power    Factor    Meter. 

One  type  of  power-factor  meter  is  based  on  the  electro- 
dynamometer  principle.  It  consists  of  a  fixed  field  coil  and 
two  movable  coils  mounted  in  space  quadrature  on  the  same 
staff.  The  fixed  or  field  coil  is  connected  in  series  with  the 
line  and  the  movable  coils  are  connected  in  shunt  therewith. 
When  used  on  polyphase  circuits  each  coil  is  connected  to 
a  separate  phase  while  used  on  single-phase  circuits  a  phase- 
splitting  device  is  employed. 

When  the  current  in  one  of  the  movable  coils  is  in  phase 
with  that  in  the  fixed  coil,  the  movable  system  will  turn 
until  the  fields  due  to  these  currents  coincide.  If  the  field 
due  to  tho  current  in  the  fixed  coil  reaches  its  maximum  at 
a  time  intermediate  between  the  time  of  maximum  of  the 
currents  in  either  of  the  movable  coils,  then  the  movable 
system  takes  up  a  position  such  that  the  resultant  field  of 
the  two  coils,  which  coincides  in  time-phase  with  the  fixed 
field  will  also  coincide  in  space  position  with  it. 
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Fig.  3. 


Circuit  Diagram  Single  Phase  Power  Factor 
Meter. 


each  other  at  right  angles;  that  is,  the  coils  must  cross 
at  right  angles  and  pass  bodily  through  each  other.  These 
seemingly  impossible  conditions  have  been  met  for  the  first 
time  in  a  new  form  of  power-factor  meter  recently  placed 
on  the  market  by  the  Weston  Electrical  Instrument  Company 
of  Newark,  N.  J.  In  this  new  instrument  the  coils  are  wound 
simultaneously  on  a  special  machine.  They  are  interlaced 
layer  by  layer  at  diametral  crossing  points  and  an   opening 


Power    Factor    Meter    Movement. 


Fif 


Reactor. 


Fig.  5.     Auxiliary  Box. 


The  accuracy  and  general  usefulness  of  a  power-factor 
meter  of  this  type  depend  first  of  all  upon  the  construction 
of  the  movable  coils.  If  these  coils  are  to  perform  properly 
their  functions  they  must  be  of  identical  shape  and  size 
and  they  must  be  rigidly  maintained  in  planes  which  bisect 


is  left  through  which  the  staff  may  pass.  The  complete  coils, 
which  now  resemble  the  famous  Siamese  twins,  are  treated 
with  a  special  cement  that  binds  the  turns  together  like  a 
single  piece  of  metal,  and  thin  tiny  curved  plates  drilled  to 
fit    the    staff   are    cemented    over    the   inside    surface    of    the 
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crossing  poinls.  These  plates  serve  to  center  accurately  the 
coil  system  and  tiny  pins  which  pass  through  the  staff  and 
engage  ears  on  the  plates  hold  it  in  a  definite  axial  position. 

Therefore  the  movable  coils  occupy  a  perfectly  definite 
and  permanent  position  vi^ith  reference  to  each  other  and  to 
the  rest  of  the  system  such  as  is  necessary  to  the  production 
of  a  high  degree  of  accuracy  and  reliability. 

The  electrodynamometer  type  of  power-factor  meter 
offers  a  serious  difficulty  in  that  the  movable  system 
must  be  electrically  connected  to  the  external  circuit  and  yet 
this  connection  dare  not  offer  any  appreciable  torsional  effect 
to  oppose  the  motion  of  the  system.  The  spirals  used  in  this 
new  power-factor  meter  are  extremely  delicate  affairs;  they 
are  just  strong  enough  to  be  self-sustaining  and  yet  not  exert 
any  appreciable  torque.  For  instance,  16,000  of  these  tiny 
spirals  weigh  only  1  ounce  and  the  error  due  to  their  tor- 
sional moment  is  only  1  per  cent  at  1/a  load. 

When  used  on  single-phase  circuits  a  phase-splitting  de- 
vice is  required  and  the  reactor  has  to  be  specially  designed 
for  this  class  of  work  if  anything  like  accurate  results  are 
to  be  expected.  The  reactor  used  with  the  single-phase 
power-factor  meter  is  shown  in  Fig.  4  and  is  similar  in  its 
mechanical  construction  to  those  used  with  the  frequency 
meter  which  were  described  in  a  previous  issue.  This 
power-factor  meter  has  the  distinction  of  being  the  first 
instrument  of  this  type,  which  can  be  used  on  single-phase 
circuits  without  sacrifice  of  accuracy. 


STOCKTON  FIRE  ENAMEL  BRICK  PLANT. 
The  plant  of  the  Stockton  Fire  Enamel  Brick  Company, 
which  makes  a  specialty  of  glazed  and  malt  glazed  bricks,  is 
situated  on  the  outskirts  of  Stockton  on  the  Southern  Pacific 
and  Western  Pacific  Railroads.  Two  spur  tracks  about  1000 
feet  long,  run  from  the  Southern  Pacific  line  to  the  works,  the 
raw  material  being  brought  in  on  one  track,  and  the  fin- 
ished  product  sent  out  on   the  other. 

The  clay,  which  is  the  finest  obtainable  in  California,  is 
brought  from  Lincoln,  Placer  county,  about  70  miles  dis- 
tant. It  is  dumped  from  the  cars  and  then  shoveled  into 
a  dry  pan,  belt  driven  by  a  35  h.p.  motor  of  the  squirrel 
cage  type,  where  the  clay  is  ground  up  fine  and  then  drops 
through  a  screen  in  the  bottom  of  the  dry  pan  and  is 
caught  up  by  a  cup  elevator  driven  by  a  5  h.p.  General 
Electric  induction  motor  and  carried  to  top  of  building  and 
dropped  onto  a  screen,  through  which  it  passes  into  a  num- 
ber of  bins  placed  about  20  feet  below.  From  these  bins 
the  ground  clay  is  conducted  through  a  pipe  to  the  pug 
mill,  where  it  is  mixed  with  water  and  sand  in  such  propor- 
tions as  to  give  it  the  right  consistency.  The  pug  mill  is  driven 
by  a  25  h.p.  induction  motor.  From  the  pug  mill  the  mixture 
passes  by  gravity  down  a  chute  into  the  brick  machine  on 
the  ground  floor.  A  75  h.p.  induction  motor  drives  the  brick 
machine.  The  compressed  clay  is  conveyed  from  the  brick 
machine  by  a  belt  to  an  automatic  cutting  table  where  the 
clay  is  cut  to  the  requisite  size  for  bricks.  These  bricks  are 
then  conveyed  to  another  department  where  they  are  dipped 
in  the  glazing  solution,  and  then  either  taken  to  a  drying 
room,  or  allowed  to  dry  in  the  sun.  After  being  dried  they 
are  again  dipped  in  the  glazing  solution,  after  which  they 
are  taken  to  the  kiln  to  be  burned.  The  bricks  are  then 
ready    for    shipment. 

It  is  interesting  to  note  that  the  bricks  require  only  one 
burning,  unlike  otner  factories  on  the  Coast,  which  have 
to  give  two  burnings.  The  special  glazing  which  this  com- 
pany uses,  makes  it  necessary  to  burn  the  bricks  but  once. 
Each  of  the  four  kilns  has  a  capacity  of  60,000  bricks,  and  is 
heated  by  means  of  oil  to  a  maximum  temperature  of  about 
2000  degrees  P. 

Power  is  taken  from  the  Pacific  Gas  &  Electric  Co.,  at 
2000  volts,  3-phase,  60  cycles,  and  transformed  down  to  3- 
phase,  440  volts  by  means  of  three  20  kw.  oil  cooled  trans- 


formers. These  transformers  take  care  of  the  average  load 
(60  h.p.)  easily,  and  if  the  maximum  horsepower  capacity 
of  the  plant  (150  h.p.)  is  used — which  occurs  very  rarely — 
the  transformers  must  carry  an  overload. 

The  plant  has  been  in  operation  for  six  years,  and  dur- 
ing that  time  the  only  repairs  to  the  motors  have  been  the 
replacement  of  new  bearings  and  a  few  minor  adjustments. 
All  of  the  electrical  machinery  is  of  General  Electric  manu- 
facture, and  the  brick  and  clay  machinery  was  made  by  the 
American  Clay  Machinery  Company.  The  installation  of 
the  electrical  apparatus  was  made  by  the  Electrical  Engi- 
neering  &    Supply   Company,    Stockton,   Cal. 


COLUMBIA     AND     PUGET     SOUND     RAILROAD     ADOPTS 
THE   TELEPHONE. 

The  Columbia  and  Puget  Sound  has  joined  the  ranks 
of  the  railroads  which  favor  the  telephone  method  of  dis- 
patching trains,  and  has  ordered  from  the  Western  Electric 
Company  at  Seattle  selectors  and  associated  telephone  appa- 
ratus for  a  circuit  about  thirty  miles  in  length. 

The  dispatcher  for  this  line  will  be  located  at  Seattle. 
Way  station  telephone  equipments  will  be  installed  at  In- 
dian, Argo,  Black  River,  Maple  Valley  and  Renton.  The 
line  will  be  constructed  of  No.  10  gauge  hard  drawn  copper 
wire. 

The  railway  telephone  has  gained  a  strong  foothold  in 
the  northwest,  where  it  is  replacing  the  long-established 
telegraph  for  handling  train  movements  on  a  large  number 
of  the  more  important  roads,  including  the  Canadian  Pacific, 
Chicago,  Milwaukee  &  Puget  Sound,  Great  Northern,  North- 
ern Pacific,  Oregon  Short  Line  and  the  Spokane,  Portland  & 
Seattle. 


ELECTRIC      POWER      INSTALLATION      OF      THE      SANTA 
ROSA    MINING    COMPANY. 

The  Santa  Rosa  Mining  Company,  a  subsidiary  of  the 
Exploration  Company  of  England  and  Mexico,  located  in 
the  State  of  Zacetecas,  Mexico,  near  Concepcion  del  Oro,  has 
received  and  is  erecting  most  of  the  machinery  that  will 
enter  into  the  equipment  of  its  mill. 

Electric  light  and  power  is  supplied  to  the  property  from 
a  gas  producer  plant  in  which  anthracite  coal  or  charcoal 
is  used  as  fuel.  The  gas  engine  will  be  connected  by  a  belt 
to  a  150  kw.  Westinghouse  a.c.  generator.  Switchboards, 
transformers,  etc.,  and  20  motors  have  been  Installed.  The 
entire  equipment  is  very  complete.  The  tube  mill  is  driven 
by  a  60  h.p.  motor;  there  are  seven  motor-driven  direct 
connected  pumps  for  supplying  water  to  the  cyanide  plant, 
and  nine  other  motors  are  located  at  various  places  around 
the  plant. 

A  transmission  line  about  two  miles  long  supplies  the 
current  to  three  motor-driven  pumps,  which  control  the  water 
supply. 

All  of  the  equipment  has  been  purchased  from  the  Cia. 
Ingeniera,  Importadora  y  Contratista,  S.  A.,  of  Mexico  City, 
which  has  furnished  Westinghouse  equipment  throughout. 
The  motors  are  of  a  new  type  which  the  Westinghouse  Com- 
l>any  has  brought  out  for  especially  heavy  duty  service. 
When  completed,  this  property  will  have  one  of  the  most 
Miodei'n  equipments  in   Mexico. 


NEW     CATALOGUES. 

Catalogue  No.  50  from  the  Brookfield  Glass  Company 
fffectively  portrays  and  describes  their  complete  line  of 
-screw  glass  insulators  and  knobs   for  all   purposes. 

Economical  Steam  Production  presents  the  principles 
of  soot  cleaning  as  applied  to  all  types  of  water  tube  and 
return  tubular  boilers  by  means  of  the  Vulcan  soot  cleaner, 
sold  by  G.  L.  Simonds  &  Co.,  801  Steinway  Building,  Chi- 
cago,  111. 
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FINANCIAL. 

NORTH  YAKIMA,  WASH.— North  Yakima  proposes  to 
construct  a  municipal  power  plant  to  cost  $250,000.  This 
is  to  be  financed  by  sale  of  fifty-year  bonds. 

CONNELL,  WASH.— Four  million  dollars  will  be  ex- 
pended by  the  Washington  Water  Power  Company  of  Spo- 
kane in  building  its  electric  power  plant  at  Long  Lake,  23 
miles  north  of  the  city. 

SUMAS,  WASH. — An  ordinance  of  the  town  of  Sumas 
providing  for  the  establishment  and  maintenance  of  an  elec- 
tric lighting,  heating  and  power  system,  nas  been  passed. 
Bonds  to  the  amount  of  $7000  will  be  issued. 

OAKLAND,  CAL. — The  growth  of  business  on  the  lines 
of  the  Oakland  Traction  Company  is  shown  by  the  follow- 
ing comparative  statement  of  gross  earnings:  1902,  $940,- 
000;  1905,  $1,441,000;  1906,  $2,218,000;  1907,  $2,515,000;  1908, 
$2,771,000;    1910,    $2,934,000. 

SANTA  BARBARA,  CAL.— The  City  Council  has  awarded 
$40,000  worth  of  4  per  cent  city  water  tunnel  bonds 
to  the  Santa  Barbara  County  National  Bank  at  accrued 
interest  and  a  premi\im  of  $233.50.  Other  bids  were:  Santa 
Barbara  Savings  and  Loan  Bank,  $203;  William  R.  Statts  of 
Pasadena,  $56,  and  E.  G.  Blymer  of  San  Francisco,  $12.50. 

TENINO,  WASH. — The  entire  holdings  and  franchise  of 
the  Tenino  Light  &  Power  Company  have  been  purchased 
by  the  Washington-Oregon  Corporation,  which  is  reported  to 
be  a  subsidiary  corporation  of  the  O.  R.  &  N.  Co.  The  pur- 
chasing company  will  at  once  construct  a  power  plant  on 
the  Skookumchuck  river  to  furnish  electricity  to  the  Her- 
cules   Sandstone    Company. 

PORTLAND,  ORE.— The  results  of  operations  of  the 
Portland  (Ore.)  Railway,  Light  &  Power  Company  in  1909 
and  1910  follow: 

1909  1910 

Gross   receipts    $4,818,022  $5,638,895 

Operating  expenses   2,196,496  2,444,178 

Net   earnings    $2,621,526  $3,194,717 

Fixed    charges    1,493,039  1,678,228 

Surplus    $1,128,487  $1,516,489 

Per   cent   of   operating   expenses....       45.6  43.3 

B.  S.  Josselyn,  the  president,  says  that  the  increase 
in  gross  earnings  in  1910  over  1909  was  $820,873,  or  17  per 
cent.  The  increase  in  net  earnings  was  $573,191,  or  21.9  per 
cent.  Thirteen  and  one-half  miles  of  single  track  were  con- 
structed and  22%  miles  reconstructed,  the  reconstruction 
being  caused  mainly  by  the  paving  of  streets  occupied  by 
tracks.  The  total  cost  of  track  construction  and  recon- 
struction was  $1,006,710,  of  which  $785,069  was  charged 
to  capital  account.  There  are  250.93  miles  of  single  track 
in  the  system.  Eighty-two  new  passenger  cars,  thirty-four 
freight  and  work  cars  were  purchased,  and  six  passenger 
cars,  one  mail  and  express  car  and  three  locomotives  were 
built  in  the  company's  shops,  at  a  total  cost  of  $642,663.  The 
present  equipment  consists  of  568  passenger  cars,  352  freight 
and  work  cars  and  eight  electric  locomotives.  Three  car 
barns  with  storage  capacity  for  115  cars  were  completed. 
The  nine-story  office  building  in  Portland  was  completed. 


SAN  FRANCISCO,  CAL.— The  United  Railroads  Com- 
pany and  its  holding  company,  the  United  Railroads  Invest- 
ment Company,  of  New  Jersey,  have  issued  annual  reports 
for  the  year  1910.  The  report  of  the  latter  corporation 
shows  that  it  holds  all  of  the  $5,000,000  of  first  preferred 
stock  of  the  local  street  railway  combine,  all  of  its  $20,- 
1)00,000  of  preferred  stock,  $8,801,400  of  its  $20,000,000  of 
common  stock  and  guarantees  its  outstanding  $400,000  of 
equipment  notes.  The  latter  and  the  first-preferred  stock 
were  issued  by  the  United  Railroads  Company  after  the 
disaster  of  1906.  The  local  street  railway  combine  earned 
a  surplus  of  $601,907  last  year,  as  against  $404,470  in  1909. 
For  the  year  1910  its  gross  earnings  amounted  to  $7,653,489; 
net  earnings,  $2,924,219;  other  income,  $90,279.  Fixed 
charges  were  $2,412,509.  Gross  earnings  were  $197,524 
greater  than  in  1909,  while  the  surplus  increased  $197,437' 
over  the  preceding  year.  The  New  Jersey  holding  company, 
in  addition  to  owning  United  Railroads  Company  stocks, 
owns  most  of  the  stock  of  the  Philadelphia  company  of 
Pittsburg,  which  has  street  railway  and  gas  and  electric 
Ijroperties  in  that  city  and  several  towns  close  by.  The 
holding  company  had  a  surplus  of  $766,467  in  1910,  against 
$.'.12,350  the  year  before.  Its  receipts  in  1910  were  $2,044,- 
672  from  dividends  on  stocks  and  $64,889  of  other  income. 
Its  expenses  amounted  to  $75,124,  and  it  paid  $1,268,070  as 
interest  on  bonds. 


INCORPORATIONS. 
OXNARD,  CAL— Herbert  Hedges  and  S.  S.  Bradley  will 
open  an  electrical  supply  business  at  105  Fifth  street,  under 
the  title  of  Hedges-Bradley  Electrical  Company. 

EUREKA,  MONT.— The  Tobacco  Valley  Telephone  Com- 
pany has  been  organized  to  furnish  service  to  Gateway,  Rex- 
ford,  Fortine  and  Trego.     P.  N.  Benard  is  president. 

BOISE,  IDAHO.— Articles  have  been  filed  for  the  Boise- 
Council-Landore  Railroad.  Preliminary  surveys  have  already 
been  made  for  this  line,  which  is  to  be  an  electric  road  from 
Council  through  the  rich  fruit  belt  of  Adams  county.  The 
incorporators  are:  John  M.  Haines  of  the  Pierce  real  estate 
firm,  E.  W.  Bowman,  J.  D.  S.  Manville,  Harry  Wyman  and 
Geo.  Huebener.     The  capital  stock  is  $2,000,000. 

OAKLAND,  CAL.— Articles  of  incorporation  of  the  Oak- 
land Natural  Gas  Company  have  been  filed  with  the  county 
clerk.  The  company  is  capitalized  at  $300,000,  with  shares 
at  $1  each.  The  directors  are:  C.  W.  Porter,  S.  L.  Klarnet, 
.1.  E.  Cofer,  T.  T.  McMahon  and  N.  B.  Myran.  It  was  an- 
nounced by  Porter,  who  is  president,  that  C.  L.  Cofer  of 
Red  Bluff  has  located  natural  gas  sources  within  the  city 
limits  of  Oakland. 


ILLUMINATION. 

ELKO,  NEV. — The  Board  of  Commissioners  has  granted 
the  Deeth  Mercantile  Company  a  franchise  to  light  the  town 
of  Deeth  with  electricity. 

MOUNTAIN  HOME,  IDAHO.— The  Council  has  granted 
to  L.  L.  Nunn  &  Co.  the  right  to  enter  the  city  with  a  line 
for  furnishing  light  and  power. 

FRESNO,  CAL.— According  to  a  statement  by  Manager 
A.  G.  Wishon  of  the  San  Joaquin  Light  and  Power  Company, 
the  price  of  electric  lights  in  all  the  larger  cities  and  towns 
from  Merced  on  the  north  to  Bakersfleld  on  the  south,  and 
including  Fresno,  will  be  8  cents  per  kilowatt-hour  after  No- 
vember 1  next. 
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SAN  DIEGO,  CAL.— The  San  Diego  Consolidated  Elec- 
tric Company  is  soliciting  subscribers  in  National  City  and 
Chula  Vista  and  will  soon  have  gas  piped  in  the  district 
for  lighting  and  cooking. 

MARYSVILLE,  CAL.— The  supervisors  have  granted  Hetz 
&  Berg,  electricians  of  Marysville,  permission  to  erect  poles 
and  string  wires  for  an  electric  lighting  system  in  Live  (3ak 
and  adjacent  highways. 

WILLOWS,  CAL. — The  gas  plant  will  be  in  operation  in 
a  few  days.  Van  E.  Britton,  the  Northern  California  Power 
Company  engineer  in  charge  of  the  construction  of  the 
plant  here,  says  gas  will  be  ready  for  consumption  this  week. 

SUSANVILLE,  CAL. — James  Branham  made  application 
to  the  Board  of  Trustees  for  a  franchise  for  a  period  of  50 
years,  to  erect  and  maintain  poles  and  wires  for  the  trans- 
mission of  electricity  for  heat,  power  and  lighting  along  the 
streets  and  alleys  of  Susanville. 

LOS  ANGELES,  CAL.— The  Los  Angeles  Gas  &  Electric 
Company  has  contracted  with  the  National  Briquetting  & 
Clay  Working  Machinery  Company  to  repair  a  compound 
Corliss  gas  compressor  at  the  gas  works  at  the  corner  of 
Center  and  Ducoramon  streets  for  $3000. 

NEWPORT,  CAL.— Morris  Wygant  has  received  notice 
from  the  General  Land  Office,  Washington,  that  he  has 
been  awarded  the  contract  for  a  survey  of  a  hydroelectric 
power  site  and  canal  at  the  Siletz  Agency.  The  estimated 
cost  of  the  proposed   plant  is  $250,000. 

SAN  LUIS  OBISPO,  CAL.— R.  E.  Easton  has  made  appli- 
cation to  the  Board  of  Supervisors  of  the  county  of  San 
Luis  Obispo,  for  a  franchise  for  a  period  of  50  years,  to 
furnish  the  inhabitants  of  the  county,  with  natural  and  arti- 
ficial gas  for  lights,  heat,  fuel  and  power. 

LOS  ANGELES,  CAL.— The  Supervisors  have  granted 
to  the  Southern  California  Gas  Corporation  a  40-year  gas 
franchise,  covering  the  greater  portion  of  the  county.  The 
price  paid  was  $100.  The  franchise  covers  a  territory  run- 
ning east  of  the  city  to  Pomona  and  west  to  a  line  even 
with  Redondo   Beach. 


TRANSMISSION. 
NORTH  YAKIMA,  WASH.— This  place  will  decide  July 
1   on  a  $300,000  bond   issue   for  construction  of  a  municipal 
power  plant. 

HERMISTON,  ORE.— The  Hermiston  Light  &  Power 
Company  will  erect  a  concrete  dam  to  replace  the  temporary 
one   now   in   use. 

AUBURN,  CAL. — The  Supervisors  have  granted  a  fran- 
chise to  the  Great  Western  Power  Company  to  erect  a  pole 
line  along  the  highways  of  Placer  County. 

DAYTON,  WASH.— The  Pacific  Power  &  Light  Company 
has  been  granted  a  50-year  franchise  for  the  construction  of 
a  power  line  along  the  old  Lewiston  road. 

OAKLAND,  ORE.— This  place  recently  voted  $15,000  in 
bonds  with  which  to  establish  a  light  and  power  plant  and 
to  cancel  the  floating  indebtedness  of  the  city. 

BAKERSFIELD,  CAL.— The  San  Joaquin  Light  &  Power 
Company  has  made  application  to  the  Board  of  Supervisors 
for  a  franchise  to  erect  poles  and  wires  for  the  transmis- 
sion of  light  and  power  on  all  public  highways  in  the  county 
for  a  term  of  fifty  years. 

YREKA,  CAL. — Preliminary  work  for  the  construction 
of  the  dam  across  the  Klamath  river  by  the  Siskiyou  Elec- 
tric Power  &  Light  Company  has  been  commenced.  The 
dam  is  about  seven  miles  down  the  river  from  Klamath  Hot 
Springs.  A  large  power  plant  will  be  built  near  the  dam 
for  the  generation   of  electricity. 


MARE  ISLAND  NAVY  YARD,  CAL.— Bids  will  be  re- 
ceived at  the  bureau  of  yards  and  docks,  navy  department, 
up  to  July  8  for  auxiliary  power  plant  equipment  at  this 
yard. 

WALLA  WALLA,  WASH. — Franchise  has  been  granted 
the  Pacific  Power  &  Light  Company  for  a  transmission  line 
from  this  place  to  Columbia  county  line.  Construction  work 
will  begin  at  once. 

EUGENE,  ORE.— The  Oregon  Power  Company  is  com- 
pleting its  transmission  line  from  the  Albany  substation  to 
Brownsville,  Oregon.  J.  L.  Lambirth,  of  Eugene,  is  super- 
intendent of  construction. 

GUSTINE,   CAL.— The   Pacific   Gas   &   Electric   Company 

has   withdrawn  from  this   field,   and   the   San   Joaquin   Light 

<t  Power  Company  announces  that  this  company's  line  will  be 

extended  to  Gustine.     J.  A.  Berryman  is  representing  the  lat- 

•  ter  company. 


TRANSPORTATION. 

OLYMPIA,  WASH.— Dr.  P.  H  Carlyon  has  been  granted 
a  franchise  by  the  City  Council  for  the  construction  of  a  belt 
line  railway  around  tne  Carlyon  fill  on  the  waterfront. 

SANTA  MONICA,  CAL.— The  City  Clerk  will  receive 
sealed  bids  up  to  July  10  for  the  purchase  of  a  franchise 
to  operate  for  a  period  of  40  years  a  street  railway  in  this 
place. 

BURLEY,  IDAHO.— Reports  are  to  the  effect  that  Chi- 
cago capitalists  have  disposed  of  bonds  for  the  construction 
of  an  electric  railway  from  Burley  to  Albion,  and  that  the 
owners  will  soon  arrive  here  to  start  construction  work. 

LOS  ANGELES,  CAL. — Final  surveys  are  being  made 
and  material  assembled  for  the  electric  railway  to  be  built 
between  Los  Angeles  and  Redondo  for  the  Moneta  avenue 
line  and  for  the  Long  Beach  line  of  the  Pacific  Electric 
Railway    Company. 

SANTA  CLARA,  CAL.— The  Peninsular  Railroad  Com- 
pany has  applied  for  a  franchise  for  a  single  or  double  track 
electric  railroad  on  Saratoga  avenue,  Bellomy  street,  Lin- 
coln street,  Franklin  street  and  Jefferson  street  to  connect 
with   the   present  electric   railroad   here. 

LOS  ANGELES,  CAL.— The  request  of  the  Los  Angeles- 
Pacific  Railway  Company  for  permission  to  electrify  the 
old  Santa  Monica  steam  line  of  the  Southern  Pacific  Company 
from  Clemente  Junction  to  the  west  city  limits,  has  been 
referred  to  the  Board  of  Public  Utilities. 

CHICO,  CAL. — The  Northern  Electric  Railway  has  been 
granted  a  50-year  franchise  for  a  doubk-track  on  Main 
street  and  will  surrender  its  present  franchise  known  as  the 
•'Clough  franchise."  Officials  of  the  company  state  that  the 
work  of  laying  the  double  track  will  begin  within  a  few  days. 

FRESNO,  CAL. — The  graders  who  are  at  work  on  the 
Fresno,  Hanford  &  Summit  Lake  road  are  at  last  headed 
toward  Fresno.  The  ordinance  granting  a  franchise  to  the 
load  through  Fowler  passed  its  final  reading  this  week  and 
L'ave  to  the  road  a  franchise  along  one  street  through  the 
town. 

OAKLAND,  CAL.— Plans  for  improvements  that  will  dou- 
ble the  capacity  of  the  Key  Route  lines  through  Oakland  and 
Berkeley  are  nearly  completed.  In  addition  to  converting 
the  Key  Route  pier  into  a  solid  mole  it  is  proposed  to  en- 
large the  ferry  depot  and  slips  at  the  end  of  the  mole  and 
to  carry  all  trains  through  the  depot  on  a  series  of  loops. 
The  loop  is  to  be  constructed  on  a  solid  foundation  of  earth 
and  concrete,  instead  of  upon  piling.  The  loop  system,  it  is 
claimed,  will  greatly  facilitate  the  handling  of  passengers, 
and  will  shorten  the  running  time  of  trains. 


560 


JOURNAL    OF    ELECTRICITY.    POWER    AND    GAS 


[Vol.  XXVI^No.   25 


OAKLAND,  CAL. — The  City  Council  has  passed  an  ordi- 
nance granting  to  the  Oakland  and  Bay  Shore  Railroad  Com- 
pany a  franchise  for  the  period  of  35  years,  to  construct  and 
maintain  railroad  tracks  of  standard  gauge  together  with 
all  necessary  switches  and  crossings  in  certain  parts  of  the 
city  of  Oakland. 

SAN  FRANCISCO,  CAL.— Ernest  Thalmann,  the  New 
York  banker;  Patrick  Calhoun  and  their  associates  have  just 
completed  arrangements  for  the  sale  of  $1,000,000  of  the 
bonds  of  the  Sierra  and  San  Francisco  Power  Company,  to 
complete  its  electric  generating  plant  on  the  Stanislaus  River, 
together  with  its  distributing  system. 

LOS  ANGELES,  CAL.— The  Pacific  Electric  Railway 
Company  has  contracted  with  Chas.  W.  Corbaly  to  construct 
and  complete  a  single  track  pile  trestle  bridge  over  Ver- 
dugo  Wash.,  on  the  railway  line  known  as  the  Glendale- 
Burbank  line  at  $0,435  per  lin.  ft.  for  placing  pile  in  trestle 
below  cut  off,  and  $35.75  per  1000  ft.  board  measure  for 
lumber. 

LOS  ANGELES,  CAL.— About  $550,000  is  being  expended 
by  the  Pacific  Electric  Company  for  the  immediate  improve- 
ment of  its  service.  The  company  will  place  about  85  addi- 
tional cars  in  operation  in  July  and  has  just  purchased 
motor  generator  sets  for  substations  at  Pasadena,  Redondo, 
Del  Rey,  Vineyards  and  other  points.  The  cost  of  equipment 
will   be  about   $150,000. 


TELEPHONE    AND   TELEGRAPH. 
WALLACE,   IDAHO.— The   North   Idaho   Telephone   Com- 
pany  announces   that   work   will   commence   at   once   on   con- 
struction of  a  line  for  the  completion  of  circuit  between  Mur- 
ray and  Nelson  siding. 

SAN  FRANCISCO,  CAL.— The  telephone  rates  bill  has 
been  passed  to  print  by  the  unanimous  vote  of  the  Super- 
visors. It  makes  no  change  in  the  charges  to  the  public, 
but  reduces  slightly  the  expense  to  hotels  of  wall  phone 
extensions   in   the   private   rooms. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Utilities 
have  fixed  the  phone  rates  and  have  increased  the  residence 
charge  on  the  Home  Company's  phones  to  $2.50  and  reduced 
the  Pacific  Company's  charges  for  residence  phones  to  $2.50. 
Business  service  has  been  reduced  from  $6  to  $5.75.  It  is 
expected  that  these  rates  will  stand. 


WATERWORKS. 

SEWARD,  ALASKA.— The  City  Council  at  Prince  Rupert 
is  planning  to  build  waterworks  and  sewers  to  cost  $600,000. 

SAN  LUIS  OBISPO,  CAL.— Sealed  bids  are  being  re- 
ceived by  the  Clerk  of  the  Board  of  Trustees  for  furnishing 
water  pipe  and  fittings  in  accordance  with  specifications. 

COEUR  dALENE,  IDAHO.— The  County  Commissioners 
have  granted  to  the  Bayview  Townsite  and  Water  Company 
the  right  to  establish  waterworks  and  system  in  this  county. 

ALTURAS,  CAL.— The  town  of  Alturas  has  advertised 
for  bids  for  sinking  and  casing  two  wells  each  ten  inches 
in  diameter,  as  part  of  the  public  water  system  to  be  in- 
stalled  here. 

SAN  DIEGO,  CAL.- -A  centrifugal  pump,  which  lifts  10,- 
000  gallons  a  minute  will  be  installed  at  the  end  of  the 
10  inch  main  at  La  Jolla  to  relieve  a  threatened  water 
famine   there. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Works  will 
receive  sealed  bids  up  to  .Tune  30,  for  furnishing  three  14 
inch  gate  valves,  six  16  inch  gate  valves,  nine  18  inch  gate 
valves,  two  24  inch  gate  valves  and  five  26  inch  gate  valves 
to   the   city. 


HELENA,  MONT.— An  election  is  to  be  held  here  on  the 
26th  of  June  for  the  purpose  of  submitting  to  taxpayers  the 
(Uiestion  of  issuing  $400,000  bonds  for  the  purpose  of  ac- 
iiuiring  a  water  plant. 

LEWISTON,  IDAHO.— The  City  Council  has  authorized 
the  city  comptroller  to  issue  a  call  for  bids  for  supplying  the 
city  with  1275  ft.  of  4-in.  pipe  to  be  used  in  extending  the 
water  system  service. 

LOS  ANGELES,  CAL.— The  Board  of  Public  Service 
Commissioners  will  receive  sealed  bids  up  to  June  13  for 
furnishing  cast  iron  water  pipe  and  fittings  to  the  Depart- 
ment of  Public  Service  of  the  city. 

SACRAMENTO,  CAL.— Bids  will  be  received  at  the 
olfice  of  the  clerk  of  the  trustees,  up  to  July  19th,  1911,  for 
30  dozen  three-quarter  inch  water  taps  for  the  water 
department.     The  taps   must  weigh  finished   42  ounces. 

SAN  LUIS  OBISPO,  CAL.— The  bids  of  contractors 
Payne  &  Deacon  for  the  construction  of  the  new  water  pipe 
line,  the  building  of  the  concrete  dam  and  the  sand  box  have 
been  rejected  by  the  city  council  and  the  work  has  been 
ordered  done  by  the  Department  of  Public  Works. 

SEATTLE,  WASH.— The  Council  has  passed  an  ordi- 
nance providing  for  the  improvement  of  a  portion  of  Twenty- 
sixth  avenue  Northwest  and  Twenty-seventh  avenue  North- 
west, by  the  construction  of  water  mains  according  to  plans 
filed  in  the  office  of  the  Department  of  Public  Works. 

PORTERVILLE,  CAL. — Plans  and  specifications  have 
been  drawn  up  by  the  city  engineer  tor  the  extension  of  the 
mains  of  the  water  system.  It  is  estimated  that  the  work 
of  completing  the  system  will  cost  in  the  neighborhood  of 
$50,000,  making  almost  $200,000  which  has  been  spent  by 
the  city  since  the  municipal  ownership  of  the  plant  was 
completed. 

DUNSMUIR,  CAL. — The  Dunsmuir  Water,  Power  & 
Light  Company  will  begin  work  improving  the  system  before 
the  end  of  the  month.  A  new  12  inch  pipe  will  be  laid 
from  Mossbrae  Falls  to  Dunsmuir.  This  will  cost  $75,000. 
The  pipe  will  be  18  inches  in  diameter  at  the  falls  and  in 
the  course  of  a  mile  will  taper  to  12  inches.  A  force  of  from 
75  to  100  men  will  be  employed. 

ELMA,  WASH.— The  bid  of  the  Algrace  Company  of 
Seattle,  for  $10,000  of  Elma  water  bonds  has  been  accepted 
by  the  council,  which  has  decided  to  lay  an  8-in.  wood  pipe 
from  the  Wenzell  springs  to  5th  street,  a  10-in.  iron  pipe  from 
that  point  through  Main  and  Third  streets  to  the  railway 
track  and  a  2-in.  wood  pipe  from  that  point  to  the  reservoir. 
Mr.  L.  Louis  Kelsey  of  Portland  is  the  engineer  in  charge 
of  the  water  works. 

SANTA  FE,  N.  M.— Adjutant  General  S.  S.  Brooks  has 
awarded  contracts  to  supply  a  water  system  for  the  target 
range  at  Las  Vegas  where  the  National  Guard  will  hold  its 
encampment  this  summer  and  which  is  three  miles  from  any 
water.  A  contract  for  a  15,000  gallon  steel  tank  was  awarded 
to  the  Des  Moines  Brick  and  Iron  Company  of  Des  Moines, 
Iowa.  The  contract  for  the  pump  and  motor  house  and  for 
laying  pipe  was  given  to  F.  J.  Gehring  of  Las  Vegas. 

OAKLAND,  CAL.— The  Sierra-Blue  Lakes  Water  Com- 
pany, of  which  Eugene  Sullivan  of  San  Francisco  is  presi- 
dent, is  awaiting  the  decision  of  the  new  commission  rela- 
tive to  the  proposed  acquirement  of  a  municipal  plant.  The 
company  has  made  an  offer  in  the  form  of  a  letter  to  Coun- 
cilman Wm.  J.  Baccus.  A  supply  of  60.000,000  gallons  a 
day  is  promised  for  an  expenditure  of  $20,000,000.  The  plan 
includes  a  watershed  in  Calaveras,  Alpine  and  Amador  coun- 
ties of  534  square  miles,  a  reservoir  of  a  capacity  of  fifty 
billion  gallons  and  conditions  available  for  an  electric 
power  plant  which,  it  is  claimed,  will  produce  50,000  h.p. 
without  extra  cost.  The  same  offer  has  been  made  to  Ber- 
keley. / 
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